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Introduction 


The purpose of Power Electronics Handbook is to provide a 
reference that is both concise and useful for engineering 
students and practicing professionals. It is designed to cover 
a wide range of topics that make up the field of power 
electronics in a well-organized and highly informative 
manner. The Handbook is a careful blend of both traditional 
topics and new advancements. Special emphasis is placed on 
practical applications, thus, this Handbook is not a theoretical 
one, but an enlightening presentation of the usefulness of the 
rapidly growing field of power electronics. The presentation is 
tutorial in nature in order to enhance the value of the book to 
the reader and foster a clear understanding of the material. 

The contributors to this Handbook span the globe, with 
fifty-four authors from twelve different countries, some of 
whom are the leading authorities in their areas of expertise. All 
were chosen because of their intimate knowledge of their 
subjects, and their contributions make this a comprehensive 
state-of-the-art guide to the expanding field of power electro- 
nics and its applications covering: 


e the characteristics of modern power semiconductor 
devices, which are used as switches to perform the 
power conversions from ac-dc, dc-dc, dc-ac, and ac-ac; 

e both the fundamental principles and in-depth study of 
the operation, analysis, and design of various power 
converters; and 

e examples of recent applications of power electronics. 


Power Electronics Backgrounds 


The first electronics revolution began in 1948 with the inven- 
tion of the silicon transistor at Bell Telephone Laboratories by 
Bardeen, Bratain, and Schockley. Most of today’s advanced 
electronic technologies are traceable to that invention, and 
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modern microelectronics has evolved over the years from these 
silicon semiconductors. The second electronics revolution 
began with the development of a commercial thyristor by 
the General Electric Company in 1958. That was the beginning 
of a new era of power electronics. Since then, many different 
types of power semiconductor devices and conversion tech- 
niques have been introduced. 

The demand for energy, particularly in electrical forms, is 
ever-increasing in order to improve the standard of living. 
Power electronics helps with the efficient use of electricity, 
thereby reducing power consumption. Semiconductor devices 
are used as switches for power conversion or processing, as are 
solid state electronics for efficient control of the amount of 
power and energy flow. Higher efficiency and lower losses are 
sought for devices for a range of applications, from microwave 
ovens to high-voltage dc transmission. New devices and power 
electronic systems are now evolving for even more effective 
control of power and energy. 

Power electronics has already found an important place in 
modern technology and has revolutionized control of power 
and energy. As the voltage and current ratings and switching 
characteristics of power semiconductor devices keep improv- 
ing, the range of applications continues to expand in areas 
such as lamp controls, power supplies to motion control, 
factory automation, transportation, energy storage, multi- 
megawatt industrial drives, and electric power transmission 
and distribution. The greater efficiency and tighter control 
features of power electronics are becoming attractive for 
applications in motion control by replacing the earlier 
electro-mechanical and electronic systems. Applications in 
power transmission include high-voltage dc (VHDC) conver- 
ter stations, flexible ac transmission system (FACTS), and 
static-var compensators. In power distribution these include 
dc-to-ac conversion, dynamic filters, frequency conversion, 
and Custom Power System. 

Almost all new electrical or electromechanical equipment, 
from household air conditioners and computer power supplies 
to industrial motor controls, contain power electronic circuits 
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and/or systems. In order to keep up, working engineers 
involved in control and conversion of power and energy 
into applications ranging from several hundred voltages at a 
fraction of an ampere for display devices to about 10,000 V at 
high-voltage dc transmission, should have a working knowl- 
edge of power electronics. 


Organization 


The Handbook starts with an introductory chapter and moves 
on to cover topics on power semiconductor devices, power 
converters, applications and peripheral issues. The book is 
organized into six areas, the first of which includes chapters on 
operation and characterizations of power semiconductor 
devices: power diode, thyristor, gate turn-off thyristor 
(GTO), power bipolar transistor (BJT), power MOSFFT, 
insulated gate bipolar transistor, MOS controlled thyristor 
(MCT), and static induction devices. 

The next topic area includes chapters covering various types 
of power converters, the principles of operation and the 
methods for the analysis and design of power converters. 
This also includes gate drive circuits and control methods 
for power converters. The next three chapters cover applica- 
tions in power supplies, electronics ballasts, renewable energy 
sources, HVDC transmission, VAR compensation, and capa- 
citor charging. 

The following six chapters focus on the operation, theory 
and control methods of motor drives, and automotive 
systems. We then move on to two chapters on power quality 
issues and active filters, and two chapters on computer 
simulation, packaging and smart power systems. 


Preface 


Locating Your Topic 


A table of contents is presented at the front of the book, and 
each chapter begins with its own table of contents. The reader 
should look over these tables of contents to become familiar 
with the structure, organization, and content of the book. 


Audience 


The Handbook is designed to provide both students and 
practicing engineers with answers to questions involving the 
wide spectrum of power electronics. The book can be used 
as a textbook for graduate students in electrical or systems 
engineering, or as a reference book for senior undergraduate 
students and for engineers who are interested and involved in 
operation, project management, design, and analysis of power 
electronics equipment and motor drives. 
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1.1 Power Electronics Defined! 


It has been said that people do not use electricity, but rather 
they use communication, light, mechanical work, entertain- 
ment, and all the tangible benefits of both energy and 
electronics. In this sense, electrical engineering is a discipline 
very much involved in energy conversion and information. In 
the general world of electronics engineering, the circuits 
engineers design and use are intended to convert information, 
with energy merely a secondary consideration in most cases. 
This is true of both analog and digital circuit design. In radio 
frequency applications, energy and information are sometimes 
on a more equal footing, but the main function of any circuit 
is that of information transfer. 

What about the conversion and control of electrical energy 
itself? Electrical energy sources are varied and of many types. 
It is natural, then, to consider how electronic circuits and 
systems can be applied to the challenges of energy conversion 
and management. This is the framework of power electronics, a 
discipline that is defined in terms of electrical energy conver- 
sion, applications, and electronic devices. More specifically, 


‘Portions of this chapter are from P. T. Krein, Elements of Power 
Electronics. New York: Oxford University Press, 1998. Copyright © 1998, 
Oxford University Press Inc. Used by permission. 
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DEFINITION: Power electronics involves the study of 
electronic circuits intended to control the flow of elec- 
trical energy. These circuits handle power flow at levels 
much higher than the individual device ratings. 


Rectifiers are probably the most familiar example of circuits 
that meet this definition. Inverters (a general term for dc-ac 
converters) and dc-dc converters for power supplies are also 
common applications. As shown in Fig. 1.1, power electronics 
represents a median point at which the topics of energy 
systems, electronics, and control converge and combine [1]. 
Any useful circuit design for the control of power must 
address issues of both devices and control, as well as of the 
energy itself. Among the unique aspects of power electronics 
are its emphasis on large semiconductor devices, the applica- 
tion of magnetic devices for energy storage, and special control 
methods that must be applied to nonlinear systems. In any 
study of electrical engineering, power electronics must be 
placed on a level with digital, analog, and radio-frequency 
electronics if we are to reflect its distinctive design methods 
and unique challenges. 

The history of power electronics [2,3,4,5] has been closely 
allied with advances in electronic devices that provide the 
capability to handle high-power levels. Only in the past decade 
has a transition been made from a “device-driven” field to an 


S 
Semone tors 
73 
and D 


FIGURE 1.1 Control, energy, and power electronics are interrelated. 


“applications-driven” field. This transition has been based on 
two factors: advanced semiconductors with suitable power 
ratings exist for almost every application of wide interest; and 
the general push toward miniaturization is bringing advanced 
power electronics into a growing variety of products. 


1.2 Key Characteristics 


All power electronic circuits manage the flow of electrical 
energy between some sort of source and a load. The parts in a 
circuit must direct electrical flows, not impede them. A general 
power conversion system is shown in Fig. 1.2. The function of 
the power converter positioned at the middle is that of 
controlling energy flow between a given electrical source and 
a given load. For our purposes, the power converter will be 
implemented with a power electronic circuit. As a power 
converter appears between a source and a load, any energy 
used within the converter is lost to the overall system. A 
crucial point emerges — to build a power converter, we should 
consider only lossless components. A realistic converter design 
must approach 100% efficiency. 

A power converter connected between a source and a load 
also affects system reliability. If the energy source is perfectly 
reliable (it is on all the time), then a failure in the converter 
affects the user (the load) just as if the energy source had 
failed. An unreliable power converter creates an unreliable 
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FIGURE 1.2 General system for electric power conversion. (From 
Reference [2], copyright © 1998, Oxford University Press, Inc.: used by 
permission.) 
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system. To put this in perspective, consider that a typical 
American household loses electric power only a few minutes a 
year. Therefore, energy is available 99.999% of the time. A 
converter must be even better than this if system degradation 
is to be prevented. An ideal converter implementation will not 
suffer any failures over its application lifetime. In many cases, 
extremely high reliability can be a more difficult objective than 
that of high efficiency. 


1.2.1 The Efficiency Objective: The Switch 


A circuit element as simple as a light switch reminds us that 
the extreme requirements in power electronics are not espe- 
cially novel. Ideally, when a switch is on, it has zero voltage 
drop and will carry any current imposed on it. When a switch 
is off, it blocks the flow of current regardless of the voltage 
across it. Device power, the product of the switch voltage and 
current, is identically zero at all times. The switch controls 
energy flow with no loss. In addition, reliability is also high. 
Household light switches perform over decades of use and 
perhaps 100,000 operations. Of course, a mechanical light 
switch does not meet all practical needs. A switch in a power 
supply often must function 100,000 times each second. Since 
even the best mechanical switch will not last beyond a few 
million cycles, semiconductor switches (without this limita- 
tion) are the devices of choice in power converters. 

A circuit built from ideal switches will be lossless. As a 
result, switches are the main components of power converters, 
and many people equate power electronics with the study of 
switching power converters. Magnetic transformers and loss- 
less storage elements such as capacitors and inductors are also 
valid candidates for use in power converters. The complete 
concept, shown in Fig. 1.3, illustrates a power electronic system. 
Such a system consists of an energy source, an electrical load, a 
power electronic circuit, and control functions. The power 
electronic circuit contains switches, lossless energy storage 
elements, and magnetic transformers. The controls take infor- 
mation from the source, load, and designer and then deter- 
mine how the switches operate to achieve the desired 
conversion. The controls are usually built up with conven- 
tional low-power analog and digital electronics. 
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FIGURE 1.3 A basic power electronic system. (From Reference [2], 
copyright © 1998, Oxford University Press, Inc.; used by permission.) 
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Switching devices are selected based on their power handling 
rating —the product of their voltage and currents ratings — 
rather than on power dissipation ratings. This is in contrast to 
other applications of electronics, in which power dissipation 
ratings dominate. For instance, a typical stereo receiver 
performs a conversion from ac line input to audio output. 
Most audio amplifiers do not use the techniques of power 
electronics, and the semiconductor devices do not act as 
switches. A commercial 100 W amplifier usually is designed 
with transistors big enough to dissipate the full 100 W. The 
semiconductor devices are used primarily to reconstruct audio 
information rather than to manipulate energy flows. When the 
devices are used as switches instead, the power levels increase 
considerably, as suggested by the following examples. 


EXAMPLE 1.1. The 2N2222A is a popular bipolar tran- 
sistor with a rated collector-emitter breakdown voltage 
of 30 V, a maximum collector current of 0.8 A, and rated 
power dissipation of 0.5 W. In a conventional analog 
circuit, it usually handles energy within its 0.5 W power 
dissipation rating. In principle, this device can manip- 
ulate the flow of 0.8 A in a 30 V circuit and so a power 
electronics engineer would list its power handling rating 
as 24W. The ability to control up to 24W, combined 
with good switching characteristics, makes this device 
common as an auxiliary element in power supplies. 


EXAMPLE 1.2. The MTW20N50 is a metal-oxide-semi- 
conductor field-effect transistor (MOSFET) with a drain 
current rating of 20 A, a maximum drain-source break- 
down voltage of 500 V, and rated power dissipation of 
250W. The power handling rating is 10kW. Several 
manufacturers have developed power electronic control- 
lers for domestic refrigerators, air conditioners, and even 
electric vehicles based on this device and its relatives. 


The second part of the definition of power electronics in 
Section 1.1 points out that the circuits handle power at levels 
much higher than that of the ratings of individual devices. 
In the first Example, a 2N2222A might be used to handle 
24 W—as compared with its individual rating of 0.5 W. The 
MTW20N50 is used to handle up to 10 kW, compared to its 
rating of 250 W. These ratios, 48 and 40, respectively, are high, 
but not unusual in power electronics contexts. In contrast, the 
same ratio in a conventional audio amplifier is close to unity. 


1.2.2 The Reliability Objective: Simplicity and 
Integration 


High-power applications lead to interesting issues. For exam- 
ple, in an inverter the semiconductors often manipulate 40 
times their rated power or more. A small design error, 
unexpected thermal problem, or minor change in layout 
could alter this somewhat, perhaps to a factor of 45. This 
small change puts large additional stresses on the devices, and 
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can lead to quick failure. The first issue for reliability in power 
electronic circuits is that of managing device voltage, current, 
and power dissipation levels to keep them well within rating 
limits. This can be challenging when power handling levels are 
high. 

The second issue for reliability is simplicity. It is well- 
established in military electronics that the more parts there 
are in a system, the more likely it is to fail. Power electronic 
circuits tend to have few parts, especially in the main energy 
flow paths. Necessary operations must be carried out through 
shrewd use of these parts. Often, this means that sophisticated 
control strategies are applied to seemingly simple conversion 
circuits. 

The third issue for reliability is integration. One way to 
avoid the reliability-complexity tradeoff is to integrate multi- 
ple components and functions on a single substrate. A micro- 
processor, for example, might contain more than a million 
gates. As all interconnections and signals flow within a single 
chip, the reliability is nearly that of a single part. An important 
parallel trend in power electronic devices involves the inte- 
grated module [6]. Manufacturers seek ways to package several 
switching devices, with their interconnections and protection 
components together as a unit. Control circuits for converters 
are also integrated as much as possible to keep reliability high. 
The package itself becomes a fourth issue for reliability, and 
one that is as yet only partly understood. Semiconductor 
packages include small bonding wires that can be susceptible 
to thermal or vibration damage. The small geometries tend to 
enhance electromagnetic interference among the internal 
circuit components. 


1.3 Trends in Power Supplies 


As costs of electronics decline, the power supply becomes a 
larger fraction of system cost and design effort. One major 
manufacturer estimates that power supply cost will soon reach 
50% of the total cost of a typical electronic product such as a 
cordless telephone or personal computer. Thus, new technol- 
ogy developments in power supplies are critically important. 
In the past, bulky linear power supplies were designed with 
transformers and rectifiers from the ac line frequency to 
provide low-level dc voltages for electronic circuits. Late in 
the 1960s, use of dc sources in aerospace applications led to 
the development of power electronic dc-dc conversion circuits 
for power supplies. In a typical power electronics arrangement 
today, an ac source from a wall outlet is rectified without any 
transformation; the resulting high dc voltage is converted 
through a dc-dc circuit to the 5 V, 12 V, or other level required. 
These switched-mode power supplies are rapidly supplanting 
linear supplies across the full spectrum of circuit applications. 

A personal computer commonly requires three different 5 V 
supplies, two +12 V supplies, a —12 V supply, a 24 V supply, 
and perhaps a few more. This does not include supplies for 
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video display or peripheral devices. Only a switched-mode 
supply can support such complex requirements without high 
costs. The bulk and weight of linear supplies make them 
infeasible for hand-held communication devices, calculators, 
notebook computers, and similar equipment. Switched-mode 
supplies often take advantage of MOSFET semiconductor 
technology. Trends toward high reliability, low cost, and 
miniaturization have reached the point at which a 5 V power 
supply sold today might last 1,000,000 hr (more than 100 yr), 
provide 100 W of output in a package with volume <15 cm?, 
and sell for a price of <$0.30 watt. This type of supply brings 
an interesting dilemma: the ac line cord to plug it in actually 
takes up more space than the power supply itself. Innovative 
concepts such as integrating a power supply within a connec- 
tion cable will be used in the future. 

Device technology for power supplies is being driven by 
expanding needs in the automotive and telecommunications 
industries as well as in markets for portable equipment. The 
automotive industry is making a transition to 42 V systems to 
handle increasing electric power needs. Power conversion for 
this industry must be cost effective, yet rugged enough to 
survive the high vibration and wide temperature range to 
which a passenger car is exposed. Global communication is 
possible only when sophisticated equipment can be used 
almost anywhere. This brings a special challenge, because 
electrical supplies are neither reliable nor consistent through- 
out much of the world. While in North America voltage 
swings in the domestic ac supply are often < +5% around 
a nominal value, in many developing nations the swing can be 
+25% — when power is available. Power converters for 
communications equipment must tolerate these swings, and 
must also be able to make use of a wide range of possible 
backup sources. Given the enormous size of worldwide 
markets for telephones and consumer electronics, there is a 
clear need for flexible-source equipment. Designers are 
challenged to obtain maximum performance from small 
batteries, and to create equipment with minimal energy 
requirements. 


1.4 Conversion Examples 


1.4.1 Single-Switch Circuits 


Electrical energy sources can come in the form of dc voltage 
sources at various values, sinusoidal ac sources, polyphase 
sources, and many others. A power electronic circuit might be 
asked to transfer energy between two different dc voltage 
levels, between an ac source and a dc load, or between sources 
at different frequencies. It might be used to adjust an output 
voltage or power level, drive a nonlinear load, or control a load 
current. In this section, we consider a few basic converter 
arrangements and discuss energy conservation as a tool for 
analysis. 
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EXAMPLE 1.3. Consider the circuit shown in Fig. 1.4. It 
contains an ac source, a switch, and a resistive load. It is a 
simple but complete power electronic system. Let us 
assign a (somewhat arbitrary) control scheme to the 
switch. What if the switch is turned on whenever 
V,. > 0, and turned off otherwise? The input and out- 
put voltage waveforms are shown in Fig. 1.5. The input 
has a time average of 0, and root mean square (RMS) 
value equal to Vpeak/v/2, where V eak is the maximum 
value of V,.. The output has a nonzero average value 
given by: 


1 m/2 37/2 
(Vour(t)) = = (| Vpeak COS 0 d0 + | 0 a0) 
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—n/ n/2 


oa Voeak 


= È = 0.3183 V peak (1.1) 


and an RMS value equal to V,,.,,/2. Since the output has 
nonzero dc voltage content, the circuit can be used as an 
ac-dc converter. To make it more useful, a lowpass filter 
would be added between the output and the load to 
smooth out the ac portion. This filter needs to be 
lossless, and will be constructed from only inductors 
and capacitors. 


The circuit in the preceding Example acts as a half-wave 
rectifier with a resistive load. With the hypothesized switch 
action, a diode can be substituted for the ideal switch. The 
example confirms that a simple switching circuit can perform 
power conversion functions. However, notice that a diode is 
not, in general, the same as an ideal switch. A diode places 
restrictions on the current direction, while a true switch would 
not. An ideal switch allows control over whether it is on or off, 
while a diode’s operation is constrained by circuit variables. 

Consider a second half-wave circuit, now with a series L-R 
load, as shown in Fig. 1.6. 


EXAMPLE 1.4. A series diode-L-R circuit has ac voltage- 
source input. This circuit operates much differently than 
the half-wave rectifier with resistive load. A diode will be 
on if forward biased, and off if reverse biased. In this 
circuit, an off diode will give a current of zero. When the 
diode is on, the circuit is the ac source with L-R load. Let 
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FIGURE 1.4 A simple power electronic system. (From Reference [2], 
copyright © 1998, Oxford University Press, Inc.; used by permission.) 
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FIGURE 1.5 Input and output waveforms for Example 1.4. 


FIGURE 1.6 Half-wave rectifier with L-R load for Example 1.5. 


the ac voltage be Vy cos(wt). From Kirchhoff’s voltage 
law (KVL), 


V, cos(œwt) = ce + Ri (1.2) 
Let us assume that the diode is initially off (this 
assumption is arbitrary, and we will check it out as the 
example is solved). If the diode is off, the diode current 
i = 0, and the voltage across the diode will be v, The 
diode will become forward-biased when v: becomes 
positive. The diode will turn on when the input voltage 
makes a zero-crossing in the positive direction. This 
allows us to establish initial conditions for the circuit: 
i(t) = 0, t = —2/(2o). The differential equation can 
be solved in a conventional way to give 


3 wL —t T 
=V E +L exp( T a 
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where T is the time constant L/R. What about diode 
turn-off? One first guess might be that the diode turns 
off when the voltage becomes negative, but this is not 
correct. We notice from the solution that the current is 


not zero when the voltage first becomes negative. If the 
switch attempts to turn off, it must drop the inductor 
current to zero instantly. The derivative of current in the 
inductor di/dt would become negative infinite. The 
inductor voltage L(di/dt) similarly becomes negative 
infinite— and the devices are destroyed. What really 
happens is that the falling current allows the inductor 
to maintain forward bias on the diode. The diode will 
turn off only when the current reaches zero. A diode has 
definite properties that determine circuit action, and 
both voltage and current are relevant. Figure 1.7 shows 
the input and output waveforms for a time constant t 
equal to ~ 1/3 of the ac waveform period. 


1.4.2 The Method of Energy Balance 


Any circuit must satisfy conservation of energy. In a lossless 
power electronic circuit, energy is delivered from source to 
load, which is possible through an intermediate storage step. 
The energy flow must balance over time such that the energy 
drawn from the source matches that delivered to the load. The 
converter in Fig. 1.8 serves as an example of how the method 
of energy balance can be used to analyze circuit operation. 


EXAMPLE 1.5. The switches in the circuit of Fig. 1.8 are 
controlled cyclically to operate in alternation: when the 
left switch is on, the right one is off, and so on. What 
does the circuit do if each switch operates half the time? 
The inductor and capacitor have large values. 

When the left switch is on, the source voltage V; 
appears across the inductor. When the right switch is on, 
the output voltage Vut appears across the inductor. If 
this circuit is to be a useful converter, we want the 
inductor to receive energy from the source, then deliver 
it to the load without loss. Over time, this means that 
energy does not build up in the inductor (instead it 
flows through on average). The power into the inductor 
therefore must equal the power out, at least over a cycle. 
Therefore, the average power in should equal the average 
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FIGURE 1.8 Energy transfer switching circuit for Example 1.5. (From 
Reference [2], copyright © 1998, Oxford University Press, Inc.; used by 
permission.) 


power out of the inductor. Let us denote the inductor 
current as i. The input is a constant voltage source. 
Because L is large, this constant voltage source will not 
be able to change the inductor current quickly, and we 
can assume that the inductor current is also constant. 
The average power into L over the cycle period T is 


1 [7 Vni 
P= >| Vint dt = x 
0 


(1.4) 


For the average power out of L, we must be careful about 
current directions. The current out of the inductor will 
have a value —i. The average output power is 


T . 
V, 
P, zÍ —iV, u dt = ae (1.5) 


T/2 


For this circuit to be useful as a converter, there is net 
energy flow from the source to the load over time. The 
power conservation relationship Pin = Pout requires that 
V, —V;, 


out ~~ in* 
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Input and output waveforms for Example 1.5. 


The method of energy balance shows that when operated as 
described in the example, the circuit of Fig. 1.8 serves as a 
polarity reverser. The output voltage magnitude is the same as 
that of the input, but the output polarity is negative with 
respect to the reference node. The circuit is often used to 
generate a negative supply for analog circuits from a single 
positive input level. Other output voltage magnitudes can be 
achieved at the output if the switches alternate at unequal 
times. 

If the inductor in the polarity reversal circuit is moved 
instead to the input, a step-up function is obtained. Consider 
the circuit of Fig. 1.9 in the following example. 


EXAMPLE 1.6. The switches in Fig. 1.9 are controlled 
cyclically in alternation. The left switch is on for 2/3 of 
each cycle, and the right switch for 1/3 of each cycle. 
Determine the relationship between V,,, and Vut 

The inductor’s energy should not build up when the 
circuit is operating normally as a converter. A power 
balance calculation can be used to relate the input and 


output voltages. Again let i be the inductor current. 


FIGURE 1.9 Switching converter Example 1.6. (From Reference [2], 
copyright © 1998, Oxford University Press, Inc.; used by permission.) 
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When the left switch is on, power is injected into the 
inductor. Its average value is 


2T/3 Vi 
P, =z V,,i dt = = (1.6) 


0 
Power leaves the inductor when the right switch is on. 
Again we need to be careful of polarities, and remember 
that the current should be set to negative to represent 
output power. The result is 


ad Viet, Vout 
Pout = ales =(Vin zg Vout)? dt = — 3 T y 
(1.7) 
When the input and output power are equated, 
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and we see that the output voltage is triple the input. 
Many seasoned engineers find the dc-dc step-up func- 
tion of Fig. 1.9 to be surprising. Yet Fig. 1.9 is just one 
example of such an action. Others (including flyback 
circuits related to Fig. 1.8) are used in systems from CRT 
electron guns to spark ignitions for automobiles. 


All the circuits in the preceding examples have few compo- 
nents, provide useful conversion functions, and are efficient. If 
the switching devices are ideal, each circuit is lossless. Over the 
history of power electronics, development has tended to flow 
around the discovery of such circuits, that is, a circuit with a 
particular conversion function is discovered, analyzed, and 
applied. As the circuit moves from simple laboratory testing to 
a complete commercial product, control and protection func- 
tions are added. The power portion of the circuit remains 
close to the original idea. The natural question arises as to 
whether a systematic approach to conversion is possible. Can 
we start with a desired function and design an appropriate 
converter, rather than starting from the converter and working 
backwards toward the application? What underlying principles 
can be applied to design and analysis? In this introductory 
chapter, we will introduce a few of the key concepts. Keep in 
mind that while many of the circuits look deceptively simple, 
all are nonlinear systems with unusual behavior. 


1.5 Tools For Analysis and Design 


1.5.1 The Switch Matrix 


The most readily apparent difference between a power elec- 
tronic circuit and other types of electronic circuits is the 
switch action. In contrast to a digital circuit, the switches do 
not indicate a logic level. Control is effected by determining 
the times at which switches should operate. Whether there is 
just one switch or a large group, there is a complexity limit: If 
a converter has m inputs and n outputs, even the densest 


possible collection of switches would have a single switch 
between each input line and each output line. The mx n 
switches in the circuit can be arranged according to their 
connections. The pattern suggests a matrix, as shown in 
Fig. 1.10. 

Power electronic circuits fall into two broad classes: 


1. Direct switch matrix circuits. In these circuits, energy 
storage elements are connected to the matrix only at 
the input and output terminals. The storage elements 
effectively become part of the source or load. A 
rectifier with an external lowpass filter is an example 
of a direct switch matrix circuit. In the literature, these 
circuits are sometimes called matrix converters. 

2. Indirect switch matrix circuits, also termed embedded 
converters. These circuits, like the polarity-reverser 
example, have energy storage elements connected 
within the matrix structure. There are usually very 
few storage elements. Indirect switch matrix circuits 
are most commonly analyzed as a cascade connection 
of direct switch matrix circuits with the storage in 
between. 


The switch matrices in realistic applications are small. A 2 x 2 
switch matrix, for example, covers all possible cases with a 
single-port input source and a two-terminal load. The matrix 
is commonly drawn as the H-bridge shown in Fig. 1.11. A 
more complicated example is the three-phase bridge rectifier 
shown in Fig. 1.12. There are three possible inputs, and the 
two terminals of the dc circuit provide outputs, which give a 
3 x 2 switch matrix. In a personal computer power supply, 
there are commonly five separate dc loads, and the switch 
matrix is 2 x 10. Very few practical converters have more than 
~24 switches, and most designs use fewer than 12. 

A switch matrix provides a way to organize devices for a 
given application. It also helps to focus the effort into three 
major task areas. Each of these areas must be addressed 
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FIGURE 1.10 The general switch matrix. 
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FIGURE 1.11 H-bridge configuration of a 2 x 2 switch matrix.. 
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Three-phase bridge rectifier circuit, a 3x2 switch 


effectively in order to produce a useful power electronic 
system. 


e The Hardware Task— Build a switch matrix. This 
involves the selection of appropriate semiconductor 
switches and the auxiliary elements that drive and 
protect them. 

e The Software Task— Operate the matrix to achieve the 
desired conversion. All operational decisions are imple- 
mented by adjusting switch timing. 

e The Interface Task— Add energy storage elements to 
provide the filters or intermediate storage necessary to 
meet the application requirements. Unlike most filter 
applications, lossless filters with simple structures are 
required. 


In a rectifier or other converter, we must choose the electronic 
parts, how to operate them, and how best to filter the output 
to satisfy the needs of the load. 


1.5.2 Implications of Kirchhoff’s Voltage and 
Current Laws 


A major challenge of switch circuits is their capacity to 
“violate” circuit laws. Consider first the simple circuits of 
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Fig. 1.13. The circuit of Fig. 1.13a is something we might try 
for ac-de conversion. This circuit has problems. Kirchhoff’s 
voltage law (KVL) tells us that the “sum of voltage drops 
around a closed loop is zero.” However, with the switch closed, 
the sum of voltages around the loop is not zero. In reality, this 
is not a valid result. Instead, a very large current will flow and 
cause a large I - R drop in the wires. The KVL will be satisfied 
by the wire voltage drop, but a fire or, better yet, fuse action, 
might result. There is, however, nothing that would prevent an 
operator from trying to close the switch. The KVL, then, 
implies a crucial restriction: A switch matrix must not attempt 
to interconnect unequal voltage sources directly. Notice that a 
wire, or dead short, can be thought of as a voltage source with 
V = 0, so KVL is a generalization for avoiding shorts across an 
individual voltage source. 

A similar constraint holds for Kirchhoff’s current law 
(KCL). The KCL states that “currents into a node must sum 
to zero.” When current sources are present in a converter, we 
must avoid any attempts to violate KCL. In Fig. 1.13b, if the 
current sources are different and the switch is opened, the sum 
of the currents into the node will not be zero. In a real circuit, 
high voltages will build up and cause an arc to create another 
current path. This situation has real potential for damage, and 
a fuse will not help. The KCL implies a restriction in which a 
switch matrix must not attempt to interconnect unequal 
current sources directly. An open circuit can be thought of 
as a current source with I = 0, so KCL applies to the problem 
of opening an individual current source. 

In contrast to conventional circuits, in which KVL and KCL 
are automatically satisfied, switches do not “know” KVL or 
KCL. If a designer forgets to check, and accidentally shorts two 
voltages or breaks a current source connection, some problem 
or damage will result. On the other hand, KVL and KCL place 
necessary constraints on the operating strategy of a switch 
matrix. In the case of voltage sources, switches must not act to 
create short-circuit paths among dissimilar sources. In the case 
of KCL, switches must act to provide a path for currents. These 
constraints drastically reduce the number of valid switch 
operating conditions in a switch matrix, and lead to manage- 
able operating design problems. 

When energy storage is included, there are interesting 
implications for the current law restrictions. Figure 1.14 
shows two “circuit law problems.” In Fig. 1.14a, the voltage 
source will cause the inductor current to ramp up indefinitely 
because V = L di/dt. We might consider this to be a “KVL 
problem,” since the long-term effect is similar to shorting the 
source. In Fig. 1.14b, the current source will cause the 
capacitor voltage to ramp toward infinity. This causes a 
“KCL problem”; eventually, an arc will form to create an 
additional current path, just as if the current source had been 
opened. Of course, these connections are not problematic if 
they are only temporary. However, it should be evident that an 
inductor will not support dc voltage, and a capacitor will not 
support dc current. On average over an extended time interval, 
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FIGURE 1.14 Short-term KVL and KCL problems in energy storage 
circuits: (a) An inductor cannot sustain dc voltage indefinitely; (b) A 
capacitor cannot sustain dc current indefinitely. 


the voltage across an inductor must be zero, and the current 
into a capacitor must be zero. 


1.5.3 Resolving the Hardware Problem: 
Semiconductor Devices 


A switch is either on or off. An ideal switch, when on, will 
carry any current in any direction. When off, it will never carry 
current, no matter what voltage is applied. It is entirely 
lossless, and changes from its on state to its off state instanta- 
neously. A real switch can only approximate an ideal switch. 
Those aspects of real switches that differ from the ideal include 
the following: 


e limits on the amount and direction of on-state current; 

e a nonzero on-state voltage drop (such as a diode forward 
voltage); 

e some level of leakage current when the device is 
supposed to be off; 

e limitations on the voltage that can be applied when off; 
and 

e operating speed. The time of transition between the on 
and off states can be important. 


The degree to which properties of an ideal switch must be met 
by a real switch depends on the application. For example, a 
diode can easily be used to conduct dc current; the fact that it 
conducts only in one direction is often an advantage, not a 
weakness. 
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Hypothjetical power converters: (a) Possible ac-dc converter; (b) Possible dc-dc converter. (From [2], copyright © 1998, Oxford 
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Many different types of semiconductors have been 
applied in power electronics. In general, these fall into three 
groups: 


e Diodes, which are used in rectifiers, dc-dc converters, 
and in supporting roles. 

e Transistors, which in general are suitable for control of 
single-polarity circuits. Several types of transistors are 
applied to power converters. The most recent type, the 
insulated gate bipolar transistor (IGBT) is unique to 
power electronics and has good characteristics for appli- 
cations such as inverters. 

e Thyristors, which are multijunction semiconductor 
devices with latching behavior. Thyristors in general 
can be switched with short pulses, and then maintain 
their state until current is removed. They act only as 
switches. The characteristics are especially well-suited to 
controllable rectifiers, although thyristors have been 
applied to all power conversion applications. 


Some of the features of the most common power semicon- 
ductors are listed in Table 1.1. This table shows a wide variety 
of speeds and rating levels. As a rule, faster speeds apply to 
lower ratings. For each device type, cost tends to increase both 
for faster devices and for devices with higher power-handling 
capacity. 

Conducting direction and blocking behavior are fundamen- 
tally tied to the device type, and these basic characteristics 
constrain the choice of device for a given conversion function. 
Consider again a diode. It carries current in only one direction 
and always blocks current in the other. Ideally, the diode 
exhibits no forward voltage drop or off-state leakage current. 
Although it lacks all the features of an ideal switch, the ideal 
diode is an important switching device. Other real devices 
operate with polarity limits on current and voltage and have 
corresponding ideal counterparts. It is convenient to define a 
special type of switch to represent this behavior: the restricted 
switch. 


DEFINITION: A restricted switch is an ideal switch with 
the addition of restrictions on the direction of current 
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TABLE 1.1 
characteristics 


Some modern semiconductor switch types and their basic 


DEVICE TYPE CHARACTERISTICS OF POWER DEVICES 


Diode Current ratings from <1 to > 5000 A. Voltage ratings from 10 V to 
10kV or more. The fastest power devices switch in <20ns, while 
the slowest require 100 us or more. The function of a diode applies 
in rectifiers and dc-dc circuits. 

BJT (Bipolar Junction Transistor) Conducts collector current (in one 
direction) when sufficient base current is applied. Power device 
current ratings from 0.5 to 500A or more; voltages from 30 to 
1200 V. Switching times from 0.5 to 100 us. The function applies to 
dc-dc circuits; combinations with diodes are used in inverters. 
Power BJTs are being supplanted by FETs and IGBTs. 

(Field Effect Transistor) Conducts drain current when sufficient 
gate voltage is applied. Power FETs (nearly always enhancement- 
mode MOSFETs) have a parallel connected reverse diode by virtue 
of their construction. Ratings from ~1 to ~100 A and 30 up to 
1000 V. Switching times are fast, from 50 or less up to 200 ns. The 
function applies to dc-dc conversion, where the FET is in wide use, 
and to inverters. 

(Insulated Gate Bipolar Transistor) A special type of power FET 
that has the function of a BJT with its base driven by a FET. Faster 
than a BJT of similar ratings, and easy to use. Ratings from 10 to 
>600A, with voltages of 600 to 1700 V. The IGBT is popular in 
inverters from ~1 to 100kW or more. It is found almost exclu- 
sively in power electronics applications. 

(Silicon Controlled Rectifier) A thyristor that conducts like a diode 
after a gate pulse is applied. Turns off only when current becomes 
zero. Prevents current flow until a pulse appears. Ratings from 10 
up to more than 5000A, and from 200V up to 6kV. Switching 
requires 1 to 200 us. Widely used for controlled rectifiers. The SCR 
is found almost exclusively in power electronics applications, and is 
the most common member of the thyristor family. 

(Gate Turn-Off Thyristor) An SCR that can be turned off by 
sending a negative pulse to its gate terminal. Can substitute for 
BJTs in applications where power ratings must be very high. The 
ratings approach those of SCRs, and the speeds are similar as well. 
Used in inverters rated > 100 kW. 

A semiconductor constructed to resemble two SCRs connected in 
reverse parallel. Ratings from 2 to 50 A and 200 to 800 V. Used in 
lamp dimmers, home appliances, and hand tools. Not as rugged as 
many other device types, but very convenient for many ac applica- 
tions. 

(MOSFET Controlled Thyristor) A special type of SCR that has the 
function of a GTO with its gate driven from a FET. Much faster 
than conventional GTOs, and easier to use. These devices are 
supplanting GTOs in some application areas. 


FET 


IGBT 


SCR 


GTO 


TRIAC 


MCT 


flow and voltage polarity. The ideal diode is one example 
of a restricted switch. 


The diode always permits current flow in one direction, while 
blocking flow in the other. It therefore represents a forward- 
conducting reverse-blocking restricted switch, and operates in 
one quadrant on a graph of device current vs voltage. This 
FCRB function is automatic—the two diode terminals 
provide all the necessary information for switch action. 
Other restricted switches require a third gate terminal to 
determine their state. Consider the polarity possibilities 
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given in Table 1.2. Additional functions such as bidirec- 
tional-conducting reverse-blocking can be obtained simply 
by reverse connection of one of the five types in the table. 

The quadrant operation shown in the table indicates pola- 
rities. For example, the current in a diode will be positive 
when on and the voltage will be negative when off. This means 
diode operation is restricted to the single quadrant comprising 
the upper vertical (current) axis and the left horizontal 
(voltage) axis. The other combinations appear in the table. 
Symbols for restricted switches can be built up by interpreting 
the diode’s triangle as the current-carrying direction and the 
bar as the blocking direction. The five types can be drawn as in 
Table 1.2. Although the symbols are used infrequently, they are 
valuable for showing the polarity behavior of switching 
devices. A circuit drawn with restricted switches represents 
an idealized power converter. 

Restricted switch concepts guide the selection of devices. 
For example, consider an inverter intended to deliver ac load 
current from a dc voltage source. A switch matrix built to 
perform this function must be able to manipulate ac current 
and dc voltage. Regardless of the physical arrangement of the 
matrix, we would expect bidirectional-conducting forward- 
blocking switches to be useful for this conversion. This is a 
correct result: Modern inverters operating from dc voltage 
sources are built with FETs or with IGBTs arranged with 
reverse-parallel diodes. As new power devices are introduced 
to the market, it is straightforward to determine what types of 
converters will use them. 


1.5.4 Resolving the Software Problem: 
Switching Functions 


The physical m x n switch matrix can be associated with a 
mathematical m x n switch state matrix. Each element of this 
matrix, called a switching function, shows whether the corre- 
sponding physical device is on or off. 


DEFINITION: A switching function q(t) has a value of 
unity when the corresponding physical switch is on and 
0 when it is off. Switching functions are discrete-valued 
functions of time, and control of switching devices can 
be represented with them. 


Figure 1.15 shows a typical switching function. It is periodic, 
with period T, representing the most likely repetitive switch 
action in a power converter. For convenience, it is drawn on a 
relative time scale that begins at 0 and draws out the square 
wave period-by-period. The actual timing is arbitrary, so the 
center of the first pulse is defined as a specified time ty in the 
figure. In many converters, the switching function is generated 
as an actual control voltage signal that might drive the gate of 
either a MOSFET or some other semiconductor switching 
device. 

The timing of switch action is the only alternative for 
control of a power converter. As switch action can be repre- 


1 Introduction 


TABLE 1.2 The types of restricted switches 

Action Device 

Carries current in one direction, blocks in Diode 
the other (forward-conducting 
reverse-blocking) 

Carries or blocks current in one direction BJT 
(forward-conducting, forward-blocking) 

Carries in one direction or blocks in both GTO 
directions (forward-conducting, 
bidirectional-blocking) 

Carries in both directions, but blocks only in FET 


one direction (bidirectional-carrying, 
forward-blocking) 


Fully bidirectional Ideal switch 


sented with a discrete-valued switching function, the timing 
can be represented within the switching function framework. 
Based on Fig. 1.15, a generic switching function can be 
characterized completely with three parameters: 


1. The duty ratio D is the fraction of time during which 
the switch is on. For control purposes the pulse width 
can be adjusted to achieve a desired result. We can 
term this adjustment process pulse-width modulation 
(PWM), perhaps the most important process for 
implementing control in power converters. 

2. The frequency fwwitch = 1/T (with radian frequency 
w = 2nfwwitch) is most often constant, although not in 
all applications. For control purposes, frequency can be 
adjusted. This is unusual in power converters because 


Quadrants Restricted Switch Symbol Device Symbol 


HEHEH 


the operating frequencies are often dictated by the 
application. 

3. The time delay t) or phase pọ = wt. Rectifiers often 
make use of phase control to provide a range of 
adjustment. A few specialized ac-ac converter applica- 
tions use phase modulation. 


With just three parameters to vary, there are relatively few 
possible ways to control any power electronic circuit. The dc- 
dc converters usually rely on duty ratio adjustment (PWM) to 
alter their behavior. Phase control is common in controlled 
rectifier applications. Pulse-width modulation is used formally 
for many types of inverters. 

Switching functions are very powerful tools for general 
representation of converter action [7]. The most widely used 


|~— Absolute time reference 


DT T 


T+DT 2T 


3T 4T 5T 


Relative Time -- Period T 


FIGURE 1.15 


A generic switching function with period T, durty ratio D, and time reference tọ. 
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control approaches derive from averages of switching func- 
tions [2, 8]. Their utility comes from their application in 
writing circuit equations. For example, in the boost converter 
of Fig. 1.9, the loop and node equations change depending 
on which switch is acting at a given moment. The two 
possible circuit configurations each have distinct equations. 
Switching functions allow them to be combined. By assigning 
switching functions q(t) and q(t) to the left and right 
switching devices, respectively, we obtain 


di d 
al v =i iz )-a(CF2+°2=0), tet switch on 


di d 
t (Va = ie = tc). a(S? gron i). right switch on 
(1.9) 


Because the switches alternate, and the switching functions 
must be 0 or 1, these sets of equations can be combined to give 


dv v ; 
a S 


(1.10) 
The combined expressions are simpler and easier to analyze 
than the original equations. 

For control purposes, the average of equations such as 
(1.10) often proceeds with the replacement of switching 
functions q with duty ratios d. The discrete time action of a 
switching function thus will be represented by an average duty 
cycle parameter. Switching functions, the advantages gained by 
averaging, and control approaches such as PWM are discussed 
at length in several chapters in this handbook. 


1.5.5 Resolving the Interface Problem: 
Lossless Filter Design 


Lossless filters for power electronics applications are some- 
times called smoothing filters [9]. In applications in which dc 
outputs are of interest, such filters are commonly implemen- 
ted as simple lowpass LC structures. The analysis is facilitated 
because in most cases the residual output waveform, termed 
ripple, has a known shape. Filter design for rectifiers or dc-dc 
converters is a question of choosing storage elements large 
enough to keep ripple low, but not so large that the whole 
circuit becomes unwieldy or expensive. 

Filter design is more challenging when ac outputs are 
desired. In some cases, this is again an issue of lowpass filter 
design. In many applications, lowpass filters are not adequate 
to meet low noise requirements. In this situation, active filters 
can be used. In power electronics, the term active filter refers to 
lossless switching converters that actively inject or remove 
energy moment-by-moment to compensate for distortion. 
The circuits (discussed elsewhere in this handbook) are not 


P. Krein 
related to the linear active filter op-amp circuits used in analog 


signal processing. In ac cases, there is a continuing opportu- 
nity for innovation in filter design. 


1.6 Summary 


Power electronics is the study of electronic circuits for the 
control and conversion of electrical energy. The technology is a 
critical part of our energy infrastructure, and supports almost 
all important electrical applications. For power electronics 
design, we consider only those circuits and devices that, in 
principle, introduce no loss and can achieve near-perfect 
reliability. The two key characteristics of high efficiency and 
high reliability are implemented with switching circuits, 
supplemented with energy storage. Switching circuits in turn 
can be organized as switch matrices. This facilitates their 
analysis and design. 

In a power electronic system, the three primary challenges 
are the hardware problem of implementing a switching matrix, 
the software problem of deciding how to operate that matrix, 
and the interface problem of removing unwanted distortion 
and providing the user with the desired clean power source. 
The hardware is implemented with a few special types of 
power semiconductors. These include several types of transis- 
tors, especially MOSFETs and IGBTs, and several types of 
thyristors, especially SCRs and GTOs. The software problem 
can be represented in terms of switching functions. The 
frequency, duty ratio, and phase of the switching functions 
are available for operational purposes. The interface problem 
is addressed by means of lossless filter circuits. Most often, 
these are lossless LC passive filters to smooth out ripple or 
reduce harmonics. More recently, active filter circuits have 
been applied to make dynamic corrections in power conver- 
sion waveforms. 

Improvements in devices and advances in control concepts 
have led to steady improvements in power electronic circuits 
and systems. This is driving tremendous expansion of their 
application. Personal computers, for example, would be 
unwieldy and inefficient without power electronic dc supplies. 
Portable communication devices and computers would be 
impractical. High-performance lighting systems, motor 
controls, and a wide range of industrial controls depend on 
power electronics. In the near future, we can expect strong 
growth in automotive applications, in dc power supplies for 
communication systems, in portable applications, and in high- 
end converters for advanced microprocessors. During the next 
generation, we will reach a time when almost all electrical 
energy is processed through power electronics somewhere in 
the path from generation to end use. 
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2.1 Diode as a Switch 


Among all the static switching devices used in power elect- 
ronics (PE), the power diode is perhaps the simplest. Its circuit 
symbol, shown in Fig. 2.1, is a two terminal device, and with 
terminal A known as the anode and terminal K known as the 
cathode. If terminal A experiences a higher potential 
compared to terminal K, the device is said to be forward 
biased and a forward current (Ip) will flow through the device 
in the direction as shown. This causes a small voltage drop 
across the device (<1 V), which under ideal conditions is 
usually ignored. By contrast, when a diode is reverse biased, it 
does not conduct and the diode then experiences a small 
current flowing in the reverse direction called the leakage 
current. Both forward voltage drop and leakage current are 
ignored in an ideal diode. In PE applications a diode is usually 
considered to be an ideal static switch. 

The characteristics of a practical diode depart from the 
ideals of zero forward and infinite reverse impedance, as 
shown in Fig. 2.2a. In the forward direction, a potential 
barrier associated with the distribution of charges in the 
vicinity of the junction, together with other effects, leads to 
a voltage drop. In the case of silicon this is in the range of 1 V 
for currents in the normal range. In the reverse direction, 
within the normal voltage operating range, a very small 
current flows that is largely independent of the voltage. For 
practical purposes the static characteristics are often repre- 
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sented as shown in Fig. 2.2b. In Fig. 2.2b the forward 
characteristic is expressed as a threshold voltage Vo with a 
linear incremental or slope resistance r. The reverse character- 
istic remains the same over the range of possible leakage 
currents irrespective of voltage within the normal working 
range. 


2.2 Some Properties of PN Junction 


From the forward and reverse-biased condition characteristics, 
one notices that when the diode is forward biased, current 
rises rapidly as the voltage is increased. Current in the reverse- 
biased region is significantly small until the breakdown voltage 
of the diode is reached. Once the applied voltage is over this 
limit, the current will increase rapidly to a very high value 
limited only by an external resistance. 

DC Diode parameters. The most important are the follow- 
ing: 


e Forward voltage Vç is the voltage drop of a diode across 
A and K at a defined current level when it is forward 
biased. 

e Breakdown voltage Vz is the voltage drop across the 
diode at a defined current level when it is beyond 
reverse-biased level. This is known as avalanche. 

e Reverse current Ip is the current at a particular voltage, 
and which is below the breakdown voltage. 
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(b) 


Power diode: (a) symbol; (b) and (c) types of packaging. 


(a) 


FIGURE 2.1 


AC Diode parameters. Very common are the following: 

e Forward recovery time tpg is the time required for the 
diode voltage to drop to a particular value after the 
forward current starts to flow. 

e Reverse recovery time tpp is the time interval between the 
application of reverse voltage and the reverse current 
dropped to a particular value as shown in Fig. 2.2. 
Parameter t, is the interval between the zero crossing 
of the diode current and when it becomes Ipgpg. On the 
other hand, t, is the time interval from the maximum 
reverse recovery current to * 0.25 of I,,. The ratio of the 
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FIGURE 2.2a Typical static characteristic of a power diode (forward 
and reverse have different scale). 
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FIGURE 2.2b Practical representation of the static characteristic of a 
power diode. 
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two parameters t, and t, is known as the softness factor 
SF. Diodes with abrupt recovery characteristics are used 
for high-frequency switching. See Fig. 2.3 for soft and 
abrupt recovery. 


In practice, a design engineer frequently needs to calculate 
reverse recovery time in order to evaluate the possibility of 
high-frequency switching. As a rule of thumb, the lower t,, is, 
the faster the diode can be switched [1]. 

(2.1) 


be == ta F t, 


If t, is negligible compared to t, (which commonly occurs), 
then the following expression is valid: 


t.= 2 Qrr 
H di/dt 


from which the reverse recovery current 


di 
Ip = Week 


where Qpp is the storage charged, and can be calculated from 
the area enclosed by the path of the recovery current. 


EXAMPLE 2.1 The manufacturer of a selected diode 
gives the rate of fall of the diode current di/dt = 
20A/us, and a reverse recovery time of ¢,, = 5s. 
What value of peak reverse current do you expect? 


SOLUTION. The peak reverse current is given as: 


di 
Ip = QR 
The storage charge Qprg is calculated as Q,, = 5 di/ dtt}, = 
1/2 x 20 A/s x (5 x 107°)? = 50 uC. Hence 


a 
1, = J25 x 2 x 50 uC = 44.72 A 
us 
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(a) Soft recovery 


FIGURE 2.3 Diode reverse recovery process with various softness factors. 


Diode Capacitance Cp is the net diode capacitance includ- 
ing the junction (C;) plus package capacitance (Cp). 

In high-frequency pulse switching a parameter known 
as transient thermal resistance is of vital importance 
because it indicates the instantaneous junction tempera- 
ture as a function of time under constant input power. 


2.3 Common Diode Types 


Depending on their applications, diodes can be segregated into 
the following major divisions: 

Small Signal Diode. These are the semiconductor devices 
used most often in a wide variety of applications. In general 
purpose applications, they are used as a switch in rectifiers, 
limiters, capacitors, and in wave shaping. The common diode 
parameters a designer needs to know include forward voltage, 
reverse breakdown voltage, reverse leakage current, and recov- 
ery time. 

Silicon Rectifier Diode. These are the diodes that have high 
forward-current carrying capability, typically up to several 
hundred amperes. They usually have a forward resistance of 
only a fraction of an ohm while their reverse resistance is in 
the megaohm range. Their primary application is in power 
conversion, such as for power supplies, UPS, rectifiers/inver- 
inverters etc. In case of current exceeding the rated value, their 
case temperature will rise. For stud mounted diodes, their 
thermal resistance is between 0.1 to 1° C/W. 

Zener Diode. Its primary applications are in the voltage 
reference or regulation. However, its ability to maintain a 
certain voltage depends on its temperature coefficient and 
impedance. The voltage reference or regulation application of 
Zener diodes are based on their avalanche properties. In the 
reverse-biased mode, at a certain voltage the resistance of these 
devices may suddenly drop. This occurs at the Zener voltage 
Vx, a parameter the designer knows beforehand. 

Figure 2.4 shows a circuit in which a Zener diode is used to 
control the reference voltage of a linear power supply. Under 
normal operating conditions, the transistor will transmit 
power to the load (output) circuit. The output power level 
will depend on the transistor base current. A very high base 
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(b) Abrupt recovery 


a) Soft recovery; and (b) abrupt recovery. 
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FIGURE 2.4 Voltage regulator with a Zener diode for reference. 


current will impose a large voltage across the Zener and it may 
attain Zener voltage Vx, at which point it will crush and limit 
the power supply to the load. 

Photodiode. When a semiconductor junction is exposed to 
light, photons generate hole-electron pairs. When these 
charges diffuse across the junction, they produce photo 
current. Hence this device acts as a source of current that 
increases with the intensity of light. 

Light-Emitting Diode (LED). Power diodes used in PE 
circuits are high-power versions of the commonly used devices 
employed in analog and digital circuits. They are manufac- 
tured in many varieties and ranges. The current rating can be 
from a few amperes to several hundreds while the voltage 
rating varies from tens of volts to several thousand volts. 


2.4 Typical Diode Ratings 


2.4.1 Voltage Ratings 


For power diodes, a data sheet will give two voltage ratings. 
One is the repetitive peak inverse voltage ( Vkrm) and the other 
is the nonrepetitive peak inverse voltage. The nonrepetitive 
voltage (Vgm) is the diodes capability to block a reverse 
voltage that may occur occasionally due to an overvoltage 
surge. On the other hand, repetitive voltage is applied on the 
diode in a sustained manner. To understand this, let us look at 
the circuit in Fig. 2.5a. 
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FIGURE 2.5 (a) The circuit. 
EXAMPLE 2.2. Two equal source voltages of 220 V peak 


and phase-shifted from each other by 180° supply a 
common load: (a) Show the load voltage; (b) describe 
when diode D1 will experience Very; and (c) determine 
the Very magnitude considering a safety factor of 1.5. 


SOLUTION. (a)The Input voltages, load voltage, and the 
voltage across D1 when it is not conducting (Very) are 
shown in Fig. 2.5b. 

(b) Diode D1 will experience Vary when it is not 
conducting. This happens when the applied voltage V1 
across it is in the negative region (from 70 to 80 ms as 
shown in Fig. 2.5b) and consequently the diode is 
reverse biased. The actual ideal voltage across it is the 
peak value of the two input voltages 220 x 2 = 440V. 
This is because when D1 is not conducting, D2 is. 
Hence, V,,, Vpn is also applied across it because D2 is 
practically shorted. 

(c) The Vru = 440 V is the value under ideal circum- 
stances. In practice, however, higher voltages may occur 
due to stray circuit inductances and/or transients due to 
the reverse recovery of the diode. These are hard to 
estimate. Hence, a design engineer would always use a 
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safety factor to cater to these overvoltages, that is, a diode 
with a 220 x 2 x 1.5 = 660 V rating. 


2.4.2 Current Ratings 


Power diodes are usually mounted on a heat sink. This 
effectively dissipates the heat arising due to continuous 
conduction. Current ratings are estimated based on tempera- 
ture rise considerations. The data sheet of a diode normally 
specifies three different current ratings. These are: (1) the 
average current; (2) the rms current; and (3) the peak current. 
A design engineer must ensure that each of these values are 
never exceeded. To do that, the actual current (average, rms, 
and peak) in the circuit must be evaluated either by calculation, 
simulation, or measurement. These values must be checked 
against the ones given in the data sheet for that selected diode. 
The calculated values must be less than or equal to the data 
sheet values. The following example shows this technique. 


EXAMPLE 2.3 The current waveform passing through a 
diode switch in a switch-mode power-supply application 
is shown in Fig. 2.6. Find the average, rms and peak 
currents. 


SOLUTION. The current pulse duration is shown to be 
0.2 ms within a period of 1 ms and with a peak ampli- 
tude of 50 A. Hence the required currents are: 


0.2 
Laverage = 50x T = 10A 
Lms = 4/502 x — = 22.36 A 
Ims = 50 A 


Sometimes, a surge current rating and its permissible duration 
are also given in a data sheet. For protection of diodes and 
other semiconductor devices, a fast acting fuse is required. 
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(b) The waveforms. 
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FIGURE 2.6 The current waveform in Example 2.3. 


These fuses are selected based on their Pt rating, which is 
normally specified in a data sheet for a selected diode. 


2.5 Snubber Circuits for Diode 


Snubber circuits are essential for diodes used in switching 
circuits. It can save a diode from overvoltage spikes, which 
may arise during the reverse recovery process. A very common 
snubber circuit for a power diode consists of a capacitor and 
a resistor connected in parallel with the diode as shown in 
Fig. 2.7. 

When the reverse recovery current decreases, the capacitor 
by virtue of its property will try to retain the voltage across it, 
which is approximately the voltage across the diode. The 
resistor, on the other hand, will help to dissipate some of 
the energy stored in the inductor, which forms the I,, loop. 
The dv/dt across a diode can be calculated as: 


dv 0.632*V, _ 0.632*Vs 
dt 7 T 7 Rs* Cs 


(2.2) 


where Vs is the voltage applied across the diode. 

Usually the dv/dt rating of a diode is given in manufacturer 
datasheets. By knowing dv/dt and Rs, one can choose the 
value of the snubber capacitor Cs. Here Rs can be calculated 
from the diode reverse recovery current: 
Rs = +5 


rr 


(2.3) 


The designed dv/dt value must always be equal or lower than 
the dv/dt value found from the data sheet. 


Emitter Gate E 
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FIGURE 2.7 A typical snubber circuit. 
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2.6 Series and Parallel Connection of 
Power Diodes 


For specific applications when the voltage or current rating of 
a chosen diode is not enough to meet the designed rating, 
diodes can be connected in series or in parallel. Connecting 
them in series will give the structure a high voltage rating that 
may be necessary for high-voltage applications [2]. However, 
one must ensure that the diodes are properly matched, 
especially in terms of their reverse recovery properties. Other- 
wise, during reverse recovery there may be large voltage 
unbalances between the series-connected diodes. Additionally, 
due to differences in reverse recovery times, some diodes may 
recover from the phenomenon earlier than the others, thereby 
causing them to bear the full reverse voltage. All of these 
problems can effectively be overcome by connecting a bank of 
a capacitor and a resistor in parallel with each diodes as shown 
in Fig. 2.8. 

If a selected diode cannot match the required current rating, 
one may connect several diodes in parallel. In order to ensure 
equal current sharing, the designer must choose diodes with 
the same forward voltage drop properties. It is also important 
to ensure that the diodes are mounted on similar heat sinks 
and are cooled (if necessary) equally. This will affect the 
temperatures of the individual diodes, which in turn may 
change the diode forward characteristics. 


FIGURE 2.8 Series-connected diodes with necessary protection. 


Tutorial 2.1 Reverse Recovery and Overvoltages 


Figure 2.9 shows a simple switch mode power supply. The 
switch (1-2) is closed at t = 0 S. When the switch is open, a 
freewheeling current Ip = 20 A flows through the load (RL), 
freewheeling diode (DF), and the large load circuit inductance 
(LL). The diode reverse recovery current is 20 A and it then 
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L=10uA LL | 
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FIGURE 2.9 A simple switch mode power supply with freewheeling 
diode. 


Pa 


decays to zero at the rate of 10 A/S. The load is rated at 10 Q 
and the forward on-state voltage drop is neglected. 


(a) Draw the current waveform during the reverse recov- 
ery (J,,) and find its time (t,,). 

(b) Calculate the maximum voltage across the diode 
during this process (I,,). 


SOLUTION. (a) A typical current waveform during 
reverse recovery process is shown in Fig. 2.10 for an 
ideal diode. 


When the switch is closed, the steady-state current is 
Iss = 200 V/10 Q = 20 A, because under the steady- 
state condition the inductor is shorted. When the 
switch is open, the reverse recovery current flows in 
the right-hand side loop consisting of LL, RL, and DE 
The load inductance LL is assumed to be shorted. Hence, 
when the switch is closed, the loop equation is [3]: 

V= ios from which as r m, 20 A/uS 
At the moment the switch is open, the same current 
keeps flowing in the right-hand side loop. Hence, 


= —20 A/uS 


timers) 


FIGURE 2.10 Current through the freewheeling diode during reverse 
recovery. 
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from time zero to time t the current will decay at a rate 
of 20A/S and will be zero at ti = 20/20 = 1/pS. The 
reverse recovery current starts at this point and accord- 
ing to the given condition becomes 20 A at t,. From this 
point on, the rate of change remains unchanged at 
20 A/uS. Period t, — t, is found: 


h-th= 2 =1pS 
27 ig oo 


From t to t, the current decays to zero at the rate of 
20 A/uS. The required time is 


b-b= aes =2 uS 
ae = ioa/ps 


Hence the actual reverse recovery time: t,, = b — ti = 
(+1+2)—-1=3 4ps. 

(b) The diode experiences the maximum voltage only 
when the switch is open. This is due to both the source 
voltage 200 V and the newly formed voltage caused by 
the change in current through inductor L. The voltage 
across the diode, 


z 
Vp=-V+ i = —200 + (10 x 107*)(—20 x 10°) 


= —400 V 


Tutorial 2.2 Ideal Diode Operation, 
Mathematical Analysis and PSPICE 
Modelling 


This tutorial illustrates the operation of an ideal diode circuit. 
Most of the power electronic applications operate at a rela- 
tively high voltage and, in such cases, the voltage drop across 
the power diode is usually small. It is quite often justifiable to 
use the ideal diode model. An ideal diode has a zero conduc- 
tion drop when it is forward-biased and has zero current when 
it is reverse-biased. The equations and the analysis presented 
here are based on an ideal diode model. 


Diode Inductor 


Vv R = Resistor 


FIGURE 2.11 Circuit diagram. 
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Circuit Operation A circuit with a single diode and a very 
common RL load is shown in Fig. 2.11. The source Vz is an 
alternating sinusoidal source. Suppose V; = E,, sin(wt). Vs is 
positive when 0 < wt < 7, and is negative when T < wt < 27. 
When V; starts to become positive, the diode begins conduct- 
ing and the positive source keeps the diode in conduction 
until wt reaches x radians. At that instant (defined by wt = 2 
radians), the current through the circuit is not zero and there 
is some energy stored in the inductor. The voltage across an 
inductor is positive when the current through it is on the 
increase and it becomes negative when the current through it 
tends to fall. When the voltage across the inductor is negative, 
it is in such a direction as to forward bias the diode. The 
polarity of voltage across the inductor is as shown in Figs. 2.12 
and 2.13. 

When Vs changes from a positive to a negative value, there 
is current through the load at the instant wt = z radians and 
the diode continues to conduct until the energy stored in the 
inductor becomes zero. After that the current tends to flow in 
the reverse direction and the diode blocks conduction. The 
entire applied voltage now appears across the diode. 


Circuit Analysis The expression for the current through the 
diode can be obtained from the following mathematical 
analysis [7]. It is assumed that the current flows for 
0 < wt < fp, where P > n, when the diode conducts, and the 


Diode Inductor 


VR 2 Resistor 


FIGURE 2.12 Current rising, 0 < wt < 1/2. 
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FIGURE 2.13 Current falling, 7/2 < wt < n. 
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driving function for the differential equation is the sinusoidal 
function defining the source voltage. During the period 
defined by f < wt < 2r, the diode blocks the current and 
acts as an open switch. For this period, there is no equation 
defining the behavior of the circuit. For 0 < wt < p, Eq. (2.4) 
applies [7]. 


di 
Lo + R*i = E* sin(0), where -0<0<f (24 


di 
L—+ R*i=0 2.5 
di 
pias “jo 
oLz +R i=0 (2.6) 
—RO 
(0) = A* 
i(0) e—T 


Assuming a linear differential equation, the solution is found 
in two parts. The homogeneous equation is defined by Eq. 
(2.5). It is preferable to express the equation in terms of the 
angle 0 instead of t. As 0 = wt, then d0 = w.dt. Then Eq. 
(2.5) is converted to Eq. (2.6). Equation (2.7) is the solution to 
this homogeneous equation and is called the complementary 
integral. 

The value of constant A in the complementary solution is to 
be calculated. The particular solution is the steady-state 
response and Eq. (2.8) expresses it. The steady-state response 
is the current that would flow in steady-state in a circuit that 
contains only the source, the resistor, and the inductor as 
shown in the circuit in Fig. 2.11, where the only element 
missing is the diode. This response can be obtained using the 
differential equation, the Laplace transform, or the ac sinu- 
soidal circuit analysis. The total solution is the sum of both the 
complementary and the particular solution. It is shown in Eq. 
(2.9). The value of A is obtained using the initial condition. As 
the diode starts conducting at œt = 0 and the current starts 
building up from zero, i(0) = 0. The value of A is expressed by 
Eq. (2.10). 

Once the value of A is found, the expression for current 
is known. After evaluating A, current can be evaluated at 
different values of wt, starting from wt = n. As wt increases, 
the current continues to decrease. For some value of wt, say p, 
the current would be zero. If wt > p, the current would drop 
to a negative value. As the diode blocks current in the reverse 
direction, the diode stops conducting when wt is reached. 
Then an expression for the average output voltage can be 
obtained. Because the average voltage across the inductor has 
to be zero, the average voltage across the resistor and at the 
cathode of the diode are the same. This average value can be 
obtained as shown in Eq. (2.11). 


i(0) = (7) sin(@t — a) (2.8) 


22, 


I 
where o= atan(@*), and Z? = R + of 


i(0) = Are) fee sin(0 — a) (2.9) 
ol Z 
E 
A= (3) sin(«) (2.10) 
Hence, the average output voltage: 
V, ae f in 0.d0 = £ *[1 (P) (2.11) 
oave = za Ja = S cos' : 


PSPICE Modelling: For modelling the ideal diode using 
PSPICE, the circuit used is shown in Fig. 2.14. Here the 
nodes are numbered. The ac source is connected between 
nodes 1 and 0. The diode is connected between nodes 1 and 2 
and the inductor links nodes 2 and 3. The resistor is connected 
from 3 to the reference node, that is, node 0. 

The PSPICE program in text form is presented here: 


*Half-wave rectifier with RL load 

*An exercise to find the diode current 

VIN 1 0 sin(0 100 V 50 Hz) 

D1 1 2 Dbreak 

L1 23 10 mH 

R1305Q 

.MODEL Dbreak D(IS=10N N=1 BV=1200 IBV=10E-3 
VJ=0.6) 

.TRAN 10 us 100 us 60 us 100 Ls 
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DT LT 
| Ny 2 IS 
V2 j 10mH 
fa Dbreak = ml 
e 
Vo 


FIGURE 2.14 PSPICE circuit to study the diode R-L circuit. 


.PROBE 
.OPTIONS (ABSTOL=1N RELTOL=.01 VNTOL=1MV) 
.END 


The diode is characterized using the MODEL statement. The 
TRAN statement controls the transient operation for a period 
of 100 ms at an interval of 10 ms. The OPTIONS statement sets 
limits for tolerances. The output can be viewed on the screen 
because of the PROBE statement. A snapshot of various 
voltages/currents are presented in Fig. 2.15. 

It is evident from Fig. 2.15 that the current lags the source 
voltage. This is a typical phenomenon in any inductive circuit 
and is associated with the energy storage property of the 
inductor. This property of the inductor causes the current 
to change slowly, governed by the time constant t= 
tan~!(@l1/R). Analytically, this is calculated by the expression 
in Eq. 2.8. 
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FIGURE 2.15 Voltage/current waveforms at various points in the circuit. 
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2.7 Typical Applications of Diodes 


A. In rectification. Four diodes can be used to fully rectify 
an ac signal as shown in Fig. 2.16. Apart from other rectifier 
circuits, this topology does not require an input transformer. 
However, transformers are used for isolation and protection. 
The direction of the current is decided by two diodes conduct- 
ing at any given time. The direction of the current through the 
load is always the same. This rectifier topology is known as the 
bridge rectifier. 
The average rectifier output voltage 


Vn 
g T 


Vac 


where V,, is the peak input voltage. 
The rms rectifier output voltage 


This rectifier is twice as efficient as a single-phase rectifier. 


B. For Voltage Clamping. Figure 2.17 shows a voltage 
clamper. The negative pulse of the input voltage charges the 
capacitor to its max. value in the direction shown. After 


D1, D2 
Conducting 


D3, D4 
Conducting 


FIGURE 2.16 Full bridge rectifier and its output dc voltage. 
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FIGURE 2.17 Voltage clamping with diode. 


~ Doubler ~ 


Quadrupler 


FIGURE 2.18 Voltage doubler and quadrupler circuit. 


charging, the capacitor cannot discharge because it is open 
circuited by the diode. Hence the output voltage, 


V, = Vin + Vi = Vin + sin(@t)) 


The output voltage is clamped between zero and 2 V,,,. 


C. As Voltage Multiplier By connecting diodes in a prede- 
termined manner, an ac signal can be doubled, tripled, and 
even quadrupled. This is shown in Fig. 2.18. The circuit will 
yield a dc voltage equal to 2 V,,,. The capacitors are alternately 
charged to the maximum value of the input voltage. 


2.8 Standard Datasheet for Diode 
Selection 


In order for a designer to select a diode switch for specific 
applications, the following Tables and standard test results can 
be used. A power diode is chosen primarily based on forward 
current (Ip) and the peak inverse (Vęęm) voltage [5]. For 
example, the designer chose the diode type V30 from Table 2.1 
because it closely matches his/her calculated values of Ip and 
Verm Without exceeding those values. However, if for some 
reason only the Vary matches but the calculated value of I; 
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comes in at a higher figure, one should select diode H14, and 
so on. A similar concept is used for Vary. 

In addition to the forementioned diode parameters, one 
should also calculate parameters such as the peak forward 
voltage, reverse recovery time, case and junction temperatures 
etc. and check them against the datasheet values. Some of 
these datasheet values are provided in Table 2.2 for the selec- 
ted diode V30. Figures 2.19-2.21 give the standard experi- 
mental relationships between voltages, currents, and power 
and case temperatures for our selected V30 diode. These 
characteristics help a designer to understand the safe operating 
range for the diode, and to make a decision as to whether or 
not a snubber or a heatsink should be used. If one is 
particularly interested in the actual reverse recovery time 
measurement, the circuit given in Fig. 2.22 can be constructed 
and experimented upon. 


2.8.1 General-Use Rectifier Diodes 


TABLE 2.1 Diode election based on average forward current Ipavg) and 
peak inverse voltage Very, [4] 


Trvavg) Vrem 50 100 200 300 400 500 600 800 1000 1300 1500 
(A) (V) Type 

0.4 V30 - - - = = = — yes yes yes yes 
10 H14 — yes yes yes yes yes yes yes yes — - 

1.1 V06 - - yes - yes — yes yes — - - 

1.3 V03 - - yes - yes — yes yes — - - 

2.5 U05 — yes yes — yes — yes yes — - - 

3.0 U15 = yes yes — yes — yes yes — - - 


Used with permission, [7]. 


TABLE 2.2 Details of diode for diode V30 selected from Table 2.1 


Absolute maximum ratings“? 


Item Type V30J V30L V30M V30N 
Repetitive Peak reverse Verm V 800 1000 1300 1500 
Voltage 
Nonrepetitive Peak Reverse VgRsm V 1000 1300 1600 1800 
Voltage 
Average Forward Current Trav) A 0.4 (Single-phase, half sine wave 
180° conduction TL = 100°C, 
Lead length = 10 mm) 
Surge(Nonrepetitive) Ism A 30 (Without PIV, 10 ms 
Forward current conduction, T; = 150°C start) 
Pt Limit Value Pt A?s 3.6 (Time = 2 ~ 10 ms, 1 = rms 
value) 
Operating Junction T; °C  —50 ~ +150 
Temperature 
Storage Temperature Toig °c]  —50 ~ +150 


“Lead mounting: lead temperature 300°C max. to 3.2mm from body for 5s. 
max. 

b Mechanical strength: bending 90° x 2 cycles or 180° x 1 cycle, Tensile 2kg, 
Twist 90° x 1 cycle. 
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TABLE 2.3 Characteristics (Ty, = 25°C) 


Item Symbols Units Min. Typ. Max. Test Conditions 
Peak Reverse Current RRM pA - 0.6 10 All class Rated 
Vere 
Peak Forward Voltage Vpy4 v - - 1.3 Ipm = 0.4 Ap, 
single-phase, 
half sine wave 
1 cycle 
Reverse Recovery Time tr us - 3.0 - Ir = 22mA, 
Vp = —I5V 
Steady-State Thermal  Rng-a) 
Impedance 
Rng- °C/W - - 80 Lead 
50  length=10 mm 


Forward characteristic 


100 


}/Single-phase half sine wave 
Conduction: 10ms 1 cycle 


10 


Peak forward current (A) 


1— 
9 0 1 2 3 4 5 


Peak forward voltage drop (V) 


FIGURE 2.19 Variation of peak forward voltage drop with peak forward 
current. 


Max. average forward power dissipation 
(Resistive or inductive load) 


0.8 


0.6 


le-phase (50Hz) 


0.4 


0.2 


Max. average forward power dissipation (W) 


0 0.1 
Average forward current (A) 


02 03 04 05 0.6 


FIGURE 2.20 Variation of maximum forward power dissipation with 
average forward current. 
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Max. allowable ambient temperature D1 
(Resistive to inductive load) 1 tt 
200 - - 50uF | ] $ 
Single-phase half sine wave 18V s > ' 
180° conduction (50Hz) RI $ ae tr OA trr 
160 | S 600 Ohms tr 
22uS ve 


120 


FIGURE 2.22 Reverse recovery time (t,,.) measurement. 


Max. allowable ambient temperature (°C) 
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3.1 Introduction 


Thyristors are usually three-terminal devices with four layers 
of alternating p- and n-type material (i.e. three p-n junctions) 
in their main power handling section. In contrast to the linear 
relation that exists between load and control currents in a 
transistor, the thyristor is bistable. The control terminal of the 
thyristor, called the gate (G) electrode, may be connected to an 
integrated and complex structure as part of the device. The 
other two terminals, anode (A) and cathode (K), handle the 
large applied potentials (often of both polarities) and conduct 
the major current through the thyristor. The anode and 
cathode terminals are connected in series with the load to 
which power is to be controlled. 

Thyristors are used to approximate ideal closed (no voltage 
drop between anode and cathode) or open (no anode current 
flow) switches for control of power flow in a circuit. This 
differs from low-level digital switching circuits that are 
designed to deliver two distinct small voltage levels while 
conducting small currents (ideally zero). Power electronic 
circuits must have the capability of delivering large currents 
and be able to withstand large externally applied voltages. All 
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thyristor types are controllable in switching from a forward- 
blocking state (positive potential applied to the anode with 
respect to the cathode with correspondingly little anode 
current flow) into a forward-conduction state (large forward 
anode current flowing with a small anode-cathode potential 
drop). After switching from a forward-blocking state into the 
forward-conduction state, most thyristors have the character- 
istic that the gate signal can be removed and the thyristor will 
remain in its forward-conduction mode. This property, 
termed “latching,” is an important distinction between 
thyristors and other types of power electronic devices. Some 
thyristors are also controllable in switching from forward- 
conduction back to a forward-blocking state. The particular 
design of a thyristor will determine its controllability and often 
its application. 

Thyristors are typically used at the highest energy levels in 
power conditioning circuits because they are designed to 
handle the largest currents and voltages of any device technol- 
ogy (systems with voltages approximately greater than 1 kV or 
currents higher than 100A). Many medium-power circuits 
(systems operating at <1 kV or 100A) and particularly low- 
power circuits (systems operating <100 V or several amperes) 
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generally make use of power bipolar transistors, power 
MOSFETs, or insulated gate bipolar transistors (IGBTs) as 
the main switching elements because of the relative ease in 
controlling them. The IGBT technology, however, continues to 
improve and multiple silicon die are commonly packaged 
together in a module. These modules are now replacing 
thyristors in 1-3 kV applications because of easier gate-drive 
requirements. Power diodes are used throughout all levels of 
power conditioning circuits and systems for component 
protection and wave-shaping. 

A thyristor used in some ac power circuits (50 or 60 Hz in 
commercial utilities or 400 Hz in aircraft) to control ac power 
flow can be made to optimize internal power loss at the 
expense of switching speed. These thyristors are called 
phase-control devices because they are generally turned from 
a forward-blocking into a forward-conducting state at some 
specified phase angle of the applied sinusoidal anode-cathode 
voltage waveform. A second class of thyristors is used in 
association with dc sources or in converting ac power at one 
amplitude and frequency into ac power at another amplitude 
and frequency, and must generally switch on and off relatively 
quickly. A typical application for this second class of thyristors 
is that of converting a dc voltage or current into an ac voltage 
or current. A circuit that performs this operation is often 
called an inverter, and the associated thyristors used are 
referred to as inverter thyristors. 

There are four major types of thyristors: i) silicon- 
controlled rectifier (SCR); ii) gate turn-off thyristor (GTO); 
iti) MOS-controlled thyristor (MCT) and its various forms; 
and iv) static induction thyristor (SITh). The MCTs are so- 
named because many parallel enhancement-mode MOSFET 
structures of one charge type are integrated into the thyristor 
for turn-on and many more MOSFETs of the other charge 
type are integrated into the thyristor for turn-off. These MCTs 
are currently limited to operation at medium power levels. 
Other types of integrated MOS-thyristor structures can be 
operated at high power levels, but these devices are not 
commonly available or are produced for specific applications. 
A static induction thyristor (SITh), or field-controlled thyr- 
istor (FCTh), has essentially the same construction as a power 
diode with a gate structure that can pinch-off anode current 
flow. High-power SIThs have a subsurface gate (buried-gate) 
structure to allow larger cathode areas to be utilized, and 
hence larger current densities are possible. The advantage of 
using MCTs, derivative forms of the MCT, or SIThs is that 
they are essentially voltage-controlled devices, (e.g., little 
control current is required for turn-on or turn-off) and, 
therefore, require simplified control circuits attached to the 
gate electrode. Detailed discussion of variations of MCTs and 
SIThs as well as additional references on these devices are 
discussed by Hudgins [1]. Less important types of thyristors 
include the Triac (a pair of antiparallel SCRs integrated 
together to form a bidirectional current switch) and the 
programmable unijunction transistor (PUT). 
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Both SCRs and GTOs are designed to operate at all power 
levels. These devices are primarily controlled using electrical 
signals (current), although some types are made to be 
controlled using optical (photons) energy for turn-on. 
Subclasses of SCRs and GTOs are reverse conducting types 
and symmetric structures that block applied potentials in the 
reverse and forward polarities. Other variations of GTOs are 
the gate-commutated turn-off thyristor (GCT) and the bi- 
directional controlled thyristor (BCT). Most power converter 
circuits that incorporate thyristors make use of either SCRs or 
GTOs, and hence this chapter will focus on these two devices, 
although the basics of operation are applicable to all thyristor 
types. 

All power electronic devices must be derated (e.g., power 
dissipation levels, current conduction, voltage blocking, and 
switching frequency must be reduced) when operating above 
room temperature (defined as ~25 °C). Bipolar-type devices 
have thermal runaway problems, in that if allowed to conduct 
unlimited current, these devices will heat up internally, caus- 
ing more current to flow, thus generating more heat, and so 
forth until destruction. Devices that exhibit this behavior are 
pin diodes, bipolar transistors, and thyristors. 

Almost all power semiconductor devices are made from 
silicon (Si), but some limited commercial devices are available 
using gallium-arsenide (GaAs), and silicon-carbide SiC. The 
latter two semiconductor material systems will not be directly 
discussed because of the lack of availability and usage. The 
physical description and general behavior of thyristors are 
unimportant to the semiconductor material system used 
although the discussion and any numbers cited in the chapter 
will be associated with Si devices. 


3.2 Basic Structure and Operation 


Figure 3.1 shows a conceptual view of a typical thyristor with 
the three p-n junctions and the external electrodes labeled. 
Also shown in the figure is the thyristor circuit symbol used in 
electrical schematics. 
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FIGURE 3.1 Simple cross section of a typical thyristor and the 
associated electrical schematic symbols. 
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A high-resistivity region, n-base, is present in all thyristors. 
It is this region, the n-base and associated junction J, of Fig. 
3.1, which must support the large applied forward voltages 
that occur when the switch is in its off- or forward-blocking 
state (nonconducting). The n-base is typically doped with 
impurity phosphorus atoms at a concentration of 
10! cm~3. The n-base can be 10s to 100s of um thick to 
support large voltages. High-voltage thyristors are generally 
made by diffusing aluminum or gallium into both surfaces to 
obtain deep junctions with the n-base. The doping profile of 
the p-regions ranges from about 10!° to 10!” cm~*. These p- 
regions can be up to 10s of um thick. The cathode region 
(typically only a few um thick) is formed by using phosphorus 
atoms at a doping density of 10!” to 10!8 cm~. 

The higher the forward-blocking voltage rating of the 
thyristor, the thicker the n-base region must be. However 
increasing the thickness of this high-resistivity region, results 
in slower turn-on and turn-off (i.e., longer switching times 
and/or lower frequency of switching cycles because of more 
stored charge during conduction). For example, a device rated 
for a forward-blocking voltage of 1kV will, by its physical 
construction, switch much more slowly than one rated for 
100 V. In addition, the thicker high-resistivity region of the 
1kV device will cause a larger forward voltage drop during 
conduction than the 100 V device carrying the same current. 
Impurity atoms, such as platinum or gold, or electron irradia- 
tion are used to create charge-carrier recombination sites in 
the thyristor. The large number of recombination sites reduces 
the mean carrier lifetime (average time that an electron or hole 
moves through the Si before recombining with its opposite 
charge-carrier type). A reduced carrier lifetime shortens the 
switching times (in particular the turn-off or recovery time) at 
the expense of increasing the forward conduction drop. There 
are other effects associated with the relative thickness and 
layout of the various regions that make up modern thyristors, 
but the major trade-off between forward-blocking voltage 
rating and switching times, and between forward-blocking 
voltage rating and forward-voltage drop during conduction 
should be kept in mind. In signal-level electronics the analo- 
gous trade-off appears as a lowering of amplification (gain) to 
achieve higher operating frequencies, and is often referred to 
as the gain-bandwidth product. 

The operation of thyristors is as follows. When a positive 
voltage is applied to the anode (with respect to a cathode), the 
thyristor is in its forward-blocking state. The center junction J, 
(see Fig. 3.1) is reverse-biased. In this operating mode the gate 
current is held to zero (open-circuit). In practice, the gate 
electrode is biased to a small negative voltage (with respect to 
the cathode) to reverse-bias the GK-junction J; and prevent 
charge-carriers from being injected into the p-base. In this 
condition only thermally generated leakage current flows 
through the device and can often be approximated as zero 
in value (the actual value of the leakage current is typically 
many orders of magnitude lower than the conducted current 
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in the on-state). As long as the forward applied voltage does 
not exceed the value necessary to cause excessive carrier 
multiplication in the depletion region around J, (avalanche 
breakdown), the thyristor remains in an off-state (forward- 
blocking). If the applied voltage exceeds the maximum 
forward blocking voltage of the thyristor, it will switch to its 
on-state. However, this mode of turn-on causes nonunifor- 
mity in the current flow, is generally destructive, and should 
be avoided. 

When a positive gate current is injected into the device J, 
becomes forward-biased and electrons are injected from the n- 
emitter into the p-base. Some of these electrons diffuse across 
the p-base and are collected in the n-base. This collected 
charge causes a change in the bias condition of Jı. The 
change in bias of J, causes holes to be injected from the p- 
emitter into the n-base. These holes diffuse across the n-base 
and are collected in the p-base. The addition of these collected 
holes in the p-base acts the same as gate current. The entire 
process is regenerative and will cause the increase in charge 
carriers until J, also becomes forward biased and the thyristor 
is latched in its on-state (forward-conduction). The regenera- 
tive action will take place as long as the gate current is applied 
in sufficient amount and for a sufficient length of time. This 
mode of turn-on is considered to be the desired one as it is 
controlled by the gate signal. 

This switching behavior can also be explained in terms of 
the two-transistor analog shown in Fig. 3.2. The two transis- 
tors are regeneratively coupled so that if the sum of their 
forward current gains («’s) exceeds unity, each drives the other 
into saturation. Equation 3.1 describes the condition necessary 
for the thyristor to move from a forward-blocking state into 
the forward-conduction state. The forward current gain 
(expressed as the ratio of collector current to emitter current) 
of the pnp transistor is denoted by «,, and that of the npn as 
a, The os are current dependent and increase slightly as the 
current increases. The center junction J, is reverse-biased 
under forward applied voltage (positive vág). The associated 
electric field in the depletion region around the junction can 
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FIGURE 3.2 Two-transistor behavioral model of a thyristor. 
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result in significant carrier multiplication, denoted as a multi- 
plying factor M on the current components I and ig. 
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In the forward-blocking state, the leakage current I is 
small, both œs are small, and their sum is < unity. Gate 
current increases the current in both transistors, increasing 
their «’s. Collector current in the npn transistor acts as base 
current for the pnp, and analogously, the collector current of 
the pnp acts as base current driving the npn transistor. When 
the sum of the two os equals unity, the thyristor switches to its 
on-state (latches). This condition can also be reached, without 
any gate current, by increasing the forward applied voltage so 
that carrier multiplication (M > 1) at J, increases the internal 
leakage current, thus increasing the two œs. A third way to 
increase the @’s is by increasing the device (junction) tempera- 
ture. Increasing the temperature causes a corresponding 
increase in the leakage current I. to the point where latching 
can occur. The typical manifestation of this temperature 
dependence is an effective lowering of the maximum blocking 
voltage that can be sustained by the thyristor. 

Another way to cause a thyristor to switch from forward- 
blocking to forward-conduction exists. Under a forward- 
applied voltage, J, is reverse-biased while the other two 
junctions are forward-biased in the blocking mode. The 
reverse-biased junction of J, is the dominant capacitance of 
the three and determines the displacement current that flows. 
If the rate of increase in the applied vy, is sufficient 
(dvax/dt), it will cause a significant displacement current 
through the J, capacitance. This displacement current can 
initiate switching similar to that of an externally applied gate 
current. This dynamic phenomenon is inherent in all thyr- 
istors and causes there to be a limit (dv/dt) to the time rate of 
applied vax that can be placed on the device to avoid 
uncontrolled switching. Alterations to the basic thyristor 
structure can be produced that increase the dv/dt limit and 
will be discussed in Section 3.4. 

Once the thyristor has moved into forward conduction, any 
applied gate current is superfluous. The thyristor is latched, 
and for SCRs, cannot be returned to a blocking mode by using 
the gate terminal. Anode current must be commutated away 
from the SCR for a sufficient time to allow stored charge in the 
device to recombine. Only after this recovery time has 
occurred can a forward voltage be reapplied (below the 
dv/dt limit of course) and the SCR again be operated in a 
forward-blocking mode. If the forward voltage is reapplied 
before sufficient recovery time has elapsed, the SCR will move 
back into forward-conduction. For GTOs, a large applied 
reverse gate current (typically in the range of 10-50% of the 
anode current) applied for a sufficient time can remove 
enough charge near the GK junction to cause it to turn off, 
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thus interrupting base current to the pnp transistor and 
causing thyristor turn-off. This is similar in principle to 
using negative base current to quickly turn off a traditional 
transistor. 


3.3 Static Characteristics 


3.3.1 Current-Voltage Curves for Thyristors 


A plot of the anode current (i,) as a function of anode- 
cathode voltage (vág) is shown in Fig. 3.3. The forward- 
blocking mode is shown as the low-current portion of the 
graph (solid curve around operating point “1”). With zero 
gate current and positive v4, the forward characteristic in the 
off- or blocking-state is determined by the center junction J,, 
which is reverse-biased. At operating point “1,” very little 
current flows (I only) through the device. However, if the 
applied voltage exceeds the forward-blocking voltage, the 
thyristor switches to its on- or conducting-state (shown as 
operating point “2") because of carrier multiplication (M in 
Eq. 1). The effect of gate current is to lower the blocking 
voltage at which switching takes place. The thyristor moves 
rapidly along the negatively sloped portion of the curve until it 
reaches a stable operating point determined by the external 
circuit (point “2"). The portion of the graph indicating 
forward conduction shows the large values of i, that may be 
conducted at relatively low values of vág, similar to a power 
diode. 

As the thyristor moves from forward-blocking to forward- 
conduction, the external circuit must allow sufficient anode 
current to flow to keep the device latched. The minimum 
anode current that will cause the device to remain in forward- 
conduction as it switches from forward-blocking is called the 
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FIGURE 3.3 Static characteristic i-v curve typical of thyristors. 
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latching current I. If the thyristor is already in forward- 
conduction and the anode current is reduced, the device can 
move its operating mode from forward-conduction back to 
forward-blocking. The minimum value of anode current 
necessary to keep the device in forward-conduction after it 
has been operating at a high anode current value is called the 
holding current Iņ. The holding current value is lower than 
the latching current value as indicated in Fig. 3.3. 

The reverse thyristor characteristic, quadrant III of Fig. 3.3, 
is determined by the outer two junctions (J, and J;), which are 
reverse-biased in this operating mode (applied vy, is nega- 
tive). Symmetric thyristors are designed so that J, will reach 
reverse breakdown due to carrier multiplication at an applied 
reverse potential near the forward breakdown value (operating 
point “3” in Fig. 3.3). The forward- and reverse-blocking 
junctions are usually fabricated at the same time with a very 
long diffusion process (10 to 50h) at high temperatures 
(> 1200 °C). This process produces symmetric blocking prop- 
erties. Wafer-edge termination processing causes the forward- 
blocking capability to be reduced to ~90% of the reverse- 
blocking capability. Edge termination is discussed in what 
follows. Asymmetric devices are made to optimize forward- 
conduction and turn-off properties, and as such reach reverse 
breakdown at much lower voltages than those applied in the 
forward direction. This is accomplished by designing the 
asymmetric thyristor with a much thinner n-base than is 
used in symmetric structures. The thin n-base leads to 
improved properties such as lower forward drop and shorter 
switching times. Asymmetric devices are generally used in 
applications when only forward voltages (positive vx) are to 
be applied (including many inverter designs). 

The form of the gate-to-cathode VI characteristic of SCRs 
and GTOs is similar to that of a diode. With positive gate bias, 
the gate-cathode junction is forward-biased and permits the 
flow of a large current in the presence of a low voltage drop. 
When negative gate voltage is applied to an SCR, the gate- 
cathode junction is reverse-biased and prevents the flow of 
current until avalanche breakdown voltage is reached. In a 
GTO, a negative gate voltage is applied to provide a low 
impedance path for anode current to flow out of the device 
instead of out of the cathode. In this way the cathode region 
(base-emitter junction of the equivalent npn transistor) turns 
off, thus pulling the equivalent npn transistor out of conduc- 
tion. This causes the entire thyristor to return to its blocking 
state. The problem with the GTO is that the gate-drive 
circuitry is typically required to sink ~10% of the anode 
current in order to achieve turn-off. 


3.3.2 Edge and Surface Terminations 


Thyristors are often made with planar diffusion technology to 
create the anode region. Formation of these regions creates 
cylindrical curvature of the metallurgical gate-cathode junc- 
tion. Under reverse bias, the curvature of the associated 


FIGURE 3.4 Cross section showing a floating field ring to decrease the 
electric field intensity near the curved portion of the main anode region 
leftmost p*-region). 


depletion region results in electric field crowding along the 
curved section of the pt-diffused region. The field crowding 
seriously reduces the breakdown potential below that expected 
for the bulk semiconductor. A floating field ring, an extra pt- 
diffused region with no electrical connection at the surface, is 
often added to modify the electric field profile and thus reduce 
it to a value below or at the field strength in the bulk. An 
illustration of a single floating field ring is shown in Fig. 3.4. 
The spacing W between the main anode region and the field 
ring is critical. Multiple rings can also be employed to further 
modify the electric field in high-voltage rated thyristors. 

Another common method for altering the electric field at 
the surface is to use a field plate as shown in cross section in 
Fig. 3.5. By forcing the potential over the oxide to be the same 
as at the surface of the pt-region, the depletion region can be 
extended so that the electric field intensity is reduced near the 
curved portion of the diffused pt-region. A common practice 
is to use field plates with floating field rings to obtain 
optimum breakdown performance. 

High-voltage thyristors are made from single wafers of Si 
and must have edge terminations other than floating field 
rings or field plates to promote bulk breakdown and limit 
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FIGURE 3.5 Cross section showing a field plate used to reduce the 
electric field intensity near the curved portion of the pt-region (anode). 
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(upper pn`- and pn*-junctions) and positive bevel (lower pn~ -junction) 
used for edge termination of large-area devices. 


leakage current at the surface. Controlled bevel angles can be 
created using lapping and polishing techniques during 
production of large-area thyristors. Two types of bevel junc- 
tions can be created: i) a positive bevel defined as one in which 
the junction area decreases when moving from the highly 
doped to the lightly doped side of the depletion region; and 7) 
a negative bevel defined as one in which the junction area 
increases when moving from the highly doped to the lightly 
doped side of the depletion region. In practice, the negative 
bevel must be lapped at an extremely shallow angle to reduce 
the surface field below the field intensity in the bulk. All 
positive bevel angles between 0 and 90° result in a lower 
surface field than in the bulk. Figure 3.6 shows the use of a 
positive bevel for the J, junction and a shallow negative bevel 
for the J, and J; junctions on a thyristor cross section to make 
maximum use of the Si area for conduction and still reduce 
the surface electric field. Further details of the use of beveling, 
field plates, and field rings can be found in Ghandi [2] and 
Baliga [3]. 


3.3.3 Packaging 


Thyristors are available in a wide variety of packages, from 
small plastic ones for low-power (i.e., TO-247), to stud-mount 
packages for medium-power, to press-pack (also called flat- 
pack) for the highest power devices. The press-packs must be 
mounted under pressure to obtain proper electrical and 
thermal contact between the device and the external metal 
electrodes. Special force-calibrated clamps are made for this 
purpose. Large-area thyristors cannot be directly attached to 
the large copper pole-piece of the press-pack because of the 
difference in the coefficient of thermal expansion (CTE), 
hence the use of a pressure contact for both anode and 
cathode. 

Many medium-power thyristors are appearing in modules 
where a half- or full-bridge (and associated anti-parallel 
diodes) is put together in one package. 

A power module package should have five characteristics: 


i) electrical isolation of the baseplate from the semi- 
conductor; 
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ii) good thermal performance; 
iii) good electrical performance; 
iv) long life/high reliability; and 


v) low cost. 


Electrical isolation of the baseplate from the semiconductor is 
necessary in order to contain both halves of a phase leg in one 
package as well as for convenience (modules switching to 
different phases can be mounted on one heat sink) and safety 
(heat sinks can be held at ground potential). 

Thermal performance is measured by the maximum 
temperature rise in the Si die at a given power dissipation 
level with a fixed heat sink temperature. The lower the die 
temperature, the better the package. A package with a low 
thermal resistance from junction-to-sink can operate at higher 
power densities for the same temperature rise or lower 
temperatures for the same power dissipation than a more 
thermally resistive package. While maintaining low device 
temperature is generally preferable, temperature variation 
affects majority carrier and bipolar devices differently. 
Roughly speaking, in a bipolar device such as a thyristor, 
switching losses increase and conduction losses decrease with 
increasing temperature. In a majority carrier device, conduc- 
tion losses increase with increasing temperature. The thermal 
conductivity of typical materials used in thyristor packages is 
shown in Table 3.1. 

Electrical performance refers primarily to the stray induc- 
tance in series with the die, as well as the capability of 
mounting a low-inductance bus to the terminals. Another 
problem is the minimization of capacitive crosstalk from one 
switch to another, which can cause an abnormal on-state 
condition by charging the gate of an off-state switch, or 
from a switch to any circuitry in the package—as would be 
found in a hybrid power module. Capacitive coupling is a 
major cause of electromagnetic interference (EMI). As the 
stray inductance of the module and the bus sets a minimum 
switching loss for the device because the switch must absorb 
the stored inductive energy, it is very important to minimize 


TABLE 3.1 Thermal conductivity of thyristor package materials 
Thermal Conductivity 

Material (W/m - K) at 300 K 

Silicon 150 

Copper (baseplate and pole pieces) 390—400 

AIN substrate 170 

AlO; (Alumina) 28 

Aluminum (Al) 220 

Tungsten (W) 167 

Molybdenum (Mo) 138 

Metal matrix composites (MMC) 170 

Thermal grease (heatsink compound) 0.75 

60/40 Solder (Pb/Sn eutectic) 50 

95/5 Solder (Pb/Sn high temperature) 35 
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inductance within the module. Reducing the parasitic induc- 
tance reduces the high-frequency ringing during transients 
that is another cause of radiated electromagnetic interference, 
as since stray inductance can cause large peak voltages during 
switching transients, minimizing it helps to maintain the 
device within its safe operating area. 

Long life and high reliability are primarily attained through 
minimization of thermal cycling, minimization of ambient 
temperature, and proper design of the transistor stack. Ther- 
mal cycling fatigues material interfaces because of coefficient 
of thermal expansion (CTE) mismatch between dissimilar 
materials. As the materials undergo temperature variation, 
they expand and contract at different rates, which stresses the 
interface between the layers and can cause interface deteriora- 
tion (e.g, cracking of solder layers or wire debonding). 
Chemical degradation processes such as dendrite growth and 
impurity migration are accelerated with increasing tempera- 
ture, so keeping the absolute temperature of the device low 
and minimizing the temperature changes to which it is subject 
are important. Typical CTE values for common package 
materials are given in Table 3.2. 

Low cost is achieved in a variety of ways. Both manufactur- 
ing and material costs must be taken into account when 
designing a power module. Materials that are difficult to 
machine or form, even if they are relatively cheap in raw 
form, molybdenum, for example, should be avoided. Manu- 
facturing processes that lower yield also drive up costs. In 
addition, a part that is very reliable can reduce future costs by 
reducing the need for repair and replacement. 

The basic half-bridge module has three power terminals: 
plus, minus, and phase. Advanced modules differ from tradi- 
tional high-power commercial modules in several ways. The 
baseplate is metallized aluminum nitride (AIN) ceramic rather 
than the typical 0.25”-thick, nickel-plated copper baseplate 
with a soldered metallized ceramic substrate for electrical 
isolation. This AIN baseplate stack provides a low thermal 
resistance from die to heat sink. The copper terminal power 
buses are attached by solder to the devices in a wirebond-free, 
low-inductance, low-resistance, device-interconnect config- 
uration. The balance of the assembly is typical for module 


TABLE 3.2 CTE for thyristor package materials 
Material CTE (tm/m - K) 
at 300K 
Silicon 4.1 
Copper (baseplate and pole pieces) 17 
AIN substrate 4.5 
Al, O, (Alumina) 6.5 
Tungsten (W) 4.6 
Molybdenum (Mo) 4.9 
Aluminum (Al) 23 
Metal matrix composites (MMC) 5-20 
60/40 Solder (Pb/Sn eutectic) 25 
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FIGURE 3.7 Advanced module cut-away showing contacts without 
using wirebonds. 


manufacturing with attachment of shells, use of dielectric gels, 
and with hard epoxies and adhesives to seal the finished 
module. An example of an advanced module is shown in 
Fig. 3.7. Details of the thermal performance of modules and 
advanced modules can be found in Beker et al. [4] and 
Godbold et al. [5]. 


3.4 Dynamic Switching Characteristics 


The time rate of rise of both anode current (di/dt) during 
turn-on and anode-cathode voltage (dv/dt) during turn-off is 
an important parameter to control for ensuring proper and 
reliable operation. All thyristors have maximum limits for 
di/dt and dv/dt that must not be exceeded. Devices capable of 
conducting large currents in the on-state are necessarily made 
with large-surface areas through which the current flows. 
During turn-on, localized areas (near the gate region) of a 
device begin to conduct current. The initial turn-on of an SCR 
is shown in Fig. 3.8. The cross section illustrates how injected 
gate current flows to the nearest cathode region, causing this 
portion of the npn transistor to begin conducting. The pnp 
transistor then follows the npn into conduction such that 
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periphery showing initial turn-on region in a center-fired thyristor. 


anode current begins flowing only in a small portion of the 
cathode region. If the local current density becomes too large 
(in excess of several thousand amperes per square centimeter), 
then self-heating will damage the device. Sufficient time 
(referred to as plasma spreading time) must be allowed for 
the entire cathode area to begin conducting before the loca- 
lized currents become too high. This phenomenon results in a 
maximum allowable rate of rise of anode current in a thyristor 
and is referred to as a di/dt limit. In many high-frequency 
applications, the entire cathode region is never fully in 
conduction. Prevention of di/dt failure can be accomplished 
if the rate of increase of the conduction area exceeds the di/dt 
rate such that the internal junction temperature does not 
exceed a specified critical temperature (typically ~ 350 °C). 
This critical temperature decreases as the blocking voltage 
increases. Adding series inductance to the thyristor to limit 
di/dt below its maximum usually causes circuit design 
problems. 

Another way to increase the di/dt rating of a device is to 
increase the amount of gate-cathode periphery. Inverter SCRs 
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FIGURE 3.9 Top view of typical interdigitated gate-cathode patterns 
used for thyristors. 


(so named because of their use in high-frequency power 
converter circuits that convert dc to ac— invert) are designed 
so that there is a large amount of gate edge adjacent to a 
significant amount of cathode edge. A top surface view of two 
typical gate-cathode patterns, found in large thyristors is 
shown in Fig. 3.9. An inverter SCR often has a stated 
maximum di/dt limit of ~2000 A/us. This value has been 
shown to be conservative [6], and by using excessive gate 
current under certain operating conditions, an inverter SCR 
can be operated reliably at 10,000 to 20,000 A/ts. 

A GTO takes the interdigitation of the gate and cathode to 
the extreme (Fig. 3.9, left). In Fig. 3.10 a cross section of a 
GTO shows the amount of interdigitation. A GTO often has 
cathode islands that are formed by etching the Si. A metal 
plate can be placed on the top to connect the individual 
cathodes into a large arrangement of electrically parallel 
cathodes. The gate metallization is placed so that the gate 
surrounding each cathode is electrically in parallel as well. This 
construction not only allows high di/dt values to be reached, 
as in an inverter SCR, but also provides the capability to turn 
off the anode current by shunting it away from the individual 
cathodes and out the gate electrode upon reverse-biasing of 
the gate. During turn-off, current is decreasing while voltage 
across the device is increasing. If the forward voltage becomes 


too high while sufficient current is still flowing, then the 
device will drop back into its conduction mode instead of 
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FIGURE 3.10 Cross section of a GTO showing the cathode islands and 
interdigitation with the gate (p-base). 
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completing its turn-off cycle. Also, during turn-off, the power 
dissipation can become excessive if the current and voltage are 
simultaneously too large. Both of these turn-off problems can 
damage the device as well as other portions of the circuit. 

Another switching problem that occurs is associated 
primarily with thyristors, although other power electronic 
devices suffer some degradation of performance from the 
same problem. This problem occurs because thyristors can 
self-trigger into a forward-conduction mode from a forward- 
blocking mode if the rate of rise of forward anode-cathode 
voltage is too large. This triggering method is due to displace- 
ment current through the associated junction capacitances 
(capacitance at J, dominates because it is reverse-biased under 
forward applied voltage). The displacement current contri- 
butes to the leakage current I. shown in Eq. (1). Therefore 
SCRs and GTOs have a maximum dv/dt rating that should 
not be exceeded (typical values are 100 to 1000 V/us). Switch- 
ing into a reverse-conducting state from a reverse-blocking 
state due to an applied reverse dv/dt, is not possible because 
the values of the reverse o’s of the equivalent transistors can 
never be made large enough to cause the necessary feedback 
(latching) effect. An external capacitor is often placed between 
the anode and cathode of the thyristor to help control the 
dv/dt experienced. Capacitors and other components that are 
used to form such protection circuits, known as snubbers, are 
used with all power semiconductor devices. 


3.4.1 Cathode Shorts 


As the temperature in the thyristor increases > 25 °C, the 
minority carrier lifetime and the corresponding diffusion 
lengths in the n- and p-bases increase. This leads to an increase 
in the «’s of the equivalent transistors. Discussion of the details 
of the minority carrier diffusion length and its role in 
determining the current gain factor « can be found in Sze 
[7]. Referring to Eq. (1), it is seen that a lower applied bias will 
give a carrier multiplication factor M, sufficient to switch the 
device from forward-blocking into conduction because of this 
increase of the «’s with increasing temperature. Placing a shunt 
resistor in parallel with the base-emitter junction of the 
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FIGURE 3.11 Two-transistor equivalent circuit showing the addition 
of a resistive shunt path for anode current. 
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FIGURE 3.12 Cross section showing cathode shorts and the resulting 
resistive shunt path for anode current. 


equivalent npn transistor (shown in Fig. 3.11) will result in 
an effective current gain %,.¢ that is lower than «,,, as given by 
Eq. (2), where vgg is the applied gate-cathode voltage, R, is the 
equivalent lumped value for the distributed current shunting 
structure, and the remaining factors form the appropriate 
current factor based on the applied bias and characteristics 
of the gate-cathode junction. The shunt current path is 
implemented by providing intermittent shorts, called cathode 
shorts, between the p-base (gate) region and the nt-emitter 
(cathode) region in the thyristor as illustrated in Fig. 3.12. The 
lumped shunt resistance value is in the range of 1 to 15Q as 
measured from gate to cathode. 
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Low values of anode current (e.g., those associated with an 
increase in temperature under forward-blocking conditions) 
will flow through the shunt path to the cathode contact, 
bypassing the n+-emitter and keeping the device out of its 
forward-conduction mode. As the anode current becomes 
large, the potential drop across the shunt resistance will be 
sufficient to forward bias the gate-cathode junction J; and 
bring the thyristor into forward conduction. The cathode 
shorts also provide a path for displacement current to flow 
without forward biasing J}. Both the dv/dt rating of the 
thyristor and the forward blocking characteristics are improved 
by using cathode shorts. However, the shorts do, cause a 
lowering of cathode current handling capability because of 
the loss of some of the cathode area (mt -region) to the shorting 
pattern, an increase in the necessary gate current to obtain 
switching from forward-blocking to forward-conduction, and 
an increased complexity in manufacturing the thyristor. The 
loss of cathode area due to the shorting-structure is from 5 to 
20%, depending on the type of thyristor. By careful design of 
the cathode short windows to the p-base, the holding current 
can be made lower than the latching current. This is important 
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so that the thyristor will remain in forward conduction when 
used with varying load impedances. 


3.4.2 Anode Shorts 


A further increase in forward-blocking capability can be 
obtained by introducing anode shorts (reduces «, in a similar 
manner that cathode shorts reduce «,,) along with the cathode 
shorts. An illustration of this is provided in Fig. 3.13. In this 
structure, both J, and J; are shorted (anode and cathode 
shorts) so that the forward-blocking capability of the thyristor 
is completely determined by the avalanche breakdown char- 
acteristics of J,. Anode shorts will result in the complete loss of 
reverse-blocking capability and is only for thyristors used in 
asymmetric circuit applications. 


3.4.3 Amplifying Gate 


The cathode-shorting structure will reduce the gate sensitivity 
dramatically. To increase this sensitivity and yet retain the 
benefits of the cathode-shorts, a structure called an amplifying 
gate (or regenerative gate) is used, as shown in Fig. 3.14 (and 
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Fig. 3.9, right). When the gate current (1) is injected into the 
p-base through the pilot-gate contact, electrons are injected 
into the p-base by the n*-emitter with a given emitter 
injection efficiency. These electrons traverse through the p- 
base (time taken for this process is called the transit time) and 
accumulate near the depletion region. This negative charge 
accumulation leads to injection of holes from the anode. The 
device then turns-on after a certain delay, dictated by the p- 
base transit time, and the pilot anode current (2 on the figure) 
begins to flow through a small region near the pilot-gate 
contact as shown in Fig. 3.14. 

This flow of pilot anode current corresponds to the initial 
sharp rise in the anode current waveform (phase I), as shown 
in Fig. 3.15. The device switching then goes into phase II, 
during which the anode current remains fairly constant, 
suggesting that the resistance of the region has reached its 
lower limit. This is due to the fact that the pilot anode current 
(2) takes a finite time to traverse through the p-base laterally 
and become the gate current for the main cathode area. The 
n*-emitters start to inject electrons which traverse the p-base 
vertically and after a certain finite time (transit time of the p- 
base) reach the depletion region. The total time taken by the 
lateral traversal of pilot anode current and the electron transit 
time across the p-base is the reason for observing this 
characteristic phase II interval. The width of the phase II 
interval is comparable to the switching delay, suggesting that 
the p-base transit time is of primary importance. Once the 
main cathode region turns on, the resistance of the device 
decreases and the anode current begins to rise again (transi- 
tion from phase II to phase III). From this time onward in the 
switching cycle, the plasma spreading velocity will dictate the 
rate at which the conduction area will increase. The current 
density during phase I and phase II can be quite large, leading 
to a considerable increase in the local temperature and device 
failure. The detailed effect of the amplifying gate on the anode 
current rise will be noticed only at high levels of di/dt (in the 
range of 1000 A/us). It can be concluded that the amplifying 
gate will increase gate sensitivity at the expense of some di/dt 
capability, as demonstrated by Sankaran et al. (8). This 
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FIGURE 3.15 Turn-on waveforms showing the effect of the amplifying 
gate in the anode current rise. 
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lowering of di/dt capability can be somewhat offset by an 
increase in gate-cathode interdigitation as previously 


discussed. 


3.4.4 Temperature Dependencies 


The forward blocking voltage of an SCR has been shown to be 
reduced from 1350 V at 25 °C to 950 V at —175 °C in a near 
linear fashion [8]. Above 25 °C, the forward-blocking capabil- 
ity is again reduced due to changes in the minority carrier 
lifetime. Several dominant physical parameters associated with 
semiconductor devices are sensitive to temperature variations, 
causing their dependent device characteristics to change 
dramatically. The most important of these parameters are: i) 
the minority carrier lifetimes (which control the high-level 
injection lifetimes); ii) the hole and electron mobilities; iii) the 
impact ionization collision cross sections; and iv) the free- 
carrier concentrations (primarily the ionized impurity-atom 
concentration). Almost all of the impurity atoms are ionized 
at temperatures >0°C, and so further discussion of the 
temperature effects on ionization is not relevant for normal 
operation. The detailed discussion of these physical para- 
meters is beyond the scope of this chapter but references 
listed for those interested in pursuing relevant information 
about temperature effects. 

It is well known that charge carrier recombination events 
are more efficient at lower temperatures. This shows up as a 
larger potential drop during forward conduction and a shorter 
recovery time during turn-off. A plot of the anode current 
during turn-off, at various temperatures, for a typical GTO is 
shown in Fig. 3.16. 

An approximate relation between the temperature and the 
forward drop across the n-base of a thyristor is discussed in 
detail by Herlet [10] and Hudgins et al. [11]. The junction 
potential drops in the device, the temperature dependence of 
the bandgap energy, along with the n-base potential drop, a 
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temperature-dependent equation relating anode current 
density Ją and the applied anode-cathode voltage V4, are 
also given in Reference [11]. Data from measurements at 
forward current densities *~100 A/cm? on a GTO rated for 
1-kV symmetric blocking have forward voltage drops of 1.7 V 
at —50 °C to 1.8 V at 150 °C. 


3.5 Thyristor Parameters 


Understanding of a thyristor’s maximum ratings and electrical 
characteristics is required for proper application. Use of a 
manufacturer’s data sheet is essential for good design practice. 
Ratings are maximum or minimum values that set limits on 
device capability. A measure of device performance under 
specified operating conditions is a characteristic of the 
device. A summary of some of the maximum ratings that 
must be considered when choosing a thyristor for a given 
application is provided in Table 3.3. Thyristor types shown in 
parentheses indicate a maximum rating unique to that device. 
Both forward and reverse repetitive and nonrepetitive voltage 
ratings must be considered, and a properly rated device must 
be chosen so that the maximum voltage ratings are never 
exceeded. In most cases, either forward or reverse voltage 
transients in excess of the nonrepetitive maximum ratings 
result in destruction of the device. The maximum rms or 


TABLE 3.3 Thyristor maximum ratings specified by manufacturers 

Symbol Description 

VRRM Peak repetitive reverse voltage 

Vams Peak nonrepetitive reverse voltage (transient) 

Vro DC reverse blocking voltage 

Vorm Peak repetitive forward off-state voltage 

Vosm Peak nonrepetitive forward off-state voltage 
(transient) 

Vovo DC forward blocking voltage 


Trrmsy Jee) 


RMS forward on-state current 


Trav Fav Average forward on-state current at specified case 
or junction temperature 

Irmo Trrsm) Peak one-cycle surge on-state current (values 
specified at 60 and 50 Hz) 

Ireo (GTO) Peak controllable current 

Pt Nonrepetitive pulse overcurrent capability (8.3 ms) 

Pr Maximum power dissipation 

di/dt Critical rate of rise of on-state current at specified 


Pom/(Pram for GTO) 


junction temperature, gate current, and forward 
blocking voltage 
Peak gate power dissipation (reverse) 


Prom(GTO) Peak gate power dissipation (reverse) 
Paav) Average gate power dissipation 

Vtom Peak forward gate voltage 

Vacm Peak reverse gate voltage 

Team Peak forward gate current 

Irom (GTO) Peak reverse gate current 

Tstg Storage temperature 

T; Junction operating temperature 
Vams Voltage isolation (modules) 


38 


average current ratings given are usually those that cause the 
junction to reach its maximum rated temperature. Because the 
maximum current will depend upon the current waveform 
and upon thermal conditions external to the device, the rating 
is usually shown as a function of case temperature and 
conduction angle. The peak single half-cycle surge-current 
rating must be considered, and in applications where the 
thyristor must be protected from damage by overloads, a 
fuse with an I’t rating smaller than the maximum rated 
value for the device must be used. Maximum ratings for 
both forward and reverse gate voltage, current, and power 
also must not be exceeded. 

The maximum rated operating junction temperature T, 
must not be exceeded, as device performance, in particular 
voltage-blocking capability, will be degraded. Junction 
temperature cannot be measured directly but must be calcu- 
lated from a knowledge of steady-state thermal resistance 
Rey—co> and the average power dissipation. For transients or 
surges, the transient thermal impedance (Zeg-c curve must 
be used (provided in manufacturer’s data sheets). The maxi- 
mum average power dissipation Py is related to the maximum 
rated operating junction temperature and the case tempera- 
ture by the steady-state thermal resistance. In general, both 
maximum dissipation and its derating with increasing case 
temperature are provided. 

The number and type of thyristor characteristics specified 
varies widely from one manufacturer to another. Some char- 
acteristics are given only as typical values of minima or 
maxima, while many characteristics are displayed graphically. 
Table 3.4 summarizes some of the typical characteristics 
provided as maximum values. The maximum value means 
that the manufacturer guarantees that the device will not 
exceed the value given under the specified operating or 
switching conditions. A minimum value means that the 
manufacturer guarantees that the device will perform at least 
as good as the characteristic given under the specified operat- 
ing or switching conditions. Thyristor types shown in 
parentheses indicate a characteristic unique to that device. 
Gate conditions of both voltage and current to ensure either 
nontriggered or triggered device operation are included. The 
turn-on and turn-off transients of the thyristor are character- 
ized by switching times like the turn-off time listed in Table 
3.4. The turn-on transient can be divided into three intervals: 
i) gate-delay interval; ii) turn-on of initial area; and tii) 
spreading interval. The gate-delay interval is simply the time 
between application of a turn-on pulse at the gate and the time 
the initial cathode area turns on. This delay decreases with 
increasing gate drive current and is of the order of a few 
microseconds. The second interval, the time required for turn- 
on of the initial area, is quite short, typically <1 us. In general, 
the initial area turned on is a small percentage of the total 
useful device area. After the initial area turns on, conduction 
spreads (spreading interval or plasma spreading time) 
throughout the device in tens of microseconds for high- 
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TABLE 3.4 Typical thyristor characteristic maximums and minimum 
specified by manufacturers 


Symbol Description 

Vim» Vem Maximum on-state voltage drop (at specified junction 
temperature and forward current) 

Tprm Maximum forward off-state current (at specified junction 
temperature and forward voltage) 

Farm Maximum reverse off-state current (at specified junction 
temperature and reverse voltage) 

dv/dt Minimum critical rate of rise of off-state voltage at 


specified junction temperature and forward-blocking 
voltage level 

Vor Maximum gate trigger voltage (at specified temperature and 
forward applied voltage) 

Maximum gate nontrigger voltage (at specified temperature 
and forward applied voltage) 

lor Maximum gate trigger current (at specified temperature 
and forward applied voltage) 


Vop > Vopm 


T (GTO) Maximum turn-on time (under specified switching 
conditions) 

T, Maximum turn-off time (under specified switching 
conditions) 

tp Maximum turn-on delay time (for specified test) 

Rog-0) Maximum junction-to-case thermal resistance 

Roc-s) Maximum case-to-sink thermal resistance (interface 


lubricated) 


speed devices or thyristors. The plasma spreading time may 
take up to hundreds of microseconds in large-area phase- 
control devices. 

Table 3.5 lists many of the thyristor parameters that appear 
either as listed values or as information on graphs. The 
definition of each parameter and the test conditions under 
which they are measured are given in the table as well. 


3.6 Types of Thyristors 


In recent years, most development effort has gone into both 
continued integration of the gating and control electronics 
into thyristor modules and the use of MOS technology to 
create gate structures integrated into the thyristor itself. Many 
variations of this theme are being developed and some 
technologies should rise above the others in the years to 
come. Further details concerning most of the following discus- 
sion of thyristor types can be found in Reference [1]. 


3.6.1 SCRs and GTOs 


The highest power handling devices continue to be bipolar 
thyristors. High-powered thyristors are large diameter devices, 
some well in excess of 100 mm, and as such have a limitation 
on the rate of rise of anode current, a di/dt rating. The 
depletion capacitances around the pn junctions, in particular 
the center junction, limit the rate of rise in forward voltage 
that can be applied even after all the stored charge, introduced 
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TABLE 3.5 
Ry 

Roa) 
Rou-o) 
Rous) 


Rac-s) 


Zo 


Zos-A) 


Zas—C) 


Zos-S) 


T, STG 
VrRrM 


Vrsm 
Vroc) SCR Only 


Vorm 


Vosm 


Vono 


dv/dt 


Vom 
Trams) 


Tray) 


Tsu 


Thermal Resistance 


Junction-to-ambient 
thermal resistance 

Junction-to-case thermal 
resistance 

Junction-to-sink thermal 
resistance 

Contact thermal 
resistance 

Transient thermal 
impedance 


Junction-to-ambient 
transient thermal 
impedance 

Junction-to-case transient 
thermal impedance 

Junction-to-sink 
transient thermal 
impedance 

Ambient temperature 


Sink temperature 
Case temperature 
Junction temperature 


Storage temperature 

Peak reverse blocking 
voltage 

Transient peak reverse 
blocking voltage 

DC Reverse blocking 
voltage 

Peak forward blocking 
voltage 


Transient peak forward 
blocking voltage 


DC Forward blocking 
voltage 


Critical rate-of-rise of 
off-state voltage 
dv/dt = (0.632 Vp)/t 
Vp is specified off- 
state voltage t is time 
constant for 
exponential 

Peak on-state voltage 


RMS on-state current 


Average on-state current 


Peak on-state current 
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Symbols and definitions of major thyristor parameters 


Specifies the degree of temperature rise per unit of power, measuring junction temperature from a 
specified external point. Defined when junction power dissipation results in steady-state thermal flow. 
The steady-state thermal resistance between the junction and ambient. 


The steady-state thermal resistance between the junction and case surface. 
The steady-state thermal resistance between the junction and the heat sink mounting surface. 
The steady-state thermal resistance between the surface of the case and the heat sink mounting surface. 


The change of temperature difference between two specified points or regions at the end of a time 
interval divided by the step function change in power dissipation at the beginning of the same interval 
causing the change of temperature difference. 

The transient thermal impedance between the junction and ambient. 


The transient thermal impedance between the junction and the case surface. 


The transient thermal impedance between the junction and the heat sink mounting surface. 


It is the temperature of the surrounding atmosphere of a device when natural or forced-air cooling is 
used, and is not influenced by heat dissipation of the device. 

The temperature at a specified point on the device heat sink. 

The temperature at a specified point on the device case. 

The device junction temperature rating. Specifies the maximum and minimum allowable operation 
temperatures. 

Specifies the maximum and minimum allowable storage temperatures (with no electrical connections). 

Within the rated junction temperature range, and with the gate terminal open-circuited, specifies the 
repetitive peak reverse anode to cathode voltage applicable on each cycle. 

Within the rated junction temperature range, and with the gate terminal open-circuited, specifies the 
nonrepetitive peak reverse anode to cathode voltage applicable for a time width equivalent to < 5 ms. 

Within the rated junction temperature range, and with the gate terminal open-circuited, specifies the 
maximum value for dc anode to cathode voltage applicable in the reverse direction. 

Within the rated junction temperature range, and with the gate terminal open-circuited (SCR), or with a 
specified reverse voltage between the gate and cathode (GTO), specifies the repetitive peak off-state 
anode to cathode voltage applicable on each cycle. This does not apply for transient off-state voltage 
application. 

Within the rated junction temperature range, and with the gate terminal open-circuited (SCR), or with a 
specified reverse voltage between the gate and cathode (GTO), specifies the nonrepetitive off-state 
anode to cathode voltage applicable for a time width equivalent to < 5 ms. This gives the maximum 
instantaneous value for nonrepetitive transient off-state voltage. 

Within the rated junction temperature range, and with the gate terminal open-circuited (SCR), or with a 
specified reverse voltage between the gate and cathode (GTO), specifies the maximum value for dc 
anode to cathode voltage applicable in the forward direction. 

At the maximum rated junction temperature range, and with the gate terminal open-circuited (SCR), or 
with a specified reverse voltage between the gate and cathode (GTO), this specifies the maximum rate- 
of-rise of off-state voltage that will not drive the device from an off-state to an on-state when an 
exponential off-state voltage of specified amplitude is applied to the device. 


At specified junction temperature, and when on-state current (50 or 60 Hz, half sine wave of specified 
peak amplitude) is applied to the device, indicates peak-value for the resulting voltage drop. 

At specified case temperature, indicates the rms value for on-state current that can be continuously 
applied to the device. 

At specified case temperature, and with the device connected to a resistive or inductive load, indicates 
the average value for forward-current (sine half wave, commercial frequency) that can be continuously 
applied to the device. 

Within the rated junction temperature range, indicates the peak-value for non-repetitive on-state current 
(sine half wave, 50 or 60 Hz). This value indicated for one cycle, or as a function of a number of 
cycles. 

(continued ) 
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TABLE 3.5 


Pt 


di/dt 


Trem 


pam 


Pom (SCR) 


Porm (GTO) 
Peay) 

Porm GTO Only 
Parav) GTO only 
Toro 

Iorm GTO Only 
Vorm 

Vorm 


k GT 


Vor 


Vopm SCR Only 
Iygo GTO Only 


ty, SCR Only 


T, SCR Only 


tx GTO Only 


t4, GTO Only 


(Continued) 


Current-squared time 


Critical rate-of-rise of 
on-state current 


Peak reverse leakage 
current 


Peak forward leakage 
current 


Peak gate power 
dissipation 


Peak gate forward power 
dissipation 

Average gate power 
dissipation 

Peak gate reverse power 
dissipation 

Average gate reverse 
power dissipation 

Peak forward gate 
current 

Peak reverse gate current 


Peak reverse gate voltage 
Peak forward gate 


voltage 
Gate current to trigger 


Gate voltage to trigger 


Nontriggering gate 
voltage 

Gate controlled turn-off 
current 

Turn-on time 


Turn-off Time 


Turn-on time 


Turn-off time 
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The maximum, on-state, nonrepetitive short-time thermal capacity of the device and is helpful in 
selecting a fuse or providing a coordinated protection scheme of the device in the equipment. This 
rating is intended specifically for operation less than one half cycle of a 180° (degree) conduction 
angle sinusoidal waveform. The off-state blocking capability cannot be guaranteed at values near the 
maximum 71. 

At specified case temperature, specified off-state voltage, specified gate conditions, and at a frequency of 
<60 Hz, indicates the maximum rate-of-rise of on-state current which the thyristor will withstand 
when switching from an off-state to an on-state, when using recommended gate drive. 

At maximum rated junction temperature, indicates the peak value for reverse-current flow when a 
voltage (sine half wave, 50 or 60 Hz, and having a peak value as specified for repetitive peak reverse- 
voltage rating) is applied in a reverse direction to the device. 

At maximum rated junction temperature, indicates the peak-value for off-state-current flow when a 
voltage (sine half wave, 50 or 60 Hz, and having a peak value for repetitive off-state voltage rating) is 
applied in a forward direction to the device. For a GTO, a reverse voltage between the gate and 
cathode is specified. 


Within the rated junction temperature range, indicates the peak value for maximum allowable power 
dissipation over a specified time period, when the device is in forward conduction between the gate 
and cathode. 


Within the rated junction temperature range, indicates the average value for maximum allowable power 
dissipation when the device is forward-conducting between the gate and cathode. 

Within the rated junction temperature range, indicates the peak value for maximum allowable power 
dissipation in the reverse direction between the gate and cathode, over a specified time period. 

Within the rated junction temperature range, indicates the average value for maximum allowable power 
dissipation in the reverse direction between the gate and cathode. 

Within the rated junction temperature range, indicates the peak value for forward-current flow between 
the gate and cathode. 

Within the rated junction temperature range, indicates peak value for reverse-current that can be 
conducted between the gate and cathode. 

Within the rated junction temperature range, indicates the peak value for reverse-voltage applied between 
the gate and cathode. 

Within the rated junction temperature range, indicates the peak value for forward-voltage applied 
between the gate and cathode. 

At a junction temperature of 25°C, and with a specified off-voltage, and a specified load resistance, 
indicates the minimum gate dc current required to switch the thyristor from an off-state to an on- 
state. 

At a junction temperature of 25°C, and with a specified off-state voltage, and a specified load resistance, 
indicates the minimum dc gate voltage required to switch the thyristor from an off-state to an on- 
state. 

At maximum rated junction temperature, and with a specified off-state voltage applied to the device, 
indicates the maximum dc gate voltage that will not switch the device from an off-state to an on-state. 

Under specified conditions, indicates the instantaneous value for on-current usable in gate control, 
specified immediately prior to device turn-off. 

At specified junction temperature, and with a peak repetitive off-state voltage of half-rated value, 
followed by device turn-on using specified gate current, and when specified on-state current of 
specified di/dt flows, indicated as the time required for the applied off-state voltage to drop to 10% of 
its initial value after gate current application. Delay time is the term used to define the time required 
for applied voltage to drop to 90% of its initial value following gate-current application. The time 
required for the voltage level to drop from 90% to 10% of its initial value is referred to as rise time. 
The sum of both of these defines turn-on time. 

Specified at maximum rated junction temperature. Device set up to conduct on-state current, followed 
by applying specified reverse anode-cathode voltage to quench on-state current, and then increasing 
the anode-cathode voltage at a specified rate-of-rise as determined by circuit conditions controlling the 
point where the specified off-state voltage is reached. Turn-off time defines the minimum time which 
the device will hold its off-state, starting from the time on-state current reached zero until the time 
forward voltage is again applied (i.e., applied anode-cathode voltage becomes positive again). 

When applying forward-current to the gate, indicates the time required to switch the device from an off- 
state to an on-state. 

When applying reverse-current to the gate, indicates the time required to switch the device from an on- 
state to an off-state. 
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during conduction, is removed. The associated displacement 
current under application of forward voltage during the 
thyristor blocking state sets a dv/dt limit. Some effort in 
improving the voltage hold-off capability and overvoltage 
protection of conventional  silicon-controlled rectifiers 
(SCRs) is underway by incorporating a lateral high-resistivity 
region to help dissipate the energy during break-over. Most 
effort, though, is being directed toward further development 
of high-performance gate turn-off (GTO) thyristors because of 
their controllability and to a lesser extent in optically triggered 
structures that feature gate circuit isolation. 

High-voltage GTO thyristors with symmetric blocking 
capability require thick n-base regions to support the high 
electric field. The addition of an n+-buffer layer next to the 
p’-anode allows high voltage blocking and a low forward 
voltage drop during conduction because of the thinner n-base 
required. Cylindrical anode shorts have been incorporated to 
facilitate excess carrier removal from the n-base during turn- 
off and still retain high blocking capability. This device 
structure can control 200A, operating at 900 Hz, with a 6- 
kV hold-off. Some of the design trade-offs between the n-base 
width and turn-off energy losses in these structures been 
determined. A similar GTO incorporating an n*-buffer layer 
and a pin structure has been fabricated that can control up to 
1kA (at a forward drop of 4V) with a forward blocking 
capability of 8kV. A reverse-conducting GTO has been fabri- 
cated that can block 6 kV in the forward direction, interrupt a 
peak current of 3kA, and has a turn-off gain of ~5. 

A modified GTO structure, called a gate commutated 
thyristor (GCT), has been designed and manufactured that 
commutates all of the cathode current away from the cathode 
region and diverts it out the gate contact. The GCT is similar 
to a GTO in structure except that it has a low-loss n-buffer 
region between the n-base and p-emitter. The GCT device 
package is designed to result in very low parasitic inductance 
and is integrated with a specially designed gate-drive circuit. 
The specially designed gate drive and ring-gate package circuit 
allow the GCT to be operated without a snubber circuit and 
switch with higher anode di/dt, than a similar GTO. At 
blocking voltages of 4.5kV and higher the GCT seems to 
provide better performance than a conventional GTO. The 
speed at which the cathode current is diverted to the gate 
(digg/dt) is directly related to the peak snubberless turn-off 
capability of the GCT. The gate drive circuit can sink current 
for turn-off at digg/dt values > 7000 A/us. This hard gate 
drive results in a low charge storage time of ~1 us. Low 
storage time and fail-short mode make the GCT attractive for 
high-voltage series applications. 


3.6.2 MOS-Controlled Thyristors, MCT 


The corresponding equivalent circuit of the p-type MCT unit 
cell is provided in Fig. 3.17. When the MCT is in its forward 
blocking state and a negative gate-anode voltage is applied, an 
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FIGURE 3.17 Cross section of unit-cell of a p-type MCT. 


inversion layer is formed in the n-doped material that allows 
holes to flow laterally from the p-emitter (p-channel FET 
source) through the channel to the p-base (p-channel FET 
drain). This hole flow is the base current for the npn transistor. 
The n-emitter then injects electrons, which are collected in the 
n-base, causing the p-emitter to inject holes into the n-base so 
that the pnp transistor is turned on and latches the MCT. The 
MCT is brought out of conduction by applying a positive gate- 
anode voltage. This signal creates an inversion layer that 
diverts electrons in the n-base away from the p-emitter and 
into the heavily doped n-region at the anode. This n-channel 
FET current amounts to a diversion of the pnp transistor base 
current so that its base-emitter junction turns off. Holes are 
then no longer available for collection by the p-base. The 
elimination of this hole current (npn transistor base current) 
causes the npn transistor to turn off. The remaining stored 
charge recombines and returns the MCT to its blocking state. 
The seeming variability in fabrication of the turn-off FET 
structure continues to limit the performance of MCTs, parti- 
cularly current interruption capability, although these devices 
can handle 2 to 5 times the conduction current density of 
IGBTs. Numerical modeling and experimental verification of 
the modeling have shown the sensitivity that an ensemble of 
cells has to current filamentation during turn-off. All MCT 
device designs center around the problem of current interrup- 
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tion capability. Both turn-on, which is relatively simple, by 
comparison, and conduction properties approach the one- 
dimensional (1D) thyristor limit. 

Early generations of MCTs had >50,000 cells connected in 
parallel. Newer devices have >200,000 cells, with a total active 
area of 0.38 cm’. These devices are rated for 1000 V and a peak 
controllable current of 75A. All of the cells contain an n- 
channel FET structure to turn off, and 4% have the p-channel 
FET structure to turn the device on. The latest version of the 
“standard” MCT is a diffusion—doped (instead of the usual 
epitaxial growth) device with an active area of 1 cm’. They are 
rated for 3000-V forward blocking, have a forward drop of 
2.5V at 100A, and are capable of interrupting around 300A 
with a recovery time of 5 us. Three of these high-voltage 
devices have been placed in a series array that operates at 5- 
kV blocking and interrupts 150A. Other MCTs have been 
designed to withstand 2.5kV with a turn-off capability of 
several kiloamperes per square centimeter per unit cell. Turn- 
off simulations have been performed for high-voltage MCTs 
as well as discussion of lateral device designs. A thorough 
analysis of the interaction of field plates and guard rings 
in punch-through and non-punch-through structures, for 
achieving high-voltage planar junctions has also been 
performed. 

Trench- or buried-gate technology has contributed to the 
reduction of the R,, X Area product in power MOSFETs by a 
factor of three or more compared to surface gate devices. An 
MCT that uses this technology, called a depletion-mode 
thyristor (DMT), was designed. The cross section of the 
device and a simple equivalent circuit are shown in Fig. 
3.18. The depletion region formed between the trench-gate 
fingers, by applying a negative gate-cathode voltage, diverts 
current away from the nt-emitter (cathode) of the thyristor 
structure to the collector of a pnp transistor structure (also at 
the cathode) through a lateral resistance (the p-base of the 
thyristor). This current diversion turns off the equivalent npn 
transistor of the thyristor structure, thus depriving the 
thyristor’s pnp transistor of any base current and which 
results in complete turn-off of the device. Depletion mode 
thyristors were produced that had forward-blocking ratings of 
500 V, 1.1 V forward drop at 200 A/cm? (a similar IGBT had 
a forward drop of 2 V at the same current density), and could 
control a maximum current density of 5000 A/cm?. A similar 
device is the base resistance controlled thyristor (BRT). Here, 
a p-channel MOSFET is integrated into the n-drift region of 
the MCT, and is used to modulate the lateral p-base resis- 
tance of the thyristor, causing the holding current to increase 
above the conduction value, thus achieving turn-off. Some 
BRTs were fabricated with 600-V blocking capability and an 
active area of 1.3 mm? (315 cells). These devices operate in 
an “IGBT” mode until the current is large enough to cause 
the thyristor structure to latch. The forward drop was 1.24V 
at 300 A/cm’, about the same as a similarly fabricated 
thyristor. 
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FIGURE 3.18 Cross section and equivalent circuit for a depletion- 


mode thyristor (DMT). 


Another new MCT structure has been demonstrated. Called 
an emitter switched thyristor (EST), it uses an integrated 
lateral MOSFET to connect a floating thyristor n-emitter 
region to an n‘-thyristor cathode region, as shown in Fig. 
3.19. The lateral MOS structure is such that it can initially turn 
on the thyristor’s pnp transistor. When enough anode current 
flows, the p-base-n-floating-emitter junction injects carriers 
and the thyristor latches (the EST moves from an IGBT-like 
operating mode to a latched thyristor mode). All thyristor 
current flows through the lateral MOSFET so that it can 
control the thyristor current. The gate can lose control if the 
thyristor current becomes excessive so that the parallel para- 
sitic thyristor latches. The ESTs were designed for 600-V 
forward-blocking and can interrupt 1000 A/cm? per unit cell 
with a turn-off time ~7 us. Integrating an IGBT into a 
thyristor structure has been proposed. This device, called an 
IGBT-triggered thyristor (ITT), is similar in structure and 
operation to the EST. Two-dimensional (2D) simulations 
comparing switching of an inductive load and conduction 
performance of the ITT to a conventional IGBT have indicated 
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FIGURE 3.19 Cross section of a unit-cell of an emitter switched 
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that the ITT has a lower forward drop (0.5V lower at 
100 A/cm?) with only a slightly increased turn-off time: 
0.19 us for the ITT and 0.16 us for the IGBT. 

The best designed EST is the dual gate emitter switched 
thyristor (DG-EST) [12]. The structure is shown in Fig. 3.20. 
The leftmost gate controls the IGBT current, as indicated in 
the figure. The rightmost gate forms the MOS channel in 
series with the thyristor current. The second gate determines 
whether the thyristor section is in or out. Switching as an 
IGBT has considerable advantages in terms of controllability, 
particularly in practical circuits. 

There are a number of important features in the DG-EST. 
The IGBT section, creating the “IGBT electrons” is similar to a 
conventional modern IGBT design. The good shorting essen- 
tial to latch-up free operation can be identified by the deep p- 
well along with the cathode metallization. The thyristor 
structure is unlike that of typical discrete thyristor devices 
in that the junctions are very shallow, in order to make them 
compatible with IGBT processing. However, similarities to 
conventional thyristors exist in that the N2 region must be 
heavily doped for good electron injection efficiency. Further, 
in common with conventional thyristors, the P2 region is 
shorted. Here, the shorting would appear excessive, except 
that the p-doping is carefully controlled to give a lateral 
resistance, and unwanted turn-on is not possible as the N2 
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switched thyristor (DG-EST). 


emitter is separately controlled by its own lateral MOS 
channel. 

The DG-EST is intended to be switched in IGBT mode, so as 
to exploit the controllability and snubberless capabilities of an 
IGBT. Thus, the lateral MOS channel is only turned on after 
the voltage across the device has started falling. At turn-off, the 
lateral MOS channel is turned off a short time before the IGBT 
section starts to switch. As the lateral MOS only turns off into 
the IGBT on-state, it needs only a low blocking voltage. 
Therefore, it can be a good quality lateral device that intro- 
duces a low additional voltage in the on-state. 


3.6.3 Static Induction Thyristors 


A static induction thyristor (SITh) or field controlled thyristor 
(FCTh) has a cross section similar to that shown in Fig. 3.21. 
Other SITh configurations have surface gate structures. The 
device is essentially a pin diode with a gate structure that can 
pinch-off anode current flow. Large area devices are generally 
the buried-gate type because larger cathode areas and, hence, 
larger current densities are possible. Planar gate devices have 
been fabricated with blocking capabilities of up to 1.2 kV and 
conduction currents of 200 A, while step-gate (trench-gate) 
structures have been produced that are able to block up to 
4kV and conduct 400A. Similar devices with a “Verigrid” 


44 
cathode 
Ñ \\ 3 \\ N 
buried gate (p*) 
a 
n* 
p 
anode 
FIGURE 3.21 Cross section of a static induction thyristor (SITh) or 


field-controlled thyristor (FCT). 


structure have been demonstrated that can block 2kV and 
conduct 200A, with claims of up to 3.5-kV blocking and 
200-A conduction. Buried gate devices that block 2.5kV 
and conduct 300 A have also been fabricated. 
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3.6.4 Optically Triggered Thyristors 


Optically gated thyristors have traditionally been used in 
power utility applications where series stacks of devices are 
necessary to achieve the high voltages required. Isolation 
between gate drive circuits for circuits such as static VAR 
compensators and high-voltage dc to ac inverters have driven 
the development of this class of devices. One of the most 
recent devices can block 6kV forward and reverse, conduct 
2.5 kA average current, and maintains a di/dt capability of 300 
A/wus, and a dv/dt capability of 3000 V/ps, with a required 
trigger power of 10mW. An integrated light-triggered and 
light-quenched static induction thyristor has been produced 
that can block 1.2kV and conduct up to 20A (at a forward 
drop of 2.5V). This device is an integration of a normally off, 
buried-gate static induction photothyristor and a normally off, 
p-channel Darlington surface-gate static induction photo- 
transistor. The optical trigger and quenching power required 
is <5 and 0.2 mW, respectively. 


3.6.5 Bidirectional Control Thyristor 


The Bidirectional control thyristor (BCT) is an integrated 
assembly of two antiparallel thyristors on one Si wafer. The 
intended application for this switch is in VAR compensators, 
static switches, soft starters, and motor drives. These devices 
are rated at up to 6.5kV blocking. Cross talk between the two 
halves has been minimized. A cross section of the BCT is 
shown in Fig. 3.22. Note that each surface has a cathode and 
an anode (opposite devices). The small gate-cathode periphery 
necessarily restricts the BCT to low-frequency applications 
because of its di/dt limit. 
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Cross section of a bidirectional control thyristor (BCT). 
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A low-power device similar to the BCT, but in existence for 
many years, is the Triac. A simplified cross section of a Triac is 
shown in Fig. 3.23. A positive voltage applied to the anode 
with respect to the cathode forward-biases J}, while reverse- 
biasing J; J,, and J; are shorted by the metal contacts. When J, 
is biased to breakdown, a lateral current flows in the p,-region. 
This lateral flow forward-biases the edge of J}, causing carrier 
injection. The result is that the device switches into its 
thyristor mode and latches. Applying a reverse voltage causes 
the opposite behavior at each junction, but with the same 
result. Figure 3.23 also shows the iv plot for a Triac. The 
addition of a gate connection allows the breakover to be 
controlled at a lower forward voltage. 


3.7 Gate Drive Requirements 


3.7.1 Snubber Circuits 


To protect a thyristor, from a large di/dt during turn-on and a 
large dv/dt during turn-off, a snubber circuit is needed. A 
general snubber topology is shown in Figure 3.24. The turn-on 
snubber is made by inductance L, (often L, is stray inductance 
only). This protects the thyristor from a large di/dt during the 
turn-on process. The auxiliary circuit made by R, and D, 
allows the discharging of L, when the thyristor is turned off. 
The turn-off snubber is made by resistor R, and capacitance 
C,. This circuit protects a GTO from large dv/dt during the 
turn-off process. The auxiliary circuit made by D, and R, 
allows the discharging of C, when the thyristor is turned 
on. The circuit of capacitance C, and inductance L, also 
limits the value of dv/dt across the thyristor during forward 
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Cross section and iv plot of a Triac. 


blocking. In addition, L, protects the thyristor from reverse 
over-currents. 


3.7.2 Gate Circuits 


It is possible to turn on a thyristor by injecting a current pulse 
into its gate. This process is known as gating the thyristor. The 
most important restrictions are on the maximum peak and 
duration of the gate pulse current. In order to allow a safe 
turn-on commutation, the current pulse should be high 
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FIGURE 3.24 Turn-on (top elements) and turn-off (bottom elements) 
snubber circuits for thyristors. 


46 


Gate Voltage 


A 


J. Hudgins et al. 


Maximum Gate Power Dissipation 


Deen 


-40 °C 


T, = 125 °C 


Gate Current 


VdRe 


Minimum Gate Current to Trigger 


FIGURE 3.25 


enough and, in order to avoid an unwanted turn-off imme- 
diately after the turn-on, it should last for a sufficient time. In 
estimating how large the gate current pulse should be to 
ensure device turn on, the gate current-voltage characteristic, 
which is given with the device data sheet, must be used. An 
example of this kind of data sheet is shown in Fig. 3.25. 

In Fig. 3.25 are shown the gate current-voltage character- 
istics for the maximum and minimum operating tempera- 
tures. The dashed line represents the minimum gate current 
and corresponding gate voltage needed to ensure that the 
thyristor will be triggered at various operating temperatures. It 
is also known as the locus of minimum firing points. On the 
data sheet it is possible to find a line representing the 
maximum operating power of the thyristor gating internal 
circuit. The straight line, between Vg and V¢/Rg, represents 
the current voltage characteristic of the equivalent trigger 
circuit. If the equivalent trigger circuit line intercepts the 
two gate current-voltage characteristics for the maximum 
and minimum operating temperatures after they intercept 
the dashed line and before they intercept the maximum 
operating power line, then the trigger circuit is able to turn 
on the thyristor at any operating temperature without destroy- 
ing or damaging the device. 

Another feature of the gating process that should be 
analyzed is the fast turn-on required for these devices. In 
order to allow a fast turn-on, and correspondingly large anode 
di/dt during the turn-on process, a large gate current pulse is 
supplied during the initial turn-on phase with a large di¢/dt. 
The gate current is kept on, at lower value, for some time after 
the thyristor is turned on in order to avoid unwanted turn-off 


Gate i-v curve for a typical thyristor. 
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FIGURE 3.26 Gate current waveform showing large initial current 
followed by a suitable back-porch value. 


of the device. A shaped gate current waveform of this type is 
shown in Fig. 3.26. 

In order to keep the power and control circuits electrically 
unconnected, the gate signal generator and the gate of the 
thyristor are often connected through a transformer. There is a 
transformer winding for each thyristor; this way, unwanted 
short-circuits between devices are avoided. A general block 
diagram of a thyristor gate-trigger circuit is shown in Fig. 3.27. 
This application is for a standard bridge configuration often 
used in power converters. 
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FIGURE 3.27 


Another problem can arise if the trigger circuit produces 
just one pulse and there exists an RL-type load. For example, if 
the circuit is a single-phase controlled bridge, the load is only 
resistive, and then delay angle between the load current and 
voltage across is 0°. If the load is an RL-type, the load current 
will reach zero after the voltage across it does. It could happen 
that a thyristor is triggered before the opposite one is turned 
off, and because of the short time of the current pulse, it 
becomes impossible to control the bridge in the desired way. A 
possible solution to this problem could be the generation of a 
longer current pulse. Because of the presence of the transfor- 
mer, a solution like the one just described is not possible. An 
alternative solution can be the generation of a series of short 
pulses that last as long as a long single pulse. A single short 
pulse, a single long pulse, and a series of short pulses are 
shown in Fig. 3.28. 

There are many gate trigger circuits that use optical isola- 
tion between the logic-level electronics and a drive stage 
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Block diagram of a transformer-isolated gate drive circuit. 


(typically MOSFETs) configured in a push-pull output. The 
dc power supply voltage for the drive stage is provided 
through transformer isolation. Many device manufacturers 
supply drive circuits available on PC boards or diagrams of 
suggested circuits. 


3.8 PSpice Model 


Circuit simulators such as Spice and PSpice are widely used as 
tools in the design of power systems. For this purpose 
equivalent circuit models for thyristors have been developed. 
A variety of models have been proposed with varying degrees 
of complexity and accuracy. Many times the simple two- 
transistor model described in Section 3.2 is used in PSpice. 
This simple structure, however, cannot create the appropriate 
negative-differential-resistance (ndr) behavior as the thyristor 
moves from forward-blocking to forward-conduction. A 
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PSpice model for a GTO developed by Tsay et. al. [13] captures 
many of the behaviors of thyristors. This model creates device 
characteristics such as the static I-V curve shown in Fig. 3.3, 
dynamic characteristics such as turn-on and turn-off times, 
device failure modes such as current crowding due to excessive 
di/dt at turn-on, and spurious turn-on due to excessive dv/dt 
at turn-off, thermal effects, and so on. Specifically, three 
resistors are added to the two-transistor model to create the 
appropriate behavior. 

The proposed two-transistor, three-resistor model (2T-3R) 
is shown in Fig. 3.29. This circuit exhibits the desired NDR 
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FIGURE 3.29 A two-transistor, three-resistor model for SCRs and 
GTOs. 


behavior. Given the static I-V characteristics for an SCR or 
GTO, it is possible to obtain similar curves from the model by 
choosing appropriate values for the three resistors and for the 
forward current gains %«, and «, of the two transistors. The 
process of curve-fitting can be simplified by keeping in mind 
that resistor R, tends to affect the negative slope of the I-V 
characteristic, resistor R, tends to affect the value of the 
holding current Iy, and resistor R, tends to affect the value 
of the forward breakdown voltage Vrgp. When modeling 
thyristors with cathode or anode shorts, as described in 
Section 3.4, the presence of these shorts determines the 
values of R} and R,, respectively. In the case of a GTO an 
important device characteristic is the so-called turn-off gain 
Kog = 14/\Ig|, that is, the ratio of the anode current to the 
negative gate current required to turn off the device. An 
approximate formula relating the turn-off gain to the a’s of 
the two transistors is given in what follows: 


Í (3.3) 


Kott = ————— 
off apta] 


The ability of this model to predict dynamic effects depends 
on the dynamics included in the transistor models. If transis- 
tor junction capacitances are included, it is possible to model 
the dv/dt limit of the thyristor. Too high a value of dv4,/dt 
will cause significant current to flow through the J, junction 
capacitance. This current acts like a gate current and can turn 
on the device. 
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This model does not accurately represent spatial effects such 
as current crowding at turn-on (the di/dt limit), when only 
part of the device is conducting, and, in the case of a GTO, 
current crowding at turn-off, when current is extracted from 
the gate to turn off the device. Current crowding is caused by 
the location of the gate connection with respect to the 
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FIGURE 3.31 Single-phase controlled rectifier circuit. 


conducting area of the thyristor and by the magnetic field 
generated by the changing conduction current. Gate-contact 
and cathode-contact resistance can be included for each cell as 
well. To model these effects, Tsay et al. [13] propose a multicell 
circuit model, in which the device is discretized in a number of 
conducting cells, each having the structure of Fig. 3.30. This 
model, shown in Fig. 3.31, takes into account the mutual 
inductive coupling, the delay in the gate turn-off signal due to 
positions of the cells relative to the gate connection, and 
nonuniform gate- and cathode-contact resistance. In particu- 
lar, the RC delay circuits (series R with a shunt C tied to the 
cathode node) model the time delays between the gate 
triggering signals due to the position of the cell with respect 
to the gate connection; coupled inductors, Ms, model 
magnetic coupling between cells; resistors, Rge's, model non- 
uniform contact resistance; resistors, Rcs, model gate con- 
tact resistances. The various circuit elements in the model 
can be estimated from device geometry and measured 
electrical characteristics. The choice of the number of cells is 


TABLE 3.6 Element values for each cell of a multicell GTO model 
Model Component Symbol Vaue 
Delay resistor R 1 uQ 
Delay capacitor C 1 nF 
Mutual coupling inductance M 10 nH 
Gate contact resistance Roc 1 mQ 
Cathode contact resistance Rye 1 mQ 
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a trade-off between accuracy and complexity. An example 


of the values of the RC delay network, Rgc’s, Rx’s, Ms is 
given in Table 3.6. 


3.9 Applications 


The most important application of thyristors is for line- 
frequency, phase-controlled rectifiers. This family includes 
several topologies, of which one of the most important is 
used to construct high voltage dc (HVDC) transmission 
systems. A single-phase controlled rectifier is shown in Fig. 
3.31. 

The presence of thyristors makes the average output voltage 
controllable by appropriate gating of the thyristors. If the gate 
signals to the thyristors were continuously applied, the 
thyristors in Fig. 3.31 behave as diodes. If no gate currents 
are supplied they behave as open circuits. Gate current can 
be applied any time (phase delay) after the forward voltage 
becomes positive. Using this phase-control feature it is possi- 
ble to produce an average output voltage less than the average 
output voltage obtained from an uncontrolled rectifier. 


3.9.1 Direct current-Alternating current Utility 
Inverters 


Three-phase converters can be made in different ways, accord- 
ing to the system in which they are employed. The basic circuit 
used to construct these topologies is shown in Fig. 3.32. 
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topology for many converter systems. 


The thyristors in the circuit of Fig. 3.32 are used in the same 
way they were used in single-phase circuits but necessarily 
with more complex control. Starting from this basic config- 
uration, it is possible to construct more complex circuits in 
order to obtain high-voltage or high-current outputs, or just 
to reduce the output ripple by constructing a multiphase 
converter. One of the most important systems using the 
topology shown in Fig. 3.32 as a basic circuit is the HVDC 
system represented in Fig. 3.33. This system is made by two 
converters, a transmission line, and two ac systems. Each 
converter terminal is made of two poles. Fach pole is made 
by connecting two 6-pulse line-frequency converters through 
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A high-voltage dc (HVDC) transmission system. 
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A-Y and Y-Y transformers in order to obtain a 12-pulse 
converter and a reduced output ripple. The filters are required 
to reduce the current harmonic generated by the converter. 
Thyristors are required in order to reduce the voltage ampli- 
tude to the ac voltage amplitude level by appropriate switching 
action. 

When a large amount of current and relatively low voltage is 
required, it is possible to connect, using a specially designed 
inductor, two 6-pulse line-frequency converters connected 
through A-Y and Y-Y transformers. This topology is shown 
in Fig. 3.34. 


3.9.2 Motor Control 


Another important application of thyristors is in motor 
control circuits. They are used to construct the first stage of 
an electric motor drive in order to vary the amplitude of the 
voltage waveform across the windings of the electrical motor 
as it is shown in Fig. 3.35. 


Parallel connection of two 6-pulse converters for high-current applications. 


An electronic controller controls the gate current of these 
thyristors. The rectifier and inverter sections can be thyristor 
circuits. A controlled rectifier is used in conjunction with a 
square wave or pulse-width modulated (PWM) voltage source 
inverter (VSI) to create the speed-torque controller system. 
Figure 3.36 shows a square-wave or PWM VSI with a 
controlled rectifier on the input side. The switch block inverter 
is made of thyristors (usually GTOs) for high power. Low- 
power motor controllers often use IGBT inverters. 

In motor control, thyristors are also used in current-source 
inverter (CSI) topologies. When the motor is controlled by a 
CSI, a controlled rectifier is also needed on the input side. 
Figure 3.37 shows a typical CSI inverter. 

Diodes, capacitors, and the motor leakage inductance make 
a forced commutation circuit. These circuits are needed to 
force the current through the thyristors to zero, in order to 
turn them off if using SCRs. This is not needed when using 
GTOs. This inverter topology does not need any additional 
circuitry to provide the regenerative braking (energy recovery 
when slowing the motor). To allow bidirectional power flow, 
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Variable frequency converter for motor control. 
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then to allow regenerative braking, two back-to-back 
connected line-frequency thyristor converters used to be 
employed in the past. Use of antiparallel GTOs with 
symmetric blocking capability or diodes in series with each 
asymmetric GTO reduces the number of power devices 
needed, but greatly increases the control complexity. 


3.9.3 VAR Compensators and Static Switching 
Systems 


Thyristors are also used to switch capacitors (TSC) or induc- 
tors (TCI) in order to control the reactive power in the system. 
An example of these circuits is shown in Fig. 3.38. These 
circuits act as a static VAR (volts-amps reactive) controller. 
The topology represented on the left-hand side of Fig. 3.38 is 
called a thyristor-controlled inductor (TCI) and it acts as a 
variable inductor where the inductive VAR supplied can be 
varied quickly. Because the system may require either induc- 
tive or capacitive VAR, it is possible to connect a bank of 


capacitors in parallel with a TCI. The topology shown on the 
right-hand side of Fig. 3.38 is called a thyristor-switched 
capacitor (TSC). Capacitors can be switched out by blocking 
the gate pulse of all thyristors in the circuit. The problem of 
this topology is the voltage across the capacitors at the 
thyristor turn-off. At turn-on the thyristor must be gated at 
the instant of the maximum ac voltage to avoid large over- 
currents. 

A less important application of thyristors is as a static 
transfer switch, used to improve the reliability of uninterrup- 
tible power supplies (UPS) as shown in Fig. 3.39. There are 
two modes of using the thyristors. The first leaves the load 
permanently connected to the UPS system and in case of 
emergency disconnects the load from the UPS and connects it 
directly to the power line. The second mode is opposite to the 
first one. Under normal conditions the load is permanently 
connected to the power line, and in event of a line outage, the 
load is disconnected from the power line and connected to the 
UPS system. 
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4.1 Introduction 


A gate turn-off thyristor (known as a GTO) is a three-terminal 
power semiconductor device that belongs to a thyristor family 
with a four-layer structure. They also belong to a group of power 
semiconductor devices that have the ability to fully control on 
and off states via the control terminal (gate). The design, 
development, and operation of the GTO is easier to understand 
if we compare it to the conventional thyristor. Like a conven- 
tional thyristor, applying a positive gate signal to its gate 
terminal can turn on a GTO. Unlike a standard thyristor, a 
GTO is designed to turn off by applying a negative gate signal. 
There are two types of GTOs: asymmetrical and symme- 
trical. The asymmetrical GTOs are the most common type on 
the market. This type is normally used with an antiparallel 
diode and hence high reverse-blocking capability is not avail- 
able. Reverse conducting is accomplished with an antiparallel 
diode integrated onto the same silicon wafer. The symmetrical 
GTOs have equal forward- and reverse-blocking capability. 


4.2 Basic Structure and Operation 


The symbol for a GTO is shown in Fig. 4.la. A high degree of 
interdigitation is required in GTOs in order to achieve efficient 
turn-off. The most common design employs the cathode area 
separated into multiple segments (cathode fingers) and 
arranged in concentric rings around the device center. The 
internal structure is shown in Fig. 4.1b. A common contact 
disk pressed against the cathode fingers connects the fingers 
together. It is important that all the fingers turn off simulta- 
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neously, otherwise the current may be concentrated into fewer 
fingers, with damage due to overheating more likely. 

The high level of gate interdigitation also results in a fast 
turn-on speed and high di/dt performance of GTOs. The most 
remote part of a cathode region is no more than 0.16 mm from 
a gate edge and hence the entire GTO can conduct within 
5 us with sufficient gate drive and the turn-on losses can be 
reduced. However, interdigitation reduces the available emitter 
area and therefore the low-frequency average current rating is 
less than for a standard thyristor with an equivalent diameter. 

The basic structure of a GTO, a four-layer p-n-p-n semi- 
conductor device, is very similar in construction to a thyristor. 
It has several design features that allow it to be turned on and 
off by reversing the polarity of the gate signal. The most 
important differences are that the GTO has long narrow 
emitter fingers surrounded by gate electrodes and no cathode 
shorts. 

The turn-on mode is similar to that of a standard thyristor. 
The injection of the hole current from the gate forward biases 
the cathode p-base junction, causing electron emission from 
the cathode. These electrons flow to the anode and induce hole 
injection by the anode emitter. The injection of holes and 
electrons into the base regions continues until charge multi- 
plication effects bring the GTO into conduction. This is shown 
in Fig. 4.2a. As with a conventional thyristor, only the area of 
cathode adjacent to the gate electrode is turned on initially and 
the remaining area is brought into conduction by plasma 
spreading. However, unlike the thyristor, the GTO consists of 
many narrow cathode elements, heavily interdigitated with the 
gate electrode, and therefore the initial turned-on area is very 
large and the time required for plasma spreading is small. 
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FIGURE 4.1 


Therefore, the GTO is brought into conduction very rapidly 
and can withstand a high turn-on di/dt. 

In order to turn off a GTO, the gate is reversed-biased with 
respect to the cathode and holes from the anode are extracted 
from the p-base. This is shown in Fig. 4.2b. As a result, a 
voltage drop is developed in the p-base region, which even- 
tually reverse biases the gate cathode junction and cuts off the 
injection of electrons. As the hole extraction continues, the p- 
base is further depleted, thereby squeezing the remaining 
conduction area. The anode current then flows through the 
areas most remote from the gate contacts, forming high 
current density filaments. This is the most crucial phase of 
the turn-off process in GTOs because high-density filaments 
lead to localized heating, which can cause device failure unless 
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FIGURE 4.2 
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GTO structure: (a) GTO symbol; (b) GTO structure. 


these filaments are extinguished quickly. An application of 
higher negative gate voltage may aid in extinguishing the 
filaments rapidly. However, the breakdown voltage of the 
gate-cathode junction limits this method. 

When the excess carrier concentration is low enough for 
carrier multiplication to cease and the device reverts to the 
forward blocking condition. Although the cathode current has 
stopped flowing at this point, anode-to-gate current supplied 
by the carriers from an n-base region-stored charge continues 
to flow. This is observed as a tail current that decays exponen- 
tially as the remaining charge concentration is reduced by a 
recombination process. The presence of this tail current with 
the combination of high GTO off-state voltage produces 
substantial power losses. During this transition period, the 


TURN-OFF 


(b) 


(a) Turn-on; and (b) turn-off of GTOs. 
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electric field in the n-base region is grossly distorted due to the 
presence of the charge carriers and may result in premature 
avalanche breakdown. The resulting impact ionization can 
cause device failure. This phenomenon is known as “dynamic 
avalanche.” The device regains its steady-state blocking char- 
acteristics when the tail current diminishes to leakage current 
level. 


4.3 GTO Thyristor Models 


A one-dimensional two-transistor GTO model is shown in 
Fig. 4.3. The device is expected to yield the turn-off gain g 
given by: 


Xnpn 
X pnp + Opn — 1 


(4.1) 


where I, is the anode current and I, the gate current at turn- 
off, and %,,, and &pnp are the common-base current gains in 
the n-p-n and p-n-p transistor sections of the device. For a 
nonshorted device, the charge is drawn from the anode and 
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FIGURE 4.3 Two-transistor model representing the GTO thyristor. 
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regenerative action commences, but the device does not latch 
on (remain on when the gate current is removed) until 


npn + Xpnp >1 


(4.2) 
This process takes only a short time for the current and the 
current gains to increase enough to satisfy Eq. (4.2). For 
anode-shorted devices, the mechanism is similar but the 
anode short impairs the turn-on process by providing a 
base-emitter short, thus reducing the p-n-p transistor gain, 
which is shown in Fig. 4.4. The composite p-n-p gain of the 
emitter-shorted structure is given as follows: 


f 1— V, 
A pnp(COMPOSite) = Xpnp (—*) (4.3) 


Rganode 


where V, = emitter base voltage (generally 0.6 V for injection 
of carriers) and Rg is the anode-short resistance. The anode 
emitter injects when the voltage around it exceeds 0.06 V, and 
therefore the collector current of the n-p-n transistor flowing 
through the anode shorts influences turn-on. The GTO 
remains in a transistor state if the load circuit limits the 
current through the shorts. 


4.4 Static Characteristics 


4.4.1 On-State Characteristics 


In the on-state, the GTO operates in a similar manner to the 
thyristor. If the anode current remains above the holding 
current level then positive gate drive may be reduced to zero 
and the GTO will remain in conduction. However, as a result 
of the turn-off ability of the GTO, it does possess a higher 
holding current level than the standard thyristor and, in 
addition, the cathode of the GTO thyristor is subdivided 
into small finger elements to assist turn-off. Thus, if the 
GTO thyristor anode current transiently dips below the hold- 
ing current level, localized regions of the device may turn off, 
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Anode shorted area 


FIGURE 4.4 Two-transistor models of GTO structures. 
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thus forcing a high anode current back into the GTO at a high 
rate of rise of anode current after this partial turn-off. This 
situation could be potentially destructive. Therefore, it is 
recommended that the positive gate drive not be removed 
during conduction but held at a value Igon) where Igo) is 
greater than the maximum critical trigger current (Igr) over 
the expected operating temperature range of the GTO thyr- 
istor. 

Figure 4.5 shows the typical on-state v-I characteristics for a 
4000-A, 4500-V GTO from the Dynex range of GTOs [1] at 
junction temperatures of 25 and 125 °C. The curves can be 
approximated to a straight line of the form: 

Vim = Vo + IRo (4.4) 
where V = voltage intercept and it models the voltage across 
the cathode and anode forward-biased junctions, and Ry =on- 
state resistance. When average and RMS values of on-state 
current (Iray; Ippys) are known, then the on-state power 
dissipation Poy can be determined using V) and Rọ. That is, 


Pon = Volrav + Roltrms (4.5) 


14.4.2 Off-State Characteristics 


Unlike the standard thyristor, the GTO does not include 
cathode emitter shorts to prevent nongated turn-on effects 
due to dv/dt-induced forward-biased leakage current. In the 
off-state of the GTO, steps should therefore be taken to 
prevent such potentially dangerous triggering. This can be 
accomplished by either connecting the recommended value of 
resistance between gate and cathode (Rog) or maintaining a 
small reverse bias on the gate contact (Vpg = —2 V). This will 
prevent the cathode emitter from becoming forward-biased 
and will therefore sustain the GTO thyristor in the off state. 
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instantaneous on-state current Ly - (A) 
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FIGURE 4.5 V-I Characteristics of GTO (see the data sheet in Refer- 
ence 1). GTO gate characteristic information reproduced by kind permis- 
sion of Dynex Semiconductor. 
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FIGURE 4.6 GTO blocking voltage vs Rog (see the data sheet in 
Reference 1). GTO gate characteristic information reproduced by kind 
permission of Dynex Semiconductor. 


The peak off-state voltage is a function of resistance Rox. 
This is shown in Fig. 4.6. Under ordinary operating condi- 
tions, GTOs are biased with a negative gate voltage of 
~ —15 V supplied from the gate drive unit during the off- 
state interval. Nevertheless, provision of Rox may be a desir- 
able design practice in the event the gate-drive failure for any 
reason (Rox < 1.5Q is recommended for a large GTO). Here 
Rex dissipates energy and hence adds to the system losses. 


4.4.3 Rate of Rise of Off-State Voltage (dv_/dt) 


The rate of rise of off-state voltage (dup/dt) depends on the 
resistance Rox connected between the gate and the cathode 
and the reverse bias applied between the gate and the cathode. 
This relationship is shown in Fig. 4.7. 


1.4.4 Gate Triggering Characteristics 


The gate trigger current (Içr) and the gate trigger voltage 
(Ver) are both dependent on junction temperature T; as 
shown in Fig. 4.8. During the conduction state of the GTO 
a certain value of gate current must be supplied and this value 
should be larger than the Isr at the lowest junction tempera- 
ture at which the GTO operates. In dynamic conditions the 
specified Içr is not sufficient to trigger the GTO switching 
from higher voltage and high di/dt. In practice, a much higher 
peak gate current Icm (on the order of 10 times Igy) at T; min 
is recommended to obtain good turn-on performance. 
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FIGURE 4.7 dvp/dt vs Rox (see the data sheet in Reference 1). GTO 
gate characteristic information reproduced by kind permission of Dynex 
Semiconductor. 
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FIGURE 4.8 GTO trigger characteristics (see the data sheet in Refer- 
ence 1). 


4.5 Switching Phases 


The switching process of a GTO thyristor goes through four 
operating phases: (a) turn-on; (b) on-state; (c) turn-off; and 
(d) off-state. 
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FIGURE 4.9 A typical turn-on gate pulse (see the data sheet in 
Reference 2). Courtesy of Westcode. 


Turn-on: A GTO has a highly interdigited gate structure 
with no regenerative gate. Thus it requires a large initial gate 
trigger pulse. A typical turn-on gate pulse and its important 
parameters are shown in Fig. 4.9. Minimum and maximum 
values of Igy, can be derived from the device data sheet. A 
value of di,/dt positioned against turn-on time is given under 
the device characteristics found on the data sheet [2]. The rate 
of rise of gate current di,/dt will affect the device turn-on 
losses. The duration of the Igy pulse should not be less than 
half the minimum for time given in data sheet ratings. A 
longer period will be required if the anode current di/dt is low 
such that Igy is maintained until a sufficient level of anode 
current is established. 


On-state: Once the GTO is turned on, forward gate current 
must be continued for the entire conduction period. Other- 
wise, the device will not remain in conduction during the on- 
state period. If large negative di/dt or anode current reversal 
occurs in the circuit during the on-state, then higher values of 
I, may be required. However, much lower values of Ig are 
required when the device has heated up. 


Turn-off: The turn-off performance of a GTO is greatly 
influenced by the characteristics of the gate turn-off circuit. 
Thus the characteristics of the turn-off circuit must match 
with the de-ice requirements. Fig. 4.10 shows the typical anode 
and gate currents during the turn-off. The gate turn-off 
process involves the extraction of the gate charge, the gate 
avalanche period, and the anode current decay. The amount of 
charge extraction is a device parameter and its value is not 
affected significantly by the external circuit conditions. The 
initial peak turn-off current and turn-off time, which are 
important parameters of the turning-off process, depend on 
the external circuit components. The device data sheet gives 
typical values for Ico. 

The turn-off circuit arrangement of a GTO is shown in 
Fig. 4.11. The turn-off current gain of a GTO is low, typically 6 
to 15. Thus, for a GTO with a turn-off gain of 10, it will 
require a turn-off gate current of 10 A to turn-off an on-state 
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FIGURE 4.10 Anode and gate currents during turn-off (see the data 
sheet in Reference 2). Courtesy of Westcode. 


of 100A. A charged capacitor C is normally used to provide 
the required turn-off gate current. Inductor L limits the turn- 
off di/dt of the gate current through the circuit formed by 
R,, R, SW,, and L. The gate circuit supply voltage Vos 
should be selected to give the required value of Voo. The 
values of R and R, should also be minimized. 


Off-state period: During the off-state period, which begins 
after the fall of the tail current to zero, the gate should ideally 
remain reverse-biased. This reverse bias ensures maximum 
blocking capability and dv/dt rejection. The reverse bias can 
be obtained either by keeping SW, closed during the whole 
off-state period or via a higher impedance circuit SW, and R, 
provided a minimum negative voltage exits. This higher 
impedance circuit SW, and R; must sink the gate leakage 
current. 

In case of a failure of the auxiliary supplies for the gate turn- 
off circuit, the gate may be in reverse-biased condition and the 
GTO may not be able to block the voltage. To ensure that the 
blocking voltage of the device is maintained, a minimum gate- 
cathode resistance (Rox) should be applied as shown in 
Fig. 4.12. The value of Rc, for a given line voltage can be 
derived from the data sheet. 


FIGURE 4.11 
Courtesy of Westcode. 


Turn-off circuit (see the data sheet in Reference 2). 


FIGURE 4.12 
Reference 2). Courtesy of Westcode. 


Gate-cathode resistance, Rex (see the data sheet in 


4.6 SPICE GTO Model 


A GTO may be modeled with two transistors as shown in 
Fig. 4.3. However, a GTO model [3] consisting of two 
thyristors, which are connected in parallel, yield improved 
on-state, turn-on and turn-off characteristics. This is shown in 
Fig. 4.13 with four transistors. 

When the anode to cathode voltage Va, is positive and 
there is no gate voltage, the GTO model will be in the off state 
like a standard thyristor. If a positive voltage (Vax) is applied 
to the anode with respect to the cathode and no gate pulse is 
applied, Ip, = Ip, = 0 and, therefore, Iç = Iç = 0. Thus, no 
anode current will flow and I, = Ix = 0. 

When a small voltage is applied to the gate, then I, is 
nonzero and, therefore, both Ic, = Ic = 0 are nonzero. Thus 
the internal circuit will conduct and there will be a current 
flow from the anode to the cathode. 

When a negative gate pulse is applied to the GTO model, 
the p-n-p junction near to the cathode will behave as a diode. 


Cathode 


FIGURE 4.13 Four-transistor GTO model. Courtesy of Westcode. 
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The diode will be reverse biased because the gate voltage is 
negative to the cathode. Therefore, the GTO will stop conduc- 
tion. 

When the anode-to-cathode voltage is negative, that is, the 
anode voltage is negative with respect to the cathode, the GTO 
model will act like a reverse-biased diode. This is because the 
p-n-p transistor will see a negative voltage at the emitter and 
the n-p-n transistor will see a positive voltage at the emitter. 
Therefore both transistors will be in the off state and hence the 
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4.7 Applications 


Gate turn-off thyristors have many applications, including 
motor drives, induction heating [4], distribution lines [5], 
pulsed power [6], and flexible ac transmission systems [7]. 


GTO will not conduct. The SPICE subcircuit description of 


the GTO model will be as follows: 


<SSUBCIRCUIT 1 2 
*Terminal anode cathode 
Ql 5 4 1 DMOD1 
Q3 7 6 1 DMOD1 
Q2 4 5 2 DMOD2 
Q4 6 7 2 DMOD2 
Rl 7 5 10Q 
R2 6 4 10Q 
R3 3 7 10Q 
MODEL DMOD1 
MODEL DMOD2 
.ENDS 
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5.1 Introduction 


The first transistor was created in 1948 by a team of physicists 
at the Bell Telephone Laboratories and soon became a semi- 
conductor device of major importance. Before the transistor, 
amplification was achieved only with vacuum tubes. Although 
there are now integrated circuits with millions of transistors, 
flow and control of electrical energy still require single 
transistors. Therefore, power semiconductor switches consti- 
tute the heart of modern power electronics. Such devices 
should have larger voltage and current ratings, instant turn- 
on and turn-off characteristics, very low voltage drop when 
fully on, zero leakage current in blocking condition, enough 
ruggedness to switch highly inductive loads, which are 
measured in terms of safe operating area (SOA) and ES/b 
(reverse-biased second breakdown), high-temperature and 
radiation-withstand capabilities and high reliability. The 
right combination of such features restricts device suitability 
to only certain applications. Figure 5.1 depicts those voltage 
and current ranges, in terms of frequency, at which where the 
most common power semiconductors devices can operate. 
The figure actually gives an overall picture of where power 
semiconductors are typically applied in industries: High 
voltage and current ratings permit applications in large 
motor drives, induction heating, renewable energy inverters, 
HVDC converters, and static VAR compensators and active 
filters. By contrast, low-voltage and high-frequency applica- 
tions that include switching mode power supplies, resonant 
converters and motion control systems and low-frequency 
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with high-current and voltage devices are restricted to cyclo- 
converter-fed and multimegawatt drives [1]. 

Power-npn or pnp bipolar transistors used to be the tradi- 
tional components for driving several of these industrial 
applications. However, insulated-gate bipolar-transistor 
(IGBT) and metal-oxide-semiconductor field-effect transition 
(MOSFET) technology have progressed so much that they are 
now viable replacements for the bipolar types. Bipolar-npn or 
pnp transistors still have performance areas in which they still 
may be used; for example, they have lower saturation voltages 
over their operating temperature range, but they are consider- 
ably slower, exhibiting long turn-on and turn-off times. When 
a bipolar transistor is used in a totem-pole circuit, the most 
difficult design aspects to overcome are the base drive circui- 
try, i.e. the required circuit for driving the base. Although 
bipolar transistors have lower input capacitance than those of 
MOSFETs and IGBTs, they are current driven. Thus, the drive 
circuitry must generate high and prolonged input currents. 

The high input impedance of the IGBT is an advantage over 
its bipolar counterpart. However, input capacitance is also 
high. As a result, the drive circuitry must rapidly charge and 
discharge the input capacitor of the IGBT during the transi- 
tion time. The IGBT low-saturation voltage performance is 
analogous to bipolar power-transistor performance, even over 
the operating-temperature range. The IGBT requires a 
—5/+ 10 V gate-emitter voltage transition to ensure reliable 
output switching. 

The MOSFET gate and IGBT are similar in many areas 
of operation. For instance, both devices have high input 
impedance, are voltage-driven, and use less silicon than the 
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FIGURE 5.1 Power semiconductor operating regions. 


bipolar power transistor to achieve the same drive perfor- 
mance. Additionally, the MOSFET gate has high input capa- 
citance, which places the same requirements on the gate-drive 
circuitry as the IGBT employed at that stage. The IGBTs 
outperform MOSFETs when it comes to conduction loss vs 
supply-voltage rating. The saturation voltage of MOSFETs is 
considerably higher and less stable over temperature than that 
of IGBTs. For these reasons, the insulated-gate bipolar tran- 
sistor took the place of bipolar junction transistors in several 
applications during the 1980s. Although the IGBT is a cross 
between the bipolar and MOSFET transistor, with the output 
switching and conduction characteristics of a bipolar transis- 
tor, but voltage-controlled like a MOSFET, the early IGBT 
versions were prone to latch up, which had been largely 
eliminated by the 1980s. Another characteristic with some 
IGBT types is the negative temperature coefficient, which can 
lead to thermal runaway and makes the paralleling of devices 
hard to achieve. Currently, this problem is being addressed in 
the latest generations of IGBTs. 

It is very clear that a categorization based on voltage and 
switching frequency provides two key parameters for deter- 
mining whether a MOSFET or an IGBT is the better device in 
an application. However, there are still difficulties in selecting 
a component for use in the crossover region, which includes 
voltages of 250 to 1000 V and frequencies of 20 to 100 kHz. At 
voltages <500 V, the BJT has been entirely replaced by 
MOSFET in power applications and has also been displaced 
at higher voltages, where new designs use IGBTs. Most regular 
industrial needs are in the range of 1-2 kV blocking voltages, 
200-500 ampere conduction currents, and with switching 
speeds of 10-100ns. Although in the last few years, new 
high voltage projects displaced BJTs towards IGBT, and it is 
expected that there will be a decline in the number of new 
power system designs that incorporate bipolar junction tran- 
sistors, some applications for BJTs remain; in addition the 
huge built-up history of equipment installed in industries 
makes the bipolar junction transistor a good device. 
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(a) voltage vs frequency; and (b) current vs frequency. 


5.2 Basic Structure and Operation 


The bipolar junction transistor (BJT) consists of a three-region 
structure of n-type and p-type semiconductor materials; it can 
be constructed as npn as well as pnp. Figure 5.2 shows the 
physical structure of a planar npn bipolar junction transistor. 
The operation is closely related to that of a junction diode 
where in normal conditions the pn junction between the base 
and collector is forward-biased (vgg > 0), causing electrons to 
be injected from the emitter into the base. As the base region is 
thin, the electrons travel across it and arrive at the reverse- 
biased base-collector junction (Vgc < 0), where there is an 
electric field (depletion region). Upon arrival at this junction 
the electrons are pulled across the depletion region and drawn 
into the collector. These electrons flow through the collector 
region and out the collector contact. Because electrons are 
negative carriers, their motion constitutes positive current 
flowing into the external collector terminal. Even though the 
forward-biased base-emitter junction injects holes from base 
to emitter, the holes do not contribute to the collector current 
but result in a net current flow component into the base from 
the external base terminal. Therefore, the emitter current is 
composed of these two components: electrons destined to be 
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FIGURE 5.2 


Structure of a planar bipolar junction transistor. 
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injected across the base-emitter junction, and holes injected 
from the base into the emitter. The emitter current is expo- 
nentially related to the base-emitter voltage by the equation: 


(5.1) 


where iz is the saturation current of the base-emitter junction 
and which is a function of the doping levels, temperature and 
the area of the base-emitter junction, Vy is the thermal voltage 
Kt/q and ņ is the emission coefficient. The electron current 
arriving at the collector junction can be expressed as a fraction 
æ of the total current crossing the base-emitter junction 

ic = Alp (5.2) 
Because the transistor is a three-terminals device, ig is equal to 
ic + ip, hence the base current can be expressed as the 
remaining fraction, 


ip = (1 — ig (5.3) 


The collector and base currents are thus related by the ratio 


(5.4) 


The values of « and f for a given transistor depend 
primarily on the doping densities in the base, collector and 
emitter regions, as well as on the device geometry. Recombi- 
nation and temperature also affect the values for both para- 
meters. A power transistor requires a large blocking voltage in 
the off state and a high current capability in the on state; a 
vertically oriented four-layer structure as shown in Fig. 5.3 is 
preferable because it maximizes the cross-sectional area 
through which the current flows, enhancing the on-state 
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FIGURE 5.3 Power transistor vertical structure. 
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resistance and power dissipation in the device [2]. There is 
an intermediate collector region with moderate doping, and 
the emitter region is controlled so as to have a homogeneous 
electrical field. 

Optimization of doping and base thickness are required to 
achieve high breakdown voltage and amplification capabilities. 
Power transistors have their emitters and bases interleaved to 
reduce parasitic ohmic resistance in the base current path, 
which also improves the device for second breakdown failure. 
The transistor is usually designed to maximize the emitter 
periphery per unit area of silicon, in order to achieve the 
highest current gain at a specific current level. In order to 
ensure those transistors have the greatest possible safety 
margin, they are designed to be able to dissipate substantial 
power and, thus, have low thermal resistance. It is for this 
reason, among others, that the chip area must be large and 
that the emitter periphery per unit area is sometimes not 
optimized. Most transistor manufacturers use aluminum 
metallization because it has many attractive advantages, 
among them easier application via vapor deposition and 
easier definition with photolithography. A major problem 
with aluminum is that only a thin layer can be applied by 
normal vapor-deposition techniques. Thus, when high 
currents are applied along the emitter fingers, a voltage drop 
occurs along them, and the injection efficiency on the portions 
of the periphery that are farthest from the emitter contact is 
reduced. This limits the amount of current each finger can 
conduct. If copper metallization is substituted for aluminum, 
then it is possible to lower the resistance from the emitter 
contact to the operating regions of the transistors (the emitter 
periphery). 

From a circuit point of view, Eqs. (5.1)-(5.4) are used to 
relate the variables of the BJT input port (formed by base (B) 
and emitter (E)) to the output port (collector (C) and emitter 
(E)). The circuit symbols are shown in Fig. 5.4. Most of power 
electronics applications use NPN transistors because electrons 
move faster than holes, and therefore, NPN transistors have 
considerable faster commutation times. 


5.3 Static Characteristics 


Device static ratings determine the maximum allowable limits 
of current, voltage, and power dissipation. The absolute 
voltage limit mechanism is concerned with the avalanche in 
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FIGURE 5.5 


terms of preventing thermal runaway. Forward current ratings 
are specified at which the junction temperature does not 
exceed a rated value so as to prevent leads and contacts 
from being evaporated. Power dissipated in a semiconductor 
device produces a temperature rise and is related to thermal 
resistance. A family of voltage-current characteristic curves is 
shown in Fig. 5.5. Figure 5.5a shows the base current ig plotted 
as a function of the base-emitter voltage ugg and Fig. 5.5b 
depicts the collector current iç as a function of the collector- 
emitter voltage Vcg, with ig as the controlling variable. 

Figure 5.5 shows several curves distinguished from each 
other by the value of the base current. The active region is 
defined where flat, horizontal portions of voltage-current 
curves show “constant” iç current, because the collector 
current does not change significantly with vc, for a given ip. 
Those portions are used only for small signal transistors 
operating as linear amplifiers. On the other hand, switching 
power electronics systems require transistors to operate in 
either the saturation region where Uc, is small or in the cutoff 
region where the current is zero and the voltage is upheld by 
the device. A small base current drives the flow of a much 
larger current between collector and emitter; such gain (called 
beta— Eq. (5.4)) depends upon temperature, Vcg and Ic. 
Figure 5.6 shows current gain increase with increased collector 
voltage; gain falls off at both high and low current levels. 

High voltage BJTs typically have low current gain, and hence 
Darlington-connected devices, as indicated in Fig. 5.7 are 
commonly used. Considering gains f, and f, for each one 
of these transistors, the Darlington connection will have an 
increased gain of p, + Pa + Pipa and diode D1 speeds up the 
turn-off process by allowing the base driver to remove the 
stored charge on the transistor bases. 
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Family of current-voltage characteristic curves. (a) base-emitter input port; and (b) collector-emitter output port. 
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FIGURE 5.6 Current gain depends on temperature Vog and Iç. 


Vertical-structure power transistors have an additional 
region of operation called quasi-saturation, indicated in the 
characteristics curve of Fig. 5.8. Such a feature is a conse- 
quence of the lightly doped collector drift region where the 
collector base junction supports a low reverse bias. If the 
transistor enters the hard-saturation region the on-state power 
dissipation is minimized; there is, however, a tradeoff — 
in quasi-saturation the stored charges are smaller. At high 
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FIGURE 5.7 Darlington-connected BJTs. 
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sistor. 


Voltage-current characteristics for a vertical power tran- 


collector currents beta gain decreases with increased tempera- 
ture and with quasi-saturation operation such negative feed- 
back allows careful device paralleling. Two mechanisms at the 
microelectronic level determine the fall-off in beta, namely 
conductivity modulation and emitter crowding. One can note 
that there is a region called primary breakdown due to 
conventional avalanche of the C-B junction and the attendant 
large flow of current. Here BVsys, the limit for primary 
breakdown, is the maximum collector-emitter voltage that 
can be sustained across the transistor when it is carrying high 
collector current. The BVgyg is lower than BVcgo or BVcgo» 
both of which measure the transistor’s voltage standoff 
capability when the base current is zero or negative. The 
bipolar transistor has another potential failure mode called 
second breakdown, which shows as a precipitous drop in the 
collector-emitter voltage at large currents. Because the power 
dissipation is not uniformly spread over the device but is, 
instead, rather concentrated on regions, this serves to make the 
local gradient of temperature rise very quickly. Such thermal 
runaway brings hot spots that can eventually melt and recrys- 
tallize the silicon, thereby resulting in device destruction. The 
key to avoiding second breakdown is to: (1) keep power 
dissipation under control; (2) use a controlled rate of change 
of base current during turn-off; (3) use protective snubber 
circuitry; and (4) position the switching trajectory within the 
safe operating area (SOA) boundaries. 

In order to describe the maximum values of current and 
voltage to which the BJT should be subjected, two diagrams are 
used: the forward-bias safe operating area (FBSOA) given in 
Fig. 5.9 and the reverse-bias safe operating area (RBSOA) 
shown in Fig. 5.10. In the FBSOA current Icy, is the maximum 
current of the device and there is a boundary defining the 
maximum thermal dissipation and a margin defining the 
second breakdown limitation. These regions are expanded 
for switching mode operation. Inductive load generates a 
higher peak energy at turn-off than does its resistive counter- 
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FIGURE 5.9 Forward-bias safe operating area (FBSOA). 


part. It is then possible to have a secondary breakdown failure 
if RBSOA is exceeded. A reverse base current helps the internal 
operation leading to an expanded region RBSOA. The RBSOA 
curve shows that for voltages below Vçcgo the safe area is 
independent of reverse bias voltage Vgp and is only limited by 
the device collector current, whereas above Vego the collector 
current must be under control, dependent upon the applied 
reverse-bias voltage; in addition, temperature effects derate the 
safe operating area. The ability of a transistor to switch high 
currents reliably is thus determined by its peak power-hand- 
ling capabilities. This ability is dependent upon both the 
transistor’s current and thermal density throughout the 
active region. In order to optimize the safe operating area 
(SOA) capability, both current- and thermal density must be 
low. In general, it is the hot spots occurring at the weakest area 
of the transistor that will cause a device to fail due to second 
breakdown phenomena. Although a wide base width will limit 
the current density across the base region, good heat sinking 
directly under the collector will enable the transistor to with- 
stand high peak power. When the power and heat are spread 
over a large silicon area, all of these destructive tendencies are 
held to a minimum, and the transistor will have the highest 
SOA capability. 

When the transistor is on, one can ignore the base current 
losses and calculate power dissipation on the on state (conduc- 
tion losses) with Eq. (5.5). Hard saturation minimizes collec- 
tor-emitter voltage, which decreases on-state losses. 


Pon = Tc Vex(sat) (5.5) 
ic 
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FIGURE 5.10 Reverse-bias safe operating area (RBSOA). 
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5.4 Dynamic Switching Characteristics 


Switching characteristics are important in defining device 
velocity during change from conduction (on) to blocking 
(off) states. Such transition velocity is of paramount impor- 
tance because most of the losses are due to high frequency 
switching. Figure 5.11 shows typical waveforms for a resistive 
load. Index “r” refers to the rising time (from 10 to 90% of 
maximum value); for example t; is the current rise time and 
depends upon base current. The falling time is indexed by “f”; 
the parameter t is the current falling time, that is, when the 
transistor is blocking such time corresponds to crossing from 
the saturation to the cutoff state. In order to improve tg, the 
base current for blocking must be negative and the device 
must be kept in quasi-saturation so as to minimize stored 
charges. The delay time is denoted by t,, corresponding to the 
time to discharge the capacitance of junction base-emitter, 
which time can be reduced with a larger current base with high 
slope. Storage time (t,) is a very important parameter for BJT 
transistors, it is the time required to neutralize the carriers 
stored in the collector and the base. Storage time and switch- 
ing losses are key points when dealing with bipolar power 
transistors. Switching losses occur at both turn-on and turn- 
off. For high-frequency operation the rising and falling times 
for voltage and current transitions play an important role as 
indicated by Fig. 5.12. 

A typical inductive load transition is indicated in Fig. 5.13. 
The figure indicates a turn-off transition. Current and voltage 
are interchanged at turn-on and an approximation based upon 
straight line switching intervals (resistive load) gives the 
switching losses calculated using Eq. (5.6). 
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FIGURE 5.11 Resistive load dynamic response. 
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FIGURE 5.12 Inductive load switching characteristics. 


where t is the duration of the switching interval and V; and 
Iy are the maximum voltage and current levels as shown in 
Fig. 5.14. 

Most advantageous operation is achieved when fast transi- 
tions are optimized. Such a requirement minimizes switching 
losses. Therefore, a good bipolar drive circuit influences 
significantly the transistor performance. A base drive circuit 
should provide a high forward base drive current (Ip,) as 
indicated in Fig. 5.14 if power semiconductor turn-on is to be 
ensured quickly. Base drive current should keep the BJT fully 
saturated so as to minimize forward conduction losses, but a 
level Iz, would maintain the transistor in quasi-saturation, 
which avoids an excess of charges in the base. Controllable 
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FIGURE 5.13 Turn-off voltage and current switching transition. (a) 


inductive load; and (b) resistive load. 
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FIGURE 5.14 Recommended base current for BJT driving. 


slope and reverse current [pp sweep out stored charges in the 
transistor base, speeding up device turn-off. 


5.5 Transistor Base Drive Applications 


A plethora of circuits has been suggested to command tran- 
sistors successfully for operation in power electronics switch- 
ing systems [3]. Such base drive circuits try to satisfy the 
following requirements: supply the right collector current; 
adapt the base current to the collector current; and extract a 
reverse current from base to speed up device blocking. A good 
base driver reduces the commutation times and total losses, 
thus increasing efficiency and operating frequency. Depending 
upon the grounding requirements between the control and the 
power circuits, the base drive might be either an isolated or 
nonisolated type. Figure 5.15 shows a nonisolated circuit. 
When T, is switched on, T, is driven and diode D, is 
forward-biased, which provides a reverse bias and keeps T; 
off. The base current Ig is positive and saturates the power 
transistor Tp. When T, is switched off, T; switches on due to 
the negative path provided by R, and —VCC, providing a 
negative current for switching off the power transistor Tp. 
When a negative power supply is not provided for the base 
drive, a simple circuit like Fig. 5.16 can be used in low-power 
applications (stepper motors, small dc-dc converters, relays, 
pulsed circuits). When the input signal is high T, switches on 


FIGURE 5.15 


Nonisolated base driver. 
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FIGURE 5.16 Base command without negative power supply. 


and a positive current goes to Tp, thus keeping the capacitor 
charged with the Zener voltage; and when the input signal 
falls, T, provides a path for the discharge of the capacitor, 
which imposes a pulsed negative current from the base-emitter 
junction of Tp. 

A combination of large reverse base drive and antisaturation 
techniques may be used to reduce storage time to almost zero. 
A circuit called Baker’s clamp may be employed as illustrated 
in Fig. 5.17. When the transistor is on its base it is two diode 
drops below the input. Assuming that diodes D, and D, have a 
forward bias voltage of ~0.7 V, then the base will be 1.4V 
below the input terminal. Due to diode D, the collector is one 
diode drop, or 0.7 V below the input. Therefore, the collector 
will always be more positive than the base by 0.7 V, staying out 
of saturation; further because collector voltage increases the 
gain f also increases slightly. Diode D, provides a negative 
path for the reverse base current. The input base current can 
be supplied by a driver circuit similar to the one discussed in 
Fig. 5.15. 

Several situations require ground isolation, off-line opera- 
tion, and floating transistor topology. In addition, safety needs 
may require an isolated base drive circuit. Numerous circuits 
have been demonstrated in switching power supplies to 
isolated topologies, usually integrating base drive require- 
ments with their power transformers. Isolated base drive 


FIGURE 5.17 Antisaturation diodes (Baker clamps) improve power 
transistor storage time. 
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Isolated base drive circuit. 


FIGURE 5.18 


circuits may provide either constant current or proportional 
current excitation. A very popular base drive circuit for 
floating switching transistor is shown in Fig. 5.18. When a 
positive voltage is impressed on the secondary winding (Vs) of 
Tp}, a positive current flows into the base of the power 
transistor Tp and it switches on (resistor R, limits the base 
current). Capacitor C, is charged by (V; — Vp, — Vpp) and T, 
is kept blocked because diode D, reverse biases the T, base- 
emitter. When V; is zipped off, the capacitor voltage Vç brings 
the emitter of T, to a negative potential in respect to its base. 
Therefore, T, is excited so as to switch on and start pulling a 
reverse current from the Tp base. Another very effective circuit 
is shown in Fig. 5.19 with a minimum number of components. 
The base transformer has a tertiary winding, which uses the 
energy stored in the transformer to generate the reverse base 
current during the turn-off command. Other configurations 
are also possible by adding to the isolated circuits the Baker 
clamp diodes, or Zener diodes with paralleled capacitors. 
Sophisticated isolated base drive circuits can be used to 
provide proportional base drive currents where it is possible to 
control the value of f; by keeping it constant for all collector 
currents shorter storage time results. Figure 5.20 shows one 
possible way to realize a proportional base drive circuit. When 


FIGURE 5.19 
transformer. 


Transformer coupled base drive with tertiary winding 
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FIGURE 5.20 


Proportional base drive circuit. 


transistor T) turns on, the transformer Tp, is in negative 
saturation and power transistor Tp is off. During the time that 
T, is on a current flows through winding N,, limited by 
resistor R}, storing energy in the transformer and holding it at 
saturation. When transistor T, turns off, the energy stored in 
N, is transferred to winding N,, pulling the core from negative 
to positive saturation. Windings N, and N, will withstand as a 
current source, transistor Tp will stay on, and gain f will be 
imposed by the turns ratio given by: 


N, 


p= N, (5.7) 


To use the proportional drive given in Fig. 5.20 careful 
design of the transformer must be done in order to have the 
flux balanced, which will then keep the core under saturation. 
Transistor gain must be somewhat higher than the value 
imposed by the transformer turns ratio, which requires 
cautious device matching. 

The most critical portion of the switching cycle occurs 
during transistor turn-off because normally reverse-base 
current is made very large in order to minimize storage time 
and such a condition may avalanche the base-emitter junction 
and lead to destruction. There are two options to prevent this 
from happening: turning off the transistor at low values of 
collector-emitter voltage (which is not practical in most of the 
applications), or reducing collector current with rising collec- 
tor voltage, implemented by RC protective networks called 
snubbers. Therefore, an RC snubber network can be used to 
divert the collector current during the turn-off, which then 
improves the reverse bias safe operating area; in addition, the 
snubber circuit dissipates a fair amount of switching power 
and this relieves the transistor. Figure 5.21 shows a turn-off 
snubber network; when the power transistor is off capacitor C 
is charged through diode D1. Such collector current flows 
temporarily into the capacitor as the collector-voltage rises; as 
the power transistor turns on, the capacitor discharges 
through the resistor R back into the transistor. 
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FIGURE 5.21 Turn-off snubber network. 


It is not possible to fully develop all aspects of simulation of 
BJT circuits. Before giving an example, some comments are 
necessary regarding modeling and simulation of bipolar junc- 
tion transistor circuits. There are several types of commercial 
circuit simulation programs available on the market, extend- 
ing from a set of functional elements (passive components, 
voltage controlled and current sources, semiconductors) 
which can be used to model devices, to other programs that 
have the possibility of implementing algorithm relationships. 
Those streams are called subcircuit (building auxiliary circuits 
around a SPICE primitive) and mathematical (deriving 
models from internal device physics) methods. Simulators 
can solve circuit equations exactly, giving models for the 
nonlinear transistors, and predict the analog behavior of the 
node voltages and currents in continuous time. They are costly 
in computer time and such programs have not been written 
normally to serve the needs of power electronic circuit design 
but rather they are used to design low-power and low-voltage 
electronic circuits. Therefore, one has to decide which 
approach should be taken for incorporating BJT power tran- 
sistor modeling, and a trade-off between accuracy and simpli- 
city must be considered. If precise transistor modeling is 
required, subcircuit-oriented programs should be used. On 
the other hand, when simulation of complex power electronic 
system structures or novel power electronic topologies are 
devised, switch modeling should be rather simple, (which can 
be accomplished by taking into consideration fundamental 
switching operations) and a mathematically oriented simula- 
tion program should be used. 


5.6 SPICE Simulation of Bipolar Junction 
Transistors 


A general-purpose circuit program that can be applied to 
simulate electronic and electrical circuits and predict circuit 
behavior, SPICE was originally developed at the Electronics 
Research Laboratory of the University of California, Berkeley 
(1975). The name stands for simulation program for inte- 
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grated circuits emphasis. A circuit must be specified in terms 
of element names, element values, nodes, variable parameters, 
and sources. Several types of circuit analysis are possible using 
SPICE: 


e nonlinear dc analysis — calculates dc transference; 

e nonlinear transient analysis—calculates signals as a 
function of time; 

e linear ac analysis — computes a Bode plot of output as a 
function of frequency; 

e noise analysis; 

e sensitivity analysis; 

e distortion analysis; 

e Fourier analysis; and 

e Monte-Carlo analysis. 


PSpice is a commercial version which has analog and digital 
libraries of standard components such as operational ampli- 
fiers, digital gates, and flip-flops. This makes it a useful tool for 
a wide range of analog and digital applications. An input file, 
called source file, consists of three parts: (1) data statements, 
with description of the components and the interconnections; 
(2) control statements, which tell SPICE what type of analysis 
to perform on the circuit; and (3) output statements, with 
specifications of which outputs are to be printed or plotted. 
Two other statements are required—the title statement and 
the end statement. The title statement is the first line and can 
contain any information, while the end statement is always 
.END. This statement must be a line by itself, followed by 
carriage return. In addition, there are also comment state- 
ments, which must begin with an aterisk (*) and are ignored 
by SPICE. There are several model equations for bipolar 
junction transistors. 

The SPICE system has built-in models for semiconductor 
devices, and the user only needs to specify the pertinent model 
parameter values. The model for the BJT is based on the 
integral-charge model of Gummel and Poon [4]. However, if 
the Gummel-Poon parameters are not specified, the model 
reduces to the piecewise-linear Ebers-Moll model as depicted 
in Fig. 5.22. In either case, charge-storage effects, ohmic 
resistances, and a current-dependent output conductance 
may be included. The forward gain characteristics are defined 
by the parameters IS and BF, the reverse characteristics by IS 
and BR. Three ohmic resistances RB, RC, and RE are also 
included. The two diodes are modelled by voltage sources and 
experimental Shockley equations can be transformed into 
logarithmic ones. A set of device model parameters is defined 
on a separate MODEL card and assigned a unique model 
name. The device element cards in SPICe then reference the 
model name. This scheme lessens the need to specify all of the 
model parameters on each device element card. Parameter 
values are defined by appending the parameter name, as given 
here for each model type, followed by an equal sign and the 
parameter value. Model parameters not given a value are 
assigned the default values given here for each model type. 
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FIGURE 5.22 Ebers-Moll transistor model. 


As an example, the model parameters for the 2N2222A NPN 
transistor are given in what follows: 


-MODEL Q2N222A NPN (1S=14.34F XTI=3 
EG=1.11 VAF=74.03 BF=255.9 

NE=1.307 ISH=14.34F IKF=.2847 XTB=1.5 
BR=6.092 NC=2 ISC=0 IKR=0 


RC=1 CJC=7.306P MJC=.3416 VJC=.75 FC=.5 
CJE=22.01P MJE=.377 

VJE=.75 TR=46.91N TF=4.11.1P 1] 
VTF=1.7 XTF=3 RB=10) 


[TF=.6 


Figure 5.23 shows a BJT buck chopper. The dc input voltage 
is 12 V, load resistance R is 5 Q, filter inductance L is 145.8 yH 
and the filter capacitance C is 200 uF. The chopping frequency 
is 25 kHz and the duty cycle of the chopper is 42% as indicated 
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FIGURE 5.23 BJT buck chopper. 


by the control voltage statement (Vç). The listing that follows 
plots the instantaneous load current (Io), the input current 
(Is), the diode voltage (Vp), the output voltage (Vç) and 
calculates the Fourier coefficients of the input current (Iç). 
This listing for the careful reader as it provides more details 
and enhancements that are useful when SPICE is chosen for 
simulations as shown below. 


5.7 BJT Applications 


Bipolar junction power transistors are applied to a variety of 
power electronic functions, switching mode power supplies, dc 
motor inverters, PWM inverters [5], and many other functions 
too numerous to name. To conclude, three applications are 
illustrated. 

A flyback converter is given in Fig. 5.24. The switching 
transistor is required to withstand peak collector voltage at 
turn-off and peak collector currents at turn-on. In order to 
limit the collector voltage to a safe value, the duty cycle must 


* SOURCE 

vs 1 0 DC 12V 

VY 1 2 DC OV ;Voltage source to measure input current 
VG 7 3 PULSE 0V 30V 0.1NS O/Ins 16.7US 40US) 

*CIRCUIT 

RB 7 6 250 ;Transistor base resistance 

R 5 0 5 

L 3 4 145.8UH 

C 5 0 200UF IC=3V ;Initial voltage 

VX 4 5 DC OV ;Source to inductor current 

DM 0 3 DMOD ;Freewheeling diode 

.MODEL DMOD D(IS=2.22E-15 BV=1200V DJO=O TT=0) 

Q1 2 6 3 3 2N6546 ;BJT switch 

.MODEL 2N6546 NP (IS=6.83E-14 BF=13 CJE=1PF CJC=607.3PF TF=26.5NS) 
* ANALYSIS 

. TRA 2US 2.1MS 2MS UIC ;Transient analysis 

. PROBE ;Graphics post-processor 

-OPTIONS ABSTOL=1.OON RELTOL=0.01 VNTOL=0.1 ITL5=40000 

. FOUR 25KHZ I (VY) ; Fourier analysis 


. END 


5 Power Bipolar Transistors 


FIGURE 5.24 


be kept relatively low, normally <50%, that is, 6 < 0.5. In 
practice, the duty-cycle is taken at ~0.4, which limits the peak 
collector. A second design factor the transistor must meet is 
the working collector current at turn-on, dependent on the 
primary transformer-choke peak current, the primary-to- 
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Flyback converter. 


secondary turns ratio, and the output load current. When 
the transistor turns on, the primary current builds up in the 
primary winding and thus stores energy, as the transistor turns 
off, the diode at the secondary winding is forward biasing, 
which releases the stored energy into the output capacitor and 


FIGURE 5.25 Isolated forward converter. 
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FIGURE 5.26 


load. Such a transformer operating as a coupled inductor is 
actually defined as a transformer-choke. The transformer- 
choke of the flyback converter must be designed carefully so 
as to avoid saturation because the operation is unidirectional 
on the B-H characteristic curve. Therefore, a core with a 
relatively large volume and air gap must be used. An advantage 
of the flyback circuit is the simplicity by which a multiple 
output switching power supply may be realized. This is 
because the isolation element acts as a common choke to all 
outputs and thus only a diode and a capacitor are needed for 
an extra output voltage. 

Figure 5.25 shows the basic forward converter and its 
associated waveforms. The isolation element in the forward 
converter is a pure transformer that should not store energy 
and, therefore, a second inductive element L is required at the 
output for proper and efficient energy transfer. Notice that the 
primary and secondary windings of the transformer have the 
same polarity, that is, the dots are at the same winding ends. 
When the transistor turns on, current builds up in the primary 
winding. Because of the same polarity of the transformer 
secondary winding, such energy is forward transferred to the 
output and also stores in inductor L through diode D2, which 
is forward-biased. When the transistor turns off, the transfor- 
mer winding voltage reverses, back-biasing diode D2, and the 
flywheel diode D3 is forward-biased, conducting currents in 
the output loop and delivering energy to the load through 
inductor L. The tertiary winding and diode D provide trans- 
former demagnetisation by returning the transformer 
magnetic energy into the output dc bus. It should be noted 
that the duty cycle of the switch b must be kept <50% so that 
when the transformer voltage is clamped through the tertiary 
winding, the integral of the volt-seconds between the input 
voltage and the clamping level balances to zero. Duty cycles 
> 50%, that is, ô > 0.5, will upset the volt-seconds balance, 
driving the transformer into saturation, which in turn 


Chopper-fed dc drive. 


produces high collector current spikes that may destroy the 
switching transistor. Although the clamping action of the 
tertiary winding and the diode limit the transistor peak 
collector voltage to the dc input, care must be taken during 
construction to couple the tertiary winding tightly to the 
primary (bifilar wound) to eliminate voltage spikes caused 
by leakage inductance. 

Chopper drives are connected between a fixed-voltage dc 
source and a dc motor to vary the armature voltage. In addition 
to armature voltage control, a dc chopper can provide regen- 
erative braking of the motors and will return energy back to the 
supply. This energy-saving feature is desirable for transporta- 
tion systems such as mass rapid transit ones (MRT) and 
chopper drives are also used in battery electric vehicles. A dc 
motor can be operated in one of the four quadrants by 
controlling the armature of field voltages (or currents). It is 
often required that the armature or field terminals be reversed 
in order to operate the motor in the desired quadrant. Figure 
5.26 shows a circuit arrangement of a chopper-fed dc separately 
excited motor. This is a one-quadrant drive and the waveforms 
for the armature voltage, load current, and input current are 
also shown. By varying the duty cycle, the power flow to the 
motor (and speed) can be controlled. 
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6.1 Introduction 


This chapter gives an overview of power MOSFET semicon- 
ductor switching devices. Detailed discussion of the physical 
structure, fabrication and physical behavior of the device and 
packaging is beyond the scope of this chapter. The emphasis 
here will be on the terminal i-v switching characteristics of the 
available device, turn-on and turn-off switching characteris- 
tics, PSpice modeling and its current voltage and switching 
limits. Even though, most of today’s available semiconductor 
power devices are made of silicon or germanium materials, 
other materials such as gallium arsenide, diamond and silicon 
carbide are currently being tested. 

One of the main contributions that led to the growth of the 
power electronics field has been the unprecedented advance- 
ment in semiconductor technology, especially with respect to 
switching speed and power handling capabilities. The area of 
power electronics started by the introduction of the silicon 
controlled rectifier (SCR) in 1958. Since then, the field has 
grown in parallel with the growth of the power semiconductor 
device technology. In fact, the history of power electronics is 
very much connected to the development of switching devices 
and it emerged as a separate discipline when high-power and 
MOSFET devices were introduced in the 1960s and 1970s. 
Since then, the introduction of new devices has been accom- 
panied by dramatic improvement in power rating and switch- 
ing performance. Because of their functional importance, 
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drive complexity, fragility, and cost, the power electronic 
design engineer must be equipped with a thorough under- 
standing of the device operation, limitation, drawbacks, and 
related reliability and efficiency issues. 

In the 1980s, the development of power semiconductor 
devices took an important turn when new process technology 
was developed that allowed integration of MOS and bipolar 
junction transistor (BJT) technologies on the same chip. Thus 
far, two devices using this new technology have been intro- 
duced: insulated bipolar transition (IGBT) and MOS- 
controlled thyristor (MCT). Many integrated circuit (IC) 
processing methods as well as equipment have been adapted 
for the development of power devices. However, unlike micro- 
electronic ICs, which process information, power device ICs 
process power and so their packaging and processing techni- 
ques are quite different. Power semiconductor devices repre- 
sent the “heart” of modern power electronics, with two major 
desirable characteristics of power semiconductor devices guid- 
ing their development: 


1. switching speed (turn-on and turn-off times); and 
2. power handling capabilities (voltage blocking and 
current carrying capabilities). 


Improvements in both semiconductor processing technology 
and manufacturing and packaging techniques have allowed 
power semiconductor development for high-voltage and high 
current ratings and fast turn-on and turn-off characteristics. 
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Today, switching devices are manufactured with amazing 
power handling capabilities and switching speeds as will be 
shown later. The availability of different devices with different 
switching speeds, power handling capabilities, size, cost etc., 
makes it possible to cover many power electronics applica- 
tions. As a result, trade-offs are made when it comes to 
selecting power devices. 


6.2 The Need for Switching in Power 
Electronic Circuits 


As already stated, the heart of any power electronic circuit is its 
semiconductor-switching network. The question arises here as 
to whether we have to use switches to perform electrical power 
conversion from the source to the load. The answer, of course, 
is no, as there are many circuits that can perform energy 
conversion without switches, including linear regulators and 
power amplifiers. However, the need to use semiconductor 
devices to perform conversion functions is very much related 
to converter efficiency. In power electronic circuits, the semi- 
conductor devices are generally operated as switches, that is, 
either in the on-state or the off-state. This is unlike the case for 
power amplifiers and linear regulators where semiconductor 
devices operate in the linear mode. As a result, a very large 
amount of energy is lost within the power circuit before the 
processed energy reaches the output. Semiconductor switching 
devices are used in power electronic circuits because of their 
ability to control and manipulate very large amounts of power 
from the input to the output with a relatively very low power 
dissipation in the switching device. Their use helps to create a 
very highly efficient power electronic system. 

Efficiency is considered an important figure of merit and 
has significant implications for overall system performance. 
Low efficiency power systems, large amounts of power are 
dissipated in the form of heat, which results in one or more of 
the following implications: 


1. Cost of energy increases due to increased consump- 
tion. 

2. Additional design complications might be imposed, 
especially regarding the design of device heat sinks. 

3. Additional components such as heat sinks increase 
cost, size and weight of the system, resulting in low- 
power density. 

4. High-power dissipation forces the switch to operate at 
low switching frequency, resulting in limited band- 
width, slow response, and most important, the size and 
weight of magnetic components (inductors and trans- 
formers) and capacitors remain large. Therefore, it is 
always desired to operate switches at very high 
frequencies. However, we will show later that as the 
switching frequency increases, the average switching 
power dissipation increases. Hence, a trade-off must be 
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made between reduced size, weight and cost of compo- 
nents versus reduced switching power dissipation, 
which means inexpensive low switching frequency 
devices. 

5. Reduced component and device reliability. 


For more than 30 years, it has been shown that switching 
(mechanical or electrical) is the best possible way to achieve 
high efficiency. However, unlike mechanical switches, electro- 
nic switches are far more superior because of their speed and 
power handling capabilities as well as reliability. 

We should note that the advantages of using switches do not 
come without a cost. Because of the nature of switch currents 
and voltages (square waveforms), high-order harmonics are 
normally generated in the system. To reduce these harmonics, 
additional input and output filters are normally added to the 
system. Moreover, depending on the device type and power 
electronic circuit topology used, driver circuit control and 
circuit protection can significantly increase both the complex- 
ity of the system and its cost. 


EXAMPLE 6.1. The purpose of this example is to inves- 
tigate the efficiency of four different power circuits 
whose functions are to take in power from 24-V dc 
source and deliver a 12-V dc output to a 6-Q resistive 
load. In other words, these circuits serve as a dc 
transformer with a ratio of 2:1. The four circuits 
shown in Fig. 6.la,b,c,d represent the voltage divider 
circuit, Zener regulator, transistor linear regulator, 
and switching circuit, respectively. The objective is to 
calculate the efficiency of these four power electronic 
circuits. 


SOLUTION 6.1. Voltage divider dc regulator: The first 
circuit, the simplest, forms a voltage divider with 
R=R,=6Q and V,=12V. The efficiency defined 
as the ratio of the average load power P, to the average 
input power, P;,, 


P 
L 
= of 


P. 


L 


R; 0 
=—— % = 50% 
Ree 0 (0 


In fact, efficiency is simply V,/V;, %. As the output 
voltage becomes smaller, the efficiency decreases propor- 
tionally. 


Zener dc Regulator: Since the desired output is 12 V, we 
select a Zener diode with Zener breakdown Vz = 12 V. 
Assume the Zener diode has the i-v characteristic shown 
in Fig. 6.1(e); as R; = 6 Q, the load current Iy, is 2A. 
Then we calculate R for I; = 0.2 A (10% of the load 
current). This results in R = 5.27 Q. The input power is 
P., = 2.2 Ax 24 V = 52.8 W and the output power is 
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FIGURE 6.1 (a) Voltage divider; (b) Zener regulator; (c) transistor 
regulator; (d) switching circuit; (e) i-v Zener diode characteristics and (f) 
switching and output waveforms. 


P ut = 24 W. The efficiency of the circuit is given by 


24 W 
= % 
52.8 W 


= 45.5% 


i 


Transistor dc Regulator: It is clear from Fig. 6.1c that 
for V,=12V, the collector emitter voltage must by 
%12 V. Hence, the control circuit must provide base 
current Ip to put the transistor in the active mode with 
Vog © 12 V. As the load current is 2A, then collector 
current is approximately 2 A (assume small Iz). The total 
power dissipated in the transistor can be approximated 
by the following equation: 


Paiss = Verio + Vgr{g 


Therefore, the efficiency of the circuit is 50%. 


Switching dc Regulator: Let us consider the switching 
circuit of Fig. 6.1d by assuming the switch is ideal and is 
periodically turned on and off in Fig. 6.1f. The output 
voltage waveform is shown in Fig. 6.1f. Although the 
output voltage is not constant or pure dc, its average 
value is given by 


1 


T, 
o,ave T z| Vindt = Vna D 


o 


where D is the duty ratio and it equals the ratio of the on- 
time to the switching period. For V, aye = 12 V, we set 
D = 0.5, that is, the switch has a duty cycle of 0.5 or 50%. 
Here the average output power is 48 W and the average 
input power is also 48 W, resulting in 100% efficiency! 
This is of course because we assumed that the switch is 
ideal. However, if we assume that a BJT switch is used in 
forementioned circuit with Vcg, sat = 1 V and Iz is small, 
then the average power loss across the switch is approxi- 
mately 2 W, which creates an overall efficiency of 96%. Of 
course, the switching circuit given in this example is over 
simplified because the switch requires additional driving 
circuitry that was not shown, and which also dissipates 
some of the power. However, the example illustrates that 
higher efficiency can be obtained by switching to a power 
electronic circuit as compared to the efficiency obtained 
from a linear power electronic circuit. Further, the 
difference between the linear circuit in Fig. 6.1b and 
6.1c and the switched circuit of Fig. 6.1d is that the power 
delivered to the load in the latter case pulsates between 
zero and 96 W. If the application calls for constant power 
delivery with little output voltage ripple, then an LC filter 
must be added to smooth out the output voltage. 

A final observation is required on what is known as 
load and line regulation. Line regulation is defined as the 
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ratio between the change in output voltage AV,, with 
respect to the change in the input voltage AVj,,. These 
are very important parameters in power electronics 
because the dc input voltage is obtained from a rectified 
line voltage that normally changes by +20%. Therefore, 
any off-line power electronics circuit must have a limited 
or specified range of line regulation. If we assume that 
the input voltage in Fig. 6.1a,b is changed by 2 V, that is 
AV;, = 2 V, and with R; unchanged, the corresponding 
change in the output voltage AV, is 1V and 0.55V, 
respectively. This is considered very poor line regulation. 
Figure 6.1c,d have much better line and load regulations 
because the closed-loop control compensates for the line 
and load variations. 


6.3 General Switching Characteristics 


6.3.1 The Ideal Switch 


It is always desirable to have power switches perform as close 
as possible to the ideal case. For a semiconductor device to 
operate as an ideal switch, it must possess the following 
features: 


1. no limit on the amount of current (known as forward 
or reverse current) the device can carry when in the 
conduction state (on-state); 

2. No limit on the amount of device-voltage ((known as 
forward- or reverse-blocking voltage) when the device 
is in the nonconduction state — off-state; 

3. zero on-state voltage drop when in the conduction 
state; 

4. infinite off-state resistance, that is, zero leakage current 
when in the nonconduction state; and 

5. no limit on the operating speed of the device when a 
state is changed, that is, zero rise and fall times. 


The switching waveforms for an ideal switch are shown in Fig. 
6.2, where iw and v,, are the current through and the voltage 
across the switch, respectively. 

During switching and conduction periods the power loss is 
zero, resulting in a 100% efficiency; with no switching delays, 
an infinite operating frequency can be achieved. In short, an 
ideal switch has infinite speed, unlimited power handling 
capabilities, and 100% efficiency. It must be noted that it is 
not surprising to find semiconductor-switching devices that 
for all practical purposes can almost perform as ideal switches 
for number of applications. 


6.3.2 The Practical Switch 


The practical switch has the following switching and conduc- 
tion characteristics: 


1. Limited power handling capabilities, that is, limited 
conduction current when the switch is in the on-state, 
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FIGURE 6.2 Ideal switching current, voltage and power waveforms. 


and limited blocking voltage when the switch is in the 
off-state. 

2. Limited switching speed caused by the finite turn-on 
and turn-off times. This limits the maximum operat- 
ing frequency of the device. 

3. Finite on-state and off-state resistances, that is, 
forward voltage drop exists when in the on-state, and 
reverse current flow (leakage) exists when in the off- 
state. 

4. Because of characteristics 2 and 3, the practical switch 
experiences power losses in the on- and off-states 
(known as conduction loss), and during switching 
transitions (known as switching loss). 


The typical switching waveforms of a practical switch are 
shown in Fig. 6.3a. 

The average switching power and conduction power losses 
can be evaluated from these waveforms. We should point out 
that the exact practical switching waveforms vary from one 
device to another device, but Fig. 6.3a gives a reasonably good 
representation, Moreover, other issues such as temperature 
dependence, power gain, surge capacity, and over-voltage 
capacity must be considered when addressing specific devices 
for specific applications. A useful plot that illustrates how 
switching takes place from on to off and vice versa is what is 
called switching trajectory, which is simply a plot of iw vs v,,. 
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FIGURE 6.3 (a) Practical switching current, voltage and power wave- 
forms; and (b) switching trajectory. 


Figure 3(b) shows several switching trajectories for the ideal 
and practical cases under resistive loads. 


EXAMPLE 6.2. Consider a linear approximation of Fig. 
6.3a as shown in Fig. 6.4a: (a) give a possible circuit 


FIGURE 6.4 
switching waveforms. 


implementation using a power switch whose switching 
waveforms are shown in Fig. 6.4a; (b) derive the expres- 
sions for the instantaneous switching and conduction 
power losses and sketch them; (c) determine the total 
average power dissipated in the circuit during one 
switching frequency; and (d) determine the maximum 
power. 


SOLUTION 6.2. (a) First let us assume that the turn-on 
time tn and turn-off time fo, the conduction voltage 
Von» and the leakage current Iopp, are part of the 
switching characteristics of the switching device and 
have nothing to do with circuit topology. 


When the switch is off, the blocking voltage across the 
switch is Vopp, which can be represented as a dc voltage 
source of value Vopp reflected somehow across the 
switch during the off-state. When the switch is on, the 
current through the switch equals Igy, and hence a dc 
current is needed in series with the switch when it is in 
the on-state. This suggests that when the switch turns off 
again, the current in series with the switch must be 
diverted somewhere else (this process is known as 
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commutation). As a result, a second switch is needed to 
carry the main current from the switch being investi- 
gated when it is switched off. However, as iw and v,, are 
linearly related as shown in Fig. 6.4, a resistor will do the 
trick and a second switch is not needed. Figure 6.4 shows 
a one-switch implementation with S the switch and R 
the switched-load. 

(b) The instantaneous current and voltage waveforms 
during the transition and conduction times are given as 
follows: 


t 


z Uon — lorr) + Ioff 0< t< ton 

ON 
, Ton fon < t < T, — forr 

iw(t) = 7 T 
= * (Ion — Tore) + Tore 
off 
T; — torr < t < T, 
Vorr — Von 
(t — ton) + Von 
Ton 

0< t< to 
Viw(t) = 4 Von ton < t < T, — forF 


Vorr = Von (t (T. 


; torr)) + Von 
OFF 


T, — tor St < T, 


It can be shown that if we assume Ion > Ippp and 


Vorr >> Von», then the instantaneous power 
P(t) = wtw can be given as follows: 
Vorr k 
-LEN (f — ton)t CSF Shs 
TON 
Vonlon ton < t < T, — topp 


p= ONON 
-EON (¢ = (T, — fons) Mt — T) 


T, — tor < t < T, 


Figure 6.4(c) shows a plot of the instantaneous power 
where the maximum power during turn-on and turn-off 


is Vorplon/4- 
(c) The total average dissipated power is given by 
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The evaluation of the preceding integral gives 


Von Ton ( T 
T s 


sS 


Vorrlon (ton + torr 
Pive = ( ) torr — fon) 


ave T, 6 
The first expression represents the total switching loss and 
the second represents the total conduction loss over one 
switching cycle. We notice that as frequency increases, 
average power increases linearly. In addition, power 
dissipation increases with an increase in the forward 
conduction current and the reverse-blocking voltage. 

(d) The maximum power occurs at the time when the 
first derivative of p(t) during switching is set to zero, 
that is, 


p(t) 
dt 


t=t, 


Solving the preceding equation for tmay we obtain values 
at turn-on and turn-off, respectively, 


Solving for maximum power, we obtain 


P = Vortlon 


max 
4 


6.4 The Power MOSFET 


Unlike the bipolar junction transistor (BJT), the MOSFET 
device belongs to the unipolar device family, because it uses only 
the majority carriers in conduction. The development of metal- 
oxide-semiconductor (MOS) technology for microelectronic 
circuits opened the way for development of the power metal 
oxide semiconductor field effect transistor (MOSFET) device 
in 1975. Selecting the most appropriate device for a given 
application is not an easy task because it requires knowledge 
about the device characteristics, their unique features, innova- 
tion, and engineering design experience. Unlike low-power 
(signal devices), high-power devices are more complicated in 
structure, driver design, and their operational i-v character- 
istics are difficult to understand. This knowledge is very 
important for power electronics engineers when designing 
circuits that will make these devices close to ideal. The 
device symbol for a p- and n-channel enhancement and 
depletion types are shown in Fig. 6.5. Figure 6.6 shows the 
i-v characteristics for the n-channel enhancement-type 
MOSFET. It is the fastest power switching device, with switch- 
ing frequency >MHz, and with voltage power ratings up to 
600 V and current rating as high as 40 A. Regions of operations 
for MOSFET will be studied. 
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FIGURE 6.5 
(b) p-channel enhancement-mode; (c) n-channel depletion-mode; and 


Device symbols: (a) n-channel enhancement-mode; 


(d) p-channel depletion-mode. 


6.5 MOSFET Structure 


Unlike the lateral channel MOSET devices used in much of the 
IC technology in which the gate, source and drain terminals 
are located at the same surface of the silicon wafer, power 
MOSFETs use vertical channel structure in order to increase 
the device power rating [1]. In the vertical channel structure, 
the source and drain are on opposite side of the silicon wafer. 
Figure 6.7a shows a vertical cross-sectional view for a power 
MOSFET. Figure 6.7b shows a more simplified representation. 
There are several discrete types of the vertical structure power 
MOSFET available commercially today, including V-MOSFET, 
U-MOSFET, D-MOSFET, and S-MOSFET [1, 2]. The p-n 
junction between the p-base (also referred to as body or 
bulk region) and the n-drift region provide the forward 
voltage blocking capabilities. The source metal contact is 
connected directly to the p-base region through a break in 
the n*-source region in order to allow for a fixed potential to 
the p-base region during normal device operation. When the 
gate and source terminal are set to the same potential 
(Vos = 0), no channel is established in the p-base region, 
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FIGURE 6.6 (a) The n-channel enhancement-mode MOSFET; and 
(b) its ip vs Ups characteristics. 


that is, the channel region remains unmodulated. The lower 
doping in the n-drift region is needed in order to achieve 
higher drain voltage blocking capabilities. For the drain-source 
current Ip to flow, a conductive path must be established 
between the nt- and n` -regions through the p-base diffusion 
region. 


6.5.1 On-State Resistance 


When the MOSFET is in the on-state (triode region), the 
channel of the device behaves like a constant resistance Rps(on) 
that is linearly proportional to the change between vps and ip 
as given by the following relation: 


R OVps 
DS(on) — ði | VGS=Constant 
D 


(6.1) 
The total conduction (on-state) power loss for a given 
MOSFET with forward current Ip and on-resistance Rps(on) 
is given by 


Pon, diss F T5Rps(on) (6.2) 
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FIGURE 6.7 (a) Vertical cross-sectional view for a power MOSFET; 
and (b) simplified representation. 


The value of Rps(on) can be significant and varies between tens 
of milliohms and a few ohms for low-voltage and high-voltage 
MOSFETS, respectively. The on-state resistance is an impor- 
tant data sheet parameter, because it determines the forward 
voltage drop across the device and its total power losses. 
Unlike the current-controlled bipolar device, which requires 
base current to allow the current to flow in the collector, the 
power MOSFET device is a voltage-controlled unipolar device 
and requires only a small amount of input (gate) current. As a 
result, it requires less drive power than the BJT. However, it is 
a nonlatching current like the BJT, that is, a gate source voltage 
must be maintained. Moreover, as only majority carriers 
contribute to the current flow, MOSFETs surpass all other 
devices in switching speed, which switching speeds can exceed 
a few megahertz. Comparing the BJT and the MOSFET, the 
BJT has greater power handling capabilities and smaller 
switching speed, while the MOSFET device has less power 
handling capabilities and relatively fast switching speed. The 
MOSFET device has a higher on-state resistor than the bipolar 
transistor. Another difference is that the BJT parameters are 
more sensitive to junction temperature when compared to the 
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MOSFET and, unlike the BJT, MOSFET devices do not suffer 
from second breakdown voltages and sharing current in 
parallel devices is possible. 


6.5.2 Internal Body Diode 


The modern power MOSFET has an internal diode called a 
body diode connected between the source and the drain as 
shown in Fig. 6.8a. This diode provides a reverse direction for 
the drain current, allowing a bidirectional switch implementa- 
tion. Even though the MOSFET body diode has adequate 
current and switching speed ratings, in some power electronic 
applications that require the use of ultra-fast diodes, an 
external fast recovery diode is added in antiparallel fashion 
after blocking the body diode by a slow recovery diode as 
shown in Fig. 6.8b. 


6.5.3 Internal Capacitors 


Another important parameter that affect the MOSFET switch- 
ing behavior are the parasitic capacitances between the device’s 
three terminals, namely, gate-to-source, Cys gate-to-drain Cga 
and drain-to-source (C,,) capacitances as shown in Fig. 6.9a. 
The values of these capacitances are nonlinear and a function 


D 


Body diode 


Ke 


(a) 


To cancel the 


K ~ia 
body diode Vv Fast recovery 


X diode 


G 
S 
(b) 
FIGURE 6.8 (a) MOSFET internal body diode; and (b) implementa- 


tion of a fast body diode. 
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of device structure, geometry, and bias voltages. During turn- 
on, capacitors C,; and C,, must be charged through the gate, 
hence, the design of the gate control circuit must take into 
consideration the variation in these capacitances. The largest 
variation occurs in the gate-to-drain capacitance as the drain- 
to-gate voltage varies. The MOSFET parasitic capacitance is 
given in terms of the device data sheet parameters Cigs» Coss 
and C,,, as follows: 


Cga = Css 
Cys = Giss Fi Css 


Cas _ Coss ~ Coss 


where C, is the small-signal reverse transfer capacitance; Ciss 
is the small-signal input capacitance with the drain and source 
terminals shorted; and C,,, is the small-signal output capaci- 
tance with the gate and source terminals shorted. 

The MOSFET capacitances C,,, Ca and Cy, are nonlinear 
and a function of the dc bias voltage. The variations in Coss 
and Cis are significant as the drain-to-source voltage and the 
gate-to-source voltage each cross zero. The objective of the 
drive circuit is to charge and discharge the gate-to-source and 
gate-to-drain parasitic capacitances to turn on and off the 


device, respectively. 


Coa 
— 
Cis 
c 
Cys 
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D 
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FIGURE 6.9 (a) Equivalent MOSFET representation including junc- 
tion capacitances; and (b) representation of this physical location. 
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In power electronics, the aim is to use power-switching 
devices that operate at higher and higher frequencies. Hence, 
the size and weight of output transformers, inductors, and 
filter capacitors will decrease. As a result, MOSFETs are now 
used extensively in power supply design that requires high 
switching frequencies, including switching and resonant mode 
power supplies and brushless dc motor drives. Because of its 
large conduction losses, its power rating is limited to a few 
kilowatts. Because of its many advantages over BJT devices, 
modern MOSFFT devices have received high market accep- 
tance. 


6.6 MOSFET Regions of Operation 


Most MOSFET devices used in power electronics applications 
are of the n-channel, enhancement type, like that shown in 
Fig. 6.6a. For the MOSFET to carry drain current, a channel 
between the drain and the source must be created. This occurs 
when the gate-to-source voltage exceeds the device threshold 
voltage Vp. For vgs > Vp, the device can be either in the 
triode region, which is also called “constant resistance” region, 
or in the saturation region, depending on the value of vps. For 
given Vgs, with small vps (Vps < Vos — Vrh), the device oper- 
ates in the triode region (saturation region in the BJT), and for 
larger Ups (Ups > Ucs — Vrh), the device enters the saturation 
region (active region in the BJT). For vgs < Vy, the device 
turns off, with drain current almost equal to zero. Under both 
regions of operation, the gate current is almost zero. This is 
why the MOSFFT is known as a voltage-driven device and, 
therefore, requires simple gate control circuit. 

The characteristic curves in Fig. 6.6b show that there are 
three distinct regions of operation labeled as triode region, 
saturation region, and cut-off region. When used as a switch- 
ing device, only triode and cut-off regions are used, whereas, 
when it is used as an amplifier, the MOSFET must operate in 
the saturation region, which corresponds to the active region 
in the BJT. 

The device operates in the cut-off region (off-state) when 
VGs < Vrp resulting in no induced channel. In order to operate 
the MOSFET in either the triode or saturation region, a 
channel must first be induced. This can be accomplished by 
applying gate-to-source voltage that exceeds Vrp» that is, 


Vgs > Vrh 


Once the channel is induced, the MOSFET can operate in 
either the triode region (when the channel is continuous with 
no pinch-off, resulting in drain current proportional to the 
channel resistance) or the saturation region (the channel 
pinches off, resulting in constant Ip). The gate-to-drain bias 
voltage (vgp) determines whether the induced channel enters 
pinch-off or not. This is subject to the following restriction. 
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For a triode mode of operation, we have 


Ugp > Vrh 


Uap < Vrh 


And for the saturation region of operation, pinch-off occurs 
when vep = Vrh- 

In terms Ups, the preceding inequalities may be expressed as 
follows. 


1. For triode region of operation 


Ups < Vos — Vrp and vcs > Vrh (6.3) 
2. For saturation region of operation 
Ups > Ves — Vrh and Vas > Vrh (6.4) 
3. For cut-off region of operation 
Vgs < Vrh (6.5) 


It can be shown that drain current ip can be mathematically 
approximated as follows: 


(6.6) 
(6.7) 


ip = K[2(vgs — VrhWps — vås] triode region 


ip = K(vgs — Von) saturation region 


where 


W 
K =} u,„,Cox (7) 


and u, is the electron mobility; Cox is the oxide capacitance 
per unit area; L is the length of the channel; and W is the 
width of the channel. 

Typical values for these parameters are given in the PSpice 
model that will be discussed later. At the boundary between 
the saturation (active) and triode regions, we have 


Ups = Vas — Vrh (6.8) 
which results in the following equation for ip: 
ip = kubs (6.9) 


The input transfer characteristics curve for ip vs Vgs is when 
the device is operating in the saturation region shown in Fig. 
6.10. 

The large signal equivalent circuit model for an n-channel 
enhancement-type MOSFET operating in the saturation mode 
is shown in Fig. 6.11. The drain current is represented by a 
current source as the function of Vry and vgs- 
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FIGURE 6.10 Input transfer characteristics for a MOSFET device when 
operating in the saturation region. 
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FIGURE 6.11 Large signal equivalent circuit model. 


If after the channel is pinched-off, we assume that the drain- 
source current will no longer be constant but rather depends 
on the value of vps as shown in Fig. 6.12, then the increased 
value of vps cause a reduced channel length, resulting in a 
phenomenon known as channel-length modulation [3, 4]. If 
the vps — ip lines are extended as shown in Fig. 6.12, they all 
intercept the vps-axis at a single point labeled — 1/4, where 2 is 


Increasing 


FIGURE 6.12 
resistance. 


The MOSFET characteristics curve including output 


6 The Power MOSFET 


a positive constant MOSFET parameter. The term (1 + Avps) 
is added to the ip equation in order to account for the increase 


in ip due to the channel-length modulation. Here ip is given 
by 


ip = Kgs — Vm) (1 + Avps) saturation region (6.10) 


From the definition of the r) given in Eq. 6.11, it is easy to 
show that the MOSFET output resistance can be expressed as 
follows: 


1 
=> (6.11) 
° Aktas — Vrn) 
If we assume that the MOSFET is operating under small signal 
condition, that is, the variation in vgs on ip vs Vgs is in the 
neighborhood of the dc operating point Q at ip and vgs as 
shown in Fig. 6.13. As a result, the ip current source can be 


represented by the product of the slope g, and vgs as shown in 
Fig. 6.14. 


Slope=gm 
Ci 


<V 


Vin V 


GS 


FIGURE 6.13 Linearized ip vs vgs curve with operating dc point (Q). 
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FIGURE 6.14 
output resistance. 


Small signal equivalent circuit including MOSFET 
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6.6.1 MOSFET Switching Characteristics 


Because the MOSFET is a majority carrier transport device, it 
is inherently capable of high frequency operation [5-8]. 
However, the MOSFET has two limitations: 


1. high input gate capacitances; and 
2. transient/delay due to carrier transport through the 
drift region. 


As stated earlier, the input capacitance consists of two compo- 
nents: the gate-to-source and gate-to-drain capacitances. The 
input capacitances can be expressed in terms of the device 
junction capacitances by applying the Miller theorem to Fig. 
6.15a. Using the Miller theorem, the total input capacitance 
Cin» seen between the gate-to source, is given by 


Cin z= Cys + el + mR) Cea (6.12) 


The frequency responses of the MOSFET circuit are limited by 
the charging and discharging times of C,,. The Miller effect is 
inherent in any feedback transistor circuit with resistive load 
that exhibits a feedback capacitance from the input and 
output. The objective is to reduce the feedback gate-to-drain 
resistance. The output capacitance between the drain-to- 
source Cy, does not affect the turn-on and turn-off 
MOSFET switching characteristics. Figure 6.16 shows how 
Cza and Cs vary under increased drain-source Up, voltage. 
In power electronics applications, power MOSFET are 
operated at high frequencies in order to reduce the size of 
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FIGURE 6.15 (a) Small signal model including parasitic capacitances. 


(b) Equivalent circuit using Miller theorem. 
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FIGURE 6.16 Variation of C,, and C,, as a function of vps. 


the magnetic components. In order to reduce the switching 
losses, power MOSFET are maintained in either the on-state 
(conduction state) or the off-state (forward-blocking) state. 

It is important we understand internal device behavior, 
which leads to an understanind of the parameters that 
govern the device transition from the on-state and off-states. 
To investigate the on- and off-switching characteristics, we 
consider the simple power electronic circuit shown in Fig. 
6.17a under inductive load. The flyback diode D is used to 
pick up the load current when the switch is off. To simplify the 
analysis we will assume the load inductance is a large enough 
Lọ that the current through it is constant as shown in Fig. 
6.17b. 


6.6.2 Turn-On Characteristics 


Let us assume initially that the device is off and that the load 
current I), flows through D as shown in Fig. 6.18a, Ugg = 0. 
The voltage vps = Vpp and ig = ip. At t = t, the voltage vg 
is applied as shown in Fig. 6.19a. The voltage across Cgg starts 
charging through Rg. The gate-source voltage, vgs controls the 
flow of the drain-to-source current ip. Let us assume that for 
ty < t< t, Vos < Vrbe that is, the MOSFET remains in the 
cut-off region with ip = 0, regardless of vps. The time interval 
(t1, tọ) represents the delay turn-on time needed to change 
Cas from zero to Vyp. The expression for the time interval 
Ato = t, — f can be obtained as shown next. 
The gate current is given by 


ig = FT 
R 
G 


(6.13) 


where vg and vp are gate-to-ground and drain-to-ground 
voltages, respectively. As we have vg = Vgs») Vp =+Vpp> 
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FIGURE 6.17 (a) Simplified equivalent circuit used to study turn-on 
and turn-off characteristics of the MOSFET; and (b) simplified equivalent 
circuit. 


then ig is given by 


dugg 


a 6.14 
(Cos + Cop) FA (6.14) 


dt 
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Equivalent modes: (a) MOSFET is in the off-state for t < t,, Ugg 


+V 


A D 


Vps = Lor, DS(ON) 


S 


0, vps 


Vop» ig = 0, ip 


0; (b) MOSFET is in the off-state with 
Ugs < Vrp for t > t > tg; (C) vgs > Vrp ip < Ip for ti < t < h; (d) vgs > Vrbe ip = Ip for b < t < b; and (e) ves > Vrp, io = Ip, t > h the device is 
fully on. 


88 


From Eqs. (13) and (14), we obtain, 


Voc — d 
. “GG PGS L (Cas + Can) UGs 


a — 6.15 
Rg dt (613) 


Solving Eq. (6.15) for vgs(t) for t > t) with vgs(to) = 0, we 
obtain, 


vgs(t) = Vool — e70) (6.16) 
where 
t = R¢(Ces + Cap) 
The gate current ig is given by 
. _ Ugg — "Gs 
ig = FT 
Rg 
v. (6.17) 
j = -SG p—(t-n)/1 
c= 
Rg 


As long as vgs < Vrh» ip remains zero. At t — t,, Vgs reaches 
Vrp» causing the MOSFET to start conducting. Waveforms for 
ig and Ug, are shown in Fig. 6.19. The time interval (t, — tọ) is 
given by 


V; 
Ato= h- h= cin(1 m) 


GG 


Ato represents the first delay interval in the turn-on process. 

For t > tı with vgs > Vrp the device starts conducting and 
its drain current is given as a function of vgs and Vrp. In fact, 
ip starts flowing exponentially from zero as shown in Fig. 
6.19d. Assume the input transfer characteristics for the 
MOSFET are limited as shown in Fig. 6.20 with the slope of 


Zm given by 


dip 
des _ 2y Inssla 
maar? it (6.18) 
Ip Von 
The drain current can be approximated as follows: 
ip(t) = &m(Ycs — Vin) (6.19) 


As long as ip(t) < I, D remains on and vps = Vpp are as 
shown in Fig. 6.18c. 

The equation for vg.(t) remains the same as in Eq. (6.16), 
hence, Eq. (6.19) results in ip(t) given by 


ip(t) = gn(Voo — Vin) — 8m Vage O (6.20) 


The gate current continues to decrease exponentially as shown 
in Fig. 6.19. At t = b, ip reaches its maximum value of h, 
turning D off. The time interval Ab; = (h — tı) is obtained 
from Eq. (20) by setting ip(h) = h. 


Zm Vaa 


Ab, =tLn 
x gm Veg — Vm) — b 


(6.21) 
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FIGURE 6.19 Turn-on waveform switching. 


For t > t, the diode turns off and ip © l is as shown in Fig. 
6.18d. As the drain-current is nearly a constant, then the gate- 
source voltage is also constant according to the input transfer 
characteristic of the MOSFET, that is, 


(6.22) 


in = &m(Vcs — Vin) © Ip 


Hence, 


L 
Ugs(t) = z + Vrh (6.23) 


m 
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dc operating 


FIGURE 6.20 
At t = b, i(t) is given by 
Vig ny 
ea t GGZ Vth 
il) = Vas — Hasta) _ on (6.24) 
Vin Vrn 


As the time constant t is very small, it is safe to assume that 
Ugs(t,) reaches its maximum, that is, 


Ugs(h) © Veg 
and 
icb) ~ 0 


For t < t < t the diode turns off the load current I and 
(drain current ip) starts discharging the drain-to-source capa- 
citance. 

As vgs is constant, the entire gate current flows through 
Cgp» which results in the following relation, 


ig(t) = ic, 
d(vg — Up) 


= Cep dt 


With vg constant and v, = 0, we have 


Solving for vps(t) for t > b, with vps(b) = Vpp, we obtain 


Vac — V- 
so Ta — b) + Vpp 


S fort > b 
RgCep 


Ups(t) = — (6.25) 


This is a linear discharge of Cop as shown in Fig. 6.19e. 
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GS 


Input transfer characteristics. 


The time interval At, = (t, — b) is determined by assum- 
ing that at t = t, the drain-to-source voltage reaches its 
minimum value determined by its on-resistance, Vps(on) that 
is, Upson) İs given by 


Upson) © Jorpscon) = Constant 


For t > t, the gate current continues to charge Cgp and as Ups 
is constant, Vgs starts charging at the same rate as in interval 
tọ < t < t, that is, 


vgs(t) = Veg(1 — e=) 


The gate voltage continues to increase exponentially until 
t = t, when it reaches Vog, at which iç = 0 and the device 
fully turns on as shown in Fig. 6.18e. 

We have equivalent circuit model when the MOSFFT is 
completely turned on for t > t,. At this time, capacitors Cos 
and Cop are charged with Vogg and (prpsony — Vac), respec- 
tively. 

The time interval At,, = (f — b) is obtained by evaluating 
Ups at t = f as follows: 


Vog Vin, 
Ups() = RCs (6 — b)+ Voo 
= Totpson) (6.26) 
Hence, At = (t — b) is given by 
Vop — Iph 
Ab = bs ee b = RoC | pp R psow) (6.27) 
Voc — Vrn 
The total delay in turning on the MOSFFT is given by 
fton = Ato + At, + At, (6.28) 
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Notice that the MOSFET sustains high voltage and current 
simultaneously during intervals At,, and At;,. This results in 
large power dissipation during turn-on, which contributes to 
overall switching losses. The smaller the Rg, the smaller At, 
and At;, become. 


6.6.3 Turn-off Characteristics 


To study the turn-off characteristic of the MOSFET, we will 
consider Fig. 6.17b again by assuming the MOSFET is on and 
in steady state at t > tọ with the equivalent circuit of Fig. 
6.18(e). Therefore, at t = tf) we have the following initial 
conditions: 


Ups(t) = Iptpsony 
Ves(to) = Veg 
tps(t) = Ip 

ig(t) = 0 


Ves lto) = Vac 


(6.29) 


Vc (to) = Veo — bofps(on) 


At t = fy, the gate voltage vgg(t) is reduced to zero as shown 
in Fig. 6.21a. The equivalent circuit at t > tọ is shown in Fig. 
6.22a. 

We assume that the drain-to-source remains constant while 
Ces and Cop are discharging through Rg as governed by the 
following relations, 


, =Ve ; 1 
‘a=, R = Ios as "Cop 
G 


dv dv 
Saa t+ Coa 


AS Ups is assumed constant, then ig becomes 


poate 
S a (6.30) 
= (Ces + Cop) 
Hence, evaluating for vgs for t > tj, we obtain 
vgs(t) = Vasl) (6.31) 


Where 


Ugs(to) = Veg 


T = (Cos + Cop) Rg 


As vgs continues to decrease exponentially, drawing current 
from Cop» it will reach a constant value at which drain current 
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FIGURE 6.21 


Turn-on switching waveforms. 


is fixed, that is, Ip = Ip. From the input transfer character- 
istics, the value of vgs, at which Ip = h, is given by 


h 
Uas = — + Vrh 
m 


(6.32) 


The time interval Atọ = tı — fp can be obtained easily by 
setting Eq. (6.31) to Eq. (6.32) at t = tı. The gate current 
during the t < t < t is given by 


V, 
ig = —- SS — ett (6.33) 
Rg 
Because for t, — t, the gate-to-source voltage is constant and 
equals vgs(t, = In/8n + Vrp as shown in Fig. 6.21b, then the 
entire gate current is being drawn from Cop and 


dps 


dcp A(Ugs — Ups) Le 
dt 


ig = Cep dt = Cep dt = 
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Assuming ig constant at its initial value at t = t, that is, 


= vest) _ 1 (2+ Vn) 
Em 


Re Re 
Integrating both sides of the preceding equation from t to t 
with Ups(th) = —Ups(on)> we obtain 


1G 


Ups(t) = Vps(on) + 


1 fh 
— + V- — 6.34 
Res ( = + me tı) (6.34) 


hence vps charges linearly until it reaches Vpp. 
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Equivalent circuits: (a) tf) < t < t; (b) 4 <t <b; (c) bh <t < h; and (d) A < t< t4. 


At t= b, the drain-to-source voltage becomes equal to 
Vpp» forcing D to turn-on as shown in Fig. 6.22c. 

The drain-to-source current is obtained from the transfer 
characteristics and given by 


ins(t) = 8m(Vas — Vm) 
Where vgs(t) is obtained from the following equation: 


dugg 


= (Ces + Cap) ae (6.35) 
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Integrating both sides from t, to t with vgc(t,) = Ip/ 8 + Vrn> 
we obtain the following expression for vg<(t), 


I 
vast) = (24 Vn Jeter (6.36) 


m 


Hence the gate current and drain-to-source current are given 
by, 


f -1/h ~(t-t)/t 
iol =F (24 vn) 2 (6.37) 
Rg Em 
ing(t) = 8m Ve 2!" — 1) + he?!" (6.38) 


The time interval between t, < t < t is obtained by evaluat- 
ing Ugs(tz3) = Vrm at which the drain current becomes 
approximately zero and the MOSFET turn-off. As a result, 
we have 


Ugs(3) = Vrh 


_ (2 i Vm) oly—)/t 
Em 


Solving for At; = t; — b, we obtain 


I 
Ath =4—-5= c(i +2 ) (6.39) 


Thm 


For t > t, the gate voltage continues to decrease exponentially 
to zero, at which the gate current becomes zero and Cgp 
charges to —Vpp. Between t; and t4, Ip discharges to zero as 
shown in the equivalent circuit Fig. 6.22d. 

The total turn-off time for the MOSFET is given by 


tog = Ato + Ab, + Aty + Atg 
~ Ab, + At, 


(6.40) 


The time interval that most affects the power dissipation are 
Ab; and At». It is clear that in order to reduce the MOSFET 
ton and t f times, the gate-drain capacitance must be reduced. 
Readers are encouraged to see the reference by Baliga [1] for 
detailed discussion on the turn-on and turn-off characteristics 
of the MOSFET and to explore various fabrication methods. 


6.6.4 Safe Operation Area 


The safe operation area (SOA) of a device provides the current 
and voltage limits the device must be able to handle to avoid 
destructive failure. Typical SOA for a MOSFET device is 
shown in Fig. 6.23. The maximum current limit while the 
device is on is determined by the maximum power dissipation, 


Paiss,oN = Ipscony Rpscon) (6.41) 
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As the drain-source voltage starts increasing, the device starts 
leaving the on-state and enters the saturation (linear) region. 
During the transition time the device exhibits large voltage 
and current simultaneously. At higher drain-source voltage 
values that approach the avalanche breakdown it is observed 
that power MOSFET suffers from a second breakdown 
phenomenon. The second breakdown occurs when the 
MOSFET is in the blocking state (off) and a further increase 
iN Ups will cause a sudden drop in the blocking voltage. The 
source of this phenomenon in MOSFET is caused by the 
presence of a parasitic n-type bipolar transistor as shown in 
Fig. 6.24. 

The inherent presence of the body diode in the MOSFET 
structure makes the device attractive for applications in which 
bidirectional current flow is needed in the power switches. 

Today’s commercial MOSFET devices have excellent high 
operating temperatures. The effect of temperature is more 
prominent on the on-state resistance as shown in Fig. 6.25. 

As the on-state resistance increases, the conduction losses 
also increase. This large vps(ow) limits the use of the MOSFET 
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FIGURE 6.23 Safe operation area (SOA) for MOSFET. 
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FIGURE 6.24 MOSFET equivalent circuit including the parasitic BJT. 
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FIGURE 6.25 The on-state resistance as a fraction of temperature. 


in high-voltage applications. The use of silicon carbide instead 
of silicon has reduced vpgow) many fold. 

As the device technology keeps improving, especially in 
terms of improved switch speeds and increased power hand- 
ling capabilities, it is expected that the MOSFET will continue 
to replace BJTs in all types of power electronics systems. 


6.7 MOSFET PSPICE Model 


The PSPICE simulation package has been used widely by 
electrical engineers as an essential software tool for circuit 
design. With the increasing number of devices available in the 
market place, PSPICE allows for accurate extraction and 
understanding of various device parameters and their varied 
effects on the overall design prior to their fabrication. Today’s 
PSPICE library is rich with numerous commercial MOSFET 
models. This section will give a brief overview of how the 
MOSFET model is implemented in PSPICE. A brief overview 
of the PSPICE modeling of the MOSFET device will be given 
here. 


6.7.1 Static Model 


There are four different types of MOSFET models that are also 
known as levels. The simplest MOSFET model is called the 
LEVEL1 model and is shown in Fig. 6.26. [9, 10]. 

The LEVEL2 model uses the same parameters as LEVEL1, 
but it provides a better model for Ids by computing the model 
coefficients KP, VTO, LAMBDA, PHI, and GAMMA directly 
from the geometrical, physical and technological parameters 
[10]. LEVEL3 is used to model the short-channel devices and 
LEVEL4 represents the Berkeley short-channel IGFET model 
(BSIM-model). 

For the triode regions, vcs > Vrp Ups < Vgs 
Ups < Vas — Vre the drain current is given by 


and 


__Kp W 
ln = 
D2 L= 2x, 


v 
(vas VTh PS) ups(1 + dps) (6.41) 
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FIGURE 6.26 Spice L1 MOSFET static model. 


In the saturation (linear) region, where vgs > Vm and 
Ups > Ugs — Vrp the drain current is given by 


Kp W 
2 L— 2x, 


Ip = (Ves — Vin) (1 + AVps) (6.42) 


Where Kp is the transconductance and Xj is the lateral 
diffusion. 
The threshold voltage Vy, is given by 


Vin = Vro + a( 24, Vo 240) (6.43) 


where, Vro is the zero-bias threshold voltage; ô is the body- 
effect parameter; and @, is the surface inversion potential. 

Typically, X; « L and 4 ~ 0. 

The term (1+AVps) is included in the model as an 
empirical connection to model the effect of the output 
conductance when the MOSFET is operating in the triode 
region. Lambda is known as the channel-length modulation 
parameter. 

When the bulk and source terminals are connected together, 
that is, Vgs = 0, the device threshold voltage equals the zero- 
bias threshold voltage, 


Vin = Vro 


where Vro is positive for the n-channel enhancement mode 
devices and negative for the depletion mode n-channel 
devices. 

The parameters Kp, Vro, Ô, @ are electrical parameters that 
can be either specified directly in the MODEL statement under 
the PSPICE keywords KP, VTO, GAMMA and PHI, respec- 
tively, as shown in Table 6.1. These parameters can also be 
calculated when the geometrical and physical parameters. The 
two-substrate currents that flow from the bulk to the source 
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Ips and from the bulk to the drain Ign are simply diode 
currents and are given by 


Vs 

Is = Is(e ma 1) 
-WD 

Igp = hs(e Vr — 1) 


Where I, and Ips are the substrate source and substrate drain 
saturation currents. These currents are considered equal and 
given as I, in the MODEL statement with a default value of 
107" A. Where the equation symbols and their corresponding 
PSpice parameter names are shown in Table 6.1. 

In PSpice, a MOSFET device is described by two statements, 
with first statement starting with the letter M and the second 
statement starting with .Model, which defines the model used 
in the first statement. The following syntax is used: 


(6.44) 


(6.45) 


M<device_name> <Drain_node_number> 
Gate_node_number> 
<Source_node_number> <Substrate_node 
number> <Model_name> * 
[<param_1>=<value_1> 
<param_2>=<value_>....] 
<Model_name> <type_name> 
[ (<param_1>=<value_1> 
<param_2>=<value_2> 


. MODI 


gal 
Et 


Where the starting letter "M" in M<devic_name> state- 
ment indicates that the device is a MOSFET and <device_ 
name> is a user specified label for the given device, the 
<Model_name> is one of the hundreds of device models 
specified in the PSpice library; and <model_name> or the 
same name specified in the device name statement <type_ 
name>, is either NMOS of PMOS, depending on whether the 
device is n- or p-channel MOS, respectively. An optional list of 
parameter types and their values follows. Length L and width 
W and other parameters can be specified in the M<device_ 
name>, in the MODEL or .OPTION statements. A user may 
select not to include any value, and PSpice will use the specified 
default values in the model. For normal operation (physical 
construction of the MOS devices), the source and bulk substrate 
nodes must be connected together. In all the PSpice library files, 
default parameter values for L, W, AS, AD, PS, PD, NRD, and NDS 
are included, and a user then should not specify such values in the 
device “M” statement or in the OPTION statement. 

The power MOSFET device PSpice models include relatively 
complete static and dynamic device characteristics given in the 
manufacturing data sheet. In general, the following effects are 
specified in a given PSpice model: dc transfer curves, on- 
resistance, switching delays, gate dive characteristics, and 
reverse-mode “body-diode” operation. The device character- 
istics that are not included in the model are noise, latch-ups, 
maximum voltage, and power ratings. Please see OrCAD 
Library Files. 


EXAMPLE 6.3. Let us consider an example that uses IRF 
MOSFET and connected as shown in Fig. 6.27. 
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It was decided that the device should have a blocking 
voltage (Vpss) of 600 V and drain current i; of 3.6A. The 
device selected is IRF CC30 with case TO220. This device is 
listed in the PSpice library under model number IRFBC30 as 
follows: 


*Library of Power MOSFET Models *Copyright 


OrCAD, Inc. 1998 All Rights Reserved. * 
*SRevision: 1.24 $ *SAuthor: Rperez $ 
*SDate: 19 October 1998 10:22:26 S$ * 


Model IRFBC30 NMOS NMOS 


The PSpice code for the MOS device labeled S1 used in Fig. 
6.27 is given by 


MS1 3 5 0 0 IRFBC30 .MODEL IRFBC30 
-Model IRFBC30 NMOS (Level=3 Gamma=0 
Delta=0 Eta=0 Theta=0 Kappa=0.2 

Vmax=0 Xj=0 + Tox=100n Uo=600 Phi=.6 
Rs=5.002m Kp=20.43u W=.35 L=2u 
Vto=3.625 + Rd=1.851 Rds=2.667MEG 
Cbd=790.1p Pb=.8 Mj=.5 Fc=.5 
Cgso=1.64n + Cgdo=123.9p Rg=1.052 
Is=720.2p N=1 Tt=685) * Int’l Rectifier 
pid=IRFCC30 case=TO220 


6.7.2 Large Signal Model 


The equivalent circuit of Fig. 6.28 includes five device parasitic 
capacitances. The capacitors Cop, Ces, and Cop, represent the 
charge-storage effect between the gate terminal and the bulk, 
source and drain terminals, respectively. These are nonlinear 
two-terminal capacitors expressed as functions of W, L Cox, 
Ves» Vio» Vps» and Cego» Caso» Cano: Capacitors Cego Caso 
and Copo Outside the channel region, are known as overlap 
capacitances that exist between the gate electrode and the 
other three terminals, respectively. Table 6.2 shows the list of 
MOSFET capacitance parameters and their default values. 
Notice that the PSpice overlap capacitor keywords (Cego 
Coso» Cepo) are proportional either to the MOSFET width 
or length of the channel as follows: 


Caso = Copo/ L 
Caso = Ceso/ Ww 
Cepo y Cepo/ W 


In the triode region, where vgs > Vps — Vrp, the terminal 
capacitors are given by, 


(6.46) 


2 
Ucs — Ups — 
Cos = LwC,x| 1 G3. DS Erag: 
a i »| Eo — Vin) — Vps Pos 
Ves — V k 
Cep = Lye alt eo Ca: 
SD i »| (x — Vin(—Ups PNG 


Cop = CopoL 


(6.47) 


TABLE 6.1 PSPICE MOSFET parameters 


(a) Device dc and parasitic parameters 


Symbol Name Description Default Units 
Level LEVEL Model type (1, 2, 3, or 4) 1 
Vro VTO Zero-bias threshold voltage 0 Vv 
LAMDA Channel-length modulation’*“ 0 v-l 
y GAMMA Body-effect (bulk) threshold parameter 0 yl 
®, PHI Surface inversion potential 0.6 v 
Nn ETA Static feedback? 0 
K KAPPA Saturation field factor? 0.2 
Ho UO Surface mobility 600 cm?/V-s 
Is IS Bulk saturation current 10714 A 
Js JS Bulk saturation current/area 0 A/m? 
Jssw JSSW Bulk saturation current/length 0 A/m 
N N Bulk emission coefficient n 1 
Pg PB Bulk junction voltage 0.8 v 
Pgsw PBSW Bulk sidewall diffusion voltage PB Vv 
D RD Drain resistance 0 Q 
Rs RS Source resistance 0 Q 
Re RG Gate resistance 0 Q 
B RB Bulk resistance 0 Q 
Ras RDS Drain-source shunt resistance a Q 
sh RSH Drain and source diffusion sheet resistance 0 Q/m? 
(b) Device process and dimensional parameters 
Symbol Name Description Default Units 
Ngub NSUB Substrate doping density None cm~? 
Ww Ww Channel width DEFW m 
L L Channel length DEFL m 
Wp WD Lateral diffusion width 0 m 
Xj LD Lateral diffusion length 0 m 
Kp KP Transconductance coefficient 20 x 1076 A/V? 
tox TOX Oxide thickness 1077 m 
Nss NSS Surface-state density None cm~? 
Nps NFS Fast surface-state density 0 cm~? 
A NSUB Substrate doping 0 cm~? 
Tepe TPG Gate material 1 
+1 Opposite of substrate 
—1 Same as substrate 
0 Aluminum 
Xj XJ Metallurgical junction depth”? 0 m 
Ho UO Surface mobility 600 cm?/V-s 
U. UCRIT Mobility degradation critical field? 104 V/cm 
Uz UEXP Mobility degradation exponent” 0 
U, VMAX Maximum drift velocity of carriers? 0 m/s 
Neg NEFF Channel charge coefficient? 1 
ô DELTA Width effect on threshold 2,3 0 
0 THETA Mobility modulation? 0 
(c) Device capacitance parameters 
Symbol Name Description Default Units 
Cgp CBD Bulk-drain zero-bias capacitance 0 F 
Ces CBS Bulk-source zero-bias capacitance 0 F 
G CJ Bulk zero-bias bottom capacitance 0 F/m? 
Cjsw CJSW Bulk zero-bias perimeter capacitance/length 0 F/m 
j MJ Bulk bottom grading coefficient 0.5 
Mjsw MJSW Bulk sidewall grading coefficient 0.33 
Fe FC Bulk forward-bias capacitance coefficient 0.5 
Caso CGSO Gate-source overlap capacitance/channel width 0 F/m 
XCGDO CGDO Gate-drain overlap capacitance/channel width 0 F/m 
Caso CGBO Gate-bulk overlap capacitance/channel length 0 F/m 
Xoc XQC Fraction of channel charge that associates with drain’? 0 
Ky KF Flicker noise coefficient 0 
Op AF Flicker noise exponent 0 


“ All superscript numbers in the Description column indicate that this/these parameter(s) are available 


in this/these level number(s), otherwise it/they are available in all levels. 


96 


ENYN | 


© 


FIGURE 6.27 
MOSFET. 


Example of a power electronic circuit that uses a power 


In the saturation (linear) region we have 


Cos = § Lw Cox + Ceso 
Cas = Copol (6.48) 
Cep = Capo 


Where C,x is the per-unit-area oxide capacitance given by 


C Kox Éo 
oX — 
Tox 
Drain 
ip 
Cap 
fp 
c i 
gd | 
| | BD 
| T K 
+ Veo + Š Vao + 
Gate i Bulk(Substrate) 
Ibs S Y Vps 
ig lg 
Gi - Vas + 
| 
| | BS 
I | T K 
a Ves 
ly Cus 
Cy, 
| | 
I | 
ig 
Ww 
FIGURE 6.28 Large-signal model for the n-channel MOSFET. 
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where K,x is the oxide relative dielectric constant, E, denotes 
the free-space dielectric constant as equal to 
8.854 x 107! F/m; and T,x is the oxide thickness layer as 
given by data in Table 6.1. 

Finally, the diffusion and junction region capacitances 
between the bulk-to-channel (drain and source) are modeled 
by Cpp and Cg across the two diodes. Because for almost all 
power MOSFETS, the bulk and source terminals are connected 
together and at zero potential, diodes Dgp and Dgs do not 
have forward bias, thereby resulting in very small conductance 
values, that is, small diffusion capacitances. The small signal 
model for MOSFET devices is given in Fig. 6.29. 


EXAMPLE 6.4. Figure 6.30a shows an example of a soft- 


switching power factor connection circuit that has two 
MOSFET. Its PSPICE simulation waveforms are shown 
in Fig. 6.30b. 


Table 6.2 shows the PSPICE code for Fig. 6.30a. 


6.8 Comparison of Power Devices 


As stated earlier, the power electronic range is very wide, from 
hundreds of milliwatts to hundreds of megawatts and thus it is 
very difficult to find a single switching device type to cover all 
power electronic applications. Today’s available power devices 
have tremendous power and frequency rating range, as well as 
diversity. Their forward current ratings range from a few 
amperes to a few kiloamperes, their blocking voltage rating 


FIGURE 6.29 


Small signal equivalent circuit model for MOSFET. 
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TABLE 6.2 PSPICE MOSFET capacitance parameters and their default values for Figure 6.30a 


* source ZVT-ZCS 


D_Do N00111 OUT Dbreak 

V_Vs N00105 9 DC 0 AC 0 PULSE 0.9.0.0.0 {D*Ts} {Ts} 
Lis 0 NOO111 {n*.16} 

Kn_K1 L_Lp1 L_Lp2 L_Ls 0.995 

C_Co OUT 0 70uF IC=50 

v_Vin N00103 0 110 

L_ Li N00103 N00099 17.6u IC=0 

V_Va N-109 0 DC 0 AC 0 PULSE 0 9 {-Delta*Ts/1.1} 00 {2.0*Delta*Ts} 
{Ts} 

D_Dp N00121 NO0169 Dbreak 

CG7: N00111 OUT 30p 

R_Ro OUT 0 25 

Ceg N00143 OUT 10p 

D_Dao N00143 OUT Dbreak 

D_Di N00099 N00245 Dbreak 

L_Lp2 N00121 0 {n} IC=0 

CG9. N00169 N00121 10p 

L_Las N00143 0 {0.4*n1} 


Kn_K2 L_Lap L_Las 1.0 


L_Lp1 N00245 N00169 {n} IC=0 
L_Lap N00245 N000791 {n1} 

G Cp2 N00245 N00121 47u IC=170 
C_Cpl N00169 0 47u IC=170 

L_Lak N000791 N000911 5u IC=0 
M_M1 N000911 N00109 0 0 IRFBC30 
M_M2 N00245 N00105 0 0 IRF840 


. PARAM D=0.3 DELTA=0.1 N1=400u N=1mH TS=2us 


**** MOSFET MODEL PARAMETERS 


IRFBC30 IRF840 
MOS NMOS 
LEVEL 3 3 
L 2.000000-06 2.000000-06 
W <35 .68 
VTO 3.625 3.879 
KP 20.430000E-06 20.850000E-06 
GAMMA 0 0 
PHI .6 z6 
LAMBDA 0 0 
RD 1.851 6703 
RS 5.002000E-03 6.382000E-03 
RG 1.052 . 6038 
RDS 2.667000E+06 2.222000E+06 
Is 720.200000E-12 56.030000E-12 
Js 0 0 
PB .8 8 
PBSW .8 .8 
CBD 790.100000E-12 -415000E-09 
CI 0 0 
CJSW 0 0 
TT 685.000000E-09 710.000000E-09 
CGSO 1.640000E-09 -625000E-09 
CGDO 123.900000E-12 33.400000E-12 
CGBO 0 0 
TOX 100.000000E-09 00.000000E-09 
XJ 0 0 
UCRIT 10.000000E+03 0.000000E+03 
DELTA 0 0 
ETA 0 0 
DIOMOD 1 
VFB 0 0 
LETA 0 0 
WETA 0 0 
U0 0 0 
TEMP 0 0 
VDD 0 0 
XPART 0 0 
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FIGURE 6.30 


ranges from a few volts to a few kilovolts, and the switching 
frequency ranges from a few hundred hertz to a few mega 
hertz (see Table 6.3). This table compares the available power 
semiconductor devices. We only give relative comparison 
because there is no straightforward technique that can rank 
these devices. As we compile this table, devices are still being 
developed very rapidly with higher current, voltage ratings, 
and switching frequency. Finally, Fig. 6.31 shows a plot of 


4 
33.0us 33.8us 


(a) Example of power electronic circuit; and (b) PSpice simulation waveforms. 


frequency versus power, illustrating the power and frequency 
ratings of available power devices. 


6.9 Future Trends in Power Devices 


It is expected that improvement in power handling capabilities 
and increasing frequency of operation of power devices will 
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TABLE 6.3 


Device type 


Year made available 


Comparison of power semiconductor devices 


Rated voltage 


Rated current 


Rated frequency 


Rated power 


Forward voltage 
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Thyristor (SCR) 1957 6kV 3.5kA 500 Hz 00’s MW 1.5-2.5 V 
Triac 1958 1kV 100A 500 Hz 00’s kW 1.5-2 V 
GTO 1962 4.5kV 3kA 2 kHz 0s MW 3—4 V 
BJT (Darlington) 1960 s 1.2kV 800A 10 kHz MW 1.5-3 V 
MOSFET 1976 500 V 50A 1 MHz 00 kw 3-4V 
IGBT 1983 1.2kV 400 A 20 kHz 00’s kW 3—4 V 
SIT 1.2kV 300A 100 kHz 0’s kW 10-20 V 
SITH 19 1.5kV 300A 10 kHz 0’s kW 2-4V 
MCT 1988 3kV 2kV 20-100 kHz 0s MW 1-2 V 
4 As power rating increases, designed and fabricated on a single chip. Such power IC 
P frequency decreases 
modules are called “smart power” devices. For example, 
some of today’s power supplies are available as ICs for use 
10° in low-power applications. No doubt the development of 
Z J Ae smart power devices will continue in the near future, addres- 
2 1047 p MCT sing more power electronic applications. 
| SITH @ j 
10° BIT @ í 
As frequency increases, 
| e power decreases 
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FIGURE 6.31 Power vs frequency for different power devices. 


continue to drive the research and development in semicon- 
ductor technology. From power MOSFET to power MOS- 
IGBT and to power MOS-controlled thyristors, power rating 
has consistently increased by factor of 5 from one type to 
another. Major research activities will focus on obtaining new 
device structures based on MOS-BJT technology integration 
so as to rapidly increase power ratings. It is expected that the 
power MOS-BJT technology will capture more than 90% of 
the total power transistor market. 

The continuing development of power semiconductor tech- 
nology has resulted in power systems with driver circuit, logic 
and control, device protection and switching devices being 
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7.1 Introduction 


The insulated gate bipolar transistor (IGBT), which was 
introduced in the early 1980s, has become a successful 
device because of its superior characteristics. The IGBT is a 
three-terminal power semiconductor switch used to control 
electrical energy and many new applications would not be 
economically feasible without IGBTs. Prior to the advent of 
the IGBT, power bipolar junction transistors (BJTs) and power 
metal oxide field effect transistors (MOSFETs) were widely 
used in low to medium power and high-frequency applica- 
tions, where the speed of gate turn-off thyristors was not 
adequate. Power BJTs have good on-state characteristics but 
long switching times especially at turn-off. They are current- 
controlled devices with small current gain because of high- 
level injection effects and wide basewidth required to prevent 
reach-through breakdown for high blocking voltage capability. 
Therefore, they require complex base-drive circuits to provide 
the base current during on-state, which increases the power 
loss in the control electrode. 

On the other hand, power MOSFETs are voltage-controlled 
devices, which require very small current during the switching 
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period and hence have simple gate-drive requirements. Power 
MOSFETs are majority carrier devices, which exhibit very high 
switching speeds. However, the unipolar nature of the power 
MOSFETs causes inferior conduction characteristics as the 
voltage rating is increased above 200 V. Therefore, their on- 
state resistance increases with increasing breakdown voltage. 
Furthermore, as the voltage rating increases, the inherent body 
diode shows inferior reverse recovery characteristics, which 
leads to higher switching losses. 

In order to improve the power device performance it is 
advantageous to have the low on-state resistance of power BJTs 
with an insulated gate input similar to that of a power 
MOSFET. The Darlington configuration of the two devices 
shown in Fig. 7.1 has superior characteristics as compared to 
the two discrete devices. This hybrid device could be gated in 
the same way as a power MOSFET with low on-state resistance 
because most of the output current is handled by the BJT. 
Because of the low current gain of BJT, a MOSFET of equal size 
is required as a driver. A more powerful approach to obtain 
the maximum benefits of the MOS gate control and bipolar 
current conduction is to integrate the physics of MOSFET and 
BJT within the same semiconductor region. This concept gave 
rise to the commercially available IGBTs with superior on-state 
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characteristics, good switching speed and excellent safe oper- 
ating area. Compared to power MOSFETs the absence of the 
integral body diode can be considered as an advantage or 
disadvantage depending on the switching speed and current 
requirements. An external fast-recovery diode or a diode in the 
same package can be used for specific applications. The IGBTs 
are replacing MOSFETs in high-voltage applications with 
lower conduction losses. They have on-state voltage and 
current density comparable to a power BJT with higher 
switching frequency. Although they exhibit fast turn-on, 
their turn-off is slower than a MOSFET because of current 
fall time. Also, IGBTs have considerably less silicon area than 
similar rated power MOSFETs. Therefore, by replacing power 
MOSFETs with IGBTs, the efficiency is improved and cost is 
reduced. Additionally, IGBT is known as a conductivity- 
modulated FET (COMFET), insulated gate transistor (IGT), 
and bipolar-mode MOSFET. 

As soft-switching topologies offer numerous advantages 
over the hard-switching topologies, their use is increasing in 
the industry. By use of soft-switching techniques IGBTs can 
operate at frequencies up to hundreds of kilohertz. However, 
IGBTs behave differently under soft-switching condition 
compared to their behavior under hard-switching conditions. 
Therefore, the device trade-offs involved in soft-switching 
circuits are different than those in the hard-switching case. 
Application of IGBTs in high-power converters subjects them 
to high-transient electrical stress such as short-circuit and 
turn-off under clamped inductive load, and therefore robust- 
ness of IGBTs under stress conditions is an important require- 
ment. Traditionally, there has been limited interaction between 
device manufacturers and power electronic circuit designers. 
Therefore, the shortcomings of device reliability are observed 
only after the devices are used in actual circuits. This signifi- 
cantly slows down the process of power electronic system 
optimization. However, the development time can be signifi- 
cantly reduced if all issues of device performance and relia- 
bility are taken into consideration at the design stage. As high 
stress conditions are quite frequent in circuit applications, it is 
extremely cost efficient and pertinent to model the IGBT 
performance under these conditions. However, development 
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FIGURE 7.1 Hybrid Darlington configuration of MOSFET and BJT. 
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of the model can follow only after the physics of device 
operation under stress conditions imposed by the circuit is 
properly understood. Physically based process and device 
simulations are a quick and cheap way of optimizing the 
IGBT. The emergence of mixed-mode circuit simulators in 
which semiconductor carrier dynamics is optimized within the 
constraints of circuit level switching is a key design tool for 
this task. 


7.2 Basic Structure and Operation 


The vertical cross section of a half cell of one of the parallel 
cells of an n-channel IGBT shown in Fig. 7.2 is similar to that 
of a double-diffused power MOSFET (DMOS) except for a 
p™-layer at the bottom. This layer forms the IGBT collector 
and a pn-junction with n` -drift region, where conductivity 
modulation occurs by injecting minority carriers into the 
drain drift region of the vertical MOSFET. Therefore, the 
current density is much greater than a power MOSFET and 
the forward voltage drop is reduced. The p*-substrate, n` - 
drift layer and pt-emitter constitute a BJT with a wide base 
region and hence small current gain. The device operation can 
be explained by a BJT with its base current controlled by the 
voltage applied to the MOS gate. For simplicity, it is assumed 
that the emitter terminal is connected to the ground potential. 
By applying a negative voltage to the collector, the pn-junction 
between the pt-substrate and the n` -drift region is reverse- 
biased, which prevents any current flow and the device is in its 
reverse blocking state. If the gate terminal is kept at ground 
potential but a positive potential is applied to the collector, the 
pn-junction between the p-base and n` -drift region is reverse- 
biased. This prevents any current flow and the device is in its 
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FIGURE 7.2 The IGBT (a) half-cell vertical cross section and (b) 

equivalent circuit model. 
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forward blocking state until the open-base breakdown of the 
pnp-transistor is reached. 

When a positive potential is applied to the gate and exceeds 
the threshold voltage required to invert the MOS region under 
the gate, an n-channel is formed, which provides a path for 
electrons to flow into the n` -drift region. The pn-junction 
between the pt-substrate and n` -drift region is forward- 
biased and holes are injected into the drift region. The 
electrons in the drift region recombine with these holes to 
maintain space-charge neutrality and the remaining holes are 
collected at the emitter, causing a vertical current flow between 
the emitter and collector. For small values of collector poten- 
tial and a gate voltage larger than the threshold voltage, the 
on-state characteristics can be defined by a wide-base power 
BJT. As the current density increases, the injected carrier 
density exceeds the low doping of the base region and becomes 
much larger than the background doping. This conductivity 
modulation decreases the resistance of the drift region and 
therefore IGBT has a much greater current density than a 
power MOSFET with reduced forward-voltage drop. The base- 
collector junction of the pnp-BJT cannot be forward-biased 
and therefore this transistor will not operate in saturation. 
However, when the potential drop across the inversion layer 
becomes comparable to the difference between the gate voltage 
and threshold voltage, channel pinch-off occurs. The pinch-off 
limits the electron current and as a result the holes injected 
from the p*-layer. Therefore, base current saturation causes 
the collector current to saturate. 

Typical forward characteristics of an IGBT as a function of 
gate potential and IGBT transfer characteristics are shown in 
Fig. 7.3. The transfer characteristics of IGBT and MOSFET are 
similar. The IGBT is in the off-state if the gate-emitter 
potential is below the threshold voltage. For gate voltages 
greater than the threshold voltage the transfer curve is linear 
over most of the drain-current range. Gate oxide breakdown 
and the maximum IGBT drain current limit the maximum 
gate-emitter voltage. 

To turn off the IGBT, the gate is shorted to the emitter to 
remove the MOS channel and the base current of the pnp 
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FIGURE 7.4 Punch-through (PT) IGBT. 


transistor. The collector current is suddenly reduced because 
the electron current from the channel is removed. Then the 
excess carriers in the n -drift region decay by electron-hole 
recombination, which causes a gradual collector current decay. 
In order to keep the on-state voltage drop low, the excess 
carrier lifetime must be kept large. Therefore, similar to the 
other minority carrier devices, there is a trade-off between on- 
state losses and faster turn-off switching times. In the punch- 
through (PT) IGBT structure of Fig. 7.4 the switching time is 
reduced by use of a heavily doped n buffer layer in the drift 
region near the collector. Because of much higher doping 
density in the buffer layer the injection efficiency of the 
collector junction and the minority carrier lifetime in the 
base region is reduced. The smaller excess carrier lifetime in 
the buffer layer sinks the excess holes, which speeds up the 
removal of holes from the drift region and therefore decreases 
the turn-off time. Nonpunch-through (NPT) IGBTs have 
higher carrier lifetimes and a low-doped shallow collector 
region, which affect their electrical characteristics. In order 
to prevent punch through, NPT IGBTs have a thicker drift 
region, which results in a higher base transit time. Therefore, 
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The IGBT (a) forward- and (b) transfer characteristics. 
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in NPT structure the carrier lifetime is kept more than that of a 


PT structure, which causes conductivity modulation of the 
drift region and reduces the on-state voltage drop. 


7.3 Static Characteristics 


In the IGBT structure of Fig. 7.2 if a negative voltage is applied 
to the collector, the junction between the pt-substrate and 
n -drift region becomes reverse-biased. The drift region is 
lightly doped and the depletion layer extends principally into 
the drift region. An open-base transistor exists between the 
p’-substrate, n` -drift region, and the p-base region. The 
doping concentration (Np) and thickness of the n -drift 
region (Wp) are designed to avoid the breakdown of this 
structure. The width of the drift region affects the forward 
voltage drop and therefore should be optimized for a desired 
breakdown voltage. The thickness of the drift region (Wp) is 
chosen equal to the sum of one diffusion length (L,) and the 
width of the depletion layer at maximum applied voltage 
(Vmax): 


2e, V, 
i5 pan és max L, (7.1) 
qNp 


When the gate is shorted to the emitter, no channel exists 
under the gate. Therefore, if a positive voltage is applied to the 
collector the junction between the p-base and n` -drift region 
is reverse-biased and only a small leakage current flows 
through IGBT. Similar to a MOSFET the depletion layer 
extends into the p-base and n -drift region. The p-base 
doping concentration, which also controls the threshold 
voltage, is chosen to avoid punch through of the p-base to 
nt-emitter. In ac circuit applications, which require identical 
forward and reverse blocking capability the drift-region thick- 
ness of the symmetrical IGBT shown in Fig. 7.2 is designed by 
use of Eq. 7.1 to avoid reach-through of the depletion layer to 
the junction between the pt -collector and the n` -drift region. 
When IGBT is used in dc circuits, which do not require reverse 
blocking capability, a highly doped n-buffer layer is added to 
the drift region near the collector junction to form a PT IGBT. 
In this structure the depletion layer occupies the entire drift 
region and the n-buffer layer prevents reach-through of the 
depletion layer to the p*-collector layer. Therefore, the 
required thickness of the drift region is reduced, which reduces 
the on-state losses. However, the highly doped n-buffer layer 
and p*-collector layer degrade the reverse blocking capability 
to a very low value. Therefore, on-state characteristics of a PT 
IGBT can be optimized for a required forward blocking 
capability while the reverse blocking capability is neglected. 

When a positive voltage is applied to the gate of an IGBT, 
a MOS channel is formed between the n*-emitter and the 
n -drift region. Therefore, a base current is provided for the 
parasitic pnp-BJT. By applying a positive voltage between the 
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FIGURE 7.5 The IGBT equivalent circuits (a) BJT/MOSFET, and 
(b) pin/ MOSFET. 


collector and emitter electrodes of an n-type IGBT, minority 
carriers (holes) are injected into the drift region. The injected 
minority carriers reduce the resistivity of the drift region and 
also the on-state voltage drop resulting in a much higher 
current density compared to a power MOSFET. 

If the shorting resistance between the base and emitter of 
the npn-transistor is small, the nt-emitter p-base junction 
does not become forward-biased and therefore the parasitic 
npn-transistor is not active and can be deleted from the 
equivalent IGBT circuit. The analysis of the forward conduc- 
tion characteristics of an IGBT is possible by use of the two 
equivalent circuit approaches shown in Fig. 7.5. The model 
based on a pin-rectifier in series with a MOSFET shown in Fig. 
7-5b is easy to analyze and gives a reasonable understanding of 
the IGBT operation. However, this model does not account for 
the hole-current component flowing into the p-base region. 
The junction between the p-base and the n` -drift region is 
reverse-biased. This requires that the free carrier density be 
zero at this junction and therefore results in a different 
boundary condition for IGBT compared to those for a pin- 
rectifier. The IGBT conductivity modulation in the drift region 
is identical to the pin-rectifier near the collector junction, but 
it is less than a pin-rectifier near the p-base junction. There- 
fore, the model based on a bipolar pnp-transistor driven by a 
MOSFET in Fig. 7.5a gives a more complete description of the 
conduction characteristics. 

Analyzing the IGBT operation by use of these models shows 
that IGBT has one diode drop due to the parasitic diode. 
Below the diode knee voltage there is negligible current flow 
due to the lack of minority carrier injection from the collector. 
Also, by increasing the applied voltage between the gate and 
emitter the base of the internal bipolar transistor is supplied 
by more base current, which results in an increase in the 
collector current. The IGBT current shows saturation due to 
the pinch-off of the MOS channel, which limits the input base 
current of the bipolar transistor. The MOS channel of the 
IGBT reverse-biases the collector-base junction and forces the 
bipolar pnp-transistor to operate in its active region. The drift 
region is in high-level injection at the required current 
densities and wider n -drift region results in higher break- 
down voltage. 
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FIGURE 7.6 Components of on-state voltage drop within the IGBT 
structure. 


Because of the very low gain of the pnp-BJT, the driver 
MOSFET in the equivalent circuit of the IGBT carries a major 
portion of the total collector current. Therefore, the IGBT on- 
state voltage drop as is shown in Fig. 7.6 consists of voltage 
drop across the collector junction, drop across the drift region, 
and the drop across the MOSFET portion. The low value of 
the drift-region conductivity modulation near the p-base 
junction causes a substantial drop across the JFET resistance 
of the MOSFET (Vyper) in addition to the voltage drop across 
the channel resistance (Vp) and the accumulation layer 
resistance (V,..): 


(7.2) 
(7.3) 


VcE(on) = Vptn + Varit + VMosrET 

Vmosrer = Ven + Virer + Vace 
When the lifetime in the n` -drift region is large, the gain of 
the pnp-bipolar transistor is high and its collector current is 


much larger than the MOSFET current. Therefore, the voltage 
drop across the MOSFET component of IGBT is a small 
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FIGURE 7.7 Trench IGBT structure. 
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fraction of the total voltage drop. When lifetime control 
techniques are used to increase the switching speed, the 
current gain of the bipolar transistor is reduced and a greater 
portion of the current flows through the MOSFET channel 
and thus the voltage drop across the MOSFET increases. In 
order to decrease the resistance of the MOSFET current path, 
trench IGBTs can be used as is shown in Fig. 7.7. Extending the 
trench gate below the p-base and n -drift region junction 
forms a channel between the nt-emitter and the n` -drift 
region. This eliminates the JFET and accumulation layer 
resistance and thus reduces the voltage drop across the 
MOSFET component of IGBT, which results in superior 
conduction characteristics. By use of trench structure the 
IGBT cell density and latching current density are also 
improved. 


7.4 Dynamic Switching Characteristics 


7.4.1 Turn-on Characteristics 


The switching waveforms of an IGBT in a clamped inductive 
circuit are shown in Fig. 7.8. The inductance-to-resistance 
(L/R) time constant of the inductive load is assumed to be 
large compared to the switching frequency and therefore can 
be considered as a constant current source Ip. The IGBT turn- 
on switching performance is dominated by its MOS structure. 
During ton) the gate current charges the constant input 
capacitance with a constant slope until the gate-emitter 
voltage reaches the threshold voltage Vorn) of the device. 
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FIGURE 7.8 The IGBT turn-on waveforms in a clamped inductive load 
circuit. 
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During t; load current is transferred from the diode into the 
device and increases to its steady-state value. 

The gate voltage rise time and IGBT transconductance 
determine the current slope and as a result tį. When the 
gate-emitter voltage reaches Vopon) that will support the 
steady-state collector current, collector-emitter voltage starts 
to decrease. After this there are two distinct intervals during 
IGBT turn-on. In the first interval the collector-to-emitter 
voltage drops rapidly as the gate-drain capacitance Cq of the 
MOSFET portion of IGBT discharges. At low collector-emitter 
voltage Cq increases. A finite time is required for high-level 
injection conditions to set in the drift region. The pnp- 
transistor portion of IGBT has a slower transition to its on- 
state than the MOSFET. The gate voltage starts rising again 
only after the transistor comes out of its saturation region into 
the linear region, when complete conductivity modulation 
occurs and the collector-emitter voltage reaches its final on- 
state value. 


7.4.2 Turn-off Characteristics 


Turn-off begins by removing the gate-emitter voltage. Voltage 
and current remain constant until the gate voltage reaches 
VGElon) required to maintain the collector steady-state current 
as shown in Fig. 7.9. After this delay time (t,(o4)) the collector 
voltage rises, while the current is held constant. The gate 
resistance determines the rate of collector-voltage rise. As the 
MOS channel turns off, collector current decreases sharply 
during t;,. The MOSFET portion of IGBT determines the 
turn-off delay time tof) and the voltage rise time ty. When 
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FIGURE 7.9 Switching waveforms during IGBT clamped inductive load 
turn-off. 
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the collector voltage reaches the bus voltage, the freewheeling 
diode starts to conduct. 

However, the excess stored charge in the n -drift region 
during on-state conduction must be removed for the device to 
turn off. The high minority-carrier concentration stored in the 
n -drift region supports the collector current after the MOS 
channel is turned off. Recombination of the minority carriers 
in the wide-base region gradually decreases the collector 
current and results in a current tail. Because there is no 
access to the base of the pnp-transistor, the excess minority 
carriers cannot be removed by reverse-biasing the gate. The tgz 
interval is long because the excess carrier lifetime in this region 
is normally kept high to reduce the on-state voltage drop. 
Because the collector-emitter voltage has reached the bus 
voltage in this interval a significant power loss occurs that 
increases with frequency. Therefore, the current tail limits the 
IGBT operating frequency and there is a trade-off between the 
on-state losses and faster switching times. For an on-state 
current of In» the magnitude of current tail, and time required 
for the collector current to decrease to 10% of its on-state 
value, turn-off (tg) time, are approximated as: 


LO Sale ie (7.4) 
lo = THL In(102,,,5) (7.5) 
where 
l 
“pnp = sech(7-) (7.6) 


is the gain of the bipolar pnp-transistor, l is the undepleted 
basewidth and L, is the ambipolar diffusion length and it is 
assumed that the high-level lifetime (t,;) is independent of 
the minority carrier injection during the collector current 
decay. 

Lifetime control techniques are used to reduce the lifetime 
(ty,) and the gain of the bipolar transistor («,,,,). As a result 
the magnitude of the current tail and to decrease. However, 
the conductivity modulation decreases, which increases the 
on-state voltage drop in the drift region. Therefore, higher- 
speed IGBTs have a lower current rating. Thermal diffusion of 
impurities such as gold and platinum introduces recombina- 
tion centers, which reduce the lifetime. The device can also be 
irradiated with high-energy electrons to generate recombina- 
tion centers. Electron irradiation introduces a uniform distri- 
bution of defects, which results in reduction of lifetime in the 
entire wafer and affects the conduction properties of the 
device. Another method of lifetime control is proton implan- 
tation, which can place defects at a specific depth. Therefore, it 
is possible to have a localized control of lifetime to improve 
the trade-off between the on-state voltage and switching speed 
of the device. The turn-off loss can be minimized by curtailing 
the current tail as a result of speeding up the recombination 
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process in the portion of the drift region, which is not swept 
by the reverse bias. 


7.4.3 Latch-up of Parasitic Thyristor 


A portion of the minority carriers injected into the drift region 
from the collector of an IGBT flows directly to the emitter 
terminal. The negative charge of electrons in the inversion 
layer attracts the majority of holes and generates the lateral 
component of hole current through the p-type body layer as 
shown in Fig. 7.10. This lateral current flow develops a voltage 
drop across the spreading resistance of the p-base region, 
which forward-biases the base-emitter junction of the npn- 
parasitic BJT. By designing a small spreading resistance, the 
voltage drop is lower than the built-in potential and therefore 
the parasitic thyristor between the pt-collector region, n`- 
drift region, p-base region, and nt-emitter does not latch up. 
Larger values of on-state current density produce a larger 
voltage drop, which causes injection of electrons from the 
emitter region into the p-base region and hence turn-on of the 
npn-transistor. When this occurs the pnp-transistor will turn 
on, and therefore the parasitic thyristor will latch up and the 
gate loses control over the collector current. 

Under dynamic turn-off conditions the magnitude of the 
lateral hole current flow increases and latch-up can occur at 
lower on-state currents compared to the static condition. The 
parasitic thyristor latches up when the sum of the current 
gains of the npn- and pnp-transistors exceeds one. When the 
gate voltage is removed from IGBT with a clamped inductive 
load, its MOSFET component turns off and reduces the 
MOSFET current to zero very rapidly. As a result the drain- 
source voltage rises rapidly and is supported by the junction 
between the n` -drift region and the p-base region. The drift 
region has a lower doping and therefore the depletion layer 
extends more in the drift region. Hence, the current gain of the 
pnp-transistor portion, &pnp increases and a greater portion of 
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FIGURE 7.10 On-state current flow paths in an IGBT structure. 
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the injected holes into the drift region will be collected at the 
junction of p-base and n` -drift regions. Therefore, the magni- 
tude of the lateral hole current increases, which increases the 
lateral voltage drop. As a result the parasitic thyristor will latch 
up even if the on-state current is less than the static latch-up 
value. 

Reducing the gain of the npn- or pnp-transistors can prevent 
the parasitic thyristor latch-up. A reduction in the gain of the 
pnp-transistor increases the IGBT on-state voltage drop. 
Therefore, in order to prevent the parasitic thyristor latch up 
it is better to reduce the gain of the npn-transistor component 
of IGBT. Reduction of carrier lifetime, use of buffer layer, and 
use of deep p*-diffusion improve the latch-up immunity of 
IGBT. However, inadequate extension of the pt-region may 
fail to prevent the device from latch-up. Also, care should be 
taken that the p*-diffusion does not extend into the MOS 
channel because this causes an increase in the MOS threshold 
voltage. 


7.5 IGBT Performance Parameters 


The IGBTs are characterized by certain performance para- 
meters. The manufacturers specify these parameters, which are 
described in what follows, in the IGBT data sheet. The 
important ratings of IGBTs are values that establish either a 
minimum or maximum limiting capability or limiting condi- 
tion. The IGBTs cannot be operated beyond the maximum or 
minimum rating value, which is determined for a specified 
operating point and environment condition. 

Collector-Emitter Blocking Voltage (BVcgs): This para- 
meter specifies the maximum off-state collector-emitter 
voltage when the gate and emitter are shorted. Breakdown is 
specified at a specific leakage current and varies with tempera- 
ture by a positive temperature coefficient. 

Emitter-Collector Blocking Voltage (BVzcs): This para- 
meter specifies the reverse breakdown of the collector-base 
junction of the pnp-transistor component of IGBT. 

Gate-Emitter Voltage (V¢,;;): This parameter determines 
the maximum allowable gate-emitter voltage when the collec- 
tor is shorted to emitter. The thickness and characteristics of 
the gate-oxide layer determine this voltage. The gate voltage 
should be limited to a much lower value to limit the collector 
current under fault conditions. 

Continuous Collector Current (Ic): This parameter repre- 
sents the value of the dc current required to raise the junction 
to its maximum temperature from a specified case tempera- 
ture. This rating is specified at a case temperature of 25°C and 
maximum junction temperature of 150°C. Because normal 
operating condition cause higher case temperatures, a plot is 
given to show the variation of this rating with case tempera- 
ture. 

Peak Collector Repetitive Current (Icy): Under transient 
conditions the IGBT can withstand higher peak currents 
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compared to its maximum continuous current, which is 
described by this parameter. 

Maximum Power Dissipation (Pp): This parameter repre- 
sents the power dissipation required to raise the junction 
temperature to its maximum value of 150°C, at a case 
temperature of 25°C. Normally a plot is provided to show 
the variation of this rating with temperature. 

Junction Temperature (7;): Specifies the allowable range of 
the IGBT junction temperature during its operation. 

Clamped Inductive Load Current (Iņ): This parameter 
specifies the maximum repetitive current that IGBT can turn 
off under a clamped inductive load. During IGBT turn-on, the 
reverse recovery current of the freewheeling diode in parallel 
with the inductive load increases the IGBT turn-on switching 
loss. 

Collector-Emitter Leakage Current (Icgs): This parameter 
determines the leakage current at the rated voltage and specific 
temperature when the gate is shorted to emitter. 

Gate-Emitter Threshold Voltage (Vogon): This parameter 
specifies the gate-emitter voltage range, where the IGBT is 
turned on to conduct the collector current. The threshold 
voltage has a negative temperature coefficient. Threshold 
voltage increases linearly with gate-oxide thickness and as 
the square root of the p-base doping concentration. Fixed 
surface charge at the oxide-silicon interface and mobile ions in 
the oxide shift the threshold voltage. 

Collector-Emitter Saturation Voltage (Vcęsar): This 
parameter specifies the collector-emitter forward voltage 
drop and is a function of collector current, gate voltage, and 
temperature. Reducing the resistance of the MOSFET channel 
and JFET region, and increasing the gain of the pnp-bipolar 
transistor can minimize the on-state voltage drop. The voltage 
drop across the MOSFET component of IGBT, which provides 
the base current of the pnp-transistor is reduced by a larger 
channel width, shorter channel length, lower threshold 
voltage, and wider gate length. Higher minority carrier life- 
time and a thin n-epi region cause high carrier injection and 
reduce the voltage drop in the drift region. 

Forward Transconductance (gpp): Forward transconduc- 
tance is measured with a small variation on the gate voltage, 
which linearly increases the IGBT collector current to its rated 
current at 100°C. The transconductance of an IGBT is reduced 
at currents much higher than its thermal-handling capability. 
Therefore, unlike the bipolar transistors, the current-handling 
capability of IGBTs is limited by thermal consideration and 
not by its gain. At higher temperatures, the transconductance 
starts to decrease at lower collector currents. Therefore these 
features of transconductance protect the IGBT under short- 
circuit operation. 

Total Gate Charge (Qg): This parameter helps to design a 
suitably sized gate-drive circuit and approximately calculate its 
losses. Because of the minority-carrier behavior of the device, 
the switching times cannot be approximately calculated by use 
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of gate-charge value. This parameter varies as a function of the 
gate-emitter voltage. 

Turn-on Delay Time (t,;): This is defined as the time 
between 10% of gate voltage to 10% of the final collector 
current. 

Rise Time (t,): This is the time required for the collector 
current to increase to 90% of its final value from 10% of its 
final value. 

Turn-off Delay Time (t,o): This is the time between 90% 
of gate voltage to 10% of final collector voltage. 

Fall Time (t): This is the time required for the collector 
current to drop from 90% of its initial value to 10% of its 
initial value. 

Input Capacitance (C;,,): The measured gate-emitter capa- 
citance when collector is shorted to emitter. The input 
capacitance is the sum of the gate-emitter and the Miller 
capacitance. The gate-emitter capacitance is much larger than 
the Miller capacitance. 

Output Capacitance (C,,,): The capacitance between collec- 
tor and emitter when the gate is shorted to the emitter, which 
has the typical pn-junction voltage dependency. 

Reverse Transfer Capacitance (C,,,): The Miller capacitance 
between gate and collector, which has a complex voltage 
dependency. 

Safe Operating Area (SOA): The safe operating area deter- 
mines the current and voltage boundary within which the 
IGBT can be operated without destructive failure. At low 
currents the maximum IGBT voltage is limited by the open- 
base transistor breakdown. The parasitic thyristor latch-up 
limits the maximum collector current at low voltages. While 
IGBTs immune to static latch-up may be vulnerable to 
dynamic latch-up, operation in short-circuit and inductive 
load switching are conditions that would subject an IGBT to a 
combined voltage and current stress. A forward-biased safe 
operating area (FBSOA) is defined during the turn-on tran- 
sient of the inductive load switching when both electron and 
hole current flow in the IGBT in the presence of high voltage 
across the device. The reverse-biased safe operating area 
(RBSOA) is defined during the turn-off transient, where 
only hole current flows in the IGBT with high voltage across it. 

If the time duration of simultaneous high voltage and high 
current is long enough, the IGBT failure will occur because of 
thermal breakdown. However, if this time duration is short, 
the temperature rise due to power dissipation will not be 
enough to cause thermal breakdown. Under this condition the 
avalanche breakdown occurs at voltage levels lower than the 
breakdown voltage of the device. Compared to the steady-state 
forward blocking condition the much larger charge in the drift 
region causes a higher electric field and narrower depletion 
region at the p-base and n` -drift junction. Under RBSOA 
conditions there is no electron in the space-charge region and 
therefore there is a larger increase in electric field than the 
FBSOA condition. 
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FIGURE 7.11 The IGBT safe operating area (SOA). 

The IGBT SOA is indicated in Fig. 7.11. Under short 
switching times the rectangular SOA shrinks by an increase 
in the duration of the on-time. Thermal limitation is the 
reason for smaller SOA and the lower limit is set by dc 
operating conditions. The device switching loci under hard 
switching (dashed lines) and zero voltage or zero current 
switching (solid lines) is also indicated in Fig. 7.11. The 
excursion is much wider for switch-mode hard-switching 
applications than for the soft-switching case and therefore a 
much wider SOA is required for hard-switching applications. 
At present, IGBTs are optimized for hard-switching applica- 
tions. In soft-switching applications the conduction losses of 
IGBT can be optimized at the cost of smaller SOA. In this case 
the p-base doping can be adjusted to result in a much lower 
threshold voltage and hence forward voltage drop. However, in 
hard-switching applications the SOA requirements dominate 
over forward voltage drop and switching time. Therefore, the 
p-base resistance should be reduced, which causes a higher 
threshold voltage. As a result, the channel resistance and 
forward voltage drop will increase. 


7.6 Gate-Drive Requirements 


The gate-drive circuit acts as an interface between the logic 
signals of the controller and the gate signals of the IGBT, 
which reproduces the commanded switching function at a 
higher power level. Nonidealities of the IGBT such as finite 
voltage and current rise and fall times, turn-on delay, voltage 
and current overshoots, and parasitic components of the 
circuit cause differences between the commanded and real 
waveforms. Gate-drive characteristics affect the IGBT non- 
idealities. The MOSFET portion of the IGBT drives the base of 
the pnp-transistor and therefore the turn-on transient and 
losses are greatly affected by the gate drive. 

Due to lower switching losses, soft-switched power conver- 
ters require gate drives with higher power ratings. The IGBT 
gate drive must have sufficient peak current capability to 
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provide the required gate charge for zero current switching 
and zero voltage switching. The delay of the input signal to the 
gate drive should be small compared to the IGBT switching 
period and therefore the gate drive speed should be designed 
properly to be able to use the advantages of faster switching 
speeds of the new generation IGBTs. 


7.6.1 Conventional Gate Drives 


The first IGBT gate drives used fixed passive components and 
were similar to MOSFET gate drives. Conventional gate-drive 
circuits use a fixed gate resistance for turn-on and turn-off as 
shown in Fig. 7.12. 

The turn-on gate resistor R,,, limits the maximum collector 
current during turn-on, and the turn-off gate resistor Ryo 
limits the maximum collector-emitter voltage. In order to 
decouple the dv,,/dt and di,/dt control an external capaci- 
tance C, can be used at the gate, which increases the time 
constant of the gate circuit and reduces the di./dt as shown in 
Fig. 7.13. However, C, does not affect the dv,,/dt transient, 
which occurs during the Miller plateau region of the gate 


voltage. 


7.6.2 New Gate-Drive Circuits 


In order to reduce the delay time required for the gate voltage 
to increase from vz to V,.(th), the external gate capacitor can 


V, 


[“ C 


FIGURE 7.12 
resistors. 


Gate-drive circuit with independent turn-on and turn-off 


FIGURE 7.13 External gate capacitor for decoupling dv,e/dt and di, /dt 
during switching transient. 
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be introduced in the circuit only after V, reaches V,,(th) as is 
shown in Fig. 7.14, where the collector current rise occurs. The 
voltage tail during turn-on transient is not affected by this 
method. In order to prevent shoot-through caused by acci- 
dental turn-on of IGBT due to noise, a negative gate voltage is 
required during the off-state. Low gate impedance reduces the 
effect of noise on the gate. 

During the first slope of the gate voltage turn-on transient 
the rate of charge supply to the gate determines the collector- 
current slope. During the Miller-effect zone of the turn-on 
transient the rate of charge supply to the gate determines the 
collector-voltage slope. Therefore, the slope of the collector 
current, which is controlled by the gate resistance, strongly 
affects the turn-on power loss. Reduction in switching power 
loss requires low gate resistance. However, the collector- 
current slope also determines the amplitude of the conducted 
electromagnetic interference during turn-on switching transi- 
ent. Lower electromagnetic interference generation requires 
higher values of gate resistance. Therefore, in conventional 
gate-drive circuits by selecting an optimum value for R,, there 
is a trade-off between lower switching losses and lower 
electromagnetic interference generation. 

However, the turn-off switching of IGBT depends on the 
bipolar characteristics. Carrier lifetime determines the rate at 
which the minority carriers stored in the drift region recom- 
bine. The charge removed from the gate during turn-off has 
small influence on minority-carrier recombination. The tail 
current and di/dt during turn-off, which determine the turn- 
off losses, depend mostly on the amount of stored charge and 
the minority-carrier lifetime. Therefore, the gate-drive circuit 
has a minor influence on turn-off losses of the IGBT, while it 
affects the turn-on switching losses. 

The turn-on transient is improved by use of the circuit 
shown in Fig. 7.15. The additional current source increases the 
gate current during the tail voltage time and thus reduces the 
turn-on loss. The initial gate current is determined by V$ and 
Rgon> Which are chosen to satisfy device electrical specifications 
and EMI requirements. After the collector current reaches its 
maximum value, the Miller effect occurs and the controlled- 
current source is enabled to increase the gate current to 
increase the rate of collector-voltage fall. This reduces the 


FIGURE 7.14 A circuit for reducing the turn-on delay. 
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turn-on switching loss. Turn-off losses can only be reduced 
during the Miller effect and MOS turn-off portion of the turn- 
off transient, by reducing the gate resistance. However, this 
increases the rate of change of collector voltage, which strongly 
affects the IGBT latching current and RBSOA. During the 
turn-off period, the turn-off gate resistor R, og determines the 
maximum rate of collector-voltage change. After the device 
turns off, turning on transistor T, prevents the spurious turn- 
on of IGBT by preventing the gate voltage from reaching the 
threshold voltage. 


7.6.3 Protection 


Gate-drive circuits can also provide fault protection of IGBT 
in the circuit. The fault-protection methods used in IGBT 
converters are different from their gate-turn-off thyristor 
(GTO) counterparts. In a GTO converter a crowbar is used 
for protection and as a result there is no current limiting. 
When the short-circuit is detected the control circuit turns on 
all the GTO switches in the converter, which results in opening 
of a fuse or circuit breaker on the dc input. Therefore, series 
di/dt snubbers are required to prevent rapid increase of the 
fault current and the snubber inductor has to be rated for large 
currents in the fault condition. However, IGBT has an impor- 
tant ability to intrinsically limit the current under overcurrent 
and short-circuit fault conditions, and the value of the fault 
current can be much larger than the nominal IGBT current. 
Thus IGBT has to be turned off rapidly after the fault occurs. 
The magnitude of the fault current depends on the positive- 
gate bias voltage V$. A higher V% is required to reduce 
conduction loss in the device, but this leads to larger fault 
currents. In order to decouple the trade-off limitation between 
conduction loss and fault-current level, a protection circuit 
can reduce the gate voltage when a fault occurs. However, this 
does not limit the peak value of the fault current, and therefore 
a fast fault-detection circuit is required to limit the peak value 
of the fault current. Fast integrated sensors in the gate-drive 
circuit are essential for proper IGBT protection. 

Various methods have been studied to protect IGBTs under 
fault conditions. One of the techniques uses a capacitor to 
reduce the gate voltage when the fault occurs. However, 


FIGURE 7.15 Schematic circuit of an IGBT gate-drive circuit. 
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depending on the initial condition of the capacitor and its 
value, the IGBT current may reduce to zero and then turn on 
again. Another method is to softly turn off the IGBT after the 
fault and to reduce the overvoltage due to di./dt. Therefore, 
the overvoltage on IGBT caused by the parasitic inductance is 
limited while turning off large currents. The most common 
method of IGBT protection is collector-voltage monitoring or 
desaturation detection. The monitored parameter is the collec- 
tor-emitter voltage, which makes fault detection easier 
compared to measuring the device current. However, voltage 
detection can be activated only after the complete turn on of 
IGBT. If the fault current increases slowly due to large fault 
inductance, the fault detection is difficult because the collec- 
tor-emitter voltage will not change significantly. In order to 
determine whether the current that is being turned off is 
overcurrent or nominal current, the Miller voltage plateau 
level can be used. This method can be used to initiate soft 
turn-off and to reduce the overvoltage during overcurrents. 

Special sense IGBTs have been introduced at low-power 
levels with a sense terminal to provide a current signal 
proportional to the IGBT collector current. A few active 
device cells are used to mirror the current carried by the 
other cells. Unfortunately, however, sense IGBTs are not 
available at high-power levels and there are problems related 
to the higher conduction losses in the sense device. The most 
reliable method to detect an overcurrent fault condition is to 
introduce a current sensor in series with the IGBT. The 
additional current sensor makes the power circuit more 
complex and may lead to parasitic bus inductance, which 
results in higher overvoltages during turn off. 

After the fault occurs the IGBT has to be safely turned off. 
Due to large di,/dt during turn-off, the overvoltage can be 
very large. Therefore, many techniques have been investigated 
to obtain soft turn-off. The most common method is to use a 
large turn-off gate resistor when the fault occurs. Another 
method to reduce the turn-off overvoltage is to lower the 
fault-current level by reducing the gate voltage before initiat- 
ing the turn-off. A resistive voltage divider can be used to 
reduce the gate voltage during fault turn-off. For example, the 
gate-voltage reduction can be obtained by turning on simul- 
taneously Ryo and R,o, in the circuit of Fig. 7.12. Another 
method is to switch a capacitor into the gate and rapidly 
discharge the gate during the occurrence of a fault. To prevent 
the capacitor from charging back up to the nominal on-state 
gate voltage, a large capacitor should be used, which may cause 
a rapid gate discharge. Also, a Zener diode can be used in the 
gate to reduce the gate voltage after a fault occurs, but the slow 
transient behavior of the Zener diode leads to large initial peak 
fault current. The power dissipation during a fault determines 
the time duration that the fault current can flow in the IGBT 
without damaging it. Therefore, the IGBT fault-endurance 
capability is improved by the use of fault-current limiting 
circuits to reduce the power dissipation in the IGBT under 
fault conditions. 
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7.7 Circuit Models 


A high-quality IGBT model for circuit simulation is essential 
for improving the efficiency and reliability in the design of 
power electronic circuits. Conventional models for power 
semiconductor devices simply described an abrupt or linear 
switching behavior and a fixed resistance during the conduc- 
tion state. Low switching frequencies of power circuits made it 
possible to use these approximate models. However, moving 
to higher switching frequencies to reduce the size of a power 
electronic system requires high-quality power semiconductor 
device models for circuit simulation. 

The n-channel IGBT consists of a pnp-bipolar transistor 
whose base current is provided by an n-channel MOSFET, as is 
shown in Fig. 7.1. Therefore, the IGBT behavior is determined 
by physics of the bipolar and MOSFET devices. Several effects 
dominate the static and dynamic device characteristics. The 
influence of these effects on a low-power semiconductor 
device is negligible and therefore they cannot be described 
by standard device models. The conventional circuit models 
were developed to describe the behavior of low-power devices, 
and therefore were not adequate to be modified for IGBT. The 
reason is that the bipolar transistor and MOSFET in the IGBT 
have a different behavior compared to their low-power coun- 
terparts; they also have different structures. 

The currently available models have different levels of 
accuracy at the expense of speed. Circuit issues such as 
switching losses and reliability are strongly dependent on the 
device and require accurate device models. However, simpler 
models are only adequate for system-oriented issues such as 
the behavior of an electric motor driven by a pulsewidth 
modulation (PWM) converter. Finite-element models have 
high accuracy, but are slow and require internal device 
structure details. Macromodels are fast but have low accuracy, 
which depends on the operating point. Commercial circuit 
simulators have introduced one-dimensional (1D) physics- 
based models, which offer a compromise between the finite- 
element models and macromodels. The Hefner model and the 
Kraus model are such examples that have been implemented 
in Saber and there has been some effort to implement them in 
PSPICE. The Hefner model depends on the redistribution of 
charge in the drift region during transients. The Kraus model 
depends on the extraction of charge from the drift region by 
the electric field and emitter back-injection. 

The internal BJT of the IGBT has a wide base, which is 
lightly doped to support the depletion region to have high 
blocking voltages. The excess carrier lifetime in the base region 
is low to have fast turn-off. However, low-power bipolar 
transistors have high excess carrier lifetime in the base, 
narrow base and high current gain. A finite base transit time 
is required for a change in the injected base charge to change 
the collector current. Therefore, quasi-static approximation 
cannot be used at high speeds and the transport of carriers 
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in the base should be described by ambipolar transport 
theory. 


7.7.1 Input and Output Characteristics 


The bipolar and MOSFET components of a symmetric IGBT 
are shown in Fig. 7.16. The components between the emitter 
(e), base (b), and collector (c) terminals correspond to the 
bipolar transistor and those between gate (g), source (s), and 
drain (d) are associated with MOSFET. The combination of 
the drain-source and gate-drain depletion capacitances is 
identical to the base-collector depletion capacitance, and 
therefore they are shown for the MOSFET components. The 
gate-oxide capacitance of the source overlap (C,,,) and source 
metallization capacitance (Cm) form the gate-source capaci- 
tance (C,,). When the MOSFET is in its linear region the gate- 
oxide capacitance of the drain overlap (C,,4) forms the gate- 
drain capacitance (C,,). In the saturation region of MOSFET 
the equivalent series connection of gate-drain overlap oxide 
capacitance and the depletion capacitance of the gate-drain 
overlap (C,4;) forms the gate-drain Miller capacitance. The 
gate-drain depletion width and the drain-source depletion 
width are voltage dependent, which has the same effect on 
the corresponding capacitances. 

The most important capacitance in IGBT is the capacitance 
between the input terminal (g) and output terminal (a), 
because the switching characteristics are affected by this feed- 
back. 
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Cox is determined by the oxide thickness and device area. The 
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FIGURE 7.16 Symmetric IGBT half cell. 
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cause different states of charge and therefore different capaci- 
tance values. 

The stored charge in the lightly doped wide base of the 
bipolar component of IGBT causes switching delays and 
switching losses. The standard quasi-static charge description 
is not adequate for IGBT because it assumes that the charge 
distribution is a function of the IGBT terminal voltage. 
However, the stored charge density (p(x,t)) changes with 
time and position and therefore the ambipolar diffusion 
equation must be used to describe the charge variation: 


dP(x,t) Px, t) PPC, t) 
oe ee 


(7.8) 
a 

The slope of the charge-carrier distribution determines 
the sum of electron and hole currents. The nonquasistatic 
behavior of the stored charge in the base of the bipolar 
component of IGBT results in the collector-emitter redistribu- 
tion capacitance (C,,,). This capacitance dominates the output 
capacitance of IGBT during turn-off and describes the rate of 
change of the base-collector depletion layer with the rate of 
change of the base-collector voltage. However, the base- 
collector displacement current is determined by the gate- 
drain (Cj) and drain-source (Caj) capacitance of the 
MOSFET component. 


7.7.2 Implementing the IGBT Model into a 
Circuit Simulator 


Usually a netlist is employed in a circuit simulator such as 
Saber to describe an electrical circuit. Each component of the 
circuit is defined by a model template with the component 
terminal connection and the model parameters values. While 
Saber libraries provide some standard component models, the 
models can be generated by implementing the model equa- 
tions in a defined Saber template. Electrical component 
models of IGBT are defined by the current through each 
component element as a function of component variables, 
such as terminal and internal node voltages and explicitly 
defined variables. The circuit simulator uses the Kirchhoff 
current law to solve for electrical component variables such 
that the total current into each node is equal to zero, while 
satisfying the explicitly defined component variables needed to 
describe the state of the device. 

The IGBT circuit model is generated by defining the 
currents between terminal nodes as a nonlinear function of 
component variables and their rate of change. An IGBT circuit 
model is shown in Fig. 7.17. Compared to Fig. 7.16 the bipolar 
transistor is replaced by the two base and collector-current 
sources. There is a distributed voltage drop due to diffusion 
and drift in the base regions. The drift terms in the ambipolar 
diffusion equation depend on base and collector currents. 
Therefore, both of these currents generate the resistive voltage 
drop V,, and R, is placed at the emitter terminal in the IGBT 
circuit model. The capacitance of the emitter-base junction 
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(C,,) is implicitly defined by the emitter-base voltage as a 
function of base charge; I,,, is the emitter-base capacitor 
current that defines the rate of change of the base charge. 
The current through the collector-emitter redistribution capa- 
citance (Ie) is part of the collector current, which in contrast 
to I„ depends on the rate of change of the base-emitter 
voltage; I,,, is part of the base current that does not flow 
through C,, and does not depend on the rate of change of 
base-collector voltage. 

Impact ionization causes carrier multiplication in the high 
electric field of the base-collector depletion region. This carrier 
multiplication generates an additional base-collector current 
component (Ipyit)s Which is proportional to I. Lanos and the 
multiplication factor. The resulting Saber IGBT model should 
be able to describe accurately the experimental results for the 
range of static and dynamic conditions where IGBT operates. 
Therefore, the model can be used to describe the steady-state 
and dynamic characteristics under various circuit conditions. 

The currently available models have different levels of 
accuracy at the expense of speed. Circuit issues such as 
switching losses and reliability are strongly dependent on the 
device and require accurate device models. However, simpler 
models are adequate for system-oriented issues such as the 
behavior of an electric motor driven by a PWM converter. 
Finite-element models have high accuracy, but are slow and 
require internal device structure details. Macromodels are fast 
but have low accuracy, which depends on the operating point. 
Commercial circuit simulators have introduced 1D physics- 
based models, which offer a compromise between the finite- 
element models and macromodels. 


7.8 Applications 


Power electronics evolution is a result of the evolution of 
power semiconductor devices. Applications of power electro- 
nics are still expanding in industrial and utility systems. A 
major challenge in designing power electronic systems is 
simultaneous operation at high power and high switching 
frequency. The advent of IGBTs has revolutionized power 
electronics by extending the power and frequency boundary. 
During the last decade the conduction and switching losses of 
IGBTs have been reduced in the process of transition from the 
first- to the third-generation IGBTs. The improved character- 
istics of the IGBTs have resulted in higher switching speed and 
lower energy losses. High-voltage IGBTs are expected to take 
the place of high-voltage GTO thyristor converters in the near 
future. To advance the performance beyond the third-genera- 
tion IGBTs, the fourth-generation devices will require exploit- 
ing fine-line lithographic technology and employing the 
trench technology used to produce power MOSFETs with 
very low on-state resistance. Intelligent IGBT or intelligent 
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FIGURE 7.17 IGBT circuit model. 


power module (IPM) is an attractive power device integrated 
with circuits to protect against overcurrent, overvoltage, and 
overheating. The main application of IGBT is for use as a 
switching component in inverter circuits, which are used in 
both power supply and motor drive applications. The advan- 
tages of using IGBT in these converters are simplicity and 
modularity of the converter, simple gate drive, elimination of 
snubber circuits due to the square SOA, lower switching loss, 
improved protection characteristics in case of overcurrent and 
short-circuit fault, galvanic isolation of the modules, and 
simpler mechanical construction of the power converter. 
These advantages have made the IGBT the preferred switching 
device in the power range below 1 MW. 

Power supply applications of IGBTs include uninterruptible 
power supplies (UPS) as is shown in Fig. 7.18, constant- 
voltage constant-frequency power supplies, induction heating 
systems, switch mode power supplies, welders (Fig. 7.19), 
cutters, traction power supplies, and medical equipment 
(CT, X-ray). Low-noise operation, small size, low cost and 
high accuracy are characteristics of the IGBT converters in 
these applications. Examples of motor drive applications 
include the variable-voltage variable-frequency inverter as is 
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shown in Fig. 7.20. The IGBTS have been introduced at high 
voltage and current levels, which has enabled their use in high- 
power converters utilized for medium-voltage motor drives. 
The improved characteristics of the IGBTs have introduced 
power converters in megawatt power applications such as 
traction drives. One of the critical issues in realizing high- 
power converters is the reliability of the power switches. The 
devices used in these applications must be robust and capable 
of withstanding faults long enough for a protection scheme to 
be activated. The hard-switching voltage source power conver- 
ter is the most commonly used topology. In this switch-mode 
operation the switches are subjected to high switching stresses 
and high-switching power loss that increase linearly with the 
switching frequency of the pulsewidth modulation (PWM). 
The resulting switching loci in the v, — i, plane is shown by 
the dotted lines in Fig. 7.11. Because of simultaneous large 
switch voltage and large switch current, the switch must be 
capable of withstanding high switching stresses with a large 
SOA. The requirement of being able to withstand large stresses 
results in design compromises in other characteristics of the 
power semiconductor device. Often forward voltage drop and 
switching speed are sacrificed for enhanced short-circuit 
capability. Process parameters of the IGBT such as threshold 
voltage, carrier lifetime, and the device thickness can be varied 
to obtain various combinations of SOA, on-state voltage, and 
switching time. However, there is very little overlap in the 
optimum combination for more than one performance para- 
meter. Therefore, improved performance in one parameter is 
achieved at the cost of other parameters. 

In order to reduce the size, the weight, and the cost of 
circuit components used in a power electronics converter very 
high switching frequencies of the order of a few megahertz are 
being contemplated. In order to be able to increase the 
switching frequency, the problems of switch stresses, switching 
losses and the EMI associated with switch-mode applications 
need to be solved. Use of soft-switching converters reduces the 
problems of high dv/dt and high di/dt by use of external 
inductive and capacitive components to shape the switching 
trajectory of the device. The device-switching loci resulting 
from soft switching is shown in Fig. 7.11, where significant 
reduction in switching stress can be noticed. The traditional 
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IGBT welder. 


FIGURE 7.19 


snubber circuits achieve this goal without the added control 
complexity, but the power dissipation in these snubber circuits 
can be large and limit the switching frequency of the converter. 
Also, passive components significantly add to the size, weight, 
and cost of the converter at high power levels. Soft switching 
uses lossless resonant circuits, which solves the problem of 
power loss in the snubber circuit, but increases the conduction 
loss. Resonant transition circuits eliminate the problem of 
high peak device stress in the soft-switched converters. The 
main drawback of these circuits is the increased control 
complexity required to obtain the resonant switching transi- 
tion. The large number of circuit variables to be sensed in such 
power converters can affect their reliability. With short-circuit 
capability no longer being the primary concern, designers can 
push the performance envelope for their circuits until the 
device becomes the limiting factor once again. 

The transient response of the conventional volts/hertz 
induction motor drive is sluggish because both torque and 
flux are functions of stator voltage and frequency. Use of 
vector or field-oriented control methods makes the perfor- 
mance of the induction motor drive almost identical to that of 
a separately excited dc motor. Therefore, the transient 
response is similar to a dc machine, where torque and flux 
can be controlled in a decoupled manner. Vector-controlled 
induction motors with shaft encoders or speed sensors have 
been widely applied in combination with voltage-source PWM 
inverters using IGBT modules. According to the specification 
of the new products, vector-controlled induction motor drive 
systems ranging from kilowatts to megawatts provide a broad 
range of speed control, constant torque operation, and high 
starting torque. 


FIGURE 7.18 


Constant-voltage, constant-frequency inverter (UPS). 


FIGURE 7.20 Variable-voltage, variable-frequency inverter (PWM). 
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Because of their simple gate drives and modular packaging, 
IGBTs led to simpler construction of power electronic circuits. 
This feature has lead to a trend to standardize and modularize 
power electronic circuits. Simplification of the overall system 
design and construction and significant cost reduction are the 
main implications of this approach. With these goals the 
Power Electronics Building Block (PEBB) program has been 
introduced, where the entire power electronic converter system 
is reduced to a single block. Similar modular power electronic 
blocks are commercially available at low power levels in the 
form of power-integrated circuits. At higher power levels, 
these blocks have been realized in the form of intelligent 
power modules and power blocks. However, these high- 
power modules do not encompass entire power electronic 
systems such as motor drives and UPS. The aim of the PEBB 
program is to realize the whole power-handling system within 
standardized blocks. A PEBB is a universal power processor 
that changes any electrical power input to any desired form of 
voltage, current and frequency output. A PEBB is a single 
package with a multifunction controller that replaces the 
complex power electronic circuits with a single device and 
therefore reduces the development and design costs of the 
complex power circuits and simplifies the development and 
design of large electric power systems. 

The applications of power electronics are varied and various 
applications have their own specific design requirement. There 
is a wide choice of available power devices. Because of physical, 
material and design limitations none of the currently available 
devices behave as an ideal switch, which should block arbi- 
trarily large forward and reverse voltages with zero current in 
the off-state, conduct arbitrarily large currents with zero- 
voltage drop in the on-state, and have negligible switching 
time and power loss. Therefore, power electronic circuits 
should be designed by considering the capabilities and limita- 
tions of available devices. Traditionally, there has been limited 
interaction between device manufacturers and circuit 
designers. Thus manufacturers have been fabricating generic 
power semiconductor devices with inadequate consideration 
of the specific applications where the devices are used. The 
diverse nature of power electronics does not allow the use of 
generic power semiconductor devices in all applications as it 
leads to nonoptimal systems. Therefore, the devices and 
circuits need to be optimized at the application level. Soft 
switching topologies offer numerous advantages over conven- 
tional hard-switching applications such as reduced switching 
stress and EMI, and higher switching speed at reduced power 
loss. The IGBTs behave dissimilarly in the two circuit condi- 
tions. As a result devices optimized for hard-switching condi- 
tions do not necessarily give the best possible performance 
when used in soft-switching circuits. In order to extract 
maximum system performance, it is necessary to develop 
IGBTs suited for specific applications. These optimized devices 
need to be manufacturable and cost effective in order to be 
commercially viable. 
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8.1 Introduction 


The efficiency, capacity, and ease of control of power conver- 
ters depend mainly on the power devices employed. Power 
devices, in general, belong to either bipolar-junction type or 
field-effect type and each one has its advantages and disad- 
vantages. The silicon controlled rectifier (SCR), also known as 
a thyristor, is a popular power device that has been used over 
the past several years. It has a high current density and a low 
forward voltage drop, both of which make it suitable for use in 
large power applications. The inability to turn off through the 
gate and the low switching speed are the main limitations of 
an SCR. The gate turn-off (GTO) thyristor was proposed as an 
alternative to SCR. However, the need for a higher gate turn- 
off current limited its application. 
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The power MOSFET has several advantages such as high 
input impedance, ease of control, and higher switching speeds. 
Lower current density and higher forward drop limited the 
device to low-voltage and low-power applications. An effort to 
combine the advantages of bipolar junction and field-effect 
structures has resulted in hybrid devices such as the insulated 
gate bipolar Transistor (IGBT) and the MOS controlled 
thyristor (MCT). While an IGBT is an improvement over a 
bipolar junction transistor (BJT) using a MOSFFT to turn on 
and turn off current, an MCT is an improvement over a 
thyristor with a pair of MOSFETs to turn on and turn off 
current. The MCT overcomes several of the limitations of the 
existing power devices and promises to be a better switch for 
the future. While there are several devices in the MCT family 
with distinct combinations of channel and gate structures [1], 
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one type, called the P-channel MCT, has been widely reported 
and is discussed here. Because the gate of the device is referred 
to with respect to the anode rather than the cathode, it is 
sometimes referred to as a complementary MCT (C-MCT) 
[2]. Harris Semiconductors (Intersil) originally made the 
MCTs, but the MCT division was sold to Silicon Power 
Corporation (SPCO), which has continued the development 
of MCTs. 


8.2 Equivalent Circuit and Switching 
Characteristics 


The SCR is a 4-layer pnpn device with a control gate, and 
applying a positive gate pulse turns it on when it is forward- 
biased. The regenerative action in the device helps to speed up 
the turn-on process and to keep it in the “ON” state even after 
the gate pulse is removed. The MCT uses an auxiliary MOS 
device (PMOSFET) to turn on and this simplifies the gate 
control. The turn-on has all the characteristics of a power 
MOSFET. The turn-off is accomplished using another 
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FIGURE 8.2 Cross section of an MCT unit cell. 


MOSFET (NMOSFET), which essentially diverts the base 
current of one of the BJTs and breaks the regeneration. 

The transistor-level equivalent circuit of a P-channel MCT 
and the circuit symbol are shown in Fig. 8.1. The cross section 
of a unit cell is shown in Fig. 8.2. The MCT is modeled as an 
SCR merged with a pair of MOSFETs. The SCR consists of the 
bipolar junction transistors (BJTs) Q; and Q,, which are 
interconnected to provide regenerative feedback such that 
the transistors drive each other into saturation. Of the two 
MOSFETs, the PMOS located between the collector and 
emitter of Q, helps to turn the SCR on, and the NMOS 
located across the base-emitter junction of Q, turns it off. In 
the actual fabrication, each MCT is made up of a large number 
(~100,000) cells, each of which contains a wide-base npn 
transistor and a narrow-base pnp transistor. While each pnp 
transistor in a cell is provided with an N-channel MOSFET 
across its emitter and base, only a small percentage (~4%) of 
pnp transistors are provided with P-channel MOSFETs across 
their emitters and collectors. The small percentage of PMOS 
cells in an MCT provides just enough current for turn-on and 
the large number of NMOS cells provide plenty of current for 
turn-off. 
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8.2.1 Turn-on and Turn-off 


When the MCT is in the forward blocking state, it can be 
turned on by applying a negative pulse to its gate with respect 
to the anode. The negative pulse turns on the PMOSFET (On- 
FET) whose drain current flows through the base-emitter 
junction of Q, (npn) thereby turning it on. The regenerative 
action within Q, — Q, turns the MCT on into full conduction 
within a very short time and maintains it even after the gate 
pulse is removed. The MCT turns on without a plasma- 
spreading phase giving a high dI/dt capability and ease of 
overcurrent protection. The on-state resistance of an MCT is 
slightly higher than that of an equivalent thyristor because of 
the degradation of the injection efficiency of the Nt 
emitter/p-base junction. Also, the peak current rating of 
an MCT is much higher than its average or rms current 
rating. 

An MCT will remain in the “ON” state until the device 
current is reversed or a turn-off pulse is applied to its gate. 
Applying a positive pulse to its gate turns off a conducting 
MCT. The positive pulse turns on the NMOSFET (Off-FET), 
thereby diverting the base current of Q, (pnp) away to the 
anode of the MCT and breaking the latching action of the 
SCR. This stops the regenerative feedback within the SCR and 
turns the MCT off. All the cells within the device are to be 
turned off at the same time to avoid a sudden increase in 
current density. When the Off-FETs are turned on, the SCR 
section is heavily shorted and this results in a high dV/dt 
rating for the MCT. The highest current that can be turned off 
with the application of a gate bias is called the “maximum 
controllable current.” The MCT can be gate controlled if the 
device current is less than the maximum controllable current. 
For smaller device currents, the width of the turn-off pulse is 
not critical. However, for larger currents, the gate pulse has to 
be wider and more often has to occupy the entire off-period of 
the switch. 


8.3 Comparison of MCT and Other Power 
Devices 


An MCT can be compared to a power MOSFET, a power BJT, 
and an IGBT of similar voltage and current ratings. The 
operation of the devices is compared under on-state, off- 
state, and transient conditions. The comparison is simple 
and very comprehensive. 

The current density of an MCT is ~ 70% higher than that of 
an IGBT having the same total current [2]. During its on-state, 
an MCT has a lower conduction drop compared to other 
devices. This is attributed to the reduced cell size and the 
absence of emitter shorts present in the SCR within the MCT. 
The MCT also has a modest negative temperature coefficient at 
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lower currents with the temperature coefficient turning posi- 
tive at larger current [2]. Figure 8.3 shows the conduction 
drop as a function of current density. The forward drop of a 
50-A MCT at 25°C is around 1.1 V, while that for a compar- 
able IGBT is over 2.5 V. The equivalent voltage drop calculated 
from the value of rps(ON) for a power MOSFET will be much 
higher. However, the power MOSFET has a much lower delay 
time (30 ns) compared to that of an MCT (300 ns). The turn- 
on of a power MOSFET can be so much faster than an MCT or 
an IGBT therefore, the switching losses would be negligible 
compared to the conduction losses. The turn-on of an IGBT 
is intentionally slowed down to control the reverse recovery 
of the freewheeling diode used in inductive switching 
circuits [3]. 

The MCT can be manufactured for a wide range of blocking 
voltages. Turn-off speeds of MCTs are supposed to be higher 
as initially predicted. The turn-on performance of Generation- 
2 MCTs are reported to be better compared to Generation-1 
devices. Even though the Generation-1 MCTs have higher 
turn-off times compared to IGBTs, the newer ones with 
higher radiation (hardening) dosage have comparable turn- 
off times. At present, extensive development activity in IGBTs 
has resulted in high-speed switched mode power supply 
(SMPS) IGBTs that can operate at switching speeds 
150 kHz [4]. The turn-off delay time and the fall time for 
an MCT are much higher compared to a power MOSFET, and 
they are found to increase with temperature [2]. Power 
MOSFETs becomes attractive at switching frequencies above 
200 kHz, and they have the lowest turn-off losses among the 
three devices. 

The turn-off safe operating area (SOA) is better in the case 
of an IGBT than an MCT. For an MCT, the full switching 
current is sustainable at ~ 50 to 60% of the breakdown voltage 
rating, while for an IGBT it is about 80%. The use of capacitive 
snubbers becomes necessary to shape the turn-off locus of an 
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MCT. The addition of even a small capacitor improves the 
SOA considerably. 


8.4 Gate Drive for MCTs 


The MCT has a MOS gate similar to a power MOSFET or an 
IGBT and hence it is easy to control. In a PMCT, the gate 
voltage must be applied with respect to its anode. A negative 
voltage below the threshold of the On-FET must be applied to 
turn on the MCT. The gate voltage should fall within the 
specified steady-state limits in order to give a reasonably low 
delay time and to avoid any gate damage due to overvoltage 
[3]. Similar to a GTO, the gate voltage rise-time has to be 
limited to avoid hot spots (current crowding) in the MCT 
cells. A gate voltage less than —5 V for turn-off and greater 
than 10V for turn-on ensures proper operation of the 
MCT. The latching of the MCT requires that the gate 
voltage be held at a positive level in order to keep the MCT 
turned off. 

Because the peak-to-peak voltage levels required for 
driving the MCT exceeds those of other gate-controlled 
devices, the use of commercial drivers is limited. The MCT 
can be turned on and off using a push-pull pair with discrete 
NMOS-PMOS devices, which, in turn, are driven by com- 
mercial integrated circuits (ICs). However, some drivers 
developed by MCT manufacturers are not commercially 
available [3]. 

A Baker’s clamp push-pull can also be used to generate gate 
pulses of negative and positive polarity of adjustable width for 
driving the MCT [5-7]. The Baker’s clamp ensures that the 
push-pull transistors will be in the quasi-saturated state prior 
to turn-off and this results in a fast switching action. Also, the 
negative feedback built into the circuit ensures satisfactory 
operation against variations in load and temperature. A 
similar circuit with a push-pull transistor pair in parallel 
with a pair of power BJTs is available [8]. An intermediate 
section, with a BJT that is either cut off or saturated, provides 
—10 and +15 V through potential division. 


8.5 Protection of MCTs 


8.5.1 Paralleling of MCTs 


Similar to power MOSFETs, MCTs can be operated in parallel. 
Several MCTs can be paralleled to form larger modules with 
only slight derating of the individual devices provided the 
devices are matched for proper current sharing. In particular, 
the forward voltage drops of individual devices have to be 
matched closely. 
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8.5.2 Overcurrent Protection 


The anode-to-cathode voltage in an MCT increases with its 
anode current and this property can be used to develop a 
protection scheme against overcurrent [5, 6]. The gate pulses 
to the MCT are blocked when the anode current and hence the 
anode-to-cathode voltage exceeds a preset value. A Schmitt 
trigger comparator is used to allow gate pulses to the MCT 
when it is in the process of turning on, during which time the 
anode voltage is relatively large and decreasing. 


8.5.2.1 Snubbers 


As with any other power device, the MCT is to be protected 
against switching-induced transient voltage and current spikes 
by using suitable snubbers. The snubbers modify the voltage 
and current transients during switching such that the switch- 
ing trajectory is confined within the safe operating area (SOA). 
When the MCT is operated at high frequencies, the snubber 
increases the switching loss due to the delayed voltage and 
current responses. The power circuit of an MCT chopper 
including an improved snubber circuit is shown in Fig. 8.4 [5, 
7]. The turn-on snubber consists of L, and Dzs and the turn- 
off snubber consists of R, C, and Dg. The series-connected 
turn-on snubber reduces the rate of change of the anode 
current di,/dt. The MCT does not support V, until the 
current through the freewheeling diode reaches zero at turn- 
on. The turn-off snubber helps to reduce the peak power and 
the total power dissipated by the MCT by reducing the voltage 
across the MCT when the anode current decays to zero. The 
analysis and design of the snubber and the effect of the 
snubber on switching loss and electromagnetic interference 
are given in References [5] and [7]. An alternative snubber 
configuration for the two MCTs in an ac-ac converter has also 
been reported [8]. This snubber uses only one capacitor and 
one inductor for both the MCT switches (PMCT and NMCT) 
in a power-converter leg. 
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FIGURE 8.4 An MCT chopper with turn-on and turn-off snubbers. 
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8.6 Simulation Model of an MCT 


The operation of power converters can be analyzed using 
PSPICE and other simulation software. As it is a new device, 
models of MCTs are not provided as part of the simulation 
libraries. However, an appropriate model for the MCT would 
be helpful in predicting the performance of novel converter 
topologies and in designing the control and protection 
circuits. Such a model must be simple enough to keep the 
simulation time and effort at a minimum, and must represent 
most of the device properties that affect the circuit operation. 
The PSPICE models for Harris PMCTs are provided by the 
manufacturer and can be downloaded from the internet. 
However, a simple model presenting most of the character- 
istics of an MCT is available [9, 10]. It is derived from the 
transistor-level equivalent circuit of the MCT by expanding 
the SCR model already reported the literature. The improved 
model [10] is capable of simulating the breakover and break- 
down characteristics of an MCT and can be used for the 
simulation of high-frequency converters. 


8.7 Generation-1 and Generation-2 
MCTs 


The Generation-1 MCTs were commercially introduced by 
Harris Semiconductors in 1992. However, the development of 
Generation-2 MCTs is continuing. In Gen-2 MCTs, each cell 
has its own turn-on field-effect transistor (FET). Preliminary 
test results on Generation-2 devices and a comparison of their 
performance with those of Generation-1 devices and high- 
speed IGBTs are available [11, 12]. The Generation-2 MCTs 
have a lower forward drop compared to the Generation-1 
MCTs. They also have a higher dI/dt rating for a given value 
of capacitor used for discharge. During hard switching, the fall 
time and the switching losses are lower for the Gen-2 MCTs. 
The Gen-2 MCTs have the same conduction loss character- 
istics as Gen-lwith drastic reductions in turn-off switching 
times and losses [13]. 

Under zero-current switching conditions, Gen-2 MCTs have 
negligible switching losses [13]. Under zero-voltage switching, 
the turn-off losses in a Gen-2 device are one-half to one-fourth 
(depending on temperature and current level) the turn-off 
losses in Gen-1 devices. In all soft-switching applications, 
the predominant loss, namely, the conduction loss, reduces 
drastically allowing the use of fewer switches in a module. 


8.8 N-channel MCT 


The PMCT discussed in this chapter uses an NMOSFET for 
turn-off and this results in a higher turn-off current capability. 
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The PMCT can only replace a P-channel IGBT and inherits all 
the limitations of a P-channel IGBT. The results of a 2D 
simulation show that the NMCT can have a higher control- 
lable current [13]. It is reported that NMCT versions of almost 
all Harris PMCTs have been fabricated for analyzing the 
potential for a commercial product [3]. The NMCTs are also 
being evaluated for use in zero-current soft-switching applica- 
tions. However, the initial results are not quite encouraging in 
that the peak turn-off current of an NMCT is one-half to one- 
third of the value achievable in a PMCT. It is hoped that the 
NMCTs will eventually have a lower switching loss and a larger 
SOA as compared to PMCTs and IGBTs. 


8.9 Base Resistance-Controlled 
Thyristor [14] 


The base resistance-controlled thyristor (BRT) is another gate- 
controlled device that is similar to the MCT but with a 
different structure. The Off-FET is not integrated within the 
p-base region but is formed within the n-base region. The 
diverter region is a shallow p-type junction formed adjacent to 
the p-base region of the thyristor. The fabrication process is 
simpler for this type of structure. The transistor level equiva- 
lent circuit of a BRT is shown in Fig. 8.5. 

The BRT will be in the forward blocking state with a positive 
voltage applied to the anode and with a zero gate bias. The 
forward blocking voltage will be equal to the breakdown 
voltage of the open-base pnp transistor. A positive gate bias 
turns on the BRT. At low current levels, the device behaves 
similarly to an IGBT. When the anode current increases, the 
operation changes to thyristor mode resulting in a low forward 
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Equivalent circuit of base resistance-controlled thyristor 
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drop. Applying a negative voltage to its gate turns off the BRT. 
During the turn-off process, the anode current is diverted 
from the Nt emitter to the diverter. The BRT has a current tail 
during turn-off that is similar to an MCT or an IGBT. 


8.10 MOS Turn-Off Thyristor [15] 


The MOS turn-off (MTO) thyristor or the MTOT is a 
replacement for the GTO and it requires a much smaller 
gate drive. It is more efficient than a GTO, it can have a 
maximum blocking voltage of about 9 kV, and it will be used 
to build power converters in the 1- to 20-MVA range. Silicon 
Power Corporation (SPCO) manufactures the device. 

The transistor-level equivalent circuit of the MTOT (hybrid 
design) and the circuit symbol are shown in Fig. 8.6. Applying 
a current pulse at the turn-on gate (G1), as with a conven- 
tional GTO, turns on the MTOT. The turn-on action, includ- 
ing regeneration, is similar to a conventional SCR. Applying a 
positive voltage pulse to the turn-off gate (G2), as with an 
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G1 

Turn-off Gate 
G2 

A Anode 

K 
G1 Lf G2 
A 
FIGURE 8.6 Equivalent circuit and symbol of a MOS turn-off (MTO) 
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MCT, turns off the MTOT. The voltage pulse turns on the FET, 
thereby shorting the emitter and base of the npn transistor and 
breaking the regenerative action. The MTOT is a faster switch 
than a GTO in that it is turned off with a reduced storage time 
compared to a GTO. The disk-type construction allows 
double-side cooling. 


8.11 Applications of PMCT 


The MCTs have been used in various applications, some of 
which are in the area of ac-dc and ac-ac conversion where the 
input is 60-Hz ac. Variable power factor operation was 
achieved using the MCTs as a force-commutated power 
switch [5]. The power circuit of an ac voltage controller 
capable of operating at a leading, lagging, and unity power 
factor is shown in Fig. 8.7. Because the switching frequency is 
low, the switching losses are negligible. Because the forward 
drop is low, the conduction losses are also small. The MCTs 
are also used in circuit breakers. 


8.11.1 Soft-switching 


The MCT is intended for high-frequency switching applica- 
tions where it is supposed to replace a MOSFET or an IGBT. 
Similar to a Power MOSFET or an IGBT, the switching losses 
will be high at high switching frequencies. The typical char- 
acteristics of an MCT during turn-on and turn-off under hard 
switching (without snubber) are shown in Fig. 8.8. During 
turn-on and turn off, the device current and voltage take a 
finite time to reach their steady-state values. Each time the 
device changes state, there is a short period during which the 
voltage and current variations overlap. This results in a 
transient power loss that contributes to the average power 
loss. 
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K 
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FIGURE 8.7 Power circuit of MCT ac voltage controller. 
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FIGURE 8.8 The MCT turn-off and turn-on waveforms under hard 
switching. 


Soft-switching converters are being designed primarily to 
enable operation at higher switching frequencies. In these 
converters, the power devices switch at zero voltage or zero 
current, thereby eliminating the need for a large safe operating 
area (SOA) and at the same time eliminating the switching 
losses entirely. The MCT converters will outperform IGBT and 
power MOSFET converters in such applications by giving the 
highest possible efficiency. In soft-switching applications, the 
MCT will have only conduction loss, which is low and is close 
to that in a power diode with similar power ratings [12]. The 
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Generation-1 MCTs did not turn on rapidly in the vicinity of 
zero anode-cathode voltage and this posed a problem in soft- 
switching applications of an MCT. However, Generation-2 
MCTs have enhanced dynamic characteristics under zero 
voltage soft switching [16]. In an MCT, the PMOS On-FET 
together with the pnp transistor constitute a p-IGBT. An 
increase in the number of turn-on cells (decrease in the on- 
resistance of the p-IGBT) and an enhancement of their 
distribution across the MCT active area enable the MCT to 
turn on at a very low transient voltage allowing zero voltage 
switching (ZVS). During zero voltage turn-on, a bipolar device 
such as the MCT takes more time to establish conductivity 
modulation. Before the device begins to conduct fully, a 
voltage spike appears, thus causing a modest switching loss 
[12]. Reducing the tail-current amplitude and duration by 
proper circuit design can minimize the turn-off losses in soft- 
switching cases. 


8.11.2 Resonant Converters 


Resonant and quasi-resonant converters are known for their 
reduced switching loss [17]. Resonant converters with zero 
current switching are built using MCTs and the circuit of one 
such, a buck-converter, is shown in Fig. 8.9. The resonant 
commutating network consisting of L,, C,, auxiliary switch T,, 
and diode D, enables the MCT to turn off under zero current. 
The MCT must be turned off during the conduction period of 
Dz. Commutating switch T, must be turned off when the 
resonant current reaches zero. 

A resonant dc link circuit with twelve parallel MCTs has 
been reported [18]. In this circuit, the MCTs switch at zero- 
voltage instants. The elimination of the switching loss allows 
operation at higher switching frequencies, which in turn 
increases the power density and offers better control of the 
spectral content. The use of MCTs with the same forward drop 
provides good current sharing. 


Load 


Do 


FIGURE 8.9 Power circuit of MCT resonant buck-converter. 
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The MCTs are also used in ac-resonant-link converters with 
pulse density modulation (PDM) [19]. The advantages of the 
PDM converter, such as zero-voltage switching, combined 
with those of the MCT make the PDM converter a suitable 
candidate for many ac-ac converter applications. In an ac-ac 
PDM converter, a low-frequency ac voltage is obtained by 
switching the high- frequency ac link at zero-crossing voltages. 
Two MCTs with reverse-connected diodes form a bidirectional 
switch that is used in the circuit. A single capacitor was used 
as a simple snubber for both MCTs in the bidirectional 
switch. 


8.12 Conclusions 


The MCT is a power switch with a MOS gate for turn-on and 
turn-off. It is derived from a thyristor by adding the features of 
a MOSFET. It has several advantages compared to modern 
devices such as the power MOSFET and the IGBT. In parti- 
cular, the MCT has a low forward drop and a higher current 
density, which are required for high-power applications. The 
characteristics of Generation-2 MCTs are better than those of 
Generation-1 MCTs. The switching performance of Genera- 
tion-2 MCTs is comparable to that of the IGBTs. However, 
with the development of high-speed IGBTs, it is yet to be 
seen which of the two devices will be dominant. Silicon 
Power Corporation is developing both PMCTs and NMCTs. 
A hybrid version of the MOS turn-off thyristor (MTOT) 
also is available. The data on MTOT and some preliminary 


data on PMCTs and NMCTs are available on the 
Internet. 
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8.13 Appendix 


The following is a summary of the specifications on a 600 V/ 
150 A PMCT made by Silicon Power Corporation: 


Peak Off State Voltage, Vprm — 600 V 
Peak Reverse Voltage, Varm +40V 
Continuous Cathode Current, 

(T = +90°C), Iko 150A 
Non-Repetitive Peak Cathode Current, Ixgy, 5000 A 
Peak Controllable Current, Ke 300A 
Gate to Anode Voltage (Continuous), Ve, +15V 
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Gate to Anode Voltage (Peak), Voam +20V 
Rate of Change of Voltage (Voa = 15V), 

dv/dt 10 kV/us 
Rate of Change of Current, di/dt 80 kA/us 
Peak Off-State Blocking Current (Iprm) 
(Vga = —600V Voa = +15V, Tc = +25°C) 200pA 
On State Voltage (Vrm) 
(Ik = 100A, Vo, = —10 V Te = +25°C) 13V 
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Summary 


Several devices from the static induction family including 
static induction transistors (SIT), static induction diodes 
(SID), static induction thyristors, lateral punch-through tran- 
sistors (LPTT), static induction transistor logic (SITL), static 
induction MOS transistors (SIMOS), and space charge limit- 
ing load (SCLL) are described. The theory of operation of 
static induction devices is given for both a current controlled 
by a potential barrier and a current controlled by space 
charge. The new concept of a punch-through emitter 
(PTE), which operates with majority carrier transport, is 
presented. 


9.1 Introduction 


Static induction devices were invented by Nishizawa [28]. The 
idea was so innovative that the establishment in the solid-state 
electronics community at the time had difficulty understand- 
ing and accepting this discovery. Japan was the only country 
where static induction family devices were successfully fabri- 
cated [14]. The number of devices in this family continues to 
grow with time. Static induction transistors can operate with a 
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power of 100kW at 100kHz or 10W at 10GHz. Static 
induction transistor logic had switching energy 100 x smaller 
than its I L competitor [8, 9]. The static induction thyristor 
has many advantages over the traditional SCR, and the static 
induction diode exhibits high switching speed, large reverse 
voltage, and low forward voltage drops. 


9.2 Theory of Static Induction Devices 


The cross section of the static induction transistor is shown in 
Fig. 9.1, while its characteristics are shown in Fig. 9.2. An 
induced electrostatically potential barrier controls the current 
in static induction devices. The derivations of formulas will be 
done for an n-channel device, but the obtained results with a 
little modification also can be applied to p-channel devices. 
For a small electrical field existing in the vicinity of the 
potential barrier, the drift and diffusion current can be 
approximated by 


d(x) dn(x) 
Jn = —qu(x) Ly, dx + qD, dx 


(9.1) 
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FIGURE 9.1 Cross section of the static induction transistor. 


where D, = LU, Vr and Vr = kT/q. By multiplying both sides 
of the equation by exp(—¢(x)/V) and rearranging 


H) n(x) exp (- P 


d 


Jn SẸ Vr p dx 


By integrating from x, to x,, one can obtain 


p, #2) exp 2) / Vr) — n) exp(— 9(%1)/ Vr) 


In = qD, 
FP exp(—9()/ Vd 
(9.3) 
With the following boundary conditions 
p(x) = 0; n(x) = Ns; 
(9.4) 
P(%) = Vp; — W(X) = Np; 
Equation (9.3) reduces to 
DN 
pao (9.5) 
JË exp(—9(x)/Vr)dx 
0 
wef and: 33 -4 
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FIGURE 9.2 Characteristics of the early SIT design [7]. 
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Note that the preceding equations derived for SIT also can 
be used to find current in any devices controlled by a potential 
barrier, such as a bipolar transistor or a MOS transistor 
operating in subthreshold mode, or in a Schottky diode. 


9.3 Characteristics of Static Induction 
Transistor 


Samples of the potential distribution in SI devices are shown 
in Fig. 9.3 [1, 20]. The vicinity of the potential barrier was 
approximated by Plotka [11, 12] by using parabolic formulas 
(Fig. 9.4) along and across the channel. 


(9.6) 


(9.7) 
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FIGURE 9.3 Potential distribution in SIT: (a) view from the source 
side; and (b) view from the drain side. 
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FIGURE 9.4 Potential distribution in the vicinity of the barrier 
approximated by parabolic shapes. 


Integrating Eq. (9.5) first along the channel and then across 
the channel yields a very simple formula for drain currents in 
n-channel SIT transistors 


WwW ® 


where ® is the potential barrier height in reference to the 
source potential, Ns is the electron concentration at the 
source, the W/L ratio describes the shape of the potential 
saddle in the vicinity of the barrier, and Z is the length of the 
source strip. 

As barrier height ® can be a linear function of gate and 
drain voltages, 


WwW 
Ip = qD,NsZ i exp 


(se + bVps + w) (9.9) 


Vr 


Equation (9.9) describes the characteristics of a static 
induction transistor for small current range. For large current 
levels the device current is controlled by the space charge of 
moving carriers. In the one-dimensional (1D) case the poten- 
tial distribution is described by the Poisson equation: 


do 


do 


p(x) a Ips 
Esi&o Av(x) 


(9.10) 


Where A is the effective device cross section and v(x) is 
carrier velocity. For a small electrical field v(x) = wE(x) and 
the solution of Eq. (9.10) is 


9 A 
Ips = 3 VisHEsi€o T (9.11) 


and for a large electrical field v(x) = const and Eq. (9.10) 
results in: 


A 
Ips = 2VpsVsatEsi€o 73 (9.12) 
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FIGURE 9.5 Characteristics of the static induction transistor drawn in 


linear scale. 


where L is the channel length and vœ 10!! m/s is the 
carrier saturation velocity. In practical devices the current- 
voltage relationship is described by an exponential relationship 
Eq. (9.9) for small currents, a quadratic relationship eq. (9.11), 
and, finally, for large voltages by an almost linear relation- 
ship Eq. (9.12). The SIT characteristics drawn in linear and 
logarithmic scales are shown in Fig. 9.5 and Fig. 9.6, 
respectively. 
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FIGURE 9.6 Characteristics of the static induction transistor drawn in 
logarithmic scale. 
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9.4 Bipolar Mode Operation of SI devices 
(BSIT) 


The bipolar mode of operation of SIT was first reported in 
1976 by Nishizawa and Wilamowski [8, 9]. Several complex 
theories for the bipolar mode of operation were developed [2, 
5, 6, 10, 23, 24], but actually the simple Eq. (9.5) works well 
not only for the typical mode of the SIT operation, but also for 
the bipolar mode of the SIT operation. Furthermore, the same 
formula works very well for classical bipolar transistors. 
Typical characteristics of the SI transistor operating in both 
normal and bipolar modes are shown in Figs. 9.7 and Fig. 9.8. 

A potential barrier controls the current in the SIT and it is 
given by 


J = qD,,Ns 


~ E exp(—9(a)/V pdx Oy 


where @(x) is the profile of the potential barrier along the 
channel. 

For example, in the case of npn bipolar transistors the 
potential distribution across the base in reference to emitter 
potential at the reference impurity level Ng = Ng is described 


by: 
P(x) = Vrln (= oes) exp( e) 
ni Vr 


(9.14) 
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FIGURE 9.7  Small-sized SIT transistor characteristic, operating in 
both normal and bipolar modes, Ip = f(Vps) with Vgs as parameter. 
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FIGURE 9.8 Small-sized SIT transistor characteristic, operating in 


both normal and bipolar modes, Ip = f(Vps) with Iç as a parameter. 


After inserting Eq. (9.14) into (9.13) one can obtain the well- 
known equation for electron current injected into the base 


Dnt V 
Jz ad all; exp( =) 
fe Npa(x)dx Vr 


If Eq. (9.13) is valid for SIT and BJT then one may assume 
that it is also valid for the bipolar mode of operation of the 
SIT transistor. This is a well-known equation for the collector 
current in the bipolar transistor, but this time it was derived 
using the concept of current flow through a potential barrier. 


(9.15) 


9.5 Emitters for Static Induction Devices 


One of the disadvantages of the SIT is the relatively flat shape 
of the potential barrier (Fig. 9.9a). This leads to slow, diffu- 
sion-based transport of carriers in the vicinity of the potential 
barrier. The carrier transit time can be estimated using the 
formula: 


É 
Crransit = D (9.16) 


where lg is the effective length of the channel and D = Vy is 
the diffusion constant. In the case of a traditional SIT 
transistor this channel length is %2 um, while in the case of 
SIT transistors with sharper barriers (Fig. 9.9b) the channel 
length is reduced to about ~0.2um. The corresponding 
transient times are 2 ns and 20 ps respectively. 

The potential distributions shown in Fig. 9.3 are valid for 
SIT with an emitter made of a traditional p-n junction. A 
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FIGURE 9.9 Potential distributions in SIT: (a) traditional; and (b) 
with sharp potential barrier. 
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punch-through emitter (in normal operational condition the p region is 
depleted from carriers). 


131 


much narrower potential barrier can be obtained when other 
types of emitter are used. There are two well-known emitters: 
(1) p-n junction (Fig. 9.10a); and (2) Schottky junction (Fig. 
9.10b). For silicon devices p-n junctions have a forward 
voltage drop of 0.7-0.8V while Schottky emitters have 0.2- 
0.3 V only. As the Schottky diode is a majority carrier device, 
carrier storage effect is negligible. 

Another interesting emitter structure is shown in Fig. 9.10c. 
This emitter has all the advantages of the Schottky diode even 
though it is fabricated out of p-n junctions. 

The concept of static induction devices can be used inde- 
pendently of the type of emitter shown in Fig. 9.10. With 
Schottky type and punch-through type emitters the poten- 
tial barrier is much narrower and this results in faster response 
time and larger current gain in the bipolar mode of 
operation. 


9.6 Static Induction Diode (SID) 


The bipolar mode of operation of SIT also can be used to 
obtain diodes with low forward voltage drop and negligible 
carrier storage effect [2, 5, 13, 23, 24]. A static induction diode 
can be obtained by shorting a gate to the emitter of the static 
induction transistor. Such a diode has all the advantages of a 
static induction transistor such as thermal stability and short 
switching time. The cross section of such a diode is shown in 
Fig. 9.11. 
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Static induction diode: (a) circuit diagram; and (b) cross 


FIGURE 9.11 
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FIGURE 9.12 Schottky diode with enlarged breakdown voltages: (a) 


circuit diagram; and (b) and (c) two cross-sections of possible imple- 
mentation. 


The quality of the static induction diode can be further 
improved with more sophisticated emitters (Fig. 9.10b,c). The 
SI diode with Schottky emitter was described by Wilamowski 
in 1983 [17] (Fig. 9.12). A similar structure was later described 
by Baliga [1]. 


9.7 Lateral Punch-Through Transistor 
(LPTT) 


Fabrications of SI transistors usually require very sophisticated 
technology. It is much simpler to fabricate a lateral punch- 
through transistor, which operates on the same principle and 
has similar characteristics [15]. The LPTT cross section is 
shown in Fig. 9.13 and its characteristics are shown in Fig. 
9.14. 


9.8 Static Induction Transistor Logic 
(SITL) 


The static induction transistor logic (SITL) was proposed by 
Nishizawa and Wilamowski [8, 9]. This logic circuit has 
almost 100 times better power-delay product than its P’ L 
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FIGURE 9.13 Structures of the lateral punch-through transistors: 


(a) simple; and (b) with sharper potential barrier. 
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FIGURE 9.14 Characteristics of lateral punch-through transistor. 


competitor. Such a great improvement of the power-delay 
product is possible because the SITL structure has a signifi- 
cantly smaller junction parasitic capacitance and voltage swing 
is reduced. Figures 9.15 and 9.16 illustrate the concept of SITL. 
Measured characteristics of the n-channel transistor of the 
static induction logic are shown in Fig. 9.17. 


9.9 BJT Saturation Protected by SIT 


The SI transistor also can be used instead of a Schottky diode 
to protect a bipolar junction transistor against saturation [20]. 
This leads to faster switching time. The concept is shown in 
Figs. 9.18 and 9.19. Note that this approach is advantageous to 
the solution with Schottky diode because it does not require 
additional area on a chip and does not introduce additional 
capacitance between the base and the collector. The base 
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FIGURE 9.19 Cross sections of bipolar transistors protected against 
deep saturation using SIT. 
supply 
ent collector capacitance is always enlarged by the Miller effect and 
ih this leads to slower switching in the case of the solution with 
out1 out2 out3 the Schottky diode. 


9.10 Static Induction MOS Transistor 
(SIMOS) 


FIGURE 9.16 Diagram of SIT logic. The punch-through transistor with MOS controlled gate was 
described in 1983 [18, 9]. In the structure in Fig. 9.20a current 
can flow in a similar fashion as in the lateral punch-through 
transistor [15]. In this mode of operation, carriers are moving 
far from the surface with a velocity close to saturation. The 
real advantage of such a structure is the very low gate 
capacitance. 

Another implementation of SIMOS is shown in Fig. 9.21. 
The buried pt -layer is connected to the substrate, which has a 
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FIGURE 9.17 Measured characteristic of an n-channel transistor of the 
logic circuit of Fig. 9.16. (a) 
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FIGURE 9.20 MOS-controlled punch-through transistor: (a) transis- 
FIGURE 9.18 Protection of a bipolar transistor against deep satura- tor in the punch-through mode for the negative gate potential; and 
tion: (a) using a Schottky diode; and (b) using SIT. (b) transistor in the on-state for the positive gate potential. 


134 
p implant 
depletion 
Emitter p Drain 
(a) 
Gate 
: n 
Emitter Drain 
(b) 
FIGURE 9.21 Static induction MOS structure: (a) cross section; and 


(b) top view. 


large negative potential. As a result the potential barrier is high 
and the emitter-drain current cannot flow. The punch- 
through current may start to flow when the positive voltage 
is applied to the gate and in this way the potential barrier is 
lowered. The p-implant layer is depleted and due to the high 
horizontal electrical field under the gate there is no charge 
accumulation under this gate. Such a transistor has several 
advantages over the traditional MOS are: 


1. The gate capacitance is very small because there is no 
accumulation layer under the gate; 

2. carriers are moving with a velocity close to saturation 
velocity; and 

3. much lower substrate doping and the existing deple- 
tion layer lead to much smaller drain capacitance. 


The device operates in a similar fashion as the MOS 
transistor in subthreshold conditions, but this process occurs 
at much higher current levels. Such a “bipolar mode” of 
operation may have many advantages in VLSI applications. 


9.11 Space-Charge Limiting Load (SCLL) 


Using the concept of the space-charge limited current flow (see 
Fig. 9.22), it is possible to fabricate very large resistors on a 
very small area. Moreover, these resistors have a very small 
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FIGURE 9.22 


Space-charge limiting load (SCLL). 


parasitic capacitance. The 50-kQ resistor requires only several 
square um using 2-um technology [22]. 

Depending upon the value of the electric field, the device 
current is described by the following two equations. For a 
small electrical field v(x) = wE(x) 


9 2 
Ips = 3 VpsHésiéo T (9.17) 
and for a large electrical field v(x) = const, 
A 
Ips = 2 VDsVsatEsi£0 R (9.18) 


Moreover, these resistors, which are based on the space- 
charge limit flow, have a very small parasitic capacitance. 


9.12 Power MOS Transistors 


Power MOS transistors are being used for fast switching power 
supplies and for switching power converters. They can be 
driven with relatively small power and switching frequencies 
could be very high. High switching frequencies lead to 
compact circuit implementations with small inductors and 
small capacitances. Basically only two technologies (VMOS 
and DMOS) are used for power MOS devices as shown in Figs. 
9.23 and 9.24, respectively. 

A more popular structure is the DMOS shown in Fig. 9.24. 
This structure also uses the static induction transistor concept. 
Note that for large drain voltages the n-region is depleted from 
carriers and the statically induced electrical field in the vicinity 
of the virtual drain is significantly reduced. As a result, this 
transistor may withstand much larger drain voltages and the 
effect of channel length modulation also is significantly 
reduced. The latter effect leads to larger output resistances of 
the transistor. Therefore, the drain current is less sensitive to 
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FIGURE 9.23 Cross section of the VMOS transistor. 
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FIGURE 9.24 Cross section of the DMOS transistor. 


drain voltage variations. The structure in Fig. 9.24 can be 
considered as a composite of the MOS transistor and the SIT 
transistor as it is shown in Fig. 9.25. 

The major disadvantage of power MOS transistors is their 
relatively large drain series resistance and much smaller 
transconductance in comparison to bipolar transistors. Both 
of these parameters can be improved dramatically by a simple 
change of the type of drain. In the case of an n-channel device, 
this change would be from an n-type to a p-type. This way, the 
integrated structure being built has a diagram of a MOS 
transistor integrated with a bipolar transistor. Such a structure 
has f times larger transconductance (f is the current gain of a 
bipolar transistor) and much smaller series resistance due to 
the conductivity modulation effect caused by holes injected 
into the lightly doped drain region. Such devices are known as 
insulated gate bipolar transistors (IGBT) as shown in Fig. 9.26. 
Their main disadvantage is that of large switching time limited 
primarily by the poor switching performance of the bipolar 
transistor. Another difficulty is related to a possible latch-up 
action of four layer nt pn~ pt -structure. This undesirable effect 
could be suppressed by using a heavily doped p*-region in the 
base of the npn structure, which leads to significant reduction 
of the current gain of this parasitic transistor. The gain of the 
pnp transistor must be kept large so that the transconductance 
of the entire device is also large. The IGBTs have breakdown 
voltages of up to 1500 V and turn-off times in the range of 0.1 
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FIGURE 9.25 Equivalent diagram with MOS and SI transistors of the 
structure of Fig. 9.24. 
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FIGURE 9.26 Insulated gate bipolar transistor (IGBT): (a) cross 
section; and (b) equivalent diagram. 


to 0.5us. They may operate with currents >100A with a 
forward voltage drop of ~3 V. 


9.13 Static Induction Thyristor 


There are several special semiconductor devices dedicated to 
high-power applications. The most popular is a thyristor 
known as the silicon control rectifier (SCR). This device has 
a four-layer structure (Fig 9.27a) and it can be considered as 
two transistors npn and pnp connected as shown in Fig. 9.27b. 

In a normal mode of operation (the anode has positive 
potential) only one junction is reverse biased and it can be 
represented by capacitance C. A spike of anode voltage can 
therefore get through capacitor C and it can trigger SRC. This 
behavior is not acceptable in practical application and there- 
fore as Fig. 9.28 shows a different device structure is being 
used. Note that shorting the gate to the cathode by resistor R 
makes it much more difficult to trigger the npn transistor by 
spike of anode voltage. This way, rapid anode voltage changes 
are not able to trigger a thyristor. Therefore, this structure has 
a very large dV /dt parameter. At the same time, much energy 
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FIGURE 9.27 Silicon control rectifier (SCR): (a) cross section; and 


(b) equivalent diagram. 
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FIGURE 9.28 Silicon control rectifier (SCR) with larger dV /dt 


parameter: (a) cross section; and (b) equivalent diagram. 


is required to trigger the thyristor with the gate signal, which is 
an undesirable effect and switching on time (described by the 
di/dt parameter) is lengthy. 

Most of the SCRs sold on the market consist of an 
integrated structure composed of two or more thyristors. 
This structure has both large dV/dt and di/dt parameters. 
This structure consists of an internal thyristor, which signifi- 
cantly amplifies the gate signal. 

One can notice that the classical thyristor as shown in Fig. 
9.27 can be turned off by the gate voltage while the integrated 
SCR shown in Fig. 9.29 can only be turned off by reducing 
anode current to zero. Most of the SCRs sold on the market 
have an integrated structure composed of two or more 
thyristors. This structure has both large dV/dt and di/dt 
parameters. 
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FIGURE 9.29 Integrated structure of silicon control rectifier: (a) cross 
section; and (b) equivalent diagram. 
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FIGURE 9.30 The GTO SITh: (a) cross section; and (b) equivalent 
diagram. 


9.14 Gate Turn-Off Thyristor (GTO) 


For dc operation it is important to have a thyristor that can be 
turned off by the gate voltage. Such a thyristor has a structure 
similar to that shown in Fig. 9.27. It is important, however, to 
have significantly different current gains f for pnp and npn 
transistors. The current gain of an npn transistor should be as 
large as possible and the current gain of a pnp transistor 
should be small. The product of f „pn and B,,) should be larger 
than unity. This can be easily implemented using the SI 
structure as shown in Fig. 9.30. 
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10.1 Introduction 


This chapter is concerned with the application and design of 
diode rectifier circuits. It covers single-phase, three-phase, 
poly-phase and high-frequency rectifier circuits [1, 2]. The 
objectives of this chapter are: 


e To enable readers to understand the operation of typical 
rectifier circuits. 

e To enable readers to appreciate the different qualities of 
rectifiers required for different applications. 

e To enable the reader to design practical rectifier circuits. 


The high-frequency rectifier waveforms given are obtained 
from PSpice simulations, [3-5] which take into account the 
secondary effects of stray and parasitic components. In this 
way, these waveforms will closely resemble real waveforms. 
These waveforms are particularly useful to help designers 
determine the practical voltage, current, and other ratings of 
high-frequency rectifiers. 


10.2 Single-Phase Diode Rectifiers 


There are two types of single-phase diode rectifier that convert 
a single-phase ac supply into a dc voltage, namely, single-phase 
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half-wave rectifiers and single-phase full-wave rectifiers. In the 
following subsections, the operations of these rectifier circuits 
are examined and their performances are analyzed and 
compared in tabular form. For the sake of simplicity the 
diodes are considered to be ideal, that is, they have zero 
forward voltage drop and reverse recovery time. This assump- 
tion is generally valid for the case of diode rectifiers that use 
the mains, a low-frequency source, as the input, and when the 
forward voltage drop is small compared with the peak voltage 
of the mains. Furthermore, it is assumed that the load is purely 
resistive such that load voltage and load current have similar 
waveforms. In Section 10.5 the effects of both inductive and 
capacitive load on a diode rectifier are considered in detail. 


10.2.1 Single-Phase Half-Wave Rectifiers 


The simplest single-phase diode rectifier is the single-phase 
half-wave rectifier. A single-phase half-wave rectifier with 
resistive load is shown in Fig. 10.1. The circuit consists of 
only one diode that is usually fed with a transformer second- 
ary as shown. During the positive half-cycle of the transformer 
secondary voltage, diode D conducts. During the negative 
half-cycle, diode D stops conducting. Assuming that the 
transformer has zero internal impedance and provides perfect 
sinusoidal voltage on its secondary winding, the voltage and 
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FIGURE 10.1 


A single-phase half-wave rectifier with resistive load. 


current waveforms of resistive load R and the voltage wave- 
form of diode D are shown in Fig. 10.2. 

By observing the voltage waveform of diode D in Fig. 10.2, it 
is clear that the peak inverse voltage (PIV) of diode D is equal to 
V,, during the negative half-cycle of the transformer secondary 
voltage. Hence the Peak Repetitive Reverse Voltage ( Vegy) rating 
of diode D must be chosen to be higher than V,,, to avoid reverse 
breakdown. In the positive half-cycle of the transformer second- 
ary voltage, diode D has a forward current which is equal to the 
load current and, therefore, the Peak Repetitive Forward Current 
(gpm) rating of diode D must be chosen to be higher than the 
peak load current V,,,/R, in practice. In addition, the transfor- 
mer has to carry a dc current that may result in a dc saturation 
problem of the transformer core. 


10.2.2 Single-Phase Full-Wave Rectifiers 


There are two types of single-phase full-wave rectifier, namely, 
full-wave rectifiers with center-tapped transformer and bridge 
rectifiers. A full-wave rectifier with a center-tapped transfor- 
mer is shown in Fig. 10.3. It is clear that each diode, together 


FIGURE 10.2 Voltage and current waveforms of the half-wave rectifier 
with resistive load. 
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FIGURE 10.3 Full-wave rectifier with center-tapped transformer. 


with the associated half of the transformer, acts as a half-wave 
rectifier. The outputs of the two half-wave rectifiers are 
combined to produce full-wave rectification in the load. As 
far as the transformer is concerned, the dc currents of the two 
half-wave rectifiers are equal and opposite, such that there is 
no dc current for creating a transformer core saturation 
problem. The voltage and current waveforms of the full- 
wave rectifier are shown in Fig. 10.4. By observing diode 


FIGURE 10.4 Voltage and current waveforms of the full-wave rectifier 
with center-tapped transformer. 
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voltage waveforms Up, and Up, in Fig. 10.4, it is clear that the 
peak inverse voltage (PIV) of the diodes is equal to 2 V„ during 
their blocking state. Hence the Peak Repetitive Reverse Voltage 
(Verm) rating of the diodes must be chosen to be higher than 
2V,, to avoid reverse breakdown. (Note that, compared with 
the half-wave rectifier shown in Fig. 10.1, the full-wave 
rectifier has twice the dc output voltage, as shown in Section 
10.2.4.) During its conducting state, each diode has a forward 
current that is equal to the load current and, therefore, the 
Peak Repetitive Forward Current (Ippy,) rating of these diodes 
must be chosen to be higher than the peak load current V,,,/R 
in practice. 

Employing four diodes instead of two, a bridge rectifier as 
shown in Fig. 10.5 can provide full-wave rectification without 
using a center-tapped transformer. During the positive half- 
cycle of the transformer secondary voltage, the current flows 
to the load through diodes D1 and D2. During the negative 
half cycle, D3 and D4 conduct. The voltage and current 
waveforms of the bridge rectifier are shown in Fig. 10.6. As 
with the full-wave rectifier with center-tapped transformer, the 
Peak Repetitive Forward Current (Ipgy) rating of the employed 
diodes must be chosen to be higher than the peak load current 
V,,/R. However, the peak inverse voltage (PIV) of the diodes is 
reduced from 2V,, to V,,, during their blocking state. 


10.2.3 Performance Parameters 


In this section the performance of the rectifiers mentioned in 
the preceding will be evaluated in terms of the following 
parameters. 


10.2.3.1 Voltage Relationships 


The average value of the load voltage vz is Vj, and it is defined 
as 


T 


R 
c Tj 


In the case of a half-wave rectifier, Fig. 10.2 indicates that load 
voltage v(t) = 0 for the negative half-cycle. Note that the 


v,(t)dt (10.1) 


v, = V,, sin wt 


FIGURE 10.5 


Bridge rectifier. 
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FIGURE 10.6 Voltage and current waveforms of the bridge rectifier. 


angular frequency of the source œw = 2r/T, and Eq. (10.1) can 
be rewritten as 


1 T 
Vac = =| V„ Sin wtd (wt) (10.2) 
27 Jo 
Therefore, 
Van 
Half-wave Vj. = — = 0.318 V,, (10.3) 
T 


In the case of a full-wave rectifier, Figs. 10.4 and 10.6 indicate 
that v(t) = Vm|sinæt| for both the positive and negative 
half-cycles. Hence Eq. (10.1) can be rewritten as 


1 T 
Vac = zf V,, sin wt d(œt) (10.4) 
T Jo 
Therefore, 
2V, 
Full-wave Vj. = —" = 0.636 V„ (10.5) 
T 


The root-mean-square (rms) value of load voltage v; is Vz, 
which is defined as 


Iy 1/2 
V, = El zor (10.6) 
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In the case of a half-wave rectifier, v,(t) = 0 for the negative 
half-cycle, therefore, Eq. (10.6) can be rewritten as 


V,= oe sin wt) d(wt) (10.7) 


or 


V, 
Half-wave V; = ae = 0.5 V,, (10.8) 
In the case of a full-wave rectifier, v(t) = V,,,|sin @t| for both 
the positive and negative half-cycles. Hence, Eq. (10.6) can be 


rewritten as 


1 T 
V, = jl (V„ sin ot) dot) (10.9) 
T Jo 
or 
Full V: Vm 0.707 V, (10.10) 
ull-wave =>— =U. 5 
E J2 m 


The result of Eq. (10.10) is as expected because the rms value 
of a full-wave rectified voltage should be equal to that of the 
original ac voltage. 


10.2.3.2 Current Relationships 
The average value of load current i, is Iq; and because load R is 


purely resistive it can be found as 
= Vac 
R 


Lic (10.11) 


The root-mean-square (rms) value of load current i; is I, and 
it can be found as 


I= “ (10.12) 
In the case of a half-wave rectifier, from Eq. (10.3) 
Half-wave Ij. = a (10.13) 
and from Eq. (10.8) 
Half-wave = I, = 23 Yn (10.14) 
In the case of a full-wave rectifier, from Eq. (10.5) 
Full-wave Ije = LAN (10.15) 


R 
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and from Eq. (10.10) 


0.707 Vin 


z (10.16) 


Full-wave I, = 


10.2.3.3 Rectification Ratio 


The rectification ratio, which is a figure of merit for compar- 
ing the effectiveness of rectification, is defined as 


=, Pac = Vaclac 


10.17 

Pe Vik i ) 

In the case of a half-wave diode rectifier, the rectification ratio 

can be determined by substituting Eqs. (10.3), (10.13), (10.8), 
and (10.14) into Eq. (10.17). 


(0.318 V)? 


L = 40.5% 
(0.5 V,,) 


Half-wave o = (10.18) 


In the case of a full-wave rectifier, the rectification ratio is 
obtained by substituting Eq. (10.5), (10.15), (10.10), and 
(10.16) into Eq. (10.17). 


(0.636 Vm)? 


= 81% 
(0.707 V,,)° 


Full-wave o = (10.19) 


10.2.3.4 Form Factor 


The form factor (FF) is defined as the ratio of the root-mean- 
square value (heating component) of a voltage or current to its 
average value, 


V, I 
L or Ż 


FF = 
Vac Tac 


(10.20) 


In the case of a half-wave rectifier, the FF can be found by 
substituting Eqs. (10.8) and (10.3) into Eq. (10.20) 


0.5 V, 


Half-wave FF = ————— 
0.318 V,, 


= 1.57 (10.21) 


In the case of a full-wave rectifier, the FF can be found by 
substituting Eqs. (10.16) and (10.15) into Eq. (10.20) 


0.707 Vi, 


Full-wave FF = ——_—" 
0.636 V,, 


=1.11 (10.22) 


10.2.3.5 Ripple Factor 


The ripple factor (RF), which is a measure of the ripple 
content, is defined as 


ue (10.23) 
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where V,, is the effective (rms) value of the ac component of 
load voltage vz, 


V? — V2. (10.24) 


Substituting Eq. (10.24) into Eq. (10.23), the ripple factor can 
be expressed as 


RF = ($4) = VFF*-1 (10.25) 
Vac 
In the case of a half-wave rectifier, 
Half-wave RF = V1.572 — 1 = 1.21 (10.26) 
In the case of a full-wave rectifier, 
Full-wave RF = v1.11? — 1 = 0.482 (10.27) 


10.2.3.6 Transformer Utilization Factor 

The transformer utilization factor (TUF), which is a measure 
of the merit of a rectifier circuit, is defined as the ratio of the 
dc output power to the transformer volt-ampere (VA) rating 
required by the secondary winding, 


Pae Val 
TÜF = see (10.28) 
VI; Ves 


where V, and I, are the rms voltage and rms current ratings of 
the transformer secondary 


v 
V, = J = 0.707 V, (10.29) 
The rms value of the transformer secondary current I, is the 
same as that for the load current I,. For a half-wave rectifier, I, 
can be found from Eq. (10.14) 


0.5 Vin 
10.30 
z (10.30) 


Half-wave I, = 


For a full-wave rectifier, I, is found from Eq. (10.16). 


0.707 Vin 


Full-wave I, = R 


(10.31) 


Therefore, the TUF of a half-wave rectifier can be obtained by 
substituting Eqs. (10.3), (10.13), (10.29), and (10.30) into Eq. 
(10.28). 


0.318? 


Half-wave TUF = ——____~ 
0.707 x 0.5 


= 0.286 (10.32) 
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The poor TUF of a half-wave rectifier signifies that the 
transformer employed must have a 3.496 (1/0.286) VA 
rating in order to deliver 1 W dc output power to the load. 
In addition, the transformer secondary winding has to carry a 
dc current that may cause magnetic core saturation. As a 
result, half-wave rectifiers are used only when the current 
requirement is small. 

In the case of a full-wave rectifier with a center-tapped 
transformer, the circuit can be treated as two half-wave 
rectifiers operating together. Therefore, the transformer 
secondary VA rating V,I, is double that of a half-wave rectifier, 
but the output dc power is increased by a factor of four due to 
the higher rectification ratio as indicated by Eqs. (10.5) and 
(10.15). Therefore, the TUF of a full-wave rectifier with center- 
tapped transformer can be found from Eq. (10.32) 


4 x 0.3187 


2 x 0.707 x 0.5 
= 0.572 


Full-wave TUF = 


(10.33) 


The bridge rectifier has the highest TUF in single-phase 
rectifier circuits because the currents flowing in both the 
primary and secondary windings are continuous sinewaves. 
By substituting Eqs. (10.5), (10.15), (10.29), and (10.31) into 
Eq. (10.28), the TUF of a bridge rectifier can be found 


0.6367 


———_— = 0.81 
0.707 x 0.707 


Bridge TUF = (10.34) 


The transformer primary VA rating of a full-wave rectifier is 
equal to that of a bridge rectifier because the current flowing 
in the primary winding is also a continuous sinewave. 


10.2.3.7 Harmonics 


Full-wave rectifier circuits with resistive load do not produce 
harmonic currents in their transformers but they are produced 
in half-wave rectifiers. The amplitudes of the harmonic 
currents of a half-wave rectifier with resistive load, relative 
to the fundamental, are given in Table 10.1. The extra loss 
caused by the harmonics in the resistively loaded rectifier 
circuits is often neglected because it is not high compared with 
other losses. However, with nonlinear loads, harmonics can 
cause appreciable loss and other problems such as poor power 
factor and interference. 


TABLE 10.1 Harmonic percentages of a half-wave rectifier with resistive 

load 

Harmonic 2nd 3rd 4th 5th 6th 7th 8th 
% 21.2 0 4.2 0 1.8 0 1.01 
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TABLE 10.2 Important design parameters of basic single-phase rectifier circuits with resistive load 


Half-Wave Rectifier 


Full-Wave Rectifier with 
Center-Tapped Transformer 


Full-Wave Bridge Rectifier 


Peak repetitive reverse voltage Vag 3.14 Va. 
Rms input voltage per transformer leg V, 2.22 Vac 
Diode average current Trav) 00 Ly. 
Peak repetitive forward current [pp 3.14 Tray) 
Diode rms current Jams) 57 Tac 


Form factor of diode current Ip(ams)/Zmavy 57 


Rectification ratio 0.405 
Form factor .57 
Ripple factor 21 
Transformer rating primary VA 2.69 Pac 
Transformer rating secondary VA 3.49 Pa. 
Output ripple frequency f. f 


10.2.4 Design Considerations 


The goal in practical design is to achieve a given dc output 
voltage. Therefore, it is more convenient to put all the design 
parameters in terms of V4.. For example, the rating and turns 
ratio of the transformer in a rectifier circuit can be easily 
determined if the rms input voltage to the rectifier is in terms 
of the required output voltage Vj.. Denote the rms value of 
the input voltage to the rectifier as V,, which is equal to 
0.707 V„. Based on this relation and Eq. (10.3), the rms input 
voltage to a half-wave rectifier is found as 


Half-wave V, = 2.22 Va, (10.35) 


Similarly, from Eqs. (10.5) and (10.29), the rms input voltage 
per secondary winding of a full-wave rectifier is found as 


Full-wave V, = 1.11 Va. (10.36) 


Another important design parameter is the Peak Repetitive 
Reverse Voltage (Vprm) rating of the diodes employed. 
In the case of a half-wave rectifier, from Eq. (10.3), 


V, 
dc = 3.14 Vy, 


10.37 
0.318 ( ) 


Half-wave Verm = Vin = 


In the case of a full-wave rectifier with center-tapped trans- 
former, from Eq. (10.5), 


Va 
Full- V, = 2 Vo? < —314V. 10.38 
ull-wave VRRM m 0.636 dc ( ) 
In the case of a bridge rectifier, also from Eq. (10.5), 
Bridge V, = V, ~ Ve iys7y (10.39) 
8E VRRM m= 6 636 . de . 


3.14 Va 1.57 Vag 
Vac L11 Va 
0.50 Ty 0.50 Tye 
57 Tray 1.57 Trav) 
0.785 Tye 0.785 Ty 
57 1.57 
0.81 0.81 
11 1.11 
0.482 0.482 
23 Pac 1.23 Pa 
75 Pa 1.23 Px 
2h 2h 


It is important to evaluate the Peak Repetitive Forward Current 
(Irrm) rating of the employed diodes in rectifier circuits. 
In the case of a half-wave rectifier, from Eq. (10.13), 


V, I 
Half- e tt E = 3.411, 10.40 
alt -wave IPRM R 0.318 de ( ) 
In the case of full-wave rectifiers, from Eq. (10.15), 
V, Ty 
Full-wave Term = a => rac => 1.57 1g. (10.41) 


The important design parameters of basic single-phase recti- 
fier circuits with resistive loads are summarized in Table 10.2. 


10.3 Three-Phase Diode Rectifiers 


In Section 10.2 we showed that single-phase diode rectifiers 
require a rather high transformer VA rating for a given dc 
output power. Therefore, these rectifiers are suitable only for 
low to medium power applications. For power output higher 
than 15 kW, three-phase or polyphase diode rectifiers should 
be employed. There are two types of three-phase diode rectifier 
that convert a three-phase ac supply into a dc voltage, star 
rectifiers and bridge rectifiers. In the following, the operations 
of these rectifiers are examined and their performances are 
analyzed and compared in a table. For the sake of simplicity, 
the diodes and transformers are considered to be ideal, that is, 
the diodes have zero forward voltage drop and reverse current, 
and the transformers do not possess either resistance or 
leakage inductance. Furthermore, it is assumed that the load 
is purely resistive, such that the load voltage and the load 
current have similar waveforms. The effects of inductive load 
and capacitive load on a diode rectifier are considered in detail 
in Section 10.5. 


10 Diode Rectifiers 


10.3.1 Three-Phase Star Rectifiers 
10.3.1.1 Basic Three-Phase Star Rectifier Circuit 


A basic three-phase star rectifier circuit is shown in Fig. 10.7. 
This circuit can be considered as three single-phase half-wave 
rectifiers combined together. Therefore, it is sometimes 
referred to as a three-phase half-wave rectifier. The diode in 
a particular phase conducts during the period when the 
voltage on that phase is higher than that on the other two 
phases. The voltage waveforms of each phase and the load are 
shown in Fig. 10.8. It is clear that, unlike the single-phase 
rectifier circuit, the conduction angle of each diode is 27/3, 
instead of x. This circuit finds uses where the required dc 
output voltage is relatively low and the required output 
current is too large for a practical single-phase system. 

Taking phase R as an example, diode D conducts from 7/6 
to 57/6. Therefore, by using Eq. (10.1) the average value of the 
output can be found as 


3 57/6 
Vic = =| V „sin 0 d0 (10.42) 
2m z/6 
or 
3 V3 
Vac = Vin= n = 0.827 V,, (10.43) 
Tl 


Similarly, using Eq. (10.6), the rms value of the output voltage 
can be found as 


3 57/6 
V, = =| (V,,, sin 0)’ dO (10.44) 
20 1/6 
or 
3 (nt J3 
V; = V,,,/—(=+—— } = 0.84 V, 10.45 
L m 2m (5+ 4 ) m ( ) 


In addition, the rms current in each transformer secondary 
winding can also be found as 


=) = 0.485 I, (10.46) 
where I„ = Vm/R. 

Based on the relationships stated in Eqs. (10.43), (10.45) 
and (10.46), all the important design parameters of the three- 
phase star rectifier can be evaluated as listed in Table 10.3. 
Note that, as with a single-phase half-wave rectifier, the three- 
phase star rectifier shown in Fig. 10.7 has direct currents in the 
secondary windings that can cause a transformer core satura- 
tion problem. In addition, the currents in the primary do not 
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FIGURE 10.7 Three-phase star rectifier. 


sum to zero. Therefore, it is preferable not to have star- 
connected primary windings. 


10.3.1.2 Three-Phase Inter-Star Rectifier Circuit 


The transformer core saturation problem in the three-phase 
star rectifier can be avoided by a special arrangement in its 
secondary windings, known as zig-zag connection. The modi- 
fied circuit is called the three-phase interstar or zig-zag 
rectifier circuit, as shown in Fig. 10.9. Each secondary phase 
voltage is obtained from two equal-voltage secondary wind- 
ings (with a phase displacement of 2/3) connected in series so 
that the dc magnetizing forces due to the two secondary 
windings on any limb are equal and opposite. At the expense 
of extra secondary windings (increasing the transformer 
secondary rating factor from 1.51 VA/W to 1.74 VA/W), this 
circuit connection eliminates the effects of core saturation and 
reduces the transformer primary rating factor to the minimum 
of 1.05 VA/W. Apart from transformer ratings, all the design 
parameters of this circuit are the same as those of a three- 
phase star rectifier (therefore, they are not separately listed in 


FIGURE 10.8 Waveforms of voltage and current of the three-phase star 
rectifier as shown in Fig. 10.7. 
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Important design parameters of three-phase rectifier circuits with resistive load 


Three-Phase Double-Star Rectifier 
With Inter-Phase Transformer 


Three-Phase Bridge Rectifier 


Peak repetitive reverse voltage Vag 2.092 Va. 
Rms input voltage per transformer leg V, 0.855 Va. 
Diode average current [p(,y) 0.333 Ly. 
Peak repetitive forward current Jpg 3.63 Irv) 
Diode rms current Jams) 0.587 Ly. 
Form factor of diode current Iprms)/IFav) 1.76 
Rectification ratio 0.968 
Form factor 1.0165 
Ripple factor 0.182 
Transformer rating primary VA 1.23 Pa 
Transformer rating secondary VA 1.51 Pa 
Output ripple frequency f. 3f 


FIGURE 10.9 


Three-phase inter-star rectifier. 


Table 10.3). Furthermore, a star-connected primary winding 
with no neutral connection is equally permissible because the 
sum of all primary phase currents is zero at all times. 


10.3.1.3 Three-Phase Double-Star Rectifier with 
Interphase Transformer 


This circuit consists essentially of two three-phase star recti- 
fiers with their neutral points interconnected through an 
interphase transformer or reactor. The polarities of the corre- 
sponding secondary windings in the two interconnected 
systems are reversed with respect to each other, so that the 
rectifier output voltage of one three-phase unit is at a mini- 
mum when the rectifier output voltage of the other unit is at a 
maximum as shown in Fig. 10.10. The interphase transformer 
causes the output voltage vz to be the average of the rectified 
voltages v, and v, as shown in Fig. 10.11. In addition, the 
ripple frequency of the output voltage is now six times that of 
the mains and, therefore, the component size of the filter (if 
there is any) becomes smaller. In a balanced circuit, the output 
currents of two three-phase units flowing in opposite direc- 
tions in the interphase transformer winding will produce no 
dc magnetization current. Similarly, the dc magnetization 
currents in the secondary windings of two three-phase units 
cancel each other out. By virtue of the symmetry of the 
secondary circuits, the three primary currents add up to zero 


1.06 Vag 1.05 Vag 
0.855 Vac 0.428 Vac 
0.167 Ia 0.333 Tye 
3.15 Irav) 3.14 rav) 
0.293 Ta 0.579 Tye 
1.76 1.74 
0.998 0.998 
1.0009 1.0009 
0.042 0.042 
1.06 Pag 1.05 Pa 
1.49 Pa 1.05 Pa 
6f, 6f 


FIGURE 10.10 Three-phase double-star rectifier with interphase trans- 
former. 


at all times. Therefore, a star primary winding with no neutral 
connection would be equally permissible. 


10.3.2 Three-Phase Bridge Rectifiers 


Three-phase bridge rectifiers are commonly used for high- 
power applications because they have the highest possible 
transformer utilization factor for a three-phase system. The 
circuit of a three-phase bridge rectifier is shown in Fig. 10.12. 


U1 


v2 


i . wt 
FIGURE 10.11 
fier. 


Voltage waveforms of the three-phase double-star recti- 
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FIGURE 10.12 


Three-phase bridge rectifier. 


The diodes are numbered in the order of conduction 
sequences and the conduction angle of each diode is 27/3. 

The conduction sequence for diodes is 12, 23, 34, 45, 56, 
and 61. The voltage and current waveforms of the three-phase 
bridge rectifier are shown in Fig. 10.13. The line voltage is 1.73 
times the phase voltage of a three-phase star-connected source. 
It is permissible to use any combination of star- or delta- 
connected primary and secondary windings because the 
currents associated with the secondary windings are symme- 
trical. 

Using Eq. (10.1), the average value of the output can be 
found as 


6 27/3 
Vac = =| /3 V,, sin 0 d0 (10.47) 
2T 7/3 
or 
34/3 
Vac = y, 3v3 = 1.654 V,, (10.48) 


tp, 


1.73V,,/R 


2n/3 T 
D1 conducts 


4n/3 5/3 2m 


D4 conducts 
D3 conducts Dy conducts 


FIGURE 10.13 Voltage and current waveforms of the three-phase bridge 
rectifier. 


T3 
Ds conducts 


D6 conducts D2 conducts 
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Similarly, using Eq. (10.6), the rms value of the output voltage 
can be found as 


9 27/3 
V, = =| (V, sin 0)° dO (10.49) 
T T/3 
or 
3 9/3 
Vi = Vm| >+ —— = 1.655 V, 10.50 
L m a An m ( ) 


In addition, the rms current in each transformer secondary 
winding can also be found as 


|2 3 
L= I, G$) = 0.78 I, 
n \6 4 


(10.51) 
and the rms current through a diode is 
1/r 3 
Ip=], Hi = 0.552 I, 10.52 
D mr (; Ez 4 ) m ( ) 


where I„ = 1.73 V„/R. 

Based on Eqs. (10.48), (10.50), (10.51), and (10.52), all the 
important design parameters of the three-phase star rectifier 
can be evaluated as listed in Table 10.3. The dc output voltage 
is slightly lower than the peak line voltage or 2.34 times the 
rms phase voltage. The Peak Repetitive Reverse Voltage (Ver) 
rating of the employed diodes is 1.05 times the dc output 
voltage, and the Peak Repetitive Forward Current (Ippy) rating 
of the employed diodes is 0.579 times the dc output current. 
Therefore, this three-phase bridge rectifier is very efficient and 
popular wherever both dc voltage and current requirements 
are high. In many applications, no additional filter is required 
because the output ripple voltage is only 4.2%. Even if a filter 
is required, the size of the filter is relatively small because the 
ripple frequency is increased to six times the input frequency. 


10.3.3 Operation of Rectifiers with Finite Source 
Inductance 


It has been assumed in the preceding sections that the 
commutation of current from one diode to the next takes 
place instantaneously when the interphase voltage assumes 
necessary polarity. In practice, this is hardly possible because 
there are finite inductances associated with the source. For the 
purpose of discussing the effects of the finite source induc- 
tance, a three- phase star rectifier with transformer leakage 
inductances is shown in Fig. 10.14, where h, h, l, denote the 
leakage inductances associated with the transformer secondary 
windings. 
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FIGURE 10.14 Three-phase star rectifier with transformer leakage 
inductances. 


Refer to Fig. 10.15. At the time that vyy is about to become 
larger than vgy, due to leakage inductance |, the current in D, 
cannot fall to zero immediately. Similarly, due to the leakage 
inductance l, the current in D, cannot increase immediately 
to its full value. The result is that both diodes conduct for a 
certain period, which is called the overlap (or commutation) 
angle. The overlap reduces the rectified voltage v; as shown in 
the upper voltage waveform of Fig. 10.15. If all the leakage 
inductances are equal, that is, h = h = h = l„ then the 
amount of reduction of dc output voltage can be estimated 
as mf,l.Iy., where m is the ratio of the lowest-ripple frequency 
to the input frequency. 

For example, for a three-phase star rectifier operating from 
a 60-Hz supply with an average load current of 50A, the 
amount of reduction of the dc output voltage is 2.7 V if the 
leakage inductance in each secondary winding is 300 uH. 


10.4 Poly-Phase Diode Rectifiers 


10.4.1 Six-Phase Star Rectifier 


A basic six-phase star rectifier circuit is shown in Fig. 10.16. 
The six-phase voltages on the secondary are obtained by 


wt 


D2 
conducts 


Dı 
conducts 


wt 


FIGURE 10.15 Waveforms during commutation in Fig. 10.14. 
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FIGURE 10.16 


Six-phase star rectifier. 


means of a center-tapped arrangement on a star-connected 
three-phase winding. Therefore, it is sometimes referred to as 
a three-phase full-wave rectifier. The diode in a particular 
phase conducts during the period when the voltage on that 
phase is higher than that on the other phases. The voltage 
waveforms of each phase and the load are shown in Fig. 10.17. 
It is clear that, unlike the three-phase star rectifier circuit, the 
conduction angle of each diode is 2/3 instead of 27/3. 
Currents flow in only one rectifying element at a time, 
resulting in a low average current, but a high peak-to-average 
current ratio in the diodes and poor transformer secondary 
utilization. Nevertheless, the dc currents in the secondary of 
the six-phase star rectifier cancel in the secondary windings 
like a full-wave rectifier and, therefore, core saturation is not 
encountered. This six-phase star circuit is attractive in appli- 
cations that require a low ripple factor and a common cathode 
or anode for the rectifiers. 

By considering the output voltage provided by vgy between 
m/3 and 27/3, the average value of the output voltage can be 
found as 


6 27/3 
Vac >| Vm sin 0 d0 


T/3 


= 10.53 
on (10.53) 


conducts conducts conducts | conducts 


51/3 2n 


Voltage waveforms of the six-phase star rectifier. 


conducts conducts 


3 27/3 T 
FIGURE 10.17 


47/3 
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or 


(10.54) 


Similarly, the rms value of the output voltage can be found as 


6 27/3 
V, = =| (V,, sin 0)’ dO (10.55) 
20 n/3 
or 
6 (x V3 
V, = V,,/—(—+ — | = 0.956 V 10.56 
L m 2m (E+ 4 ) m ( ) 


In addition, the rms current in each transformer secondary 
winding can be found as 


(10.57) 


where I, = V,,,/R. 

Based on the relationships stated in Eqs. (10.55), (10.56), 
and (10.57), all the important design parameters of the six- 
phase star rectifier can be evaluated, as listed in Table 10.4 
(given at the end of Section 10.4.3). 


10.4.2 Six-Phase Series Bridge Rectifier 


The star- and delta-connected secondaries have an inherent 
m/6-phase displacement between their output voltages. When 
a star-connected bridge rectifier and a delta-connected bridge 
rectifier are connected in series as shown in Fig. 10.18, the 
combined output voltage will have a doubled ripple frequency 
(12 times that of the mains). The ripple of the combined 
output voltage will also be reduced from 4.2% (for each 


UL, 


FIGURE 10.18 


Six-phase series bridge rectifier. 
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individual bridge rectifier) to 1%. The combined bridge 
rectifier is referred to as a six-phase series bridge rectifier. 

In the six-phase series bridge rectifier shown in Fig. 10.18, 
let V;* be the peak voltage of the delta-connected secondary. 
The peak voltage between the lines of the star-connected 
secondary is also V,*. The peak voltage across the load, 
denoted as V„, is equal to 2 V* x cos(z/12) or 1.932 V% 
because there is 7/6-phase displacement between the second- 
aries. The ripple frequency is 12 times the mains frequency. 
The average value of the output voltage can be found as 


12 (77/12 
Vac = =| V,, sin 0 d0 (10.58) 
T J5r/12 
or 
12 y3- 1 
Vac = Vin — —— = = 0.98862 V, 10.59 
dc m 2/2 m ( ) 
The rms value of the output voltage can be found as 
7/12 
12 ade 
V, =,/— (V„ sin 0)" dO (10.60) 
20 J5r/12 
or 
V,= V, 2 ee = 0.98867 V, (10.61) 
ee NID. Ay m i 


The rms current in each transformer secondary winding is 


I= : ae 0.807 I, (10.62) 

sO ya 4p l 
The rms current through a diode is 

pe E R 057 (10.63) 

oOo yaz 4p l 


where I, = V„/R. 

Based on Eqs. (10.59), (10.61), (10.62), and (10.63), all the 
important design parameters of the six-phase series bridge 
rectifier can be evaluated, as listed in Table 10.4. 


10.4.3 Six-Phase Parallel Bridge Rectifier 


The six-phase series bridge rectifier described in the preceding 
is useful for high-output voltage applications. However, for 
high-output current applications, the six-phase parallel bridge 
rectifier (with an interphase transformer) shown in Fig. 10.19 
should be used. 
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TABLE 10.4 Important design parameters of six-phase rectifier circuits with resistive load 


Six-Phase Star Rectifier 


Six-Phase Series Bridge Six-Phase Parallel Bridge 


Rectifier Rectifier (With Inter-Phase 
Transformer) 

Peak repetitive reverse voltage Vrm 2.09 Va. 0.524 Va. 1.05 Va. 
Rms input voltage per transformer leg V, 0.74 V4. 0.37 Va. 0.715 Va. 
Diode average current Trav) 0.167 Ig. 0.333 Ta. 0.167 Ig. 
Peak repetitive forward current [pry 6.28 Irv) 3.033 Irav) 3.14 Irav) 
Diode rms current Jams) 0.409 Tic 0.576 La. 0.409 Ta. 
Form factor of diode current Iprms)/lFav) 2.45 1.73 2.45 
Rectification ratio 0.998 1.00 1.00 
Form factor 1.0009 1.00005 1.00005 
Ripple factor 0.042 0.01 0.01 
Transformer rating primary VA 1.28 Pa. 1.01 Pa 1.01 Pa. 
Transformer rating secondary VA 1.81 Pac 1.05 Pac 1.05 Pac 
Output ripple frequency f. 6f: 12 f; 12 f; 


FIGURE 10.19 Six-phase parallel bridge rectifier. 


The interphase transformer causes the output voltage vz to 
be the average of the rectified voltages v) and v, as shown in 
Fig. 10.20. As with the six-phase series bridge rectifier, the 
output ripple frequency of the six-phase parallel bridge recti- 
fier is also 12 times that of the mains. Further filtering on the 
output voltage is usually not required. Assuming a balanced 
circuit, the output currents of two three-phase units (flowing 


FIGURE 10.20 
interphase transformer. 


Voltage waveforms of the six-phase bridge rectifier with 


in opposite directions in the interphase transformer winding) 
produce no dc magnetization current. 

All the important design parameters of the six-phase paral- 
lel rectifiers with interphase transformer are also listed in Table 
10.4. 


10.5 Filtering Systems in Rectifier 
Circuits 


Filters are commonly employed in rectifier circuits for 
smoothing out the dc output voltage of the load. They are 
classified as inductor-input dc filters and capacitor-input dc 
filters. Inductor-input dc filters are preferred in high-power 
applications because more efficient transformer operation is 
obtained due to the reduction in the form factor of the 
rectifier current. Capacitor-input dc filters can provide volu- 
metrically efficient operation, but they demand excessive turn- 
on and repetitive surge currents. Therefore, capacitor-input dc 
filters are suitable only for lower-power systems where close 
regulation is usually achieved by an electronic regulator 
cascaded with the rectifier. 


10.5.1 Inductive-Input de Filters 


The simplest inductive-input dc filter is shown in Fig. 10.21a. 
The output current of the rectifier can be maintained at a 
steady value if the inductance of Ly is sufficiently large 
(œL; > R). The filtering action is more effective in heavy 
load conditions than in light load conditions. If the ripple 
attenuation is not sufficient even with large values of induc- 
tance, an L-section filter as shown in Fig. 10.21b can be used 
for further filtering. In practice, multiple L-section filters can 
also be employed if the requirement on the output ripple is 
very stringent. 
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Rectifier | ü: 


(b) 


FIGURE 10.21 Inductive-input dc filters. (a) Simplest inductive-input 
dc filter; (b) L-section filter. 


For the simple inductive-input dc filter shown in Fig. 
10.21a, the ripple is reduced by the factor 


R 
” (10.64) 


PL S/R? + (2nf, Ly)” 


where vz is the ripple voltage before filtering, v, is the ripple 
voltage after filtering, and f, is the ripple frequency. 

For the inductive-input dc filter shown in Fig. 10.21b, the 
amount of reduction in the ripple voltage can be estimated as 


Vo 1 
= | 5 | (10.65) 
1 — (2nf,) Lp Cp 


where f, is the ripple frequency, if R >> 1/2nf,Cy. 


10.5.1.1 Voltage and Current Waveforms for a Full- 

Wave Rectifier with Inductor-Input de Filter 
Figure 10.22 shows a single-phase full-wave rectifier with an 
inductor-input dc filter. The voltage and current waveforms 
are illustrated in Fig. 10.23. 

When the inductance of L; is infinite, the current through 
the inductor and the output voltage are constant. When 
inductor Ly is finite, the current through the inductor has a 
ripple component, as shown by the dotted lines in Fig. 10.23. 
If the input inductance is too small, the current decreases to 
zero (becoming discontinuous) during a portion of the time 
between the peaks of the rectifier output voltage. The mini- 
mum value of inductance required to maintain a continuous 
current is known as the critical inductance Le. 


i, L; 
i, > 
a JE 
a 7 
> 


FIGURE 10.22 A full-wave rectifier with inductor-input dc filter. 
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FIGURE 10.23 Voltage and current waveforms of full-wave rectifier 
with inductor-input dc filter. 


10.5.1.2 Critical Inductance Lç 


In the case of single-phase full-wave rectifiers, the critical 
inductance can be found as 


R 
Full-wave Lç = — (10.66) 


6nf; 


where f; is the input mains frequency. 
In the case of polyphase rectifiers, the critical inductance 
can be found as 


R 


Polyphase Le = 3am — Df, 


(10.67) 


where m is the ratio of the lowest ripple frequency to the input 
frequency, for example, m = 6 for a three-phase bridge recti- 
fier. 


10.5.1.3 Determining the Input Inductance for a 
Given Ripple Factor 

In practice, the choice of the input inductance depends on the 
required ripple factor of the output voltage. The ripple voltage 
of a rectifier without filtering can be found by means of 
Fourier analysis. For example, the coefficient of the nth 
harmonic component of the rectified voltage vy shown in 
Fig. 10.22 can be expressed as 


—4V,, 
= aes ae 10.68 
UL, n(n? = 1) ( ) 


where n = 2,4, 8,..., etc. 
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The dc component of the rectifier voltage is given by Eq. 
(10.5). Therefore, in addition to Eq. (10.27), the ripple factor 
can also be expressed as 


(10.69) 


Considering only the lowest-order harmonic (n= 2), the 
output ripple factor of a simple inductor-input dc filter 
(without C;) can be found, from Eqs. (10.64) and (10.69), as 


0.4714 


[1 + (Anf,Ly/R)” 


10.5.1.4 Harmonics of the Input Current 
In general, the total harmonic distortion (THD) of an input 


current is defined as 
IN? 
THD = (+) a 
I 


where I, is the rms value of the input current and Iņ and the 
rms value of the fundamental component of the input current. 
The THD can also be expressed as 


Filtered RF = (10.70) 


(10.71) 


THD = (10.72) 


where I,,, is the rms value of the nth harmonic component of 
the input current. 
Moreover, the input power factor is defined as 


I 
PF = F608 o (10.73) 
x 


where @ is the displacement angle between the fundamental 
components of the input current and voltage. 

Assume that inductor Lp of the circuit shown in Fig. 10.22 
has an infinitely large inductance. The input current is then a 
square wave. This input current contains undesirable higher 
harmonics that reduce the input power factor of the system. 
The input current can be easily expressed as 


4I, 


i= (10.74) 


1 
— -sin 2nnf;t 
T n, n : 


The rms values of the input current and its fundamental 
component are I„ and 4I,,/(/2), respectively. Therefore, 
the THD of the input current of this circuit is 0.484. As the 
displacement angle ¢ = 0, the power factor is 4/(2/2) = 0.9. 
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FIGURE 10.24 Equivalent circuit for input ac filter. 


The power factor of the circuit shown in Fig. 10.22 can be 
improved by installing an ac filter between the source and the 
rectifier, as shown in Fig. 10.24. 

Considering only the harmonic components, the equivalent 
circuit of the rectifier given in Fig. 10.24 can be found as 
shown in Fig. 10.25. The rms value of the nth harmonic 
current appearing in the supply can then be obtained using the 
current-divider rule, 


1 


1 — (2nn f)? L;C; ange) 


rn 


l 


where I,,, is the rms value of the nth harmonic current of the 
rectifier. 

Applying Eq. (10.73) and knowing I,,,/I,, = 1/n from Eq. 
(10.74), the THD of the rectifier with input filter shown in Fig. 
10.24 can be found as 


1 1 


1 — (2nnf,)’ L;C; 


(10.76) 


Filtered THD = / D 


2 
n=3,5 M 


The important design parameters of typical single-phase and 
three-phase rectifiers with inductor-input dc filter are listed in 
Table 10.5. Note that, in a single-phase half-wave rectifier, a 
freewheeling diode is required to be connected across the 
input of the dc filters such that the flow of load current can be 
maintained during the negative half-cycle of the supply 
voltage. 


10.5.2 Capacitive-Input dec Filters 


Figure 10.26 shows a full-wave rectifier with capacitor-input 
dc filter. The voltage and current waveforms of this rectifier are 


FIGURE 10.25 Equivalent circuit for input ac filter. 
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TABLE 10.5 
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Important design parameters of typical rectifier circuits with inductor-input dc filter 


Full-wave Full-Wave Three-Phase Three-Phase Three-Phase 
Rectifier Bridge Star Bridge Double-Star 
With Center- Rectifier Rectifier Rectifier Rectifier With 
Tapped Interphase 
Transformer Transformer 
Peak repetitive reverse voltage Very 3.14 Va. 1.57 Va. 2.09 Va. 1.05 Va. 2.42 Va. 
Rms input voltage per transformer leg V, 1.11 Vy, 1.11 Vy. 0.885 Vac 0.428 Vac 0.885 Vac 
Diode average current [p(,y) 0.5 Ig. 0.5 Lg. 0.333 Tae 0.333 Iq. 0.167 Tae 
Peak repetitive forward current Iprm 2.00 Trav) 2.00 Trav) 3.00 Trav) 3.00 Trav) 3.00 Trav) 
Diode rms current Jams) 0.707 Ia. 0.707 Ta. 0.577 Ta. 0.577 Ta. 0.289 Ig. 
Form factor of diode current Ip@amsy/Jr(av) 1.414 1.414 1.73 1.73 1.73 
Transformer rating primary VA 1.11 Pa 1.11 Pa. 1.21 Pa 1.05 Pa. 1.05 Pie 
Transformer rating secondary VA 1.57 Pa. LITPi 1.48 Pa. 1.05 Pa. 1.48 Pic 
Output ripple frequency f. If 2f 3f 6f: 6f 
Ripple component V, at 
(a) fundamental 0.667 Vi. 0.667 Vx. 0.250 Ve 0.057 Vc 0.057 Vi. 
(b) second harmonic 0.133 Vy. 0.133 Va. 0.057 Va. 0.014 Vac 0.014 Vac 
(c) third harmonic of the ripple frequency 0.057 Va. 0.057 Va. 0.025 Va. 0.006 Vac 0.006 Vac 


shown in Fig. 10.27. When the instantaneous voltage of the 
secondary winding v, is higher than the instantaneous value of 
capacitor voltage vz, either D, or D, conducts, and capacitor C 
is charged up from the transformer. When the instantaneous 
voltage of the secondary winding v, falls below the instanta- 
neous value of capacitor voltage vz, both diodes are reverse 
biased and capacitor C is discharged through load resistance 
R. The resulting capacitor voltage vz; varies between a maxi- 
mum value of V,, and a minimum value of V,, — Viqp) as 
shown in Fig. 10.27. (V,(pp) is the peak-to-peak ripple voltage.) 
As shown in Fig. 10.27, the conduction angle 0, of the diodes 
becomes smaller when the output ripple voltage decreases. 
Consequently, the power supply and diodes suffer from high 
repetitive surge currents. An LC ac filter, as shown in Fig. 
10.24, may be required to improve the input power factor of 
the rectifier. 

In practice, if the peak-to-peak ripple voltage is small, it can 
be approximated as 


V, 


F 


where f, is the output ripple frequency of the rectifier. 


Dı 
R > 


‘inrush 


v= V,, sin wt 


© 


FIGURE 10.26 Full-wave rectifier with capacitor-input dc filter. 


Therefore, the average output voltage Vy, is given by 


Va = V,,( 1 : (10.78) 
dc —~ "m 2f,RC $ 
The rms output ripple voltage V,. is approximated by 
V, 
Voom 10.79 
ac 2/2f,RC ( ) 
The ripple factor RF can be found from 
1 
(10.80) 


"= Jaf RC — 1) 


D2 canducts 


3n 
Dı conducts 


T/2 T 


D1 conducts 


20 


FIGURE 10.27 Voltage and current waveforms of the full-wave rectifier 
with capacitor-input dc filter. 
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10.5.2.1 Inrush Current 


The resistor Riprush in Fig. 10.26 is used to limit the inrush 
current imposed on the diodes during the instant the rectifier 
is being connected to the supply. The inrush current can be 
very large because capacitor C initially has zero charge. The 
worst case occurs when the rectifier is connected to the supply 
at its maximum voltage. The worst-case inrush current can be 


estimated from 


aL 10.81 
inrush Re Ruse ( ) 


where Re is the equivalent resistance looking from the 
transformer secondary and equivalent series resistance (ESR) 
of the filtering capacitor is Ror. Hence, the employed diode 
should be able to withstand the inrush current for a half-cycle 
of the input voltage. In other words, the Maximum Allowable 
Surge Current (Ipsy) rating of the employed diodes must be 
higher than the inrush current. The equivalent resistance 
associated with the transformer windings and the filtering 
capacitor is usually sufficient to limit the inrush current to an 
acceptable level. However, in cases where the transformer is 
omitted, for example, the rectifier of an off-line switch-mode 
supply, resistor Rinrush must be added for controlling inrush 
current. 

Consider as an example a single-phase bridge rectifier, 
which is to be connected to a 120-V 60-Hz source (without 
transformer). Assume that the Maximum Allowable Surge 
Current (psy) rating of the diodes is 150A for an interval 
of 8.3ms. If the ESR of the filtering capacitor is zero, we 
estimate from Eq. (10.81) that the value of the resistor for 
limiting inrush current resistance is 1.13 Q. 


10.6 High-Frequency Diode Rectifier 
Circuits 


In high-frequency converters, diodes perform various func- 
tions, such as rectifying, flywheeling, and clamping. One 
special quality a high-frequency diode must possess is a fast 
switching speed. In technical terms, it must have a short 
reverse recovery time and a short forward recovery time. 

The reverse recovery time of a diode may be understood as 
the time a forwardly conducting diode takes to recover to a 
blocking state when the voltage across it is suddenly reversed 
(which is known as forced turn-off). The temporary short 
circuit during the reverse recovery period may result in large 
reverse current, excessive ringing, and large power dissipation, 
all of which are highly undesirable. 

The forward recovery time of a diode may be understood as 
the time a nonconducting diode takes to change to the fully on 
state when a forward current is suddenly forced into it (which 
is known as forced turn-on). Before the diode reaches the fully 
on state, the forward voltage drop during the forward recovery 
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time can be significantly higher than the normal on-state 
voltage drop. This may cause voltage spikes in the circuit. 

It should be interesting to note that, as far as circuit 
operation is concerned, a diode with a long reverse recovery 
time is similar to a diode with a large parasitic capacitance. A 
diode with a long forward recovery time is similar to a diode 
with a large parasitic inductance. (Spikes caused by the slow 
forward recovery of diodes are often wrongly thought to be 
caused by leakage inductance.) Comparatively, the adverse 
effect of a long reverse recovery time is much worse than 
that of a long forward recovery time. 

Among commonly used diodes, the Schottky diode has the 
shortest forward and reverse recovery times. Schottky diodes 
are therefore most suitable for high-frequency applications. 
However, Schottky diodes have relatively low reverse break- 
down voltage (normally lower than 200 V) and large leakage 
current. If, due to these limitations, Schottky diodes cannot be 
used, ultra-fast diodes should be used in high-frequency 
converter circuits. 

Using the example of a forward converter, the operations of 
a forward rectifier diode, a flywheel diode, and a clamping 
diode will be studied in Section 10.6.1. Because of the 
difficulties encountered in full analyses when taking into 
account parasitic/stray/leakage components, PSpice simula- 
tions are extensively used here to study the following [3-5]: 


e The idealized operation of the converter; 

e the adverse effects of relatively slow rectifiers (e.g., the 
so-called ultra-fast diodes, which are actually much 
slower than Schottky diodes); 

e the improvement achievable by using high-speed recti- 
fiers (Schottky diodes); 

e the effects of leakage inductance of the transformer; 

e the use of snubber circuits to reduce ringing; and 

e the operation of a practical converter with snubber 
circuits. 


Using the example of a flyback converter, the operations of a 
flyback rectifier diode and a clamping diode also will be 
studied in Section 10.6.2. 

The design considerations for high-frequency diode rectifier 
circuits will be discussed in Section 10.6.3. The precautions 
that must be taken in the interpretation of computer simula- 
tion results are briefly discussed in Section 10.6.4. 


10.6.1 Forward Rectifier Diode, Flywheel Diode, 
and Magnetic-Reset Clamping Diode in a 
Forward Converter 


10.6.1.1 Ideal Circuit 


Fig. 10.28 shows the basic circuit of a forward converter. Fig. 
10.29 shows the idealized steady-state waveforms for contin- 
uous-mode operation (the current in L, is continuous). These 
waveforms are obtained from PSpice simulations, based on the 
following assumptions: 
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6 IDR) 9 


ov 7 


FIGURE 10.28 Basic circuit of forward converter. Note that: 
Vn = 50 V; L, = 8 uH; C; = 300 uF; Lp = 0.576 mH; Ly = 0.576 mH; 
Ls = 0.036 mH; R; = 0.35 Q; and Np: Ny : Ny = 4:4: 1. 


Rectifier diode Dp, flywheel diode Dp, and magnetic- 
reset clamping diode Dy are ideal diodes with infinitely 
fast switching speed. 

Electronic switch M, is an idealized MOS switch with 
infinitely fast switching speed, with on-state resistance of 
0.067 Q, and off-state resistance of 1 MQ. 

It should be noted that PSpice does not allow a switch 
to have zero on-state resistance and infinite off-state 
resistance. 

Transformer T, has a coupling coefficient of 0.99999999, 
The PSpice program does not accept a coupling coeffi- 
cient of 1. 

The switching operation of the converter has reached a 
steady state. 
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given by 


d\(DR) _ (v Ns 


1 
= Iw. Ye = (10.84) 


Li 
where V, is the dc output voltage of the converter. 


The flywheel diode Dy is reversely biased by V(9), the 
voltage at node 9 


V(9) = Vin(Ns/N,) for O<t<DT (10.85) 


The magnetic-reset clamping diode Dj, is reversely 
biased by the negative voltage at node 100. Assuming 
that Ly, and Lp have the same number of turns, we 
have 


V(100) = -Vw for 0 <t < DT (10.86) 


A magnetizing current builds up linearly in Lp. This 
magnetizing current reaches the maximum value of 
(VinDT)/Lp at t = DT. 


. For DT < t < 2DT 


The switch M, is turned off at t = DT. 


The collapse of magnetic flux induces a back emf in 
Lm» which is equal to Lp, to turn on the clamping 
diode Dy. The magnetizing current in Ly drops (from 
the maximum value of (V;p,DT)/Lp, as mentioned in 
the preceding) at the rate of Vin/Lp. It reaches zero at 
t = 2DT. 


The back emf induced across Lp is equal to Viy. The 


Referring to the circuit shown in Fig. 10.28 and the waveforms voltage at node 3 is 
shown in Fig. 10.29, the operation of the converter can be 


explained as follows: V(3) =2V,, for DT <t <2DT (10.87) 


1. For 0<t<DT (D is the duty cycle of the MOS The back emf across Ls forces Dp to stop conducting. 


switch M, and T is the switching period of the 
converter, M, is turned on when VI(VPULSE) is 
15 V, and turned off when V1(VPULSE) is 0V.) 


The switch M; is turned on at t = 0. 


The voltage at node 3, denoted as V(3), is 
V(3)=0 for 0<t< DT (10.82) 


The voltage induced at node 6 of the secondary wind- 
ing Ly is 


V(6) = Vin(Ns/Np) (10.83) 


This voltage drives a current I(DR) (current through 
rectifier diode Dp) into the output circuit to produce 
the output voltage V,. The rate of increase of I(DR) is 


The inductive current in L, forces the flywheel diode 
Dp to conduct. Here I(L,) (current through L) falls at 
the rate of 


d\(l,) _ —Vo 


10.88 
dt L, ( ) 


The voltage across Dp, denoted as V(6, 9) (the voltage 
at node 6 with respect to node 9), is 


V(DR) = V(6, 9) 
= —Vy(Ns/Np) for DT < t< 2DT 
(10.89) 


. For 2DT < t < T 


Here Dy stops conducting at t = 2DT. The voltage 
across Ly then falls to zero. 
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Idealized steady-state waveforms of forward converter for continuous-mode operation. 
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The voltage across Lp is zero 


V(3) = Vin (10.90) 
The voltage across Ls is also zero 
V(6) =0 (10.91) 


Inductive current I(L,) continues to fall at the rate of 


dl(L,)_—V, 
= 10.92 
dt E (10,22) 


The switching cycle restarts when the switch M, is turned on 
again at t = T. 

From the waveforms shown in Fig. 10.29, the following 
useful information (for continuous-mode operation) can be 
found: 


e The output voltage V, is equal to the average value of 
v9), 
N 
vV, = Dx. Vin (10.93) 
e The maximum current in the forward rectifying diode 
Dp and flywheel diode Dr is 


I(DR) max = (DE) 


max max 


1 V, 
=I,+-—(1—D)T (10.94) 
2 L 
where V, = DV;\(Ns/Np) and I, is the output load- 
ing current. 
e The maximum reverse voltage of Dg and Dp is 


V(DR) max = V(DF) max 
N: 
= V(6, I)a = Vin (10.95) 
P 
e The maximum reverse voltage of Dy is 
V(DM) max = Vin (10.96) 
e The maximum current in Dy is 
= yp N 
(DM) max = DE (10.97) 
P 


e The maximum current in the switch M,, denoted as 
ID(M,), is 


max + (DM) max 


N 
IDM; ) max = y OR) 
P 


N. 1V, 
E OF ger eee @ | 
Np 2 L 


V; 
yr) + py jess. 

Lp 

(10.98) 


However, it should be understood that, due to the nonideal 
characteristics of practical components, the idealized wave- 
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forms shown in Fig. 10.29 cannot actually be achieved in the 
real world. In the following, the effects of nonideal diodes and 
transformers will be examined. 


10.6.1.2 Circuit Using Ultra-Fast Diodes 


Fig. 10.30 shows the waveforms of the forward converter 
(circuit given in Fig. 10.28) when ultra-fast diodes are used 
as Dy, Dp, and Dp. (Note that ultra-fast diodes are actually 
much slower than Schottky diodes.) The waveforms are 
obtained by PSpice simulations, based on the following 
assumptions: 


e Dy is an MUR460 ultra-fast diode, and Dg and Dp are 
MURI1560 ultra-fast diodes; 

e M, is an IRF640 MOS transistor; 

e transformer T, has a coupling coefficient of 0.99999999 
(which may be assumed to be 1); and 

e the switching operation of the converter has reached a 
steady state. 


It is observed that a large spike appears in the current wave- 
forms of diodes Dg and Dp (denoted as I(DR) and I(DF) in 
Fig. 10.30) whenever the MOS transistor M, is turned on. This 
is due to the relatively slow reverse recovery of the flywheel 
diode Dp. During the reverse recovery time, the positive 
voltage suddenly appearing across L; (which is equal to 
Vin(Ns/Np)) drives a large transient current through Dp 
and Dp. This current spike results in large current stress and 
power dissipation in Dp, Dp, and M}. 

A method of reducing the current spikes is to use Schottky 
diodes as Dp and Dp, as will be described in what follows. 


10.6.1.3 Circuit Using Schottky Diodes 


In order to reduce the current spikes caused by the slow 
reverse recovery of rectifiers, Schottky diodes are now used as 
Dz and Dy. The assumptions made here are (referring to the 
circuit shown in Fig. 10.28): 


e Dp and Dp are MBR2540 Schottky diodes; 

e Dy, is an MUR460 ultra-fast diode; 

e M, is an IRF640 MOS transistor; 

e transformer T, has a coupling coefficient of 0.99999999; 
and 

e the switching operation of the converter has reached a 
steady state. 


The new simulated waveforms are given in Fig. 10.31. It is 
found that when Schottky diodes are used as Dp and Dp, the 
amplitudes of the current spikes in ID(M1), I(DR), and I(DF) 
can be reduced to practically zero. This solves the slow-speed 
problem of ultra-fast diodes. 


10.6.1.4 Circuit with Practical Transformer 


The simulation results given in Figs. 10.29-10.31 (for the 
forward converter circuit shown in Fig. 10.28) are based on 
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FIGURE 10.32 Waveforms of the forward converter with practical transformer and output filtering capacitor having nonzero series effective 
resistance. 
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the assumption that transformer T, effectively has no leakage 
inductance (with coupling coefficient K = 0.99999999). 
However, it is found that when a practical transformer 
(having a slightly lower K) is used, severe ringings occur. 
Fig. 10.32 shows some simulation results to demonstrate this 
phenomenon and the following assumptions are made: 


e Dp and Dp are MBR2540 Schottky diodes and Dy, is an 
MUR460 ultra fast diode; 

e M, is an IRF640 MOS transistor; 

e transformer T) has a practical coupling coefficient of 
0.996; 

e the effective winding resistance of Lp is 0.1 Q, the 
effective winding resistance of Ly is 0.4 Q, and the 
effective winding resistance of Ls is 0.01 Q; 

e the effective series resistance of the output filtering 
capacitor is 0.05 Q; and 

e the switching operation of the converter has reached a 
steady state. 


The resultant waveforms shown in Fig. 10.32 indicate that 
there are large voltage and current ringings in the circuit. 
These ringings are caused by the resonant circuits formed by 
the leakage inductance of the transformer and the parasitic 
capacitances of the diodes and the transistor. 

Therefore, a practical converter may need snubber circuits 
to damp these ringings, as will be described in what follows. 


10.6.1.5 Circuit with Snubber Across Transformer 

To suppress the ringing voltage caused by the resonant circuit 
formed by transformer leakage inductance and the parasitic 
capacitance of the MOS switch, a snubber circuit, shown as R; 
and C, in Fig. 10.33, is now connected across the primary 
winding of transformer T,. The new waveforms are shown in 
Fig. 10.34. Here the drain-to-source voltage waveform of the 


0 
FIGURE 10.33 Forward converter with snubber circuit (R;C,) across 
transformer: Vin = 50 V; Dy = MUR460; Dp = MBR2540; 
Dp = MBR2540; M, = IRF640; R, = 249; C, = 3000 pF; 


C, =3500uF; ESR of C,=0.05Q; Li =8uH; Lp =0.576mH; 
Ly = 0.576 mH; Ls = 0.036 mH; Np : Ny : Ng =4:4:1;R, = 0.35 Q; 


effective winding resistance of Lp = 0.1 Q; effective winding resistance of 


Ly = 0.4 Q; effective winding resistance of Ly = 0.01 Q; and coupling 
coefficient k = 0.996. 


161 


MOS transistor V(3) is found to be acceptable. However, there 
are still large ringing voltages across the output rectifiers 
(V(6, 9) and V(9)). 

To damp the ringing voltages across the output rectifiers, 
additional snubber circuits across the rectifiers may therefore 
also be required in a practical circuit, as will be described in 
what follows. 


10.6.1.6 Practical Circuit 


Fig. 10.35 shows a practical forward converter also with 
snubber circuits added to rectifiers (R,C, for Dp and R;C; 
for Dp) to reduce voltage ringing. Figs. 10.36 and 10.37 show 
the resultant voltage and current waveforms. Fig. 10.36 is for 
continuous-mode operation (Rz; = 0.35 Q), where I(L,) 
(current in L,) is continuous. Figure 10.37 is for discontin- 
uous-mode operation (R; = 10 Q), where I(L,) becomes 
discontinuous due to an increased value of R,. These wave- 
forms are considered to be acceptable. 

The design considerations of diode rectifier circuits in high- 
frequency converters will be discussed later in Section 10.6.3. 


10.6.2 Flyback Rectifier Diode and Clamping 
Diode in a Flyback Converter 


10.6.2.1 Ideal Circuit 


Fig. 10.38 shows the basic circuit of a flyback converter. Due to 
its simple circuit, this type of converter is widely used in low- 
cost low-power applications. Discontinuous-mode operation 
(meaning that the magnetizing current in the transformer falls 
to zero before the end of each switching cycle) is often used 
because it offers the advantages of easy control and low diode 
reverse-recovery loss. Fig. 10.39 shows the idealized steady- 
state waveforms for discontinuous-mode operation. These 
waveforms are obtained from PSpice simulations, based on 
the following assumptions: 


e Dp is an idealized rectifier diode with infinitely fast 
switching speed; 

e M, is an idealized MOS switch with infinitely fast 
switching speed, with on-state resistance of 0.067 Q; 
and off-state resistance of 1 MQ; 

e transformer T, has a coupling coefficient of 0.99999999; 
and 

e the switching operation of the converter has reached a 
steady state. 


Referring to the circuit shown in Fig. 10.38 and the waveforms 
shown in Fig. 10.39, the operation of the converter can be 
explained as follows: 


l. For0 < t< DT 


The switch M; is turned on at t = 0 and V(3) = 0 for 
0<t< DT. 
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FIGURE 10.34 Waveforms of the forward converter with snubber circuit across transformer. 
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FIGURE 10.35 Practical forward converter with snubber circuits across 
transformer and rectifiers: Vn = 50 V; Dy = MUR460; Dp = MBR2540; 
Dr = MBR2540; M, = IRF640; R; = 240; R, =10Q; R, = 109; 
Cı = 3000pF; C,=10nF; C;=10nF; C,=3500uF; ESR of 
C,=0.050; L,=8pH; Lp=0.576mH; Ly =0.576mH; 
Ls = 0.036 mH; Np : Ny : Ng = 4:4: 1; effective winding resistance of 
Lp = 0.1 Q; effective winding resistance of Ly = 0.4 Q; and effective 
winding resistance of Ly = 0.01 Q; and coupling coefficient K = 0.996. 


The current in M,, denoted as ID(M,), increases at the 
rate of 


dID(M,) _ Vin 
SS 10.99 
dt Lp ( ) 

The output rectifier Dp is reversely biased. 
2. For DT < t <(D+D,)T 


The switching M, is turned off at t = DT. 


The collapse of magnetic flux induces a back emf in L, 
to turn on the output rectifier Dp. The initial ampli- 
tude of the rectifier current I(DR), which is also 
denoted as I(LS), can be found by equating the 
energy stored in the primary-winding current I(LP) 
just before t = DT to the energy stored in the second- 
ary-winding current I(LS) just after t = DT: 


1 1 
5 LAP)? = 5 LSLS) (10.100) 
F ( pr) ee! ALS)? (10.101) 
2- \ Lp ae 
Lp V; 
I(Ls) = | -DT (10.102) 
Ls Lp 
Np Vin 
(LS) = — — DT 10.103 
(LS) Ne ( ) 
The amplitude of I(LS) falls at the rate of 
d\(LS) —V, 
ses Ve (10.104) 
dt Ls 
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and I(LS) falls to zero at 
D, V, = Vin(Ns/Np)D, 


t=(D+D,)T. As 


Vin N. 
D= NS 


= 10.105 
I= N. (10.105) 


D, is effectively the duty cycle of the output rectifier 
Dr- 
3. For (D+ D,)T <t<T 


The output rectifier Dp is off. 


The output capacitor C, provides the output current 
to the load R,. 


The switching cycle restarts when the switch M, is turned on 
again at t = T. 

From the waveforms shown in Fig. 10.39, the following 
information (for discontinuous-mode operation) can be 
obtained: 


e The maximum value of the current in the switch M, is 


V, 
ID(M, max = -© DT 


max L 


(10.106) 

e The maximum value of the current in the output rectifier 
Dp is 

(10.107) 


e The output voltage V, can be found by equating the 
input energy to the output energy within a switching 
cycle 


Vin X [Charge taken from V,, in a switching cycle 


ai 
2 
1 DT ve 
Ie is Ri 
R,T 
= 71, Pn (10.109) 


e The maximum reverse voltage of Dp, V(6, 9) (which is 
the voltage at node 6 with respect to node 9), is 


N. 
V(DR) max = V(6, 9) nak = Vin na + V, (10.110) 
P 


10.6.2.2 Practical Circuit 


When a practical transformer (with leakage inductance) is 
used in the flyback converter circuit shown in Fig. 10.38, there 
will be large ringings. In order to reduce these ringings to 
levels that are acceptable under actual conditions, snubber and 
clamping circuits have to be added. Fig. 10.40 shows a 
practical flyback converter circuit where a resistor-capacitor 
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FIGURE 10.36 Waveforms of practical forward converter for continuous-mode operation. 
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FIGURE 10.37 Waveforms of practical forward converter for discontinuous-mode operation. 
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FIGURE 10.38 Basic circuit of flyback converter. 


snubber (RC) is used to damp the ringing voltage across the 
output rectifier Dp and a resistor-capacitor-diode clamping 
(R,C,Ds) is used to clamp the ringing voltage across the 
switch M,. The diode Ds here allows the energy stored by 
the current in the leakage inductance to be converted to the 
form of a dc voltage across the clamping capacitor C}. The 


20V - 
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+ 0 
FIGURE 10.40 Practical flyback converter circuit: Vin = 60 V; 
Ds =MUR460; Dg= MUR460; M, = IRF640; R; = 4.7 KO; 
R, = 1000; C, =0.1uF; C,=680pF; C,=100uF; ESR of 


C; = 0.05 Q; L, = 100 uH; Ls = 400 uH; R; = 400 Q; Np : Ns = 1: 25 
effective winding resistance of Lp = 0.025 Q; effective winding resistance 
of Ly = 0.1 Q; and coupling coefficient K = 0.992. 


energy transferred to C, is then dissipated slowly in the 
parallel resistor R, without ringing problems. 

The simulated waveforms of the flyback converter (circuit 
given in Fig. 10.40) for discontinuous-mode operation are 
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ov - 


ON | OFF 


o VI(VPULSE) 


4.0A 


Ato 


-4.0A 


© ID(M1) 
200V 


0V - 


-200V -= 
o V3) 
200V 


OV -+4 


-200V - 


109.2V 


109.1V -4 
109.0V -= 


400V 


0V -+4 


-400V - 
o V(6,9) 
2.0A 


0A Pe es 


-2.0A - t 


0s 4us 
DT 


Sus 


© IMR) or (LS) (D+D2)T 


FIGURE 10.39 


10us 
T 


15us 


Time 


Idealized steady-state waveforms of flyback converter for discontinuous-mode operation. 
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FIGURE 10.41 Waveforms of practical flyback converter for discontinuous-mode operation. 


shown in Fig. 10.41, where the following assumptions are The waveforms shown in Fig. 10.41 are considered to be 
made: acceptable. 


e Dp and D; are MUR460 ultra-fast diodes; 
e M, is an IRF640 MOS transistor; 


e transformer T, has a practical coupling coefficient of 10.6.3 Design Considerations 


0.992; It is necessary for the designer of rectifier circuits to determine 
e the effective winding resistance of Lp is 0.025 Q and the the voltage and current ratings of the diodes. The idealized 
effective winding resistance of L, is 0.1 Q; waveforms and expressions for the maximum diode voltages 
e the effective series resistance of the output filtering and currents given in Section 10.6.2.1 (for both forward and 
capacitor Cz is 0.05 Q; and flyback converters) are a good starting point. However, when 


e the switching operation of the converter has reached a _ parasitic/stray components are also considered, the simulation 
steady state. results given in Section 10.6.1.6 are much more useful for 
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determination of the voltage and current ratings of high- 
frequency rectifier diodes. 

Assuming that the voltage and current ratings have been 
determined, diodes can be selected that meet the require- 
ments. The following are some general guidelines on the 
selection of diodes: 


e For low-voltage applications, Schottky diodes should be 
used because they have very fast switching speed and low 
forward voltage drop. If Schottky diodes cannot be used, 
either because of their low reverse breakdown voltage or 
because of their large leakage current (when reversely 
biased), ultra-fast diodes should be used. 

e The reverse breakdown-voltage rating of the diode 
should be reasonably higher (e.g., 10% or 20% higher) 
than the maximum reverse voltage the diode is expected 
to encounter under the worst-case condition. However, 
an overly conservative design (using a diode with much 
higher breakdown voltage than necessary) would result 
in a lower rectifier efficiency, because a diode having a 
higher reverse-voltage rating would normally have a 
larger voltage drop when it is conducting. 

e The current rating of the diode should be substantially 
higher than the maximum current the diode is expected 
to carry during normal operation. Using a diode with a 
relatively large current rating has the following advan- 
tages: 


(i) It reduces the possibility of damage due to transi- 
ents caused by start-up, accidental short circuit, or 
random turning on and off of the converter. 

(ii) It reduces the forward voltage drop because the 
diode is operated in the lower current region of the 
V-I characteristic. 


In some of the “high-efficiency” converter circuits, the 
current rating of the output rectifier can be many times 
larger than the actual current expected in the rectifier. In 
this way, higher efficiency is achieved at the expense of a larger 
silicon area. 

In the design of RC snubber circuits for rectifiers, it should 
be understood that a larger C (and a smaller R) will give better 
damping. However, a large C (and a small R) will result in a 
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large switching loss (which is equal to 0.5 CV’f). As a guide- 
line, a capacitor with 5 to 10 times the junction capacitance of 
the rectifier may be used as a starting point for iterations. The 
resistor chosen should be able to provide a slightly under- 
damped operating condition. 


10.6.4 Precautions in Interpreting Simulation 
Results 


In using the simulated waveforms as references for design 
purposes, attention should be paid to the following: 


e The voltage/current spikes that appear in those wave- 
forms measured under actual conditions may not appear 
in the simulated waveforms. This is due to the lack of a 
model in computer simulation that is able to simulate 
unwanted coupling among the practical components. 

e Most of the computer models of diodes, including those 
used in the simulations given here, do not take into 
account the effects of forward recovery time. (The 
forward recovery time is not even mentioned in most 
manufacturers’ data sheets.) However, it is also interest- 
ing to note that in most cases the effect of forward 
recovery time of a diode is masked by that of the effective 
inductance in series with the diode (e.g., the leakage 
inductance of a transformer). 
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11.1 Line Commutated Single-Phase 
Controlled Rectifiers 


11.1.1 Single-Phase Half-Wave Rectifier 


As shown in Fig. 11.1, the single-phase half-wave rectifier uses 
a single thyristor to control the load voltage. The thyristor will 
conduct, ON state, when the voltage vy is positive and a firing 
current pulse iç is applied to the gate terminal. Delaying the 
firing pulse by an angle « does the control of the load voltage. 
The firing angle « is measured from the position where a diode 
would naturally conduct. In Fig. 11.1 the angle æ is measured 
from the zero crossing point of the supply voltage v,. The load 
in Fig. 11.1 is resistive and therefore current i, has the 
same waveform as the load voltage. The thyristor goes to 
the nonconducting condition, OFF state, when the load 
voltage and, consequently, the current try to reach a negative 
value. 
The load average voltage is given by: 


1 {” V; 
Vi | V nax Sin wtd(wt) = peel +cosa) (11.1) 
T 


la = Im E 
where Vmax is the supply peak voltage. Hence, it can be seen 
from Eq. (11.1) that changing the firing angle « controls both 
the load average voltage and the power flow. Figure 11.2a 
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shows the rectifier waveforms for an R-— L load. When the 
thyristor is turned ON, the voltage across the inductance is 


Vr = Vs — Vp = L— 11.2 
L = Us — UR ji (11.2) 
The voltage in the resistance R is vg = R- ig. While 


Us — Vg > 0, Eq. (11.2) shows that the load current increases 
its value. On the other hand, i; decreases its value when 
Us — Up < 0. The load current is given by 


wt 


i(@t) = =| v,d0 (11.3) 


x 


Graphically, Eq. (11.3) means that the load current i; is equal 
to zero when A, = A,, maintaining the thyristor in conduc- 
tion state even when v, < 0. 


wt 


FIGURE 11.1 Single thyristor rectifier with resistive load. 
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ot 


FIGURE 11.2 Single thyristor rectifier with: (a) resistive-inductive load; 
and (b) active load. 


When an inductive-active load is connected to the rectifier, 
as depicted in Fig. 11.2b, the thyristor will be turned ON if the 
firing pulse is applied to the gate when v, > Ej. Again, the 
thyristor will remain in the ON state until A} = A,. When the 
thyristor is turned OFF, the load voltage will be vg = Ej. 


11.1.2 Biphase Half-Wave Rectifier 


The biphase half-wave rectifier shown in Fig. 11.3 uses a 
center-tapped transformer to provide two voltages v, and vy. 
These two voltages are 180° out-of-phase with respect to the 
mid-point neutral N. In this scheme, the load is fed via a 
thyristor in each positive cycle of voltages v, and v, and the 
load current returns via the neutral N. 

With reference to Fig. 11.3, thyristor T, can be fired into the 
ON state at any time provided that voltage vr, > 0. The firing 
pulses are delayed by an angle æ with respect to the instant 
where diodes would conduct. Figure 11.3 also illustrates the 
current paths for each conduction state. Thyristor T, remains 
in the ON state until the load current tries to go to a negative 
value. Thyristor T, is fired into the ON state when vm > 0, 
which corresponds in Fig. 11.3 to the condition at which 
v, > 0. 

The mean value of the load voltage with resistive load is 
given by 


Vinax 


1 T 
Vila = -| Vmax Sin Otd(wt) = (1+cosa) (11.4) 


Tja T 
The ac supply current is equal to i;,(N,/N,) when T, is in the 
on-state and —i;,(N,/N,) when T, is in the on-state, where 
N,/N, is the transformer turns ratio. 


Figure 11.4 shows the effect of the load time constant 
T; = L/R on the normalized load current i,(t)/ip(t) for a 


J. Rodriguez and A. Weinstein 


TI 
— ai 
i e — i 
s U. 
2 z v4 ™ Tl 


FIGURE 11.4 Effect of the load time constant over the current ripple. 


firing angle æ = 0°. The ripple in the load current reduces as 
the load inductance increases. If the load inductance L —> ov, 
then the current is perfectly filtered. 


11.1.3 Single-Phase Bridge Rectifier 


Figure 11.5a shows a fully controlled bridge rectifier, which 
uses four thyristors to control the average load voltage. In 
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FIGURE 11.5 Single-phase bridge rectifier: (a) fully controlled; and (b) 
half controlled. 


addition, Fig. 11.5b shows the half-controlled bridge rectifier, 
which uses two thyristors and two diodes. 

Figure 11.6 shows the voltage and current waveforms of the 
fully controlled bridge rectifier for a resistive load. Thyristors 
T, and T, must be fired simultaneously during the positive 
half wave of the source voltage v, so as to allow conduction of 
current. Alternatively, thyristors T; and T, must be fired 
simultaneously during the negative half wave of the source 
voltage. To ensure simultaneous firing, thyristors T) and T, 
use the same firing signal. The load voltage is similar to the 
voltage obtained with the biphase half-wave rectifier. The 
input current is given by 

is = ty) — irq (11.5) 


and its waveform is shown in Fig. 11.6. 


FIGURE 
resistive 


11.6 Waveforms of a fully controlled bridge rectifier with 
oad. 
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FIGURE 11.7 Waveforms of a fully controlled bridge rectifier with 
resistive-inductive load (L —> oo). 


Figure 11.7 presents the behavior of the fully controlled 
rectifier with resistive-inductive load (with L— oo). The 
high-load inductance generates a perfectly filtered current 
and the rectifier behaves like a current source. With contin- 
uous load current, thyristors T) and T, remain in the on-state 
beyond the positive half-wave of the source voltage v,. For this 
reason, the load voltage vz can have a negative instantaneous 
value. The firing of thyristors T; and T, has two effects: 


i) they turn off thyristors T, and T,; and 
ii) after the commutation they conduct the load current. 


This is the main reason why this type of converter is called a 
“naturally commutated” or “line commutated” rectifier. The 
supply current i; has the square waveform shown in Fig. 11.7 
for continuous conduction. In this case, the average load 
voltage is given by 


1 T+A 2V 
Viia = zf Vinax Sin wtd(@t) = —™ cos o (11.6) 
T T 


11.1.4 Analysis of the Input Current 


The input current in a bridge-controlled rectifier is a square 
waveform when the load current is perfectly filtered. In 
addition, the input current i, is shifted by the firing angle « 
with respect to the input voltage v, as shown in Fig. 11.8a. The 
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input current can be expressed as a Fourier series, where the 
amplitude of the different harmonics is given by 


I, 


an (n= 1,3,5,...) (11.7) 


where n is the harmonic order. The root mean square (rms) 
value of each harmonic can be expressed as 


Denia 2/2 I 
Ty, = smaxn = J/2 td (11.8) 
KII n n 
Thus, the rms value of the fundamental current i,, is 
2/2 


T 


It can be observed from Fig. 11.8a that the displacement angle 
hı of the fundamental current i,, corresponds to the firing 
angle «. Fig. 11.8b shows that in the harmonic spectrum of the 
input current, only odd harmonics are present with decreasing 
amplitude. The rms value of the input current i, is 


I, = Ij 


Ss 


(11.10) 


The total harmonic distortion (THD) of the input current is 
given by 


JE - 2 
THD = Y=“! 100 = 48.4% 


sl 


(11.11) 
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11.1.5 Power Factor of the Rectifier 


The displacement factor of the fundamental current, obtained 
from Fig. 11.8a, is 


cos @, = cos & (11.12) 


In the case of nonsinusoidal current, the active power deliv- 
ered by the sinusoidal single-phase supply is 


rt 
P= z| v (t)i (t)dt = VIa cos dy (11.13) 
0 


where V, is the rms value of the single-phase voltage v,. 
The apparent power is given by 


S= VI, (11.14) 
The power factor (PF) is defined by 
P 
PF =— 11.15 
5 (11.15) 


Substitution from Eqs. (11.12), (11.13), and (11.14) in Eq. 
(11.15) yields: 


I 
PF = cosa 
I 


Ss 


(11.16) 


This equation shows clearly that due to the nonsinusoidal 
waveform of the input current, the power factor of the rectifier 
is negatively affected by both the firing angle « and the 
distortion of the input current. In effect, an increase in the 


5 


> Of 


FIGURE 11.8 
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Input current of the single-phase controlled rectifier in bridge connection: (a) waveforms; and (b) harmonics spectrum. 
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distortion of the current produces an increase in the value of I, 
in Eq. (11.16), which deteriorates the power factor. 


11.1.6 The Commutation of the Thyristors 


Until now the current commutation between thyristors has 
been considered to be instantaneous. This consideration is not 
valid in real cases due to the presence of the line inductance L, 
as shown in Fig. 11.9a. During commutation, the current 
through the thyristors cannot change instantaneously, and for 
this reason, during the commutation angle u, all four thyr- 
istors are conducting simultaneously. Therefore, during the 
commutation the following relationship for the load voltage 
holds: 


vq =0 a<ot<a+yu (11.17) 


The effect of the commutation on the supply current, voltage 
waveforms, and the thyristor current waveforms is observed in 
Fig. 11.9b. 


0 >t 


b) 


FIGURE 11.9 The commutation process: (a) circuit; and (b) wave- 
forms. 
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During commutation the following expression holds: 
di, . 
L-g T Ys = Vmax sin œt a<ot<atyp (11.18) 


Integrating Eq. (11.18) over the commutation interval yields 


I, V. a+u/w 
| di, = “na f sin wtdt 
=u L a/o 


(11.19) 
From Eq. (11.19), the following relationship for the commu- 
tation angle u is obtained: 


2wL 
cos(& + u) = cosa — —— I, 
max 


(11.20) 


Equation (11.20) shows that an increase of the line inductance 
L or an increase of the load current I; increases the commu- 
tation angle u. In addition, the commutation angle is affected 
by the firing angle «. In effect, Eq. (11.18) shows that with 
different values of a, the supply voltage v, has a different 
instantaneous value, which produces different di,/dt, thereby 
affecting the duration of the commutation. 

Equation (11.17) and the waveform of Fig. 11.9b show that 
the commutation process reduces the average load voltage V,. 
When commutation is considered, the expression for the 
average load voltage is given by 


max 


1 ft 
Vig = zf Vmax Sin œtd(wt) = —— 
T 


[cos(x + u) + cos a] 


TJara 
(11.21) 
Substituting Eq. (11.20) into Eq. (11.21) yields 
2 2a@L 
Via = z Vmax coso d (11.22) 


11.1.7 Operation in the Inverting Mode 


When the angle « > 90°, it is possible to obtain a negative 
average load voltage. In this condition, the power is fed back 
to the single-phase supply from the load. This operating mode 
is called inverter or inverting mode, because the energy is 
transferred from the dc to the ac side. In practical cases this 
operating mode is obtained when the load configuration is as 
shown in Fig. 11.10a. It must be noticed that this rectifier 
allows unidirectional load current flow. 

Figure 11.10b shows the waveform of the load voltage with 
the rectifier in the inverting mode, neglecting the source 
inductance L. 

Section 11.1.6 described how supply inductance increases 
the conduction interval of the thyristors by the angle u. As 
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FIGURE 11.10 Rectifier in the inverting mode: (a) circuit; (b) wave- 
forms neglecting source inductance L; and (c) waveforms considering L. 


shown in Fig. 11.10c, the thyristor voltage v7, has a negative 
value during the extinction angle y, defined by 


y = 180 — (« + u) (11.23) 
To ensure that the outgoing thyristor will recover its blocking 
capability after commutation, the extinction angle should 
satisfy the following restriction: 


y > ot 


; (11.24) 


where œ is the supply frequency and t; is the thyristor turn-off 
time. Considering Eqs. (11.23) and (11.24) the maximum 
firing angle is, in practice, 

OLmax = 180 — u — Yy (11.25) 


If the condition of Eq. (11.25) is not satisfied, the commuta- 
tion process will fail and then destructive currents will occur. 
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FIGURE 11.11 Application of a rectifier in single-phase UPS. 


11.1.8 Applications 


Important application areas of controlled rectifiers include 
uninterruptible power supplies (UPS) for feeding critical 
loads. Figure 11.11 shows a simplified diagram of a single- 
phase UPS configuration, typically rated for < 10 KVA. A fully 
controlled or half-controlled rectifier is used to generate the dc 
voltage for the inverter. In addition, the input rectifier acts as a 
battery charger. The output of the inverter is filtered before it 
is fed to the load. The most important operational modes of 
the UPS are: 


i) Normal mode. In this case the line voltage is present. 
The critical load is fed through the rectifier-inverter 
scheme. The rectifier keeps the battery charged. 

ii) Outage mode. During a loss of the ac main supply, 
the battery provides the energy for the inverter. 
Bypass operation. When the load demands an over- 
current to the inverter, the static bypass switch is 
turned on and the critical load is fed directly from the 
mains. 


iii) 


The control of low-power dc motors is another interesting 
application of controlled single-phase rectifiers. In the circuit 
of Fig. 11.12, the controlled rectifier regulates the armature 
voltage and consequently controls the motor current i, in 
order to establish a required torque. 

This configuration allows only positive current flow in the 
load. However, the load voltage can be both positive and 
negative. For this reason, this converter works in the two- 
quadrant mode of operation in the plane iz vs Vja- 


>V 


da 


a) b) 


FIGURE 11.12 Two quadrant dc drive: (a) circuit; and (b) quadrants of 
operation. 
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FIGURE 11.13 Single-phase dual-converter drive: (a) connection; and 
(b) four-quadrant operation. 


As shown in Fig. 11.13, a better performance can be 
obtained with two rectifiers in back-to-back connection at 
the dc terminals. This arrangement, known as a dual converter 
one, allows four-quadrant operation of the drive. Rectifier I 
provides positive load current ij, while rectifier II provides 
negative load current. The motor can work in forward power- 
ing, forward braking (regenerating), reverse powering, and 
reverse braking (regenerating). These operating modes are 
shown in Fig. 11.13b, where the torque T vs the rotor speed 
@p is illustrated. 


11.2 Unity Power Factor Single-Phase 
Rectifiers 


11.2.1 The Problem of Power Factor in Single- 
Phase Line-Commutated Rectifiers 


The main disadvantages of classical line-commutated rectifiers 
are that 


i) they generate both a lagging displacement factor with 
respect to the voltage of the utility, and 
ii) an important amount of input current harmonics. 


175 


These aspects have a negative influence on both power 
factor and power quality. In the last several years, the massive 
use of single-phase power converters has increased the 
problems of power quality in electrical systems. In effect, 
modern commercial buildings have 50% and even up to 
90% of the demand originated by nonlinear loads, which are 
composed mainly of rectifiers [1]. Today it is not unusual to 
find rectifiers with total harmonic distortion of the current 
THD; > 40% originating severe overloads in conductors and 
transformers. 

Figure 11.14 shows a single-phase rectifier with a capacitive 
filter, used in much of today’s low power equipment. The 
input current is highly distorted due to the presence of the 
filter capacitor. This current has a harmonic content as shown 
in Fig. 11.15 and Table 11.1, with a THD; = 197%. 

The rectifier of Fig. 11.14 has a very low power factor of 
PF=0.45, due mainly to its large harmonic content. 


11.2.2 Standards for Harmonics in Single-Phase 
Rectifiers 


The relevance of the problems originated by harmonics in 
line-commutated single-phase rectifiers has motivated some 
agencies to introduce restrictions to these converters. The IEC 
1000-3-2 International Standard establishes limits to all low- 
power single-phase equipment having an input current with a 
“special wave shape” and an active input power P < 600 W. 
Class D equipment has an input current with a special wave 
shape contained within the envelope given in Fig. 11.14b. This 
class of equipment must satisfy certain harmonic limits, 
shown in Fig. 11.15. It is clear that a single-phase line- 
commutated rectifier with parameters as shown in Fig. 
11.14a is not able to comply with the standard IEC 1000-3-2 
Class D. The standard can be satisfied only by adding huge 
passive filters, which increases the size, weight, and cost of the 
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FIGURE 11.14 Single-phase rectifier: (a) circuit; and (b) waveforms of the input voltage and current. 
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FIGURE 11.15 Harmonics in the input current of the rectifier of Fig. 11.14. 
TABLE 11.1 Harmonics in percentage of the current in Fig. 11.14 through the transistor. The current of the inductance ir is 
given by the following equation 
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rectifier. This standard has been the motivation for the 
development of active methods to improve the quality of the 
input current and, consequently, the power factor. 


11.2.3 The Single-Phase Boost Rectifier 


From both the theoretical and conceptual points of view, one 
of the most important high-power factor rectifiers is the so- 
called single-phase boost rectifier, shown in Fig. 11.16a. This 
rectifier is obtained from a classical noncontrolled bridge 
rectifier, with the addition of transistor T, diode D, and 
inductor L. 

In this rectifier, the input current i(t) is controlled by 
changing the conduction state of transistor T. When transistor 
T is in the ON state, the single-phase power supply is short- 
circuited through the inductance L, as shown in Fig. 11.16b; 
the diode D avoids the discharge of the filter capacitor C 


[v 


di, vr 


s 11.26 
dt L L ( ) 


Due to the fact that |v,| > 0, the ON state of transistor T 
always produces an increase in the inductance current i, and, 
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FIGURE 11.16 Single-phase boost rectifier: (a) power circuit and 
equivalent circuit for transistor T in (b) ON-state and (c) OFF-state. 
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FIGURE 11.17 Behavior of the inductor current i,: (a) waveforms; and 
(b) transistor T gate drive signal x. 


consequently, an increase in the absolute value of the source 
current i,. 

When transistor T is turned OFF, the inductor current i, 
cannot be interrupted abruptly and flows through diode D, 
charging capacitor C. This is observed in the equivalent circuit 
of Fig. 11.16c. In this condition the behavior of the inductor 
current is described by 


(11.27) 


If V, > |v,|, which is an important condition for the correct 
behavior of the rectifier, then |v,| — V, < 0, and this means 
that in the OFF state the inductor current decreases its 
instantaneous value. 

With an appropriate firing pulse sequence applied to 
transistor T, the waveform of the input current i, can be 
controlled to follow a sinusoidal reference, as can be observed 
in the positive halfwave of i, in Fig. 11.17. This figure shows 
the reference inductor current i;,., the inductor current iz, 
and the gate drive signal x for transistor T. Transistor T is ON 
when x= “1” and it is OFF when x= “0”. 

Figure 11.17 clearly shows that the ON(OFF) state of 
transistor T produces an increase (decrease) in the inductor 
current iz. 

Figure 11.18 presents a block diagram of the control system 
for the boost rectifier, which includes a proportional-integral 
(PI) controller to regulate the output voltage V,. The reference 
value i;,.¢ for the inner current control loop is obtained from 


FIGURE 11.18 Control system of the boost rectifier. 
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the multiplication between the output of the voltage controller 
and the absolute value |v,(t)|. A hysteresis controller provides 
a fast control for the inductor current ip, resulting in a 
practically sinusoidal input current i,. 

Typically, the output voltage V, should be at least 10% 
higher than the peak value of the source voltage v(t) in order 
to assure good dynamic control of the current. The control 
works with the following strategy: a step increase in the 
reference voltage V,,.¢ will produce an increase in the voltage 
error Vref — V, and an increase of the output of the PI 
controller, which originates an increase in the amplitude of 
the reference current i;,.¢. The current controller will follow 
this new reference and increase the amplitude of the sinusoidal 
input current i,, which will increase the active power delivered 
by the single-phase supply and finally produce an increase in 
the output voltage V,. 

Figure 11.19a shows the waveform of the input current i, 
and the source voltage v,. The ripple of the input current can 
be diminished by reducing the hysteresis width 6. The price to 
be paid for this improvement is an increase in switching 
frequency, which is proportional to the commutation losses 
of transistor T. For a given hysteresis width 6, a reduction of 
inductance L also produces an increase in the switching 
frequency. 

A drastic reduction in the harmonic content of input 
current i, can be observed in the frequency spectrum of Fig. 
11.19b. This current complies with the restrictions established 
by IEC standard 1000-3-2. The total harmonic distortion of 
the current in Fig. 11.19a is THD=4.96% and the power 
factor of the rectifier is PF = 0.99. 

Figure 11.20 shows the dc voltage control loop dynamic 
behavior for step changes in the load. An increase in the load, 
at t = 0.3 [s], produces an initial reduction of the output 
voltage V,, which is compensated by an increase in the input 
current i,. At t = 0.6 [s] a step decrease in the load is applied. 
The dc voltage controller again adjusts the supply current in 
order to balance the active power. 


11.2.4 Voltage Doubler PWM Rectifier 


Figure 11.21a shows the power circuit of the voltage doubler 
pulsewidth modulated (PWM) rectifier, which uses two tran- 
sistors and two filter capacitors C} and C,. Transistors T) and 
T, are switched in complement to control the waveform of 
input current 7, and output dc voltage V,. Capacitor voltages 
Ve, and Vç, must be higher than the peak value of the input 
voltage v, to ensure control of the input current. 

The equivalent circuit of this rectifier with transistor T, in 
the ON state is shown in Fig. 11.21b. The inductor voltage 
dynamic equation is 


(11.28) 
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FIGURE 11.19 Input current of the single-phase boost rectifier: (a) voltage and current waveforms; and (b) frequency spectrum. 
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FIGURE 11.20 Response to a change in the load: (a) output-voltage V,; FIGURE 11.21 Voltage doubler rectifier: (a) power circuit; (b) equiva- 
and (b) input current i,. lent circuit with T, ON; and (c) equivalent circuit with T, ON. 
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FIGURE 11.22 Control system of the voltage doubler rectifier. 


Equation (11.28) means that under this conduction state, 
current i,(t) decreases its value. 

On the other hand, the equivalent circuit of Fig. 11.21c is 
valid when transistor T, is in the conduction state, resulting in 
the following expression for the inductor voltage 


di 
vp = ee v(t) + Vo > 0 


11.2 
Ji (11.29) 


hence, for this condition the input current i,(t) increases. 

Therefore, the waveform of the input current can be 
controlled by appropriately switching transistors T) and T, 
in a similar way as shown in Fig. 11.17a for the single-phase 
boost converter. Figure 11.22 shows a block diagram of the 
control system for the voltage doubler rectifier, which is very 
similar to the control scheme of the boost rectifier. This 
topology can present an unbalance in the capacitor voltages 
Ve, and Vo, which will affect the quality of the control. This 
problem is solved by adding to the actual current value i, an 
offset signal proportional to the capacitor voltages difference. 

Figure 11.23 shows the waveform of the input current. The 
ripple amplitude of this current can be reduced by decreasing 
the hysteresis of the controller. 


11.2.5 The PWM Rectifier in Bridge Connection 


Figure 11.24a shows the power circuit of the fully controlled 
single-phase PWM rectifier in bridge connection, which uses 
four transistors with antiparallel diodes to produce a 
controlled dc voltage V,. Using a bipolar PWM switching 
strategy, this converter may have two conduction states: 


i) transistors T) and T; in the ON state and T, and T; in 
the OFF state; or 

ii) transistors T, and T; in the ON state and T, and T, in 
the OFF state. 


FIGURE 11.23 Waveform of the input current in the voltage doubler 
rectifier. 
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In this topology, the output voltage V, must be higher than 
the peak value of the ac source voltage v, in order to ensure 
proper control of the input current. 

Figure 11.24b shows the equivalent circuit with transistors 
T, and T, ON. In this condition, the inductor voltage is given 
by 


d 
v, = LSE = v(t) - V) <0 (11.30) 


Therefore, in this condition a decrease in the inductor current 
i, is produced. 

Figure 11.24c shows the equivalent circuit with transistors 
T, and T; ON. Here, the inductor voltage has the following 
expression 


di 
vp = Ls = v(t) + Vv) > 0 


11.31 
Ji (11.31) 


which means an increase in the instantaneous value of the 
input current i. 


d) 


FIGURE 11.24 Single-phase PWM rectifier in bridge connection: (a) 
circuit; (b) equivalent circuit with T} and T4 ON; (c) equivalent circuit 
with T, and T; ON; and (d) waveform of the input current during 
regeneration. 
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The waveform of the input current i, can be controlled by 
appropriately switching transistors T,-T, or T,-T , creating a 
shape similar to the one shown in Fig. 11.17a for the single- 
phase boost rectifier. 

The control strategy for the rectifier is similar to the one 
depicted in Fig. 11.22 for the voltage doubler topology. The 
quality of the input current obtained with this rectifier is the 
same as that presented in Fig. 11.23 for the voltage doubler 
configuration. 

Finally, it must be said that one of the most attractive 
characteristics of the fully controlled PWM converter in bridge 
connection and the voltage doubler is their regeneration 
capability. In effect, these rectifiers can deliver power from 
the load to the single-phase supply, operating with sinusoidal 
current and a high power factor of PF > 0.99. Figure 11.24d 
shows that during regeneration the input current i, is 180° 
out-of-phase with respect to the supply voltage v,, which 
means operation with power factor PF ~ —1 (PF is near to 
1 because of the small harmonic content in the input current). 


11.2.6 Applications of Unity Power Factor 
Rectifiers 


11.2.6.1 Boost Rectifier 


The single-phase boost rectifier has become the most popular 
topology for power factor correction (PFC) in general purpose 
power supplies. To reduce costs, the complete control system 
shown in Fig. 11.18 and the gate drive circuit of the power 
transistor have been included in a single integrated circuit 
(IC), such as the UC3854 [2] or MC33262, shown in Fig. 
11.25. 

Today there is increased interest in developing high- 
frequency electronic ballasts to replace the classical electro- 
magnetic ballast in fluorescent lamps. These electronic ballasts 
require an ac—dc converter. To satisfy the harmonic current 
injection from electronic equipment and to maintain high 
power quality, a high-power factor rectifier can be used, as 
shown in Fig. 11.26 [3]. 
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FIGURE 11.25 Simplified circuit of a power factor corrector with 
control integrated circuit. 
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FIGURE 11.26 Functional block diagram of electronic ballast with 
power factor correction. 


11.2.6.2 Voltage Doubler PWM Rectifier 


The development of low-cost compact motor drive systems is 
a very relevant topic, particularly in the low-power range. 
Figure 11.27 shows a low-cost converter for low-power induc- 
tion motor drives. In this configuration a three-phase induc- 
tion motor is fed through the converter from a single-phase 
power supply. Transistors T}, T, and capacitors C,, C, 
constitute the voltage-doubler single-phase rectifier, which 
controls the dc link voltage and generates sinusoidal input 
current, working with a close-to-unity power factor [4]. On 
the other hand, transistors T}, T,, T;, and Ts and capacitors 
C, and C, constitute the power circuit of an asymmetric 
inverter that supplies the motor. An important characteristic 
of the power circuit shown in Fig. 11.27 is the capability of 
regenerating power to the single-phase mains. 


11.2.6.3 PWM Rectifier in Bridge Connection 


Distortion of input current in the line commutated rectifiers 
with capacitive filtering is particularly critical in uninterrupt- 
ible power supplies (UPS) fed from motor-generator sets. In 
effect, due to the higher value of the generator impedance, the 
current distortion can originate an unacceptable distortion on 
the ac voltage, which affects the behavior of the whole system. 
For this reason, it is very attractive in this application to use 
rectifiers with low distortion in the input current. 

Figure 11.28 shows the power circuit of a single-phase UPS, 
which has a PWM rectifier in bridge connection at the input 
side. This rectifier generates a sinusoidal input current and 
controls the charge of the battery [5]. 


FIGURE 11.27 Low-cost induction motor drive. 
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Perhaps the most typical and widely accepted area of 
application of high-power factor single-phase rectifiers is in 
locomotive drives [6]. In effect, an essential prerequisite for 
proper operation of voltage source three-phase inverter drives 
in modern locomotives is the use of four quadrant 
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line-side converters, which ensures motoring and braking of 
the drive, with reduced harmonics in the input current. 
Figure 11.29 shows a simplified power circuit of a typical 
drive for a locomotive connected to a single-phase power 
supply [6], which includes a high-power factor rectifier at the 
input. 

Finally, Fig. 11.30 shows the main circuit diagram of the 300 
series Shinkansen train [7]. In this application, ac power from 
the overhead catenary is transmitted through a transformer to 
single-phase PWM rectifiers, which provide dc voltage for the 
inverters. The rectifiers are capable of controlling the input ac 
current in an approximate sine waveform and in phase with 
the voltage, achieving a power factor of close to unity for both 
powering and regenerative braking. Regenerative braking 
produces energy savings and an important operational flex- 
ibility. 
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FIGURE 11.30 Main circuit diagram of 300 series Shinkansen locomo- 
tives. 
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12.1 Introduction 


Three-phase controlled rectifiers have a wide range of applica- 
tions, from small rectifiers to large high voltage direct current 
(HVDC) transmission systems. They are used for electro- 
chemical processes, many kinds of motor drives, traction 
equipment, controlled power supplies, and many other appli- 
cations. From the point of view of the commutation process, 
they can be classified into two important categories: line- 
commutated controlled rectifiers (thyristor rectifiers); and 
force-commutated PWM rectifiers. 


12.2 Line-Commutated Controlled 
Rectifiers 


12.2.1 Three-Phase Half-Wave Rectifier 


Figure 12.1 shows the three-phase half-wave rectifier topology. 
To control the load voltage, the half-wave rectifier uses three 
common-cathode thyristor arrangement. In this figure, the 
power supply and the transformer are assumed ideal. The 
thyristor will conduct (ON state), when the anode-to-cathode 
voltage Vax is positive, and a firing current pulse iç is applied 
to the gate terminal. Delaying the firing pulse by an angle g 
controls the load voltage. As shown in Fig. 12.2, the firing 
angle « is measured from the crossing point between the phase 
supply voltages. At that point, the anode-to-cathode thyristor 
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voltage vág begins to be positive. Figure 12.3 shows that the 
possible range for gating delay is between œ= 0° and 
a = 180°, but because of commutation problems in actual 
situations, the maximum firing angle is limited to ~ 160°. As 
shown in Fig. 12.4, when the load is resistive, current i, has the 
same waveform as the load voltage. As the load becomes more 
and more inductive, the current flattens and finally becomes 
constant. The thyristor goes to the nonconducting condition 
(OFF state) when the following thyristor is switched ON, or 
the current tries to reach a negative value. 

With the help of Fig. 12.2, the load average voltage can be 
evaluated and is given by 


V. n/3+a 
Vp = | cos wt - d(at) 
2/37 —n/3+a 
sin 2/3 
= Vax 5 ‘cosa © 1.17 - VMN - cosa (12.1) 
T 


where Vmax is the secondary phase-to-neutral peak voltage, 
v;m™, its root mean square (rms) value, and w is the angular 
frequency of the main power supply. It can be seen from 
Eq. (12.1) that the load average voltage Vp is modified by 
changing firing angle «. When « is <90°, Vp is positive and 
when « is > 90°, the average dc voltage becomes negative. In 
such a case, the rectifier begins to work as an inverter, and the 
load needs to be able to generate power reversal by reversing 
its dc voltage. 
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FIGURE 12.1 Three-phase half-wave rectifier. 
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FIGURE 12.2 
firing angle «. 


Instantaneous dc voltage vp, average dc voltage Vp, and 


The ac currents of the half-wave rectifier are shown in Fig. 
12.5. This drawing assumes that the dc current is constant 
(very large Lp). Disregarding commutation overlap, each valve 
conducts during 120° per period. The secondary currents (and 
thyristor currents) present a dc component that is undesirable, 
and makes this rectifier not useful for high power applications. 
The primary currents show the same waveform, but with the 
dc component removed. This very distorted waveform 
requires an input filter to reduce harmonics contamination. 

The current waveforms shown in Fig. 12.5 are useful for 
designing the power transformer. Starting from 


VA 


_ rms rms 
prim — 3: 


(prim)f—N ` *prim 
VA = 3+ VER pny S (12.2) 
Pp = Vp s Ip 


where VAprim and VA... are the ratings of the transformer for 
the primary and secondary side, respectively. Here Pp is the 
power transferred to the dc side. The maximum power 
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FIGURE 12.3 Possible range for gating delay in angle «. 
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FIGURE 12.4 DC current waveforms. 


transfer is with « = 0° (or « = 180°). Then, to establish a 
relation between ac and dc voltages, Eq. (12.1) for « = 0° is 
required: 


=L x 


(12.3) 
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FIGURE 12.5 AC current waveforms for the half-wave rectifier. 
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and 


where a is the secondary to primary turn relation of the 
transformer. On the other hand, a relation between the 
currents is also possible to obtain. With the help of Fig. 12.5, 


ms FB (12.5) 
Ipv2 
Din =a 2a (12.6) 
Combining Eqs. (12.2) to (12.6), it yields 
VA, rim = 1.21 - P 
prim D (12.7) 
VA... = 1.48 - Pp 


Equation (12.7) shows that the power transformer has to be 
oversized 21% at the primary side, and 48% at the secondary 
side. Then a special transformer has to be built for this 
rectifier. In terms of average VA, the transformer needs to be 
35% larger that the rating of the dc load. The larger rating of 
the secondary respect to primary is because the secondary 
carries a dc component inside the windings. Furthermore, the 
transformer is oversized because the circulation of current 
harmonics does not generate active power. Core saturation, 
due to the dc components inside the secondary windings, also 
needs to be taken into account for iron oversizing. 


12.2.2 Six-Pulse or Double Star Rectifier 


The thyristor side windings of the transformer shown in Fig. 
12.6 form a six-phase system, resulting in a 6-pulse starpoint 
(midpoint connection). Disregarding commutation overlap, 
each valve conducts only during 60° per period. The direct 


FIGURE 12.6 Six-pulse rectifier. 
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voltage is higher than that from the half-wave rectifier, and its 
average value is given by 


V n/6+4 
Vp = a | cos œt - d(œt) 
1/3 —n/6+4 
sin 7/6 
= TE 1.35 - Vein > COS% (12.8) 
T 


The dc voltage ripple is also smaller than the one generated by 
the half-wave rectifier, due to the absence of the third 
harmonic with its inherently high amplitude. The smoothing 
reactor Lp is also considerably smaller than the one needed for 
a 3-pulse (half-wave) rectifier. 

The ac currents of the 6-pulse rectifier are shown in Fig. 
12.7. The currents in the secondary windings present a dc 
component, but the magnetic flux is compensated by the 
double star. As can be observed, only one valve is fired at a 
time, and then this connection in no way corresponds to a 
parallel connection. The currents inside the delta show a 
symmetrical waveform, with 60° conduction. Finally, due to 
the particular transformer connection shown in Fig. 12.6, the 
source currents also show a symmetrical waveform, but with 
120° conduction. 

Evaluation of the rating of the transformer is done in 
similar fashion to the way the half-wave rectifier is evaluated: 


VA prim 
Vases 


= 1.28- Pp 


12.9 
= 1.81 - Pp vee 


Thus, the transformer must be oversized 28% at the primary 
side, and 81% at the secondary side. In terms of size it has an 
average apparent power of 1.55 times the power Pp (55% 
oversized). Because of the short conducting period of the 
valves, the transformer is not particularly well utilized. 
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FIGURE 12.7 AC current waveforms for the 6-pulse rectifier. 
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12.2.3 Double Star Rectifier with Interphase 
Connection 


This topology works as two half-wave rectifiers in parallel, and 
is very useful when high dc current is required. An optimal 
way to reach both good balance and eliminaton of harmonics 
is through the connection shown in Fig. 12.8. The two 
rectifiers are shifted by 180°, and their secondary neutrals 
are connected through a middle-point autotransformer, called 
an “interphase transformer”. The interphase transformer is 
connected between the two secondary neutrals, and the middle 
point at the load return. In this way, both groups operate in 
parallel. Half the direct current flows in each half of the 
interphase transformer and then its iron core does not 
become saturated. The potential of each neutral can oscillate 
independently, generating an almost triangular voltage wave- 
form (vr) in the interphase transformer, as shown in Fig. 12.9. 
As this converter works like two half-wave rectifiers connected 
in parallel, the load average voltage is the same as in Eq. (12.1): 


Vp © 1.17 - Vib + COSO 


(12.10) 


where V;™\, is the phase-to-neutral rms voltage at the valve 
side of the transformer (secondary). 

The Fig. 12.9 also shows the two half-wave rectifier voltages, 
related to their respective neutrals. Voltage vp, represents the 
potential between the common cathode connection and the 


FIGURE 12.8 Double star rectifier with interphase transformer. 
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FIGURE 12.9 Operation of the interphase connection for « = 0°. 
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FIGURE 12.10 Firing angle variation from « = 0° to 180°. 


neutral N1. The voltage vp, is between the common cathode 
connection and N2. It can be seen that the two instantaneous 
voltages are shifted, which gives as a result a voltage vp that is 
smoother than vp, and vpz. 

Figure 12.10 shows how vp, Vp), Yp and vy change when 
the firing angle changes from « = 0° to a = 180°. 

The transformer rating in this case is 


VAprim = 1.05 + Pp 


(12.11) 
VA,.. = 1-48 - Pp 

and the average rating power will be 1.26Pp, which is better 

than the previous rectifiers (1.35 for the half-wave rectifier, 

and 1.55 for the 6-pulse rectifier). Thus the transformer is well 

utilized. Figure 12.11 shows ac current waveforms for a 

rectifier with interphase transformer. 
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FIGURE 12.11 
transformer. 


AC current waveforms for the rectifier with interphase 
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12.2.4 Three-Phase Full-Wave Rectifier or 
Graetz Bridge 


Parallel connection via interphase transformers permits the 
implementation of rectifiers for high current applications. 
Series connection for high voltage is also possible, as shown 
in the full-wave rectifier of Fig. 12.12. With this arrangement, 
it can be seen that the three common cathode valves generate a 
positive voltage with respect to the neutral, and the three 
common anode valves produce a negative voltage. The result is 
a dc voltage twice the value of the half-wave rectifier. Each half 
of the bridge is a 3-pulse converter group. This bridge 
connection is a two-way connection, and alternating currents 
flow in the valve-side transformer windings during both half 
periods, avoiding dc components into the windings, and 
saturation in the transformer magnetic core. These character- 
istics make the so-called Graetz bridge the most widely used 
line-commutated thyristor rectifier. The configuration does 
not need any special transformer, and works as a 6-pulse 
rectifier. The series characteristic of this rectifier produces a dc 
voltage twice the value of the half-wave rectifier. The load 
average voltage is given by 


2. V n/3+a 
V= “ae | cos at - d(at) 

2/37 —1/3+0 

sin 1/3 
= 2: mn yy s cosa 234+ VI COS (12.12) 

T 
or 

3-2: VES 

Vp = ————— cos a © 1.35 - VFG - cosa (12.13) 


T 


where Vmax is the peak phase-to-neutral voltage at the 
secondary transformer terminals, VÀ its rms value, and 

ff the rms phase-to-phase secondary voltage, at the valve 
terminals of the rectifier. 

Figure 12.13 shows the voltages of each half-wave bridge of 
this topology v},* and vp°, the total instantaneous dc voltage 
Vp, and the anode-to-cathode voltage vy, in one of the bridge 
thyristors. The maximum value of vág is ./3 - Vinay» Which is 
the same as that of the half-wave converter and the interphase 
transformer rectifier. The double star rectifier presents a 
maximum anode-to-cathode voltage of 2 times Vmax- Figure 


FIGURE 12.12 Three-phase full-wave rectifier or Graetz bridge. 
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FIGURE 12.13 Voltage waveforms for the Graetz bridge. 


12.14 shows the currents of the rectifier, which assumes that 
Lp is large enough to keep the dc current smooth. The 
example is for the same AY transformer connection shown 
in the topology of Fig. 12.12. It can be noted that the 
secondary currents do not carry any dc component, thereby 
avoiding overdesign of the windings and transformer satura- 
tion. These two figures have been drawn for a firing angle « of 
~ 30°. The perfect symmetry of the currents in all windings 
and lines is one of the reasons why this rectifier is the most 
popular of its type. The transformer rating in this case is 


VA im = 1.05 + Pp 


prim 


(12.14) 


VA = 1.05 + Pp 
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FIGURE 12.14 Current waveforms for the Graetz bridge. 
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FIGURE 12.15 One-quadrant bridge converter circuits: (a) half-controlled bridge; and (b) free-wheeling diode bridge. 


As can be noted, the transformer needs to be oversized only 
5%, and both primary and secondary windings have the same 
rating. Again, this value can be compared with the previous 
rectifier transformers: 1.35Pp for the half-wave rectifier; 
1.55Pp for the 6-pulse rectifier; and 1.26Pp for the interphase 
transformer rectifier. The Graetz bridge makes excellent use of 
the power transformer. 


12.2.5 Half-Controlled Bridge Converter 


The fully controlled three-phase bridge converter shown in 
Fig. 12.12 has six thyristors. As already explained here, this 
circuit operates as a rectifier when each thyristor has a firing 
angle « of <90° and functions as an inverter for « > 90°. If 
inverter operation is not required, the circuit may be simpli- 
fied by replacing three controlled rectifiers with power diodes, 
as in Fig. 12.15a). This simplification is economically attractive 
because diodes are considerably less expensive than thyristors, 
and they do not require firing angle control electronics. 

The half-controlled bridge, or “semiconverter,” is analyzed 
by considering it as a phase-controlled half-wave circuit in 
series with an uncontrolled half-wave rectifier. The average dc 
voltage is given by the following equation: 


IF 1 + cosa) (12.15) 


3 N2 psec 
= 2T 


Then, the average voltage Vp never reaches negative values. 
The output voltage waveforms of the half-controlled bridge 
are similar to those of a fully controlled bridge with a free- 
wheeling diode. The advantage of the free-wheeling diode 
connection, shown in Fig. 12.15b is that there is always a 
path for the dc current, independent of the status of the ac line 
and of the converter. This can be important if the load is 
inductive-resistive with a large time constant, and there is an 


interruption in one or more of the line phases. In such a case, 
the load current could commutate to the free-wheeling diode. 


12.2.6 Commutation 


The description of the converters in the previous sections was 
based upon the assumption that the commutation was instan- 
taneous. In practice, this is not possible because the transfer of 
current between two consecutive valves in a commutation 
group takes a finite time. This time, called overlap time, 
depends on the phase-to-phase voltage between the valves 
participating in the commutation process, and the line induc- 
tance Ls between the converter and power supply. During the 
overlap time, two valves conduct, and the phase-to-phase 
voltage drops entirely on the inductances Ls. Assuming the 
dc current Ip to be smooth, and with the help of Fig. 12.16, the 
following relation is deduced: 

di 


Isc = 


dt 


Diss V2-V)_;sinwt = v4 — Vg (12.16) 


where i,. is the current in the valve being fired during the 
commutation process (thyristor T2 in Fig. 12.16). This current 
can be evaluated, and it yields: 


(12.17) 


FIGURE 12.16 Commutation process. 
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Constant “C” is evaluated through initial conditions at the 
instant when T72 is ignited. In terms of angle, when wt = a: 


i, =0 sp ag (12.18) 
SC J2 - ols 
Replacing Eq. (12.18) in Eq. (12.17): 
Vir 
Z - (cos x — cos œt) (12.19) 


i.. = 
Os E 


Before commutation, the current Ip was carried by thyristor 
T1 (see Fig. 12.16). During the commutation time, the load 
current Ip remains constant, i,. returns through T1, and T1 is 
automatically switched-off when the current i,. reaches the 
value of Ip. This happens because thyristors cannot conduct in 
reverse direction. At this moment, the overlap time lasts, and 
the current Ip is then conducted by T2. In terms of angle, 
when œt = «+ u, i,, = Ip, where u is defined as the “overlap 
angle.” Replacing this final condition in Eq. (12.19) yields: 


I = f-f 
n V2- als 


To avoid confusion in a real analysis, it has to be remembered 
that V;_, corresponds to the secondary voltage in the case of 
transformer utilization. For this reason, the abbreviation “sec” 
has been added to the phase-to-phase voltage in Eq. (12.20). 

During commutation, two valves conduct at a time, which 
means that there is an instantaneous short circuit between the 
two voltages participating in the process. As the inductances of 
each phase are the same, the current i, produces the same 
voltage drop in each L,, but with opposite sign because this 
current flows in reverse direction in each inductance. The 
phase with the higher instantaneous voltage suffers a voltage 
drop —Av, and the phase with the lower voltage suffers a 
voltage increase +Av. This situation affects the dc voltage Vç, 
reducing its value an amount AV,,.4. Figure 12.17 shows the 
meanings of Av, AV, eq, 4» and i. 


- [cos a — cos(x + u)] (12.20) 


Vp 


FIGURE 12.17 Effect of the overlap angle on the voltages and currents. 
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The area AV neq showed in Fig. 12.17 represents the loss of 
voltage that affects the average voltage Vç, and can be 
evaluated through the integration of Av during the overlap 
angle u. The voltage drop Av can be expressed as 


= /2- VE, sin ot 
Ay = (4 -2) = eel (12.21) 


2 2 


Integrating Eq. (12.21) into the corresponding period (60°) 
and interval (u), at the instant when the commutation begins 


(a): 


a Wa , 
DV ed = Sal V2- Vi sinot - dot (12.22) 
AV q= wa [cos % — cos(« + u)] (12.23) 
med Ji: J2 
Subtracting A Vmeq in Eq. (12.13): 
3+ J2- Vi 
Vp = cosa — A V ned (12.24) 
T 
5V Vi 
A= gee ko a + cos(x + u)} (12.25) 
T 
or 
3 2V 
Vp = SOATI [cos(x + 5) cos 5] (12.26) 
T 


Equations (12.20) and (12.25) can be written as a function of 
the primary winding of the transformer, if any transformer. 


a J ) 
= - [cosa — cos(% + 12.27 
D Jt 7 oLs ( H ( 
II sts Vow 
Vp = ——3 [kos a+ cos(« + p)] (12.28) 
where a= VES With Eqs. (12.27) and (12.28) one 
obtains: 
3-4/2 i 3InaL 
Vp = cae Ver jess (12.29) 


Equation (12.29) allows a very simple equivalent circuit of the 
converter to be made, as shown in Fig. 12.18. It is important to 
note that the equivalent resistance of this circuit is not real 
because it does not dissipate power. 

From the equivalent circuit, regulation curves for the 
rectifier under different firing angles are shown in Fig. 12.19. 
It should be noted that these curves correspond only to an 
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3aLs/’ T Ip 
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FIGURE 12.18 Equivalent circuit for the converter. 
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FIGURE 12.19 Direct current voltage regulation curves for rectifier 
operation. 


FIGURE 12.20 Effect of the overlap angle on v, and on thyristor 
voltage V4x. 


ideal situation, but they help in understanding the effect of 
voltage drop Av on dc voltage. The commutation process and 
the overlap angle also affects the voltage v, and anode-to- 
cathode thyristor voltage, as shown in Fig. 12.20. 


12.2.7 Power Factor 


The displacement factor of the fundamental current, obtained 
from Fig. 12.14 is 


cos f; = cosa (12.30) 


In the case of nonsinusoidal current, the active power deliv- 
ered per phase by the sinusoidal supply is 


1? 
P= z| v,(t)i,(t)dt = Vii cos Q; (12.31) 


T Jo 
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where V;™ is the rms value of the voltage v,, and 1575 the rms 
value of i, (fundamental component of i,). Analog relations 
can be obtained for v, and v.. 

The apparent power per phase is given by 


SS (12.32) 
The power factor is defined by 
P 
PP =< (12.33) 


By substituting Eqs. (12.30), (12.31) and (12.32) into Eq. 
(12.33), the power factor can be expressed as follows 


(12.34) 


This equation shows clearly that due to the nonsinusoidal 
waveform of the currents, the power factor of the rectifier is 
negatively affected by both the firing angle « and the distortion 
of the input current. In effect, an increase in the distortion 
of the current produces an increase in the value of 17™ in 
Eq. (12.34), which deteriorates the power factor. 


12.2.8 Harmonic Distortion 


The currents of the line-commutated rectifiers are far from 
being sinusoidal. For example, the currents generated from the 
Graetz rectifier (see Fig. 12.14b) have the following harmonic 
content: 


2/3 


1 1 
i, = X (coso — 508 30t + -cos 7owt 


1 
— 700s lot + - =) (12.35) 


Some of the characteristics of the currents obtained from Eq. 
(12.35) include: i) the absence of triple harmonics; ii) the 
presence of harmonics of order 6; +1 for integer values of k; 
iii) those harmonics of orders 6k + 1 are of positive sequence, 
and those of orders 6k — 1 are of negative sequence; and iv) 
the rms magnitude of the fundamental frequency is 


V6 


DS 12.36 
=p (12.36) 
v) the rms magnitude of the nth harmonic is: 
I 
I,=— (12.37) 
n 


If either the primary or the secondary three-phase windings of 
the rectifier transformer are connected in delta, the ac side 
current waveforms consist of the instantaneous differences 
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between two rectangular secondary currents 120° apart as 
shown in Fig. 12.14e). The resulting Fourier series for the 


current in phase “a” on the primary side is 


2/3 


1 1 
i, = NÈ p coset + 50 5wt — 7cos7o0t 


1 
= feos Lot +} (12.38) 


This series differs from that of a star-connected transformer 
only by the sequence of rotation of harmonic orders 6k + 1 for 
odd values of k, that is, 5th, 7th, 17th, 19th, etc. 


12.2.9 Special Configurations for Harmonic 
Reduction 


A common solution for harmonic reduction is through the 
connection of passive filters, which are tuned to trap a 
particular harmonic frequency. A typical configuration is 
shown in Fig. 12.21. 

However, harmonics also can be eliminated using special 
configurations of converters. For example, 12-pulse configura- 
tion consists of two sets of converters connected as shown in 
Fig. 12.22. The resultant ac current is given by the sum of the 
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Typical passive filter for one phase. 
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FIGURE 12.21 


FIGURE 12.22 A 12-pulse rectifier configuration. 
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two Fourier series of the star connection (Eq. 12.35) and delta 
connection transformers (Eq. 12.38): 


2/3 1 1 
i, = 2 os Ip COS Er OC LORE ag COS l0 


cos 23t + (12.39) 
— — cos tee : 
23 


The series contains only harmonics of order 12k 1. The 
harmonic currents of orders 6k + 1 (with k odd), that is, 5th, 
7th, 17th, 19th, etc., circulate between the two converter 
transformers but do not penetrate the ac network. 

The resulting line current for the 12-pulse rectifier shown in 
Fig. 12.23 is closer to a sinusoidal waveform than previous line 
currents. The instantaneous dc voltage is also smoother with 
this connection. 

Higher pulse configuration using the same principle is also 
possible. The 12-pulse rectifier was obtained with a 30° phase- 
shift between the two secondary transformers. The addition of 
further appropriately shifted transformers in parallel provides 
the basis for increasing pulse configurations. For instance, 24- 
pulse operation is achieved by means of four transformers 
with 15° phase-shift, and 48-pulse operation requires eight 
transformers with 7.5° phase-shift. 

Although theoretically possible, pulse numbers > 48 are 
rarely justified due to the practical levels of distortion found 
in the supply voltage waveforms. Further, the converter 
topology becomes more and more complicated. 

An ingenious and very simple way to reach high pulse 
operation is shown in Fig. 12.24. This configuration is called 
dc ripple reinjection. It consists of two parallel converters 
connected to the load through a multistep reactor. The reactor 
uses a chain of thyristor-controlled taps, which are connected 
to symmetrical points of the reactor. By firing the thyristors 
located at the reactor at the right time, high-pulse operation is 
reached. The level of pulse operation depends on the number 
of thyristors connected to the reactor. They multiply the basic 
level of operation of the two converters. The example of Fig. 
12.24 shows a 48-pulse configuration, obtained by the multi- 
plication of basic 12-pulse operation by four reactor thyristors. 
This technique also can be applied to series connected bridges. 

Another solution for harmonic reduction is the utilization 
of active power filters. Active power filters are special pulse 
width modulated (PWM) converters, able to generate the 


FIGURE 12.23 


Line current for the 12-pulse rectifier. 
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FIGURE 12.24 Direct current ripple reinjection technique for 48-pulse 
operation. 
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FIGURE 12.25 Current-controlled shunt active power filter. 
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harmonics the converter requires. Figure 12.25 shows a 
current-controlled shunt active power filter. 


12.2.10 Applications of Line-Commutated 
Rectifiers in Machine Drives 


Important applications for line-commutated three-phase 
controlled rectifiers are found in machine drives. Figure 
12.26 shows a dc machine control implemented with a 6- 
pulse rectifier. Torque and speed are controlled through 
armature current Ip and excitation current [,,.. Current Ip 
is adjusted with Vp, which is controlled by the firing angle « 
through Eq. (12.12). This dc drive can operate in two quad- 


Ip=14 
———> 


FIGURE 12.26 Direct Current machine drive with a 6-pulse rectifier. 
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rants — positive and negative dc voltage. This two-quadrant 
operation allows regenerative braking when a > 90°, and 
Teo 0: 

The converter of Fig. 12.26 also can be used to control 
synchronous machines, as shown in Fig. 12.27. In this case, a 
second converter working in the inverting mode operates the 
machine as a self-controlled synchronous motor. With this 
second converter, the synchronous motor behaves like a dc 
motor but has none of the disadvantages of mechanical 
commutation. This converter is not line commutated, but 
machine commutated. 

The nominal synchronous speed of the motor on a 50 or 
60 Hz ac supply is now meaningless, and the upper speed limit 
is determined by the mechanical limitations of the rotor 
construction. There is the disadvantage that the rotational 
emfs required for load commutation of the machine side 
converter are not available at standstill and low speeds. In 
such a case, auxiliary force commutated circuits must be used. 

The line-commutated rectifier through « controls the 
torque of the machine. This approach gives direct torque 
control of the commutatorless motor and is analogous to 
the use of armature current control as shown in Fig. 12.26 for 
the converter-fed dc motor drive. 

Line-commutated rectifiers are also used for speed control 
of wound-rotor induction motors. Subsynchronous and 
supersynchronous static converter cascades using a naturally 
commutated dc link converter can be implemented. Figure 
12.28 shows a supersynchronous cascade for a wound rotor 
induction motor, using a naturally commutated dc link 
converter. 

In the supersynchronous cascade shown in Fig. 12.28, the 
right-hand bridge operates at slip frequency as a rectifier or 
inverter, while the other operates at network frequency as an 
inverter or rectifier. Control is difficult near synchronism 
when slip frequency emfs are insufficient for natural commu- 
tation, and special circuit configuration employing forced 
commutation or devices with a self-turn-off capability is 
necessary for a passage through synchronism. This kind of 
supersynchronous cascade works better with cycloconverters. 
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FIGURE 12.27  Self-controlled synchronous motor drive. 
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FIGURE 12.28 Supersynchronous cascade for a wound rotor induction 
motor. 


12.2.11 Applications in HVDC Power 
Transmission 


High voltage direct current (HVDC) power transmission is the 
most powerful application for line-commutated converters 
that exist today. There are power converters with ratings in 
excess of 1000 MW. Series operation of hundreds of valves can 
be found in some HVDC systems. In high-power and long 
distance applications, these systems become more economical 
than conventional ac systems. They also have some other 
advantages compared with ac systems: 


1. they can link two ac systems operating unsynchronized 
nominal frequencies, 


or with different that is 


50 Hz < 60 Hz; 


POWER 
SYSTEM 1 


Pp Ip rp 
POWER — Ta 
SYSTEM 1 | 17@ $$ >k i_ 


Veg prim Vp 
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2. they can help in stability problems related with subsyn- 
chronous resonance in long ac lines; 

3. they have very good dynamic behavior, and can inter- 
rupt short-circuits problems very quickly; 

4. if transmission is by submarine or underground cable, 
it is not practical to consider ac cable systems exceed- 
ing 50km, but dc cable transmission systems are in 
service whose length is in hundreds of kilometers and 
even distances of 600 km or greater have been consid- 
ered feasible; 

5. reversal of power can be controlled electronically by 
means of the delay firing angles «; 

6. some existing overhead ac transmission lines cannot be 
increased. If overbuilt with or upgraded to dc trans- 
mission this can substantially increase the power 
transfer capability on the existing right-of-way. 


The use of HVDC systems for interconnections of asyn- 
chronous systems is an interesting application. Some conti- 
nental electric power systems consist of asynchronous 
networks such as those for the East-West Texas and Quebec 
networks in North America, and island loads such as that for 
the Island of Gotland in the Baltic Sea make good use of 
HVDC interconnections. 

Nearly all HVDC power converters with thyristor valves are 
assembled in a converter bridge of 12-pulse configuration, as 
shown in Fig. 12.29. Consequently, the ac voltages applied to 
each 6-pulse valve group that makes up the 12-pulse valve 
group have a phase difference of 30° which is utilized to cancel 
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FIGURE 12.29 Typical HVDC power system. (a) Detailed circuit; and (b) unilinear diagram. 
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the ac side 5th and 7th harmonic currents and dc side 6th 
harmonic voltage, thus resulting in significant savings in 
harmonic filters. 

Some useful relations for HVDC systems include: 

(a) rectifier side: 


Pp = Vp- Ip = V3 - Vee - TS cos p (12.40) 
Pp Ip 
Vege Vp 
Ip = I cos ọ 
Ig = Isin o 
PEV hv aE «Ip (12.41) 
Vp: Ip 
DaD (12.42) 
prim 
v3. vP 
2 _ yprim 
I aa hes [cos 2% — cos 2(a% + u)] (12.43) 
P 4n. OL, o 7 K ` 
2 prim 
oa v3- Vis j oat 
Ig = Sa er [sin 2(a + u) — sin 2% — 2p] (12.44) 
T: OLs 
6 
tei a/b E a + cos(a + p] (12.45) 
T 2 
Fundamental secondary component of I: 
ay 6 
I = — I, 12.46 
Ip (12.46) 
4 
—> Q 
a) 
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FIGURE 12.30 Definition of angle y for inverter side: (a) rectifier side; 
and (b) inverter side. 
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Substituting (Eq. 12.46) into (12.45): 
p=I- E = cost ag 2| (12.47) 
as Ip = I cos ọ, it yields 
cos o = E x+ cost + 2| (12.48) 


(b) inverter side: The same equations are applied for the 
inverter side, but the firing angle « is replaced by y, where y 
is (see Fig. 12.30): 

y = 180° — (a, + ur) (12.49) 


As reactive power always goes in the converter direction, at the 
inverter side Eq. (12.44) becomes: 


2 prim 
a3 + VES TE oes 

ay rr ad y+ Hr) — sin 2y — 2pu;] (12.50) 
4n -o,L; 


lo, = 


12.2.12 Dual Converters 


In many variable-speed drives, four-quadrant operation is 
required, and three-phase dual converters are extensively 
used in applications up to the 2MW level. Figure 12.31 
shows a three-phase dual converter, where two converters 
are connected back-to-back. 

In the dual converter, one rectifier provides the positive 
current to the load, and the other the negative current. Due to 
the instantaneous voltage differences between the output 
voltages of the converters, a circulating current flows through 
the bridges. The circulating current is normally limited by 
circulating reactor Lp as shown in Fig. 12.31. The two 
converters are controlled in such a way that if at is the 
delay angle of the positive current converter, the delay angle 
of the negative current converter is « = 180° — at. 

Figure 12.32 shows the instantaneous dc voltages of each 
converter, vů and vp. Despite the average voltage Vp is the 
same in both the converters, their instantaneous voltage 


FIGURE 12.31 


Dual converter in a four-quadrant dc drive. 
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Firing angle: a” 


a) 


b) 


c) 


FIGURE 12.32 Waveform of circulating current: (a) instantaneous dc 


voltage from positive converter; (b) instantaneous dc voltage from 
negative converter; (c) voltage difference between v and vp, v,, and 
circulating current i,. 


differences, given by voltage v,, are not producing the circulat- 
ing current i,, which is superimposed with the load currents 
ies and ip. 

To avoid the circulating current ,, it is possible to imple- 
ment a “circulating current free” converter if a dead time of a 
few milliseconds is acceptable. The converter section not 
required to supply current remains fully blocked. When a 
current reversal is required, a logic switch-over system deter- 
mines at first the instant at which the conducting converter’s 
current becomes zero. This converter section is then blocked 
and the further supply of gating pulses to it prevented. After a 
short safety interval (dead time), the gating pulses for the 
other converter section are released. 


12.2.13  Cycloconverters 


A different principle of frequency conversion is derived from 
the fact that a dual converter is able to supply an ac load with a 
lower frequency than the system frequency. If the control 
signal of the dual converter is a function of time, the output 
voltage will follow this signal. If this control signal value alters 
sinusoidally with the desired frequency, then the waveform 
depicted in Fig. 12.33a consists of a single-phase voltage with a 
large harmonic current. As shown in Fig. 12.33b, if the load is 
inductive, the current will present less distortion than voltage. 

The cycloconverter operates in all four quadrants during a 
period. A pause (dead time) at least as small as the time 
required by the switch-over logic occurs after the current 
reaches zero, that is, between the transfer to operation in the 
quadrant corresponding to the other direction of current flow. 

Three single-phase cycloconverters may be combined to 
build a three-phase cycloconverter. The three-phase cyclocon- 
verters find an application in low-frequency, high-power 
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FIGURE 12.33 
current waveform for inductive load. 


Cycloconverter operation: (a) voltage waveform; and (b) 


requirements. Control speed of large synchronous motors in 
the low-speed range is one of the most common applications 
of three-phase cycloconverters. Figure 12.34 is a diagram of 
this application. They are also used to control slip frequency in 
wound rotor induction machines, for supersynchronous 
cascade (Scherbius system). 


12.2.14 Harmonic Standards and Recommended 
Practices 


In view of the proliferation of power converter equipment 
connected to the utility system, various national and interna- 
tional agencies have been considering limits on harmonic 
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FIGURE 12.34 Synchronous machine drive with a cycloconverter. 
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TABLE 12.1 Harmonic current limits in percent of fundamental 
Short circuit current [pu] h<1l1 ll<h<17 17 < h <23 23<h<35 35<h THD 
<20 4.0 2.0 1.5 0.6 0.3 5.0 
20-50 7.0 3.5 2.5 1.0 0.5 8.0 
50-100 10.0 4.5 4.0 1.5 0.7 12.0 
100-1000 12.0 5.5 5.0 2.0 1.0 15.0 
> 1000 15.0 7.0 6.0 2.5 1.4 20.0 


current injection to maintain good power quality. As a 
consequence, various standards and guidelines have been 
established that specify limits on the magnitudes of harmonic 
currents and harmonic voltages. 

The Comité Européen de Normalisation Electrotechnique 
(CENELEC), International Electrical Commission (IEC), and 
West German Standards (VDE) specify the limits on the 
voltages (as a percentage of the nominal voltage) at various 
harmonics frequencies of the utility frequency, when the 
equipment-generated harmonic currents are injected into a 
network whose impedances are specified. 

In accordance with IEEE-519 standards (Institute of Elec- 
trical and Electronic Engineers), Table 12.1 lists the limits on 
the harmonic currents that a user of power electronics equip- 
ment and other nonlinear loads is allowed to inject into the 
utility system. Table 12.2 lists the quality of voltage that the 
utility can furnish the user. 

In Table 12.1, the values are given at the point of connection 
of nonlinear loads. The THD is the total harmonic distortion 
given by Eq. (12.51), and h is the number of the harmonic. 


oo 
I 
h=2 


THD = (12.51) 


1 


The total current harmonic distortion allowed in Table 12.1 
increases with the value of short-circuit current. 

The total harmonic distortion in the voltage can be calcu- 
lated in a manner similar to that given by Eq. (12.51). Table 
12.2 specifies the individual harmonics and the THD limits on 
the voltage that the utility supplies to the user at the connec- 
tion point. 


12.3 Force-Commutated Three-Phase 
Controlled Rectifiers 


12.3.1 Basic Topologies and Characteristics 


Force-commutated rectifiers are built with semiconductors 
with gate-turn-off capability. The gate-turn-off capability 
allows full control of the converter, because valves can be 
switched ON and OFF whenever required. This allows 
commutation of the valves hundreds of times in one period, 


TABLE 12.2 Harmonic voltage limits in percent of fundamental 


Voltage Level 2.3-6.9 kV 69-138kV > 138kV 

Maximum for individual 3.0 1.5 1.0 
harmonic 

Total Harmonic Distortion 5.0 2.5 1.5 
(THD) 


which is not possible with line-commutated rectifiers, where 
thyristors are switched ON and OFF only once a cycle. This 
feature confers the following advantages: (a) the current or 
voltage can be modulated (pulse width modulation or PWM), 
generating less harmonic contamination; (b) the power factor 
can be controlled, and it can even be made to lead; (c) rectifiers 
can be built as voltage or current source types; and (d) the reversal 
of power in thyristor rectifiers is by reversal of voltage 
at the dc link. By contrast, force-commutated rectifiers can be 
implemented for either reversal of voltage or reversal of current. 

There are two ways to implement force-commutated three- 
phase rectifiers: (a) as a current source rectifier, where power 
reversal is by dc voltage reversal; and (b) as a voltage source 
rectifier, where power reversal is by current reversal at the dc 


link. Figure 12.35 shows the basic circuits for these two 
topologies. 
Power Source 
+ 
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load 3) 
ALLK K K 
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FIGURE 12.35 Basic topologies for force-commutated PWM rectifiers: 
(a) current source rectifier; and (b) voltage source rectifier. 
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12.3.2 Operation of the Voltage Source Rectifier 


The voltage source rectifier is by far the most widely used, and 
because of the duality of the two topologies showed in Fig. 
12.35, only this type of force-commutated rectifier will be 
explained in detail. 

The voltage source rectifier operates by keeping the dc link 
voltage at a desired reference value, using a feedback control 
loop as shown in Fig. 12.36. To accomplish this task, the dc 
link voltage is measured and compared with a reference Vppp. 
The error signal generated from this comparison is used to 
switch the six valves of the rectifier ON and OFF. In this way, 
power can come or return to the ac source according to dc link 
voltage requirements. Voltage Vp is measured at capacitor Cp. 

When the current Ip is positive (rectifier operation), the 
capacitor Cp is discharged, and the error signal ask the 
Control Block for more power from the ac supply. The 
Control Block takes the power from the supply by generating 
the appropriate PWM signals for the six valves. In this way, 
more current flows from the ac to the dc side, and the 
capacitor voltage is recovered. Inversely, when Ip becomes 
negative (inverter operation), the capacitor Cp is overcharged, 
and the error signal asks the control to discharge the capacitor 
and return power to the ac mains. 

The PWM control not only can manage the active power, 
but also reactive power, allowing this type of rectifier to 
correct power factor. In addition, the ac current waveforms 
can be maintained as almost sinusoidal, which reduces harmo- 
nic contamination to the mains supply. 

Pulsewidth-modulation consists of switching the valves ON 
and OFF, following a pre-established template. This template 
could be a sinusoidal waveform of voltage or current. For 
example, the modulation of one phase could be as the one 
shown in Fig. 12.37. This PWM pattern is a periodical wave- 
form whose fundamental is a voltage with the same frequency 
of the template. The amplitude of this fundamental, called 
Vmop in Fig. 12.37, is also proportional to the amplitude of 
the template. 

To make the rectifier work properly, the PWM pattern must 
generate a fundamental Vmop with the same frequency as the 
power source. Changing the amplitude of this fundamental, 


FIGURE 12.36 Operation principle of the voltage source rectifier. 
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FIGURE 12.37 A PWM pattern and its fundamental Vmop.- 
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and its phase-shift with respect to the mains, the rectifier can 
be controlled to operate in the four quadrants: leading power 
factor rectifier, lagging power factor rectifier, leading power 
factor inverter, and lagging power factor inverter. Changing 
the pattern of modulation, as shown in Fig. 12.38, modifies 
the magnitude of Vmop. Displacing the PWM pattern changes 
the phase-shift. 

The interaction between Vmop and V (source voltage) can 
be seen through a phasor diagram. This interaction permits 
understanding of the four-quadrant capability of this rectifier. 
In Fig. 12.39, the following operations are displayed: (a) 
rectifier at unity power factor; (b) inverter at unity power 
factor; (c) capacitor (zero power factor); and (d) inductor 
(zero power factor). 

In Fig. 12.39 I, is the rms value of the source current i,. This 
current flows through the semiconductors in the same way as 
shown in Fig. 12.40. During the positive half cycle, the 
transistor Ty connected at the negative side of the dc link is 
switched ON, and the current i, begins to flow through 
Ty (irn). The current returns to the mains and comes back 
to the valves, closing a loop with another phase, and passing 
through a diode connected at the same negative terminal of 
the dc link. The current can also go to the dc load (inversion) 
and return through another transistor located at the positive 
terminal of the dc link. When the transistor Ty is switched 
OFF, the current path is interrupted, and the current begins to 
flow through diode Dp, connected at the positive terminal of 
the dc link. This current, called ip, in Fig. 12.39, goes directly 


A Vuop 


-Vp/2 


I] 


Changing Vmon through the PWM pattern. 
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FIGURE 12.39 Four-quadrant operation of the force-commutated 
rectifier: (a) the PWM force-commutated rectifier; (b) rectifier operation 
at unity power factor; (c) inverter operation at unity power factor; (d) 
capacitor operation at zero power factor; and (e) inductor operation at 
zero power factor. 


to the dc link, helping in the generation of the current ige. The 
current ige charges the capacitor Cp and permits the rectifier 
to produce dc power. The inductances Ls are very important 
in this process, because they generate an induced voltage that 
allows conduction of the diode Dp. A similar operation occurs 
during the negative half cycle, but with Tp and Dy (see Fig. 
12.40). 

Under inverter operation, the current paths are different 
because the currents flowing through the transistors come 
mainly from the dc capacitor Cp. Under rectifier operation, 
the circuit works like a Boost converter, and under inverter 
operation it works as a Buck converter. 

To have full control of the operation of the rectifier, their six 
diodes must be polarized negatively at all values of instanta- 
neous ac voltage supply. Otherwise, the diodes will conduct, 
and the PWM rectifier will behave like a common diode 
rectifier bridge. The way to keep the diodes blocked is to 
ensure a dc link voltage higher than the peak dc voltage 
generated by the diodes alone, as shown in Fig. 12.41. In 
this way, the diodes remain polarized negatively, and they will 
conduct only when at least one transistor is switched ON, and 
favorable instantaneous ac voltage conditions are given. In Fig. 
12.41 Vp represents the capacitor dc voltage, which is kept 
higher than the normal diode-bridge rectification value 
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FIGURE 12.40 Current waveforms through the mains, the valves, and 
the dc link. 


VgrIpge: To maintain this condition, the rectifier must have a 
control loop like the one displayed in Fig. 12.36. 


12.3.3 PWM Phase-to-Phase and 
Phase-to-Neutral Voltages 


The PWM waveforms shown in the preceding figures are 
voltages measured between the middle point of the dc voltage 
and the corresponding phase. The phase-to-phase PWM 
voltages can be obtained with the help of Eq. 12.52, where 
the voltage V/¥,, is evaluated, 


Vowm = Vowm — Vewm (12.52) 


where Véwm and ViAAy,, are the voltages measured between the 
middle point of the dc voltage, and the phases a and b, 


Vp de link voltage Vp must remain 
higher than the diode rectification 
voltage vgripce (feedback control 
loop required). 
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FIGURE 12.41 Direct current link voltage condition for operation of 
the PWM rectifier. 
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FIGURE 12.42 PWM phase voltages: (a) PWM phase modulation; (b) 
PWM phase-to-phase voltage; and (c) PWM phase-to-neutral voltage. 


respectively. In a less straightforward fashion, the phase-to- 
neutral voltage can be evaluated with the help of Eq. (12.53): 


Vowm = 1/3(Vewa — Vow (12.53) 


where Véu is the phase-to-neutral voltage for phase a, and 
Vox is the phase-to-phase voltage between phase j and phase 
k. Figure 12.42 shows the PWM patterns for the phase-to- 
phase and phase-to-neutral voltages. 


12.3.4 Control of the DC Link Voltage 


Control of dc link voltage requires a feedback control loop. As 
already explained in Section 12.3.2, the dc voltage Vp is 
compared with a reference Vppp, and the error signal “e” 
obtained from this comparison is used to generate a template 
waveform. The template should be a sinusoidal waveform with 
the same frequency of the mains supply. This template is used 
to produce the PWM pattern, and allows controlling the 
rectifier in two different ways: 1) as a voltage-source, 
current-controlled PWM rectifier; or 2) as a voltage-source, 
voltage-controlled PWM rectifier. The first method controls 
the input current, and the second controls the magnitude and 
phase of the voltage Vmop. The current controlled method is 
simpler and more stable than the voltage-controlled method, 
and for these reasons it will be explained first. 


12.3.4.1 Voltage-Source Current-Controlled PWM 
Rectifier 

This method of control is shown in the rectifier in Fig. 12.43. 

Control is achieved by measuring the instantaneous phase 

currents and forcing them to follow a sinusoidal current 

reference template I_ref. The amplitude of the current refer- 


ence template Inax is evaluated by using the following equa- 
tion: 


Imax = Gc: € = Ge + (Vprer — Yp) 


Where Gç is shown in Fig. 12.43, and represents a controller 
such as PI, P, Fuzzy or other. The sinusoidal waveform of the 
template is obtained by multiplying Imax with a sine function, 
with the same frequency of the mains, and with the desired 
phase-shift angle ~, as shown in Fig. 12.43. Further, the 
template must be synchronized with the power supply. After 
that, the template has been created, and it is ready to produce 
the PWM pattern. 

However, one problem arises with the rectifier because the 
feedback control loop on the voltage Vc can produce instabil- 
ity. Then it becomes necessary to analyze this problem during 
rectifier design. Upon introducing the voltage feedback and 
the Ge controller, the control of the rectifier can be repre- 
sented in a block diagram in Laplace dominion, as shown in 
Fig. 12.44. This block diagram represents a linearization of the 
system around an operating point, given by the rms value of 
the input current Is. 

The blocks G,(S) and G,(S) in Fig. 12.44 represent the 
transfer function of the rectifier (around the operating point), 
and the transfer function of the dc link capacitor Cp, respec- 
tively 


(12.54) 


AP,(S) 

G,(S) = =3-(Vcos@ — 2RI; — LLS 12.55 
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FIGURE 12.44 Close-loop rectifier transfer function. 
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where AP,(S) and AP,(S) represent the input and output 
power of the rectifier in Laplace dominion, V the rms value of 
the mains voltage supply (phase-to-neutral), I; the input 
current being controlled by the template, Ls the input induc- 
tance, and R the resistance between the converter and power 
supply. According to stability criteria, and assuming a PI 
controller, the following relations are obtained: 


Cp: V; 

i eae eee (12.57) 
3Kp lie 

Kp: V-cos@ (12.58) 


Is << 
2R. Ke ie 


These two relations are useful for the design of the current- 
controlled rectifier. They relate the values of dc link capacitor, 
dc link voltage, rms voltage supply, input resistance and 
inductance, and input power factor, with the rms value of 
the input current Iç. With these relations the proportional and 
integral gains Kp and K; can be calculated to ensure stability of 
the rectifier. These relations only establish limitations for 
rectifier operation, because negative currents always satisfy 
the inequalities. 

With these two stability limits satisfied, the rectifier will 
keep the dc capacitor voltage at the value of Vpgp (PI 
controller), for all load conditions, by moving power from 
the ac to the dc side. Under inverter operation, the power will 
move in the opposite direction. 

Once the stability problems have been solved, and the 
sinusoidal current template has been generated, a modulation 
method will be required to produce the PWM pattern for the 
power valves. The PWM pattern will switch the power valves 
to force the input currents I_line to follow the desired current 
template I_ref. There are many modulation methods in the 
literature, but three methods for voltage source current 
controlled rectifiers are the most widely used ones: periodical 
sampling (PS); hysteresis band (HB); and triangular carrier 
(TC). 

The PS method switches the power transistors of the 
rectifier during the transitions of a square wave clock of 
fixed frequency: the periodical sampling frequency. In each 
transition, a comparison between I_ref and I_line is made, and 
corrections take place. As shown in Fig. 12.45a, this type of 
control is very simple to implement: only a comparator and a 
D-type flip-flop are needed per phase. The main advantage of 
this method is that the minimum time between switching 
transitions is limited to the period of the sampling clock. 
However, the actual switching frequency is not clearly defined. 

The HB method switches the transistors when the error 
between I_ref and I_line exceeds a fixed magnitude: the 
hysteresis band. As can be seen in Fig. 12.45b, this type of 
control needs a single comparator with hysteresis per phase. In 
this case the switching frequency is not determined, but its 
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FIGURE 12.45 Modulation control methods: (a) periodical sampling; 
(b) hysteresis band; and (c) triangular carrier. 


maximum value can be evaluated through the following 
equation: 


max __ Vp 
S — 4h. Lg 


(12.59) 


where h is the magnitude of the hysteresis band. 

The TC method shown in Fig. 12.45c, compares the error 
between I_ref and I_line with a triangular wave. This trian- 
gular wave has fixed amplitude and frequency and is called the 
triangular carrier. The error is processed through a propor- 
tional-integral (PI) gain stage before comparison with the 
triangular carrier takes place. As can be seen, this control 
scheme is more complex than PS and HB. The values for kp 
and ki determine the transient response and steady-state error 
of the TC method. It has been found empirically that the 
values for kp and ki shown in Eqs. (12.60) and (12.61) give a 
good dynamic performance under several operating condi- 
tions: 


Les 

kp = (12.60) 
EN 

ki = œ,- kp* (12.61) 


where Ls is the total series inductance seen by the rectifier, œ, 
is the triangular carrier frequency, and Vp is the dc link voltage 
of the rectifier. 
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In order to measure the level of distortion (or undesired 
harmonic generation) introduced by these three control 
methods, Eq. (12.62) is defined: 


100 /1 
% Distortion = — z| Chine — Lef) dt (12.62) 
Tins T T 


In Eq. (12.62), the term Irms is the effective value of the 
desired current. The term inside the square root gives the rms 
value of the error current, which is undesired. This formula 
measures the percentage of error (or distortion) of the 
generated waveform. This definition considers the ripple, 
amplitude, and phase errors of the measured waveform, as 
opposed to the THD, which does not take into account offsets, 
scalings, and phase shifts. 

Figure 12.46 shows the current waveforms generated by the 
three forementioned methods. The example uses an average 
switching frequency of 1.5 kHz. The PS is the worst, but its 
implementation is digitally simpler. The HB method and TC 
with PI control are quite similar, and the TC with only 
proportional control gives a current with a small phase shift. 
However, Fig. 12.47 shows that the higher the switching 
frequency, the closer the results obtained with the different 
modulation methods. Over 6 kHz of switching frequency, the 
distortion is very small for all methods. 


FIGURE 12.46 Waveforms obtained using 1.5 kHz switching frequency 
and Ly = 13 mH: (a) PS method; (b) HB method; (c) TC method 
(kp + ki); and (d) TC method (kp only). 
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12.3.4.2 Voltage-Source Voltage-Controlled PWM 
Rectifier 

Figure 12.48 shows a one-phase diagram from which the 
control system for a voltage-source voltage-controlled rectifier 
is derived. This diagram represents an equivalent circuit of the 
fundamentals, that is, pure sinusoidal at the mains side, and 
pure dc at the dc link side. The control is achieved by creating 
a sinusoidal voltage template Vmop» which is modified in 
amplitude and angle to interact with the mains voltage V. In 
this way the input currents are controlled without measuring 
them. The template Vmop is generated using the differential 
equations that govern the rectifier. 

The following differential equation can be derived from 
Fig. 12.48: 


P 
v(t) = Ls = + Ri, + Vyop(t) (12.63) 


Assuming that v(t) = V./2 sin wt, then the solution for i(t), 
to acquire a template Vmop able to make the rectifier work at 
constant power factor should be of the form: 

i(t) = Inaxlt) sin(œt + o) (12.64) 
Equations (12.63), (12.64), and v(t) allow a function of time 
able to modify Vmop in amplitude and phase that will make 


the rectifier work at a fixed power factor. Combining these 
equations with v(t) yields 


vmop(t) 


= [vv + XsLnax SiN P — (Rin + Ls 


dImax . t 
cos sin @ 
dt $ 


A max s 
— | XsImax COS @ + | RImax + Ls Ji sin ~ | cos wt 


(12.65) 


Equation (12.65) provides a template for Vyyop, which is 
controlled through variations of the input current amplitude 
Imax: The derivatives of Imax into Eq. (12.65) make sense, 
because I,,,, changes every time the dc load is modified. The 
term X; in Eq. (12.65) is wL;. This equation can also be 
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FIGURE 12.48 One-phase fundamental diagram of the voltage-source 
rectifier. 
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written for unity power factor operation. In such a case 
cos g = 1, and sing = 0: 


dl, 
vmop(t) = (vv2 RImax. — Ls as) sin wt 


— Xslmax) COS wt (12.66) 


With this last equation, a unity power factor, voltage source, 
voltage controlled PWM rectifier can be implemented as 
shown in Fig. 12.49. It can be observed that Eqs. (12.65) 
and (12.66) have an in-phase term with the mains supply 
(sin wt), and an in-quadrature term (cos wt). These two terms 
allow the template Vmop to change in magnitude and phase so 
as to have full unity power factor control of the rectifier. 

Compared with the control block of Fig. 12.43, in the 
voltage-source voltage-controlled rectifier of Fig. 12.49, there 
is no need to sense the input currents. However, to ensure 
stability limits as good as the limits of the current-controlled 
rectifier, blocks “—R—sL,” and “—x,” in Fig. 12.49 have to 
emulate and reproduce exactly the real values of R, Xs, and Ls 
of the power circuit. However, these parameters do not remain 
constant, and this fact affects the stability of this system, 
making it less stable than the system shown in Fig. 12.43. In 
theory, if the impedance parameters are reproduced exactly, 
the stability limits of this rectifier are given by the same 
equations as used for the current-controlled rectifier seen in 
Fig. 12.43 (Eqs. (12.57) and (12.58). 

Under steady-state, Imax is constant, and Eq. (12.66) can be 
written in terms of phasor diagram, resulting in Eq. (12.67). 
As shown in Fig. 12.50, different operating conditions for the 
unity power factor rectifier can be displayed with this equa- 
tion: 


> > > 3 
Vion = V — Ri; — jX,ls (12.67) 
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FIGURE 12.49 Implementation of the voltage-controlled rectifier for 
unity power factor operation. 
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FIGURE 12.50 Steady-state operation of the unity power factor recti- 
fier, under different load conditions. 


With the sinusoidal template Vigop already created, a modu- 
lation method to commutate the transistors will be required. 
As in the case of the current-controlled rectifier, there are 
many methods to modulate the template, with the most well 
known the so-called sinusoidal pulse width modulation 
(SPWM), which uses a triangular carrier to generate the 
PWM as shown in Fig. 12.51. Only this method will be 
described in this chapter. 
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12.51 Sinusoidal modulation method based on triangular 
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In this method, there are two important parameters to 
define: the amplitude modulation ratio, or modulation index 
m, and the frequency modulation ratio p. Definitions are given 
by 


Vurop max 
T Vrena ™® oe 
p =% (12.69) 
5 


Where Viidp and VIkrang are the amplitudes of Vmop and 
Vrrano: respectively. On the other hand, fs is the frequency of 
the mains supply and fr the frequency of the triangular carrier. 
In Fig. 12.51, m = 0.8 and p = 21. When m > 1 overmodula- 
tion is defined. 

The modulation method described in Fig. 12.51 has a 
harmonic content that changes with p and m. When p < 21, 
it is recommended that synchronous PWM be used, which 
means that the triangular carrier and the template should be 
synchronized. Furthermore, to avoid subharmonics, it is also 
desired that p be an integer. If p is an odd number, even 
harmonics will be eliminated. If p is a multiple of 3, then the 
PWM modulation of the three phases will be identical. When 
m increases, the amplitude of the fundamental voltage 
increases proportionally, but some harmonics decrease. 
Under overmodulation, the fundamental voltage does not 
increase linearly, and more harmonics appear. Figure 12.52 
shows the harmonic spectrum of the three-phase PWM 
voltage waveforms for different values of m, and p= 3k 
where k is an odd number. 

Due to the presence of the input inductance Ls, the 
harmonic currents that result are proportionally attenuated 
with the harmonic number. This characteristic is shown in the 
current waveforms of Fig. 12.53, where larger p numbers 
generate cleaner currents. The rectifier that originated the 
currents of Fig. 12.53 has the following characteristics: 
Vp = 450 Vio Vey = 220 Vio Ls = 3 mH, and input current 
I, = 80 Arms. It can be observed that with p > 21 the current 
distortion is quite small. The value of p = 81 in Fig. 12.53 
produces an almost pure sinusoidal waveform, and it means 
4860 Hz of switching frequency at 60 Hz or only 4.050 Hz in a 
rectifier operating in a 50-Hz supply. This switching frequency 
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FIGURE 12.52 Harmonic spectrum for SPWM modulation. 
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FIGURE 12.53 Current waveforms for different values of p. 


can be managed by MOSFETs, IGBTs, and even power 
Darlingtons. Then p= 81 is feasible for todays low and 
medium power rectifiers. 


12.3.4.3 Voltage-Source Load-Controlled PWM 
Rectifier 

A simple method of control for small PWM rectifiers (up to 
10-20 kW) is based on direct control of the dc current. Figure 
12.54 shows the schematic of this control system. The funda- 
mental voltage Vyop modulated by the rectifier is produced 
by a fixed and unique PWM pattern, which can be carefully 
selected to eliminate most undesirable harmonics. As the 
PWM does not change, it can be stored in a permanent digital 
memory (ROM). 

The control is based on changing the power angle ô between 
the mains voltage V and fundamental PWM voltage Vyop. 
When ô changes, the amount of power flow transferred from 
the ac to the dc side also changes. When the power angle is 
negative (Vyop lags V), the power flow goes from the ac to 
the dc side. When the power angle is positive, the power flows 
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FIGURE 12.54 Voltage-source load-controlled PWM rectifier. 
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in the opposite direction. Then, the power angle can be 
controlled through the current Ip. The voltage Vp does not 
need to be sensed, because this control establishes a stable dc 
voltage operation for each dc current and power angle. With 
these characteristics, it is possible to find a relation between Ip 
and 6 so as to obtain constant dc voltage for all load 
conditions. This relation is given by 


V(cos ô — wLs/Rsinô — 1) 
RIL + (Ls/RY] 


Ip = f(8) = (12.70) 


From Eq. (12.70) a plot and a reciprocal function ô = f(Ip) 
are obtained to control the rectifier. The relation between Ip 
and ô allows for leading power factor operation and null 
regulation. The leading power factor operation is shown in the 
phasor diagram of Fig. 12.54. 

The control scheme of the voltage source load-controlled 
rectifier is characterized by the following: i) there are neither 
input current sensors nor dc voltage sensor; ii) it works with a 
fixed and predefined PWM pattern; iii) it presents very good 
stability; iv) its stability does not depend on the size of the dc 
capacitor; v) it can work at leading power factor for all load 
conditions; and vi) it can be adjusted with Eq. (12.70) to work 
at zero regulation. The drawback appears when R in Eq. 12.70 
becomes negligible, because in such a case the control system 
is unable to find an equilibrium point for the dc link voltage. 
This is why this control method is not applicable to large 
systems. 


12.3.5 New Technologies and Applications of 
Force-Commutated Rectifiers 


The additional advantages of force-commutated rectifiers with 
respect to line-commutated rectifiers make them better candi- 
dates for industrial requirements. They permit new applica- 
tions such as rectifiers with harmonic elimination capability 
(active filters), power factor compensators, machine drives 
with four-quadrant operation, frequency links to connect 50- 
Hz with 60-Hz systems, and regenerative converters for 
traction power supplies. Modulation with very fast valves 
such as IGBTs permit almost sinusoidal currents to be 
obtained. The dynamics of these rectifiers is so fast that they 
can reverse power almost instantaneously. In machine drives, 
current source PWM rectifiers, like the one shown in Fig. 
12.35a, can be used to drive dc machines from the three-phase 
supply. Four-quadrant applications, using voltage-source 
PWM rectifiers, are extended for induction machines, 
synchronous machines with starting control, and special 
machines such as brushless-dc motors. Back-to-back systems 
are being used in Japan to link power systems of different 
frequencies. 
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12.3.5.1 Active Power Filter 


Force-commutated PWM rectifiers can work as active power 
filters. The voltage-source current-controlled rectifier has the 
capability to eliminate harmonics produced by other polluting 
loads. It only needs to be connected as shown in Fig. 12.55. 

The current sensors are located at the input terminals of the 
power source, and these currents (instead of the rectifier 
currents) are forced to be sinusoidal. As there are polluting 
loads in the system, the rectifier is forced to deliver the 
harmonics that loads need, because the current sensors do 
not allow the harmonics going to the mains. As a result, the 
rectifier currents become distorted, but an adequate dc capa- 
citor Cp can keep the dc link voltage in good shape. In this 
way the rectifier can do its duty, and also eliminate harmonics 
to the source. In addition, it also can compensate power factor 
and unbalanced load problems. 


12.3.5.2 Frequency Link Systems 


Frequency link systems permit power to be transferred from 
one frequency to another one. They are also useful for linking 
unsynchronized networks. Line-commutated converters are 
widely used for this application, but they have some draw- 
backs that force-commutated converters can eliminate. For 
example, the harmonic filters requirement, the poor power 
factor, and the necessity to count with a synchronous compen- 
sator when generating machines at the load side are absent. 
Figure 12.56 shows a typical line-commutated system in which 
a 60-Hz load is fed by a 50-Hz supply. As the 60-Hz side needs 
excitation to commutate the valves, a synchronous compen- 
sator has been required. 
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FIGURE 12.55 Voltage-source rectifier with harmonic elimination 
capability. 
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FIGURE 12.56 Frequency link systems with line-commutated converters. 


In contrast, an equivalent system with force-commutated 
converters is simpler, cleaner, and more reliable. It is imple- 
mented with a dc voltage-controlled rectifier, and another 
identical converter working in the inversion mode. The power 
factor can be adjusted independently at the two ac terminals, 
and filters or synchronous compensators are not required. 
Figure 12.57 shows a frequency link system with force- 
commutated converters. 


12.3.5.3 Special Topologies for High-Power 
Applications 

High-power applications require series- and/or parallel- 
connected rectifiers. Series and parallel operation with force- 
commutated rectifiers allow improving the power quality 
because harmonic cancellation can be applied to these topol- 
ogies. Figure 12.58 shows a series connection of force-commu- 
tated rectifiers, where the modulating carriers of the valves in 
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FIGURE 12.57 Frequency link systems with force-commutated conver- 
ters. 
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each bridge are shifted to cancel harmonics. The example uses 
sinusoidal PWM that are with triangular carrier shifted. 

The waveforms of the input currents for the series connec- 
tion system are shown in Fig. 12.59. The frequency modula- 
tion ratio shown in this figure is for p = 9. The carriers are 
shifted by 90° each to obtain harmonics cancellation. Shifting 
of the carriers Ôr depends on the number of converters in 
series (or in parallel), and is given by 


6p = — (12.71) 
n 


where n is the number of converters in series or in parallel. It 
can be observed that despite the low value of p, the total 
current becomes quite clean, and clearly better than the 
current of one of the converters in the chain. 

The harmonic cancellation with series- or parallel- 
connected rectifiers, using the same modulation but the 
carriers shifted, is quite effective. The resultant current is 
better with n converters and frequency modulation p = p, 
than with one converter and p= n- pı. This attribute is 
verified in Fig. 12.60, where the total current of four converters 
in series with p = 9 and carriers shifted is compared with the 
current of only one converter and p = 36. This technique also 
allows for the use of valves with slow commutation times, such 
as high-power GTOs. Generally, high-power valves have low 
commutation times and hence the parallel and/or series 
options remain very attractive. 

Another special topology for high power was implemented 
for ABB (Asea Brown Boveri) in Bremen. A 100-MW power 
converter supplies energy to the railways at 13 Hz. It uses basic 
“H” bridges like the one shown in Fig. 12.61, connected to the 
load through power transformers. These transformers are 
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FIGURE 12.58 Series connection system with force-commutated rectifiers. 
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FIGURE 12.59 
system of Fig. 12.58. 
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FIGURE 12.60 Four converters in series and p = 9, compared with one 
converter and p = 36. 


connected in parallel at the converter side, and in series at the 
load side. 

The system uses SPWM with triangular carriers shifted, and 
depending on the number of converters connected in the 
chain of bridges, the voltage waveform becomes more and 
more sinusoidal. Figure 12.62 shows a back-to-back system 
using a chain of 12 “H” converters connected as shown in Fig. 
12.61b. 

The ac voltage waveform obtained with the topology of Fig. 
12.62 is displayed in Fig. 12.63. It can be observed that the 
voltage is formed by small steps that depend on the number of 
converters in the chain (12 in this case). The current is almost 
perfectly sinusoidal. 
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FIGURE 12.61 The “H” modulator: (a) one bridge; and (b) bridge 
connected in series at load side through isolation transformers. 
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Figure 12.64 shows the voltage waveforms for different 
number of converters connected in the bridge. It is clear 
that the larger the number of converters, the better the voltage. 
Another interesting result with this converter is that the ac 
voltages become modulated by both pulsewidth and ampli- 
tude (PWM and AM). This is because when the pulse 
modulation changes, the steps of the amplitude change. The 
maximum number of steps of the resultant voltage is equal to 
the number of converters. When the voltage decreases, some 
steps disappear, and then the amplitude modulation becomes 
a discrete function. Figure 12.65 shows the amplitude modu- 
lation of the voltage. 


12.3.5.4 Machine Drives Applications 


One of the most important applications of force-commutated 
rectifiers is in machine drives. Line-commutated thyristor 
converters have limited applications because they need excita- 
tion to extinguish the valves. This limitation do not allow the 
use of line-commutated converters in induction machine 
drives. On the other hand, with force-commutated converters 
four-quadrant operation is achievable. Figure 12.66 shows a 
typical frequency converter with a force-commutated rectifier- 
inverter link. The rectifier side controls the dc link, and the 
inverter side controls the machine. The machine can be a 
synchronous, brushless dc, or induction machine. The reversal 
of both speed and power are possible with this topology. At 
the rectifier side, the power factor can be controlled, and even 
with an inductive load such as an induction machine, the 
source can “see” the load as capacitive or resistive. Changing 
the frequency of the inverter controls the machine speed, and 
the torque is controlled through the stator currents and torque 
angle. The inverter will become a rectifier during regenerative 
braking, which is possible by making slip negative in an 
induction machine, or by making the torque angle negative 
in synchronous and brushless dc machines. 

A variation of the drive of Fig. 12.66 is found in electric 
traction applications. Battery-powered vehicles use the inver- 
ter as a rectifier during regenerative braking, and sometimes 
the inverter is also used as a battery charger. In this case, the 
rectifier can be fed by a single-phase or by a three-phase 
system. Figure 12.67 shows a battery-powered electric bus 
system. This system uses the power inverter of the traction 
motor as a rectifier for two purposes: regenerative braking; 
and as a battery charger fed by a three-phase power source. 


12.3.5.5 Variable Speed Power Generation 


Power generation at 50 or 60Hz requires constant speed 
machines. In addition, induction machines are not currently 
used in power plants because of magnetization problems. With 
the use of frequency-link force-commutated converters, vari- 
able-speed constant-frequency generation becomes possible, 
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FIGURE 12.62 Frequency link with force-commutated converters and sinusoidal voltage modulation. 


even with induction generators. The power plant in Fig. 12.68 
shows a wind generator implemented with an induction 
machine, and a rectifier-inverter frequency link connected to 
the utility. The dc link voltage is kept constant with the 
converter located at the mains side. The converter connected 
at the machine side controls the slip of the generator and 
adjusts it according to the speed of wind or power require- 
ments. The utility is not affected by the power factor of the 
generator, because the two converters keep the cos @ of the 
machine independent of the mains supply. The last one can 
even be adjusted to operate at leading power factor. 


FIGURE 12.64 Voltage waveforms with different numbers of “H” 
FIGURE 12.63 Voltage and current waveforms with 12 converters. bridges in series. 
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FIGURE 12.65 Amplitude modulation of the “H” bridges of Fig. 12.62. 
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Variable-speed constant-frequency generation also can be 
used in either hydraulic or thermal plants. This allows for 
optimal adjustment of the efficiency-speed characteristics of 
the machines. In Japan, wound rotor induction generators 
working as variable speed synchronous machines are being 
used as constant frequency generators. They operate in 
hydraulic plants that are able to store water during low 
demand periods. A power converter is connected at the slip 
rings of the generator. The rotor is then fed with variable 
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FIGURE 12.67 Electric bus system with regenerative braking and battery charger. 
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FIGURE 12.68 Variable-speed constant-frequency wind generator. 
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frequency excitation. This allows the generator to generate at 
different speeds around the synchronous rotating flux. 
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13.1 Introduction 


Modern electronic systems require high-quality, small, light- 
weight, reliable, and efficient power supplies. Linear power 
regulators, whose principle of operation is based on a voltage 
or current divider, are inefficient. This is because they are 
limited to output voltages smaller than the input voltage, and 
also their power density is low because they require low- 
frequency (50 or 60 Hz) line transformers and filters. Linear 
regulators can, however, provide a very high-quality output 
voltage. Their main area of application is at low power levels. 
Electronic devices in linear regulators operate in their active 
(linear) modes, but at higher power levels switching regula- 
tors are used. Switching regulators use power electronic 
semiconductor switches in on and off states. Because there 
is a small power loss in those states (low voltage across a 
switch in the on state, zero current through a switch in the off 
state), switching regulators can achieve high energy conver- 
sion efficiencies. Modern power electronic switches can 
operate at high frequencies. The higher the operating 
frequency, the smaller and lighter the transformers, filter 
inductors, and capacitors. In addition, the dynamic charac- 
teristics of converters improve with increasing operating 
frequencies. The bandwidth of a control loop is usually 
determined by the corner frequency of the output filter. 
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Therefore, high operating frequencies allow for achieving a 
faster dynamic response to rapid changes in the load current 
and/or the input voltage. 

High-frequency electronic power processors are used in 
dc-dc power conversion. The functions of dc-dc converters 


are: 


e to convert a dc input voltage Vs into a dc output voltage 
Vo; 

e to regulate the dc output voltage against load and line 
variations; 

e to reduce the ac voltage ripple on the dc output voltage 
below the required level; 

e to provide isolation between the input source and the 
load (isolation is not always required); 

e to protect the supplied system and the input source from 
electromagnetic interference (EMI); and 

e to satisfy various international and national safety stan- 


dards. 


The dc-dc converters can be divided into two main types: 
hard-switching pulsewidth modulated (PWM) converters, and 
resonant and soft-switching converters. This chapter deals 
with PWM dc-dc converters, which have been very popular 
for the last three decades, and that are widely used at all power 
levels. Topologies and properties of PWM converters are well 
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understood and described in the literature. Advantages of 
PWM converters include low component count, high effi- 
ciency, constant frequency operation, relatively simple control 
and commercial availability of integrated circuit controllers, 
and ability to achieve high conversion ratios for both step- 
down and step-up application. A disadvantage of PWM dc-dc 
converters is that PWM rectangular voltage and current wave- 
forms cause turn-on and turn-off losses in semiconductor 
devices, which limit practical operating frequencies to 
hundreds of kilohertz. Rectangular waveforms also inherently 
generate EMI. 

This chapter begins with a section on dc choppers that are 
used primarily in dc drives. The output voltage of dc choppers 
is controlled by adjusting the on time of a switch, which in 
turn adjusts the width of a voltage pulse at the output. This is 
the so-called pulse width modulation (PWM) control. The dc 
choppers with additional filtering components form PWM dc- 
dc converters. Four basic dc-dc converter topologies are 
presented in Sections 13.3-13.6— buck, boost, buck-boost, 
and Cuk converters. Popular isolated versions of these conver- 
ters are also discussed. The operation of converters is 
explained under ideal component and semiconductor device 
assumptions. Section 13.7 discusses the effects of nonidealities 
in PWM converters; Section 13.8 presents topologies for 
increased efficiency at low output voltages and for bidirec- 
tional power flow; Section 13.9 reviews control principles of 
PWM dc-dc converters, and describes two main control 
schemes, namely, voltage-mode control and current-mode 
control. A summary of application areas of PWM dc-dc 
converters is given in Section 13.10. Finally, a list of modern 
textbooks on power electronics is provided [1-8]. These books 
are excellent resources for deeper exploration of the area of dc- 
dc power conversion. 


13.2 DC Choppers 


A step-down dc chopper with a resistive load is shown in Fig. 
13.1a. It is a series connection of a dc input voltage source Vz, 
controllable switch S, and load resistance R. In most cases, 
switch S has unidirectional voltage-blocking capabilities and 
unidirectional current-conduction capabilities. Power electro- 
nic switches are usually implemented with power MOSFETs, 
IGBTs, MCTs, power BJTs, or GTOs. If an antiparallel diode is 
used or embedded in a switch, the switch exhibits a bidirec- 
tional current conduction property. Figure 13.1b depicts wave- 
forms in a step-down chopper. The switch is being operated 
with a duty ratio D defined as a ratio of the switch on time to 
the sum of the on and off times. For a constant frequency 
operation 
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FIGURE 13.1 DC chopper with resistive load: (a) circuit diagram; (b) 


output voltage waveform. 


where T = 1/f is the period of the switching frequency f. The 
average value of the output voltage is 


Vo = DVs (13.2) 


and can be regulated by adjusting the duty ratio D. The 
average output voltage is always smaller than the input voltage, 
hence the name of the converter. 

The dc step-down choppers are commonly used in dc 
drives. In such a case, the load is represented as a series 
combination of inductance L, resistance R, and back-emf E as 
shown in Fig. 13.2a. To provide a path for a continuous 
inductor current flow when the switch is in the off state, an 
antiparallel diode D must be connected across the load. 
Because the chopper of Fig. 13.2a provides a positive voltage 
and a positive current to the load, it is called a first-quadrant 
chopper. The load voltage and current are graphed in Fig. 
13.2b under assumptions that the load current never reaches 
zero and the load time constant t = L/R is much greater than 
the period T. Average values of the output voltage and current 
can be adjusted by changing the duty ratio D. 

The dc choppers can also provide peak output voltages 
higher than the input voltage. Such a step-up configuration is 
presented in Fig. 13.3. It consists of dc input source Vs, 
inductor L connected in series with the source, switch S 
connecting the inductor to ground, and a series combination 
of diode D and load. If the switch operates with a duty ratio D, 
the output voltage is a series of pulses of duration (1 — D)T 
and amplitude V;/(1 — D). Therefore, neglecting losses, the 
average value of the output voltage is V;. To obtain an average 
value of the output voltage greater than Vs, a capacitor must 
be connected in parallel with the load. This results in a 
topology of a boost dc-dc converter that is described in 
Section 13.4. 
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DC chopper with RLE load: (a) circuit diagram; 
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FIGURE 13.3 The dc step-up chopper. 


13.3 Step-Down (Buck) Converter 


13.3.1 Basic Converter 


The step-down dc-dc converter, commonly known as a buck 
converter, is shown in Fig. 13.4a. It consists of dc input voltage 
source V, controlled switch S, diode D, filter inductor L, filter 
capacitor C, and load resistance R. Typical waveforms in the 
converter are shown in Fig. 13.4b under the assumption that 
the inductor current is always positive. The state of the 
converter in which the inductor current is never zero for any 
period of time is called the continuous conduction mode 
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FIGURE 13.4 Buck converter: (a) circuit diagram; (b) waveforms. 


(CCM). It can be seen from the circuit that when the switch 
S is commanded to the on state, the diode D is reverse-biased. 
When the switch S is off, the diode conducts to support an 
uninterrupted current in the inductor. 

The relationship among the input voltage, output voltage, 
and the switch duty ratio D can be derived, for instance, from 
the inductor voltage v; waveform (see Fig. 13.4b). According 
to Faraday’s law, the inductor volt-second product over a 
period of steady-state operation is zero. For the buck converter 

(Vs — Vo)DT = —Vo(1 — D)T (13.3) 
Hence, the dc voltage transfer function, defined as the ratio of 
the output voltage to the input voltage, is 


(13.4) 
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It can be seen from Eq. (13.4) that the output voltage is always 
smaller that the input voltage. 

The dc-dc converters can operate in two distinct modes 
with respect to the inductor current iz. Figure 13.4b depicts 
the CCM in which the inductor current is always greater than 
zero. When the average value of the output current is low 
(high R) and/or the switching frequency f is low, the conver- 
ter may enter the discontinuous conduction mode (DCM). In 
the DCM, the inductor current is zero during a portion of the 
switching period. The CCM is preferred for high efficiency and 
good utilization of semiconductor switches and passive 
components. The DCM may be used in applications with 
special control requirements because the dynamic order of the 
converter is reduced (the energy stored in the inductor is zero 
at the beginning and at the end of each switching period). It is 
uncommon to mix these two operating modes because of 
different control algorithms. For the buck converter, the value 
of the filter inductance that determines the boundary between 
CCM and DCM is given by 


_(1—D)R 
=> 


For typical values of D = 0.5, R = 10Q, and f = 100 kHz, the 
boundary is L, = 25 uH. For L > Ly, the converter operates in 
the CCM. 

The filter inductor current i, in the CCM consists of a dc 
component I, with a superimposed triangular ac component. 
Almost all of this ac component flows through the filter 
capacitor as a current i,. Current i, causes a small voltage 
ripple across the dc output voltage Vo. To limit the peak-to- 
peak value of the ripple voltage below a certain value V,, the 
filter capacitance C must be greater than 


L, (13.5) 


Q = D)Vo 
Grin = VIP (13.6) 
At D=0.5, V,/Vo = 1%, L = 25 uH, and f = 100 kHz, the 
minimum capacitance is Cy, = 25 uF. 

Equations (13.5) and (13.6) are the key design equations for 
the buck converter. The input and output dc voltages (hence, 
the duty ratio D), and the range of load resistances R are 
usually determined by preliminary specifications. The designer 
needs to determine values of passive components L and C, and 
of the switching frequency f. The value of the filter inductor L 
is calculated from the CCM/DCM condition using Eq. (13.5). 
The value of the filter capacitor C is obtained from the voltage 
ripple condition Eq. (13.6). For the compactness and low 
conduction losses of a converter, it is desirable to use small 
passive components. Equations (13.5) and (13.6) show that it 
can be accomplished by using a high switching frequency f. 
The switching frequency is limited, however, by the type of 
semiconductor switches used and by switching losses. It 
should also be noted that values of L and C may be altered 
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by the effects of parasitic components in the converter, 
especially by the equivalent series resistance of the capacitor. 
Parasitic components in dc-dc converters are discussed in 
Section 13.7. 


13.3.2 Transformer Versions of Buck Converter 


In many dc power supplies, a galvanic isolation between the dc 
or ac input and the dc output is required for safety and 
reliability. An economical means of achieving such an isolation 
is to employ a transformer version of a dc-dc converter. High- 
frequency transformers are of a small size and low weight and 
provide high efficiency. Their turns ratio can be used addi- 
tionally to adjust the output voltage level. Among buck- 
derived dc-dc converters, the most popular are the forward 
converter, the push-pull converter, the half-bridge converter, 
and the full-bridge converter. 


13.3.2.1 Forward Converter 

The circuit diagram of a forward converter is depicted in Fig. 
13.5. When the switch S is on, diode D, conducts and diode 
D, is off. The energy is transferred from the input, through the 
transformer, to the output filter. When the switch is off, the 
state of diodes D, and D, is reversed. The dc voltage transfer 
function of the forward converter is 


(13.7) 


where n = N,/N)j. 

In the forward converter, the energy-transfer current flows 
through the transformer in one direction. Hence, an addi- 
tional winding with diode D; is needed to bring the magnetiz- 
ing current of the transformer to zero, which prevents 
transformer saturation. The turns ratio N,/N3 should be 
selected in such a way that the magnetizing current decreases 
to zero during a fraction of the time interval when the switch 
is off. 

Equations (13.5) and (13.6) can be used to design the filter 
components. The forward converter is very popular for low- 
power applications. For medium-power levels, converters with 
bidirectional transformer excitation (push-pull, half-bridge, 
and full-bridge) are preferred due to better utilization of 
magnetic components. 
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FIGURE 13.5 Forward converter. 
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FIGURE 13.6 


Push-pull converter. 


13.3.2.2 Push-Pull Converter 


The PWM dc-dc push-pull converter is shown in Fig. 13.6. 
The switches S, and S, operate shifted in phase by T/2 with 
the same duty ratio D, however, the duty ratio must be smaller 
than 0.5. When switch S, is on, diode D, conducts and diode 
D, is off; the diode states are reversed when switch S, is on. 
When both controllable switches are off, the diodes are on and 
share equally the filter inductor current. The dc voltage 
transfer function of the push-pull converter is 


2D 
M, =— (13.8) 
n 


where n = N,/N,. The boundary value of the filter inductor is 


(1—2D)R 
Ee 13.9 
b af (13.9) 
The filter capacitor can be obtained from 
1—2D)V, 
2A) Yo (13.10) 


min“ 32V Lf? 


13.3.2.3 Half-Bridge Converter 

Figure 13.7 shows the dc-dc half-bridge converter. The opera- 
tion of the PWM half-bridge converter is similar to that of the 
push-pull converter. In comparison to the push-pull converter, 
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FIGURE 13.7 Half-bridge converter. 
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FIGURE 13.8 Full-bridge converter. 


the primary switch of the transformer is simplified at the 
expense of two voltage-sharing input capacitors. The half- 
bridge converter dc voltage transfer function is 


(13.11) 


where D < 0.5. Equations (13.9) and (13.10) apply to the filter 
components. 


13.3.2.4 Full-Bridge Converter 


Comparing the PWM dc-dc full-bridge converter of Fig. 13.8 
to the half-bridge converter, it can be seen that the input 
capacitors have been replaced by two controllable switches that 
are operated in pairs. When S, and S, are on, voltage Vs is 
applied to the primary switch of the transformer and diode D, 
conducts. With S, and S, on, there is voltage — V; across the 
transformer primary switch and diode D, is on. With all 
controllable switches off, both diodes conduct in the same 
way as in the push-pull and half-bridge converters. The dc 
voltage transfer function of the full-bridge converter is 


(13.12) 


where D < 0.5. The values of filter components can be 
obtained from Eqs. (13.9) and (13.10). 

It should be stressed that the full-bridge topology is a very 
versatile one. With different control algorithms, it is very 
popular in dc-ac conversion (square-wave and PWM single- 
phase inverters), and it is also used in four-quadrant dc drives. 


13.4 Step-Up (Boost) Converter 


Figure 13.9a depicts a step-up or a PWM boost converter. It 
consists of dc input voltage source Vs, boost inductor L, 
controlled switch S, diode D, filter capacitor C, and load 
resistance R. The converter waveforms in the CCM are 
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Boost converter: (a) circuit diagram; (b) waveforms. 


FIGURE 13.9 


presented in Fig. 13.9b. When the switch S is in the on state, 
the current in the boost inductor increases linearly and the 
diode D is off at that time. When the switch S is turned off, the 
energy stored in the inductor is released through the diode to 
the output RC circuit. 

Using Faraday’s law for the boost inductor 


V;DT = (Vo — Vs\(1 — D)T (13.13) 


from which the dc voltage transfer function turns out to be 


(13.14) 


As the name of the converter suggests, the output voltage is 
always greater than the input voltage. 
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The boost converter operates in the CCM for L > L, where 


_ (1—D)’DR 


L 


(13.15) 


For D = 0.5, R = 10 Q, and f = 100 kHz, the boundary value 
of the inductance is L, = 6.25 uH. 

As shown in Fig. 13.9b, the current supplied to the output 
RC circuit is discontinuous. Thus, a larger filter capacitor is 
required in comparison to that in the buck-derived converters 
to limit the output voltage ripple. The filter capacitor must 
provide the output dc current to the load when the diode D is 
off: The minimum value of the filter capacitance that results in 
the voltage ripple V, is given by 


DVo 
VS 13.16 
min V,Rf ( ) 
At D=0.5, V,/Vo =1%, R=10Q, and f = 100 kHz, the 
minimum capacitance for the boost converter is Cmin = 50 UF. 
The boost converter does not have a popular transformer 
(isolated) version. 


13.5 Buck-Boost Converter 


13.5.1 Basic Converter 


A nonisolated (transformerless) topology of the buck-boost 
converter is shown in Fig. 13.10a. The converter consists of dc 
input voltage source V;, controlled switch S, inductor L, diode 
D, filter capacitor C, and load resistance R. With the switch on, 
the inductor current increases while the diode is maintained 
off. When the switch is turned off, the diode provides a path 
for the inductor current. Note the polarity of the diode that 
results in its current being drawn from the output. 

The buck-boost converter waveforms are depicted in Fig. 
13.10b. The condition of a zero volt-second product for the 
inductor in steady state yields 

V;DT = —Vo(1 — D)T (13.17) 


Hence, the dc voltage transfer function of the buck-boost 
converter is 


(13.18) 


The output voltage Vo is negative with respect to the ground. 
Its magnitude can be either greater or smaller (equal at 
D=0.5) than the input voltage as the name of the converter 
implies. 
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Buck-boost converter: (a) circuit diagram; (b) wave- 


FIGURE 13.10 
forms. 


The value of the inductor that determines the boundary 
between the CCM and DCM is 


_(1—D)R 


L 


(13.19) 


The structure of the output part of the converter is similar to 
that of the boost converter (reversed polarities are the only 
difference). Thus, the value of the filter capacitor can be 
obtained from Eq. (13.16). 


13.5.2 Flyback Converter 


A PWM flyback converter is a very practical isolated version of 
the buck-boost converter. The circuit of the flyback converter 
is presented in Fig. 13.1la. The inductor of the buck-boost 
converter has been replaced by a flyback transformer. The 


217 


input dc source V, and switch S are connected in series with 
the transformer primary. The diode D and the RC output 
circuit are connected in series with the secondary of the flyback 
transformer. Figure 13.11b shows the converter with a simple 
flyback transformer model that includes a magnetizing induc- 
tance L,, and an ideal transformer with a turns ratio n= 
N,/N. The flyback transformer leakage inductances and losses 
are neglected in the model. It should be noted that leakage 
inductances, although not important from the viewpoint of the 
principle of operation, affect adversely switch and diode 
transitions. Therefore, snubbers are usually required in flyback 
converters Refer to Fig. 13.11b for the converter operation. 
When the switch S is on, the current in the magnetizing 
inductance increases linearly, the diode D is off and there is no 
current in the ideal transformer windings. When the switch is 
turned off, the magnetizing inductance current is diverted into 
the ideal transformer, the diode turns on, and the transformed 
magnetizing inductance current is supplied to the RC load. 
The dc voltage transfer function of the flyback converter is 


Vo D 


M. = — = ~A—_ 
ee Vo MLD) 


(13.20) 


It differs from the buck-boost converter voltage transfer 
function by the turns ratio factor n. A positive sign has been 
obtained by an appropriate coupling of the transformer wind- 
ings. 

Unlike in transformer buck-derived converters, the magne- 
tizing inductance L,, of the flyback transformer is an impor- 
tant design parameter. The value of the magnetizing 
inductance that determines the boundary between the CCM 
and DCM is given by 


2 
yes men (13.21) 
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FIGURE 13.11 Flyback conveter: (a) circuit diagram; (b) circuit with a 
transformere model showing the magnetizing inductance L. 
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The value of the filter capacitance can be calculated using 
Eq. (13.16). 


13.6 Cuk Converter 


The circuit of the Cuk converter is shown in Fig. 13.12a. It 
consists of dc input voltage source Vs, input inductor L}, 
controllable switch S, energy transfer capacitor C,, diode D, 
filter inductor L,, filter capacitor C, and load resistance R. An 
important advantage of this topology is a continuous current 
at both the input and the output of the converter. Disadvan- 
tages of the Cuk converter are a high number of reactive 
components and high current stresses on the switch, the diode, 
and the capacitor C,. The main waveforms in the converter are 
presented in Fig. 13.12b. When the switch is on, the diode is off 
and the capacitor C, is discharged by the inductor L, current. 
With the switch in the off state, the diode conducts currents of 
the inductors L, and L,, whereas capacitor C, is charged by 
the inductor L, current. 


L1 Iņ igy©l L2 Ip 
=] BES 3 
Ta | ae 
+ 
Vs S\v, D Cc RS V 


(a) 


DT T 2 t 
(b) 


FIGURE 13.12 Cuk converter: (a) circuit diagram; (b) waveforms. 
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To obtain the dc voltage transfer function of the converter, 
we shall use the principle that the average current through a 
capacitor is zero for steady-state operation. Let us assume that 
inductors L, and L, are large enough that their ripple current 
can be neglected. Capacitor C, is in steady state if 


IDT = (1 — D)T (13.22) 
For a lossless converter 
Ps = Vilai = —Voling = Po (13.23) 


Combining these two equations, the dc voltage transfer func- 
tion of the Cuk converter is 


(13.24) 


This voltage transfer function is the same as that for the buck- 
boost converter. 

The boundaries between the CCM and DCM are deter- 
mined by 


(1—D)R 
Ly = 13.25 
for L, and 
(1—D)R 
E= 13.26 
for L. 


The output part of the Cuk converter is similar to that of 
the buck converter. Hence, the expression for the filter 
capacitor C is 


o -U=PWo 


tes 13.27 
min 8V,Lf? ( ) 


The peak-to-peak ripple voltage in the capacitor C, can be 
estimated as 


DVo 
Va = 
CiRy 


(13.28) 


A transformer (isolated) version of the Cuk converter can be 
obtained by splitting capacitor C) and inserting a high- 
frequency transformer between the split capacitors. 


13.7 Effects of Parasitics 


The analysis of converters in Sections 13.2 through 13.6 has 
been performed under ideal switch, diode, and passive compo- 
nent assumptions. Nonidealities or parasitics of practical 
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devices and components may, however, greatly affect some 
performance parameters of dc-dc converters. In this section, 
the effects of parasitics on output voltage ripple, efficiency, 
and voltage transfer function of converters will be illustrated. 
A more realistic model of a capacitor than simply a 
capacitance C, consists of a series connection of capacitance 
C and resistance rç. The resistance rç is called an equivalent 
series resistance (ESR) of the capacitor and is due to losses in 
the dielectric and physical resistance of leads and connections. 
Recall Eq. (13.6) that provided a value of the filter capacitance 
in a buck converter that limits the peak-to-peak output voltage 
ripple to V,. Equation (13.6) was derived under an assumption 
that the entire triangular ac component of the inductor 
current flows through a capacitance C. It is, however, closer 
to reality to maintain that this triangular component flows 
through a series connection of capacitance C and resistance rç. 
The peak-to-peak ripple voltage is independent of the 
voltage across the filter capacitor and is determined only by 
the ripple voltage of the ESR if the following condition is 
satisfied: 
C > Crin = max| ae, al (13.29) 
2rcf  2rof 


If condition Eq. (13.29) is satisfied, the peak-to-peak ripple 
voltage of the buck and forward converters is 


_ rcVo(l T Dmin) 


V, = tcAipmax = iL (13.30) 


For push-pull, half-bridge, and full-bridge converters, 


(13.31) 


sei = max |= Den aa 


2ref ` 2rcf 


where Dmax < 0.5. If Eq. (13.31) is met, the peak-to-peak 


max — 


ripple voltage V, of these converters is given by 


= tc Vo(0.5 E Din) 


V, = tcAtrmax = fL (13.32) 


Waveforms of voltage acroos the ESR v,c, voltage across the 
capacitance vc, and total ripple voltage v, are depicted in Fig. 
13.13 for three values of the filter capacitances. For the case of 
the top graph in Fig. 13.13, the peak-to-peak value of v, is 
higher than the peak-to-peak value of v,ç because C < Chin. 
The middle and bottom graphs in Fig. 13.13 show the wave- 
forms for C = Cmin and C > Cmin» respectively. For both these 
cases, the peak-to-peak voltages of v, and v,ç are equal to each 
other. 

Note that when the resistance rç sets the ripple voltage V,, 
the minimum value of inductance L is determined either by 
the boundary between the CCM and DCM according to Eq. 
(13.5) (buck and forward converters) or Eq. (13.9) (push-pull, 
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FIGURE 13.13 Voltage ripple waveforms v,C, vc, and v, for a buck 
converter at Vp = 12 V, f = 100 kHz, L = 40 uH, ro =0.05Q and 
various values of C: C = 33 uF (top graph); C = C,,,,, = 65 uF (middle 
graph); and C = 100 uF (bottom graph). 


half-bridge, and full-bridge converters), or by the voltage 
ripple condition Eq. (13.30) or (13.32). 

In buck-boost and boost converters, the peak-to-peak 
capacitor current Icp is equal to the peak-to-peak diode 
current and is given by 


To 
under the condition that the inductor current ripple is much 
lower than the average value of the inductor current. The 
peak-to-peak voltage across the ESR is 


clo 
1—D 


Vp = folop = (13.34) 


Assuming that the total ripple voltage V, is approximately 
equal to the sum of the ripple voltages across the ESR and the 


220 


capacitance, the maximum value of the peak-to-peak ripple 
voltage across the capacitance is 


Vcmax =~ V,— V, 


r re 


(13.35) 


Finally, by analogy to Eq. (13.16), when the ESR of the filter 
capacitor is taken into account in the boost-type output filter, 
the filter capacitance should be greater than 


DVo 


C. = ——— 
mere Vcmax Rf 


(13.36) 


Parasitic resistances, capacitances, and voltage sources also 
affect the energy conversion efficiency of dc-dc converters. The 
efficiency y is defined as a ratio of output power to the input 
power 


(13.37) 


Thus as efficiencies are usually specified in percent, let us 
consider the boost converter as an example. Under the low 
ripple assumption, the boost converter efficiency can be 
estimated as 


R- DY 


— R — DP(1 + Vp/Vo + fC,R) 
+r, + Drs + (1 = D)rp + DO wà D)re 


n (13.38) 


where Vp is the forward conduction voltage drop of the diode, 
C, is the output capacitance of the switch, rz is the ESR of the 
inductor, and rp is the forward on resistance of the diode. The 
term fC,R in Eq. (13.38) represents switching losses in the 
converter; other terms account for conduction losses. Losses in 
a dc-dc converter contribute also to a decrease in the dc 
voltage transfer function. The nonideal dc voltage transfer 
function My, is a product of the ideal one and the efficiency 

My, = nMy (13.39) 
Sample graphs for the boost converter that correspond to Eqs. 
(13.38) and (13.39) are presented in Fig. 13.14. 


13.8 Synchronous and Bidirectional 
Converters 


It can be observed in Eq. (13.38) that the forward voltage of a 
diode Vp contributes to a decrease in efficiency. This contri- 
bution is especially significant in low-output voltage power 
supplies, for example, 3.3-V power supplies for microproces- 
sors or power supplies for portable telecommunication equip- 
ment. Even with a Schottky diode, which has Vp in the range 
of 0.4 V, the power loss in the diode can easily exceed 10% of 
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FIGURE 13.14 Effects of parasitics on characteristics of a boost 
converter: efficiency (top graph) and dc voltage transfer function 
(bottom graph). 


the total power delivered to the load. To reduce conduction 
losses in the diode, a low on-resistance switch can be added in 
parallel as shown in Fig. 13.15 for a buck converter. The input 
switch and the switch parallel to the diode must be turned on 
and off alternately. The arrangement of Fig. 13.15 is called a 
synchronous converter or a synchronous rectifier. Modern 
low-voltage MOSFETs have on resistances of only several 
milliohms. Hence, a synchronous converter may exhibit 
higher efficiency than a conventional one at output currents 
as large as tens of amperes. The efficiency is increased at the 
expense of a more complicated driving circuitry for the 
switches. In particular, a special care must be exercised to 
avoid having both switches on at the same time as this would 


FIGURE 13.15 


Synchronous buck converter. 


13 DC-DC Converters 


FIGURE 13.16 


Bidirectional flyback converter. 


short the input voltage source. As power semiconductor 
devices usually have longer turn-off times than turn-on 
times, a dead time (sometimes called a blanking time) must 
be introduced in PWM driving signals. 

The parallel combination of a controllable switch and a 
diode is also used in converters, which allow for a current flow 
in both directions — from the input source to the load and 
from the load back to the input source. Such converters are 
called bidirectional power-flow or simply bidirectional conver- 
ters. As an example, a flyback bidirectional converter is shown 
in Fig. 13.16. It contains unipolar voltage and bidirectional 
current switch-diode combinations at both the primary switch 
and the secondary switch of the flyback transformer. When the 
primary switch and secondary diode operate, the current flows 
from the input source to the load. The converter current can 
also flow from the output to the input through the secondary 
switch and primary diode. Bidirectional arrangements can be 
made for both buck and boost converters. A bidirectional buck 
converter operates as a boost converter when the current flow 
is from the output to the input. A bidirectional boost conver- 
ter operates as a buck converter with a reversed current flow. If 
for any reason (for instance, to avoid the DCM) the control- 
lable switches are driven at the same time, they must be driven 
alternately with a sufficient dead time. 


13.9 Control Principles 


A dc-dc converter must provide a regulated dc output voltage 
under varying load and input voltage conditions. The conver- 
ter component values are also changing with time, tempera- 
ture, pressure, and so forth. Hence, the control of the output 
voltage should be performed in a closed-loop manner using 
principles of negative feedback. The two most common 
closed-loop control methods for PWM dc-dc converters, 
namely, the voltage-mode control and the current-mode 
control, are presented schematically in Fig. 13.17. 

In the voltage-mode control scheme shown in Fig. 13.17a, 
the converter output voltage is sensed and subtracted from an 
external reference voltage in an error amplifier. The error 
amplifier produces a control voltage that is compared to a 
constant-amplitude sawtooth waveform. The comparator 
produces a PWM signal that is fed to drivers of controllable 
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switches in the dc-dc converter. The duty ratio of the PWM 
signal depends on the value of the control voltage. The 
frequency of the PWM signal is the same as the frequency of 
the sawtooth waveform. An important advantage of the 
voltage-mode control is its simple hardware implementation 
and flexibility. 

The error amplifier in Fig. 13.17a reacts fast to changes in 
the converter output voltage. Thus, the voltage-mode control 
provides good load regulation, that is, regulation against 
variations in the load. Line regulation (regulation against 
variations in the input voltage) is, however, delayed because 
changes in the input voltage must first manifest themselves in 
the converter output before they can be corrected. To alleviate 
this problem, the voltage-mode control scheme is sometimes 
augmented by a so-called voltage-feedforward path. The 
feedforward path affects directly the PWM duty ratio accord- 
ing to variations in the input voltage. As will be explained in 
what follows, the input voltage feedforward is an inherent 
feature of current-mode control schemes. 

The current-mode control scheme is presented in Fig. 13.7b. 
An additional inner control loop feeds back an inductor 
current signal, and this current signal, converted into its 
voltage analog, is compared to the control voltage. This 
modification of replacing the sawtooth waveform of the 
voltage-mode control scheme by a converter current signal 
significantly alters the dynamic behavior of the converter, 
which then takes on some characteristics of a current source. 
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Error 
Amplifier 


Compa- |_PWM signal | 4de Converter 
rator 
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FIGURE 13.17 Main control schemes for dc-dc converters: (a) voltage- 
mode control; (b) current-mode control. 
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The output current in PWM dc-dc converters is either equal to 
the average value of the output inductor current (buck-derived 
and Cuk converters) or is a product of an average inductor 
current and a function of the duty ratio. In practical imple- 
mentations of the current-mode control, it is feasible to sense 
the peak inductor current instead of the average value. As the 
peak inductor current is equal to the peak switch current, the 
latter can be used in the inner loop, which often simplifies the 
current sensor. Note that the peak inductor (switch) current is 
proportional to the input voltage. Hence, the inner loop of the 
current-mode control naturally accomplishes the input 
voltage-feedforward technique. Among several current-mode 
control versions, the most popular is the constant-frequency 
one that requires a clock signal. Advantages of the current- 
mode control are the input voltage feedforward, the limit on 
the peak switch current, the equal current sharing in modular 
converters, and the reduction in the converter dynamic order. 
The main disadvantage of the current-mode control is its 
complicated hardware, which includes a need to compensate 
the control voltage by ramp signals (to avoid converter 
instability). 

Among other control methods of dc-dc converters, a 
hysteretic (or bang-bang) control is very simple for hardware 
implementation. However, the hysteretic control results in 
variable frequency operation of semiconductor switches. 
Generally, a constant switching frequency is preferred in 
power electronic circuits for easier elimination of electromag- 
netic interference and better utilization of magnetic compo- 
nents. 

Application specific integrated (ASICs) 
commercially available that contain the main elements of 
voltage- or current-mode control schemes. On a single 14- 
or 16-pin chip, there is an error amplifier, comparator, 
sawtooth generator or sensed current input, latch, and PWM 
drivers. The switching frequency is usually set by an external 
RC network and can be varied from tens to hundreds of 
kilohertz. The controller has an oscillator output for synchro- 
nization with other converters in modular power supply 
systems, and a constant voltage reference is generated on the 
chip as well. Additionally, the ASIC controller may be 
equipped with various diagnostic and protection features; 
for example, current limiting, overvoltage and undervoltage 
protection, soft start, dead time in case of multiple PWM 
outputs, and duty ratio limiting. In several dc-dc converter 
topologies, for example, buck and buck-boost, neither control 
terminal of semiconductor switches is grounded (so-called 
high-side switches). The ASIC controllers are usually designed 
for a particular topology and their PWM drivers may be able 
to drive high-side switches in low-voltage applications. 
However, in high-voltage applications, external PWM drivers 
must be used. External PWM drivers are also used for switches 
with high input capacitances. To take full advantage of the 
input-output isolation in transformer versions of dc-dc 
converters, such an isolation must be also provided in the 
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control loop. Signal transformers or optocouplers are used for 
isolating feedback signals. 

Dynamic characteristics of closed-loop dc-dc converters 
must fulfill certain requirements. To simplify analysis, these 
requirements are usually translated into desired properties of 
the open loop. The open loop should provide a sufficient 
(typically, at least 45°) phase margin for stability, high band- 
width (about one-tenth of the switching frequency) for good 
transient response, and high gain (several tens of decibels) at 
low frequencies for small steady-state error. 

The open-loop dynamic characteristics are shaped by 
compensating networks of passive components around the 
error amplifier. Second- or third-order RC networks are 
commonly used. Because the converter itself is a part of the 
control loop, the design of compensating networks requires a 
knowledge of small-signal characteristics of the converter. 
There are several methods of small-signal characterization of 
PWM dc-dc converters, and the most popular ones provide 
average models of converters under the assumptions of high 
switching frequency. The averaged models are then linearized 
at an operating point to obtain small-signal transfer functions. 
Among analytical averaging methods, state-space averaging 
has been popular since the late 1970s. Circuit-based averaging 
is usually performed using PWM switch or direct replacement 
of semiconductor switches by controlled current and voltage 
sources. All these methods can take into account converter 
parasitics. 

The most important small-signal characteristic is the 
control-to-output transfer function T,. Other converter char- 
acteristics that are investigated are: the input-to-output (or 
line-to-output) voltage transfer function, also called the open- 
loop dynamic line regulation or the audio susceptibility, which 
describes the input-output disturbance transmission; the 
open-loop input impedance; and the open-loop dynamic load 
regulation. Buck-derived, boost, and buck-boost converters are 
second-order dynamic systems; the Cuk converter is a fourth- 
order system. Characteristics of buck and buck-derived 
converters are similar to each other. Another group of conver- 
ters with similar small-signal characteristics is formed by 
boost, buck-boost, and flyback converters. Among parasitic 
components, the ESR of the filter capacitor rç introduces 
additional dynamic terms into transfer functions. Other para- 
sitic resistances usually modify slightly the effective value of 
the load resistance. Sample characteristics in what follows are 
given for nonzero rc, neglecting other parasitics. 

The control-to-output transfer function of the forward 
converter is 


v,(s) 
T,(s) = < 
4 d(s) v,(s)=0 
_ VRre s+1/Cr, 
~ nAl(R+ re) s*+s(CRe+L)/LC(R+1r¢) +R/LC(R+ rc) 


(13.40) 
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It can be seen that this transfer function has two poles and one 
zero. The zero is due to the filter capacitor ESR. Buck-derived 
converters can easily be compensated for stability with second- 
order controllers. 

The control-to-output transfer function of the boost 
converter is given by 


Vorc 
(1 — DXR + rc) 
y (s+ 1/Cro)(s — (1 — D}? R/L) 
°? + s((1 — D)’CRre + L)/LC(R + rc) 
+(1— DP R/LC(R+ ro) 
(13.41) 


T,(s) = 


The zero —(1 — D} R/L is located in the right-half of the s- 
plane Therefore, the boost converter (as well as buck-boost 
and flyback converters) is a nonminimum phase system. 
Nonminimum phase dc-dc converters are typically compen- 
sated with third-order controllers. Step-by-step procedures for 
the design of compensating networks are usually given by 
manufacturers of ASIC controllers in application notes. 

This section ends with a word on the behavior of dc-dc 
converters in distributed power supply systems. An important 
feature of closed-loop regulated dc-dc converters is that they 
exhibit a negative input resistance. As the load voltage is kept 
constant by the controller, the output power changes with the 
load. With slow load changes, an increase (decrease) in the 
input voltage results in a decrease (increase) in the input 
power. This negative resistance property must be carefully 
examined during the system design to avoid resonances. 


13.10 Applications of DC-DC Converters 


Step-down choppers find most of their applications in high- 
performance dc drive systems, for example, electric traction, 
electric vehicles, and machine tools. The dc motors with their 
winding inductances and mechanical inertia act as filters 
resulting in high-quality armature currents. The average 
output voltage of step-down choppers is a linear function of 
the switch duty ratio. Step-up choppers are used primarily in 
radar and ignition systems. The dc choppers can be modified 
for two-quadrant and four-quadrant operation. Two-quadrant 
choppers may be a part of autonomous power supply systems 
that contain battery packs and such renewable dc sources as 
photovoltaic arrays, fuel cells, or wind turbines. Four-quad- 
rant choppers are applied in drives in which regenerative 
breaking of dc motors is desired, for example, transportation 
systems with frequent stops. The dc choppers with inductive 
outputs serve as inputs to current-driven inverters. 

The addition of filtering reactive components to dc chop- 
pers results in PWM dc-dc converters. The dc-dc converters 
can be viewed as dc transformers that deliver to the load a dc 
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voltage or current at a different level than the input source. 
This dc transformation is performed by electronic switching 
means, not by electromagnetic means such as in conventional 
transformers. The output voltages of dc-dc converters range 
from one volt for special VLSI circuits to tens of kilovolts in X- 
ray lamps. The most common output voltages are: 3.3 V for 
modern microprocessors; 5 and 12 V for logic circuits; 48 V for 
telecommunication equipment; and 270 V for main dc bus on 
airplanes. Typical input voltages include 48 V, 170 V (the peak 
value of a 120-V rms line), and 270 V. 

Selection of a topology of dc-dc converters is determined 
not only by input/output voltages, which can be additionally 
adjusted with the turns ratio in isolated converters, but also by 
power levels, voltage and current stresses of semiconductor 
switches, and utilization of magnetic components. The low 
part-count flyback converter is popular in low power applica- 
tions (up to 200 W). Its main deficiencies are a large size of the 
flyback transformer core and high voltage stress on the 
semiconductor switch. The forward converter is also a single 
switch converter. Because its core size requirements are smal- 
ler, it is popular in low-medium- (up to several hundreds of 
watts) power applications. Disadvantages of the forward 
converter are the need for demagnetizing winding, and a 
high voltage stress on the semiconductor switch. The push- 
pull converter is also used at medium-power levels. Due to 
bidirectional excitation, the transformer size is small. An 
advantage of the push-pull converter is also a possibility to 
refer driving terminals of both switches to the ground, which 
greatly simplifies the control circuitry. A disadvantage of the 
push-pull converter is a potential core saturation in the case of 
asymmetry. The half-bridge converter has a similar range of 
applications as the push-pull converter. There is no danger of 
transformer saturation in the half-bridge converter. It requires, 
however, two additional input capacitors to split in half the 
input dc source. The full-bridge converter is used at high 
(several kilowatts) power and voltage levels. The voltage stress 
on power switches is limited to the input voltage source value. 
A disadvantage of the full-bridge converter is a high number of 
semiconductor devices. 

The dc-dc converters are building blocks of distributed 
power supply systems in which a common dc bus voltage is 
converted to various other voltages according to requirements 
of particular loads. Such distributed dc systems are common 
in space stations, ships and airplanes, as well as in computer 
and telecommunication equipment. It is expected that modern 
portable wireless communication and signal processing 
systems will use variable supply voltages to minimize power 
consumption and to extend battery life. Low-output voltage 
converters in these applications utilize the synchronous recti- 
fication arrangement. 

Another major area of dc-dc converter applications is 
related to the utility ac grid. For critical loads, if the utility 
grid fails, there must be a backup source of energy, for 
example, a battery pack. This need for continuous power 
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delivery gave rise to various types of uninterruptible power 
supplies (UPSs). Thus dc-dc converters are used in UPSs to 
adjust the level of a rectified grid voltage to that of the backup 
source. Because during normal operation the energy flows 
from the grid to the backup source and during emergency 
conditions the backup source must supply the load, bidirec- 
tional dc-dc converters are often used. Moreover dc-dc conver- 
ters are also used in dedicated battery chargers. 

Power electronic loads, especially those with front-end 
rectifiers, pollute the ac grid with odd harmonics. Thus dc- 
dc converters are used as intermediate stages, just after a 
rectifier and before the load-supplying dc-dc converter, for 
shaping the input ac current to improve power factor and 
decrease the harmonic content. The boost converter is espe- 
cially popular in such power factor correction (PFC) applica- 
tions. Another utility grid-related application of dc-dc 
converters is in interfaces between ac networks and dc renew- 
able energy sources such as fuel cells and photovoltaic arrays. 

In isolated dc-dc converters, multiple outputs are possible 
with additional secondary windings of transformers. Only one 
output is regulated with a feedback loop, but other outputs 
depend on the duty ratio of the regulated one and on their 
loads. A multiple-output dc-dc converter is a convenient 
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solution in applications where there is a need for one closely 
regulated output voltage and for one or more other noncritical 
output voltage levels. 
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14.1 Introduction 


The main objective of static power converters is to produce an 
ac output waveform from a dc power supply. These are the 
types of waveforms required in adjustable speed drives 
(ASDs), uninterruptible power supplies (UPS), static var 
compensators, active filters, flexible ac transmission systems 
(FACTS), and voltage compensators, which are only a few 
applications. For sinusoidal ac outputs, the magnitude, 
frequency, and phase should be controllable. According to 
the type of ac output waveform, these topologies can be 
considered as voltage source inverters (VSIs), where the 
independently controlled ac output is a voltage waveform. 
These structures are the most widely used because they 
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naturally behave as voltage sources as required by many 
industrial applications, such as adjustable speed drives 
(ASDs), which are the most popular application of inverters; 
see Fig. 14.la. Similarly, these topologies can be found as 
current source inverters (CSIs), where the independently 
controlled ac output is a current waveform. These structures 
are still widely used in medium-voltage industrial applications, 
where high-quality voltage waveforms are required. 

Static power converters, specifically inverters, are 
constructed from power switches and the ac output waveforms 
are therefore made up of discrete values. This leads to the 
generation of waveforms that feature fast transitions rather 
than smooth ones. For instance, the ac output voltage 
produced by the VSI of a standard ASD is a three-level 
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A standard adjustable speed drive scheme and associated waveforms: (a) the electrical power conversion topology; (b) the ideal input 


(ac mains) and output (load) waveforms; and (c) the actual input (ac mains) and output (load) waveforms. 


waveform (Fig. 14.1c). Although this waveform is not sinu- 
soidal as expected (Fig. 14.1b), its fundamental component 
behaves as such. This behavior should be ensured by a 
modulating technique that controls the amount of time and 
the sequence used to switch the power valves on and off. The 
modulating techniques most used are the carrier-based tech- 
nique (e.g., sinusoidal pulsewidth modulation, SPWM), the 
space-vector (SV) technique, and the selective-harmonic-elim- 
ination (SHE) technique. 

The discrete shape of the ac output waveforms generated by 
these topologies imposes basic restrictions on the applications 
of inverters. The VSI generates an ac output voltage waveform 
composed of discrete values (high dv/dt); therefore, the load 
should be inductive at the harmonic frequencies in order to 
produce a smooth current waveform. A capacitive load in the 
VSIs will generate large current spikes. If this is the case, an 
inductive filter between the VSI ac side and the load should be 
used. On the other hand, the CSI generates an ac output 
current waveform composed of discrete values (high di/dt); 
therefore, the load should be capacitive at the harmonic 
frequencies in order to produce a smooth voltage waveform. 
An inductive load in CSIs will generate large voltage spikes. If 
this is the case, a capacitive filter between the CSI ac side and 
the load should be used. 

A three-level voltage waveform is not recommended for 
medium-voltage ASDs due to the high dv/dt that would apply 
to the motor terminals. Several negative side effects of this 
approach have been reported (bearing and isolation 
problems). As alternatives to improve the ac output wave- 
forms in VSIs are the multistage topologies (multilevel and 


multicell). The basic principle is to construct the required ac 
output waveform from various voltage levels, which achieves 
medium-voltage waveforms at reduced dv/dt. Although these 
topologies are well developed in ASDs, they are also suitable 
for static var compensators, active filters, and voltage compen- 
sators. Specialized modulating techniques have been devel- 
oped to switch the higher number of power valves involved in 
these topologies. Among others, the carrier-based (SPWM) 
and SV-based techniques have been naturally extended to 
these applications. 

In many applications, it is required to take energy from the 
ac side of the inverter and send it back into the dc side. For 
instance, whenever ASDs need to either brake or slow down 
the motor speed, the kinetic energy is sent into the voltage dc 
link (Fig. 14.1a). This is known as the regenerative mode 
operation and, in contrast to the motoring mode, the dc link 
current direction is reversed due to the fact that the dc link 
voltage is fixed. If a capacitor is used to maintain the dc link 
voltage (as in standard ASDs) the energy must either be 
dissipated or fed back into the distribution system, otherwise, 
the dc link voltage gradually increases. The first approach 
requires the dc link capacitor be connected in parallel with a 
resistor, which must be properly switched only when the 
energy flows from the motor load into the dc link. A better 
alternative is to feed back such energy into the distribution 
system. However, this alternative requires a reversible-current 
topology connected between the distribution system and the 
dc link capacitor. A modern approach to such a requirement is 
to use the active front-end rectifier technologies, where the 
regeneration mode is a natural operating mode of the system. 
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In this chapter, single and three-phase inverters in their 
voltage and current source alternatives will be reviewed. The 
dc link will be assumed to be a perfect dc, either voltage or 
current source that could be fixed as the dc link voltage in 
standard ASDs, or variable as the dc link current in some 
medium-voltage current source drives. Specifically, the topol- 
ogies, modulating techniques, and control aspects, oriented to 
standard applications, are analyzed. In order to simplify the 
analysis, the inverters are considered lossless topologies, which 
are composed of ideal power valves. Nevertheless, some 
practical nonideal conditions are also considered. 


14.2 Single-Phase Voltage Source 
Inverters 


Single-phase voltage source inverters (VSIs) can be found as 
half-bridge and full-bridge topologies. Although the power 
range they cover is the low one, they are widely used in power 
supplies, single-phase UPSs, and currently to form elaborate 
high-power static power topologies, such as for instance, the 
multicell configurations that are reviewed in Section 14.7. The 
main features of both approaches are reviewed and presented 
in the following. 


14.2.1 Half-Bridge VSI 


Figure 14.2 shows the power topology of a half-bridge VSI, 
where two large capacitors are required to provide a neutral 
point N, such that each capacitor maintains a constant voltage 
v;/2. Because the current harmonics injected by the operation 
of the inverter are low-order harmonics, a set of large 
capacitors (C, and C_) is required. It is clear that both 
switches S, and S_ cannot be on simultaneously because a 
short circuit across the dc link voltage source v; would be 
produced. There are two defined (states 1 and 2) and one 
undefined (state 3) switch state as shown in Table 14.1. In 
order to avoid the short circuit across the dc bus and the 
undefined ac output voltage condition, the modulating tech- 
nique should always enure that at any instant either the top or 
the bottom switch of the inverter leg is on. 


FIGURE 14.2 Single-phase half-bridge VSI. 
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TABLE 14.1 Switch states for a half-bridge single-phase VSI 

State State # Vo Components 
Conducting 

S, is on and S_ is off 1 v;/2 S, ifi >0 
D, ifi <0 

S_ is on and S, is off 2 —v;/2 D_ ifi, >0 
S_ ifi, <0 

s, and S_ are all off 3 —v,/2 D_ ifi,>0 

v,/2 D, ifi, <0 


Figure 14.3 shows the ideal waveforms associated with the 
half-bridge inverter shown in Fig. 14.2. The states for the 
switches S, and S_ are defined by the modulating technique, 
which in this case is a carrier-based PWM. 


14.2.1.1 The Carrier-Based Pulsewidth Modulation 
(PWM) Technique 

As mentioned earlier, it is desired that the ac output voltage 
Uy = vay follow a given waveform (e.g., sinusoidal) on a 
continuous basis by properly switching the power valves. 
The carrier-based PWM technique fulfils such a requirement 
as it defines the on and off states of the switches of one leg of a 
VSI by comparing a modulating signal v, (desired ac output 
voltage) and a triangular waveform v, (carrier signal). In 
practice, when v, > v, the switch S, is on and the switch 
S_ is off; similarly, when v, < v, the switch S, is off and the 
switch S_ is on. 

A special case is when the modulating signal v, is a 
sinusoidal at frequency f. and amplitude 6, and the triangular 
signal v4 is at frequency fy and amplitude 0,4. This is the 
sinusoidal PWM (SPWM) scheme. In this case, the modula- 
tion index m, (also known as the amplitude-modulation 
ratio) is defined as 


(14.1) 


and the normalized carrier frequency mp (also known as the 
frequency-modulation ratio) is 


-h 


=F (14.2) 


my 


Figure 14.3(e) clearly shows that the ac output voltage 
Uy = vay is basically a sinusoidal waveform plus harmonics, 
which features: (a) the amplitude of the fandamental compo- 
nent of the ac output voltage Ò, satisfying the following 
expression: 


Dot = Dani = +m, (14.3) 
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FIGURE 14.3 The half-bridge VSI. Ideal waveforms for the SPWM (m, = 0.8, my = 9): (a) carrier and modulating signals; (b) switch S} state; (c) 
Switch S_ state; (d) ac output voltage; (e) ac output voltage spectrum; (f) ac output current; (g) dc current; (h) dc current spectrum; (i) switch S} 


current; (j) diode D, current. 


will be discussed later); (b) for odd values of the normalized 
carrier frequency mp the harmonics in the ac output voltage 
appear at normalized frequencies fọ centered around mps and 
its multiples, specifically, 


h= Im +k PSD By ces (14.4) 
where k= 2,4, 6,... for l= 1,3,5,...; and k= 1,3,5,... 
for l= 2,4, 6,...; (c) the amplitude of the ac output voltage 
harmonics is a function of the modulation index m, and is 
independent of the normalized carrier frequency my for 
my > 9; (d) the harmonics in the dc link current (due to the 
modulation) appear at normalized frequencies f, centered 


around the normalized carrier frequency m, and its multiples, 


specifically, 


p=lm+tk+1  1=1,2,... (14.5) 
where k = 2,4,6,... for /=1,3,5,...; and k=1,3,5,... 
for l= 2,4,6,.... Additional important issues are: (a) for 
small values of m; (mp < 21), the carrier signal vy and the 
modulating signal v, should be synchronized to each other 
(my integer), which is required to hold the previous features; if 
this is not the case, subharmonics will be present in the ac 
output voltage; (b) for large values of my (mp > 21), the 
subharmonics are negligible if an asynchronous PWM 
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FIGURE 14.4 Fundamental ac component of the output voltage in a 
half-bridge VSI SPWM modulated. 


technique is used, however, due to potential very low-order 
subharmonics, its use should be avoided; finally (c) in the 
overmodulation region (m, > 1) some intersections between 
the carrier and the modulating signal are missed, which leads 
to the generation of low-order harmonics but a higher 
fundamental ac output voltage is obtained; unfortunately, 
the linearity between m, and 6,,achieved in the linear region 
Eq. (14.3) does not hold in the overmodulation region, 
moreover, a saturation effect can be observed (Fig. 14.4). 

The PWM technique allows an ac output voltage to be 
generated that tracks a given modulating signal. A special case 
is the SPWM technique (the modulating signal is a sinusoidal) 
that provides in the linear region an ac output voltage that 
varies linearly as a function of the modulation index and the 
harmonics are at well-defined frequencies and amplitudes. 
These features simplify the design of filtering components. 
Unfortunately, the maximum amplitude of the fundamental ac 
voltage is v;/2 in this operating mode. Higher voltages are 
obtained by using the overmodulation region (m, > 1); 
however, low-order harmonics appear in the ac output voltage. 
Very large values of the modulation index (m, > 3.24) lead to 
a totally square ac output voltage that is considered as the 
square-wave modulating technique that is discussed in the 
next section. 
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14.2.1.2 Square-Wave Modulating Technique 
Both switches S, and S_ are on for one-half cycle of the ac 
output period. This is equivalent to the SPWM technique with 
an infinite modulation index m,. Figure 14.5 shows the 
following: (a) the normalized ac output voltage harmonics 
are at frequencies h = 3, 5,7,9,..., and for a given dc link 
voltage; (b) the fundamental ac output voltage features an 
amplitude given by 

40; 


A A 


Voi = Yani = z2’ (14.6) 
and the harmonics feature an amplitude given by 
A 0 
Doh = ri (14.7) 


It can be seen that the ac output voltage cannot be changed 
by the inverter. However, it could be changed by controlling 
the dc link voltage v;. Other modulating techniques that are 
applicable to half-bridge configurations (e.g., selective harmo- 
nic elimination) are reviewed here as they can easily be 
extended to modulate other topologies. 


14.2.1.3 Selective Harmonic Elimination 


The main objective is to obtain a sinusoidal ac output voltage 
waveform where the fundamental component can be adjusted 
arbitrarily within a range and the intrinsic harmonics selec- 
tively eliminated. This is achieved by mathematically generat- 
ing the exact instant of the turn-on and turn-off of the power 
valves. The ac output voltage features odd half- and quarter- 
wave symmetry; therefore, even harmonics are not present 
(v,, = 0, h = 2, 4,6, ...). Moreover, the per-phase voltage 
waveform (v,=U,y in Fig. 14.2), should be chopped N 
times per half-cycle in order to adjust the fandamental and 
eliminate N — 1 harmonics in the ac output voltage waveform. 
For instance, to eliminate the third and fifth harmonics and to 
perform fundamental magnitude control (N = 3), the equa- 
tions to be solved are the following: 


cos(1a,) — cos(1a,) + cos(1a;) = (2 + 20,)/v,)/4 
cos(3a,) — cos(3a,) + cos(3a,) = 1/2 
cos(5a,) — cos(5a,) + cos(5a,) = 1/2 


(14.8) 


where the angles «,, %2, and «3 are defined as shown in Fig. 
14.6a. The angles are found by means of iterative algorithms as 
no analytical solutions can be derived. The angles «,, «,, and 
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FIGURE 14.5 The half-bridge VSI. Ideal waveforms for the square-wave modulating technique: (a) ac output voltage; (b) ac output voltage 


spectrum. 
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FIGURE 14.6 The half-bridge VSI. Ideal waveforms for the SHE technique: (a) ac output voltage for third and fifth harmonic elimination; (b) 
spectrum of (a); (c) ac output voltage for third, fifth, and seventh harmonic elimination; (d) spectrum of (c). 


æ, are plotted for different values of 6,,/v; in Fig. 14.7a. The 
general expressions to eliminate an even N-1 
(N —1=2,4,6,...) number of harmonics are 


N 2+ Tô, /V; 
- DOD cosa) = ai 
k=1 4 
N k 1 
-ï (-1) cos(na) = 5 for n= 3,5,...,2N— 1 
k=1 
(14.9) 
where &i, 0% ,...,%y should satisfy a, <a. < :-- < Ay < 


m/2. Similarly, to eliminate an odd number of harmonics, 
for instance, the third, fifth and seventh, and to perform 
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fundamental magnitude control (N — 1 = 3), the equations 
to be solved are: 


cos(1a,) — cos(1a,) + cos(1a;) — cos(1%4) = (2 — nô, /v;)/4 
cos(3a,) — cos(3a,) + cos(3a3) — cos(3a4) = 1/2 
cos(5a,) — cos(5a,) + cos(5a3) — cos(5a4) = 1/2 
cos(7a,) — cos(7a,) + cos(7a,) — cos(7a,) = 1/2 
(14.10) 


where the angles ), %2, %3, and a, are defined as shown in Fig. 
14.6b. The angles «,, «2, «#3; and a, are plotted for different 
values of 6,,/v; in Fig. 14.7b. The general expressions to 
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FIGURE 14.7 Chopping angles for SHE and fundamental voltage control in half-bridge VSIs: (a) third and fifth harmonic elimination; (b) third, 


fifth, and seventh harmonic elimination. 
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eliminate an odd N— 1 (N — 1 = 3,5,7, 
harmonics are given by 


...) number of 


y 2 — TÒ, /V; 
LSe os 2 — el 
k=l 4 
N k 1 
—Y(-1) cos(na;) = 5 for n= 3,5,...,2N—1 
k=1 
(14.11) 
where 0), %,...,0%, should satisfy a, < %3 < -> < AN < 


m/2. 

To implement the SHE modulating technique, the modu- 
lator should generate the gating pattern according to the 
angles as shown in Fig. 14.7. This task is usually performed 
by digital systems that normally store the angles in look-up 
tables. 


14.2.1.4 DC Link Current 


The split capacitors are considered part of the inverter and 
therefore an instantaneous power balance cannot be consid- 
ered due to the storage energy components (C, and C_). 
However, if a lossless inverter is assumed, the average power 
absorbed in one period by the load must be equal to the 
average power supplied by the dc source. Thus, we can write 


Í. 


where T is the period of the ac output voltage. For an 
inductive load and a relatively high switching frequency, the 
load current i, is nearly sinusoidal and therefore only the 
fundamental component of the ac output voltage provides 
power to the load. On the other hand, if the dc link voltage 
remains constant v;(t) = V;, Eq. (14.12) can be simplified to 


I 


T 


vi(t) - i(t) - dt = | v(t) - i(t) - dt (14.12) 


0 


1 
i(t)- dt = — 
i(t) - dt 7 


1 


T 
| J2V,, sin(wt) - V2I, sin(wt — $) - dt = I; 


0 
(14.13) 


TABLE 14.2 Switch states for a full-bridge single-phase VSI 


State State # 
Sı, and S,_ are on and S,_ and S,, are off 1 
S;_ and S, are on and S|, and S,_ are off 2 
Sı, and S,, are on and S;_ and S)_ are off 3 
s;_ and S,_ are on and S}, and S,, are off 4 
Si- S2- Si+» and S2, are all off 5 
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where V, is the fundamental rms ac output voltage, I, is the 
rms load current, ¢ is an arbitrary inductive load power factor, 
and I; is the dc link current that can be further simplified to 


Le Yo I, cos(ġ) (14.14) 


i 


14.2.2 Full-Bridge VSI 


Figure 14.8 shows the power topology of a full-bridge VSI. 
This inverter is similar to the half-bridge inverter; however, a 
second leg provides the neutral point to the load. As expected, 
both switches S,, and S,_ (or S, and S,_) cannot be on 
simultaneously because a short circuit across the dc link 
voltage source v; would be produced. There are four defined 
(states 1, 2, 3, and 4) and one undefined (state 5) switch states 
as shown in Table 14.2. 

The undefined condition should be avoided so as to be 
always capable of defining the ac output voltage. In order to 
avoid the short circuit across the dc bus and the undefined ac 
output voltage condition, the modulating technique should 
ensure that either the top or the bottom switch of each leg is 
on at any instant. It can be observed that the ac output voltage 
can take values up to the dc link value v;, which is twice that 
obtained with half-bridge VSI topologies. 

Several modulating techniques have been developed that are 
applicable to full-bridge VSIs. Among them are the PWM 
(bipolar and unipolar) techniques. 


FIGURE 14.8 Single-phase full-bridge VSI. 


VaN V N vo Components Conducting 
v;/2 —v;/2 vi Si, and S_ ifi, >0 
D,, and D, ifi, <0 
—v;/2 v;/2 —0; D,_ and D}, ifi > 0 
S,_ and $, ifi, <0 
v;/2 v;/2 0 Si} and Do, ifi, >0 
D,, and $, ifi, <0 
—v;/2 —v,/2 0 D,_ and S,_ ifi, >0 
S,_ and D,_ ifi <0 
—v;/2 v;/2 =v; D,_ and Dy, ifi, >0 
v,/2 —v,/2 vi D,, and D_ ifi, <0 
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14.2.2.1 Bipolar PWM Technique 


States 1 and 2 (Table 14.2) are used to generate the ac output 
voltage in this approach. Thus, the ac output voltage wave- 
form features only two values, which are v; and —v;. To 
generate the states, a carrier-based technique can be used as 
in half-bridge configurations (Fig. 14.3), where only one 
sinusoidal modulating signal has been used. It should be 
noted that the on state in switch S, in the half-bridge 
corresponds to both switches S,, and S,_ being in the on 
state in the full-bridge configuration. Similarly, S_ in the on 
state in the half-bridge corresponds to both switches S;_ and 
S,, being in the on state in the full-bridge configuration. This 
is called bipolar carrier-based SPWM. The ac output voltage 
waveform in a full-bridge VSI is basically a sinusoidal wave- 
form that features a fundamental component of amplitude 04, 
that satisfies the expression 

Bo = Dab = UjM, (14.15) 
in the linear region of the modulating technique (m, < 1), 
which is twice that obtained in the half-bridge VSI. Identical 
conclusions can be drawn for the frequencies and amplitudes 
of the harmonics in the ac output voltage and dc link current, 
and for operations at smaller and larger values of odd m 
(including the overmodulation region (m, > 1)), than in half- 
bridge VSIs, but considering that the maximum ac output 
voltage is the dc link voltage v;. Thus, in the overmodulation 
region the fundamental component of amplitude 0,, satisfies 
the expression 


v; < Do, = Dap < z" (14.16) 


14.2.2.2 Unipolar PWM Technique 


In contrast to the bipolar approach, the unipolar PWM 
technique uses the states 1, 2, 3, and 4 (Table 14.2) to generate 
the ac output voltage. Thus, the ac output voltage waveform 
can instantaneously take one of three values, namely, v;, —v;, 
and 0. To generate the states, a carrier-based technique can be 
used as shown in Fig. 14.9, where two sinusoidal modulating 
signals (v, and —v,) are used. The signal v, is used to generate 
Van» and —v, is used to generate Vy; thus Veyi = —Vgn}- 
On the other hand, v, = Vayı — Vpn) = 2° Vani; thus 
Do) = 2-0 an) = Ma Vi This is called unipolar carrier-based 
SPWM. 

Identical conclusions can be drawn for the amplitude of the 
fundamental component and harmonics in the ac output 
voltage and dc link current, and for operations at smaller 
and larger values of my, (including the overmodulation region 
(m, > 1)), than in full-bridge VSIs modulated by the bipolar 
SPWM. However, because the phase voltages (vay and vpy) are 
identical but 180° out of phase, the output voltage 
(Vvo = Vap = Vay — Yoy) Will not contain even harmonics. 
Thus, if my is taken even, the harmonics in the ac output 
voltage appear at normalized odd frequencies fp centered 
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around twice the normalized carrier frequency mp and its 
multiples. Specifically, 


h=lm k 1=2,4,... (14.17) 
where k = 1, 3,5,... and the harmonics in the dc link current 
appear at normalized frequencies f, centered around twice the 


normalized carrier frequency m; and its multiples. Specifically, 


p = lm; k+1 oe eee (14.18) 
where k= 1,3,5,.... This feature is considered to be an 
advantage because it allows the use of smaller filtering 
components to obtain high-quality voltage and current wave- 
forms while using the same switching frequency as in VSIs 


modulated by the bipolar approach. 


14.2.2.3 Selective Harmonic Elimination 

In contrast to half-bridge VSIs, this approach is applied in a 
per-line fashion for full-bridge VSIs. The ac output voltage 
features odd half- and quarter-wave symmetry; therefore, even 
harmonics are not present (0, = 0, h = 2, 4, 6, ...). More- 
over, the ac output voltage waveform (v, = v,, in Fig. 14.8), 
should feature N pulses per half-cycle in order to adjust the 
fundamental component and eliminate N — 1 harmonics. For 
instance, to eliminate the third, fifth and seventh harmonics 
and to perform fundamental magnitude control (N = 4), the 
equations to be solved are: 


cos(1a,) — cos(1a,) + cos(1a,) — cos(1a4) = nò, /(v;4) 
cos(3a,) — cos(3a,) + cos(3a;) — cos(3a,) = 0 
cos(5«,) — cos(5a,) + cos(5a3) — cos(5a4) = 0 
cos(7«,) — cos(7a,) + cos(7%3) — cos(7%4) = 0 
(14.19) 


where the angles «), %2, #3, and a, are defined as shown in Fig. 
14.10(a). The angles «,, «3, 3, and «, are plotted for different 
values of 6,,/v; in Fig. 14.1la. The general expressions to 
eliminate an arbitrary N — 1 (N — 1 = 3,5,7,...) number of 
harmonics are given by 


N k TD) 
— } (—1)" cos(na,) = -= 
kal 4 vi 


N 
— ¥\(—1)* cos(noz) = 0 for n= 3,5,...,2N—1 
k=1 
(14.20) 


where 0), %,.. 
m/2. 

Figure 14.10c shows a special case where only the funda- 
mental ac output voltage is controlled. This is known as 
output control by voltage cancellation, which derives from 
the fact that its implementation is easily attainable by using 
two phase-shifted square-wave switching signals as shown in 


.,%y should satisfy a, <a). < -> < ay < 
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FIGURE 14.9 The full-bridge VSI. Ideal waveforms for the unipolar SPWM (m, = 0.8, m; = 8): (a) carrier and modulating signals; (b) switch $14 
state; (c) switch S,, state; (d) ac output voltage; (e) ac output voltage spectrum; (f) ac output current; (g) dc current; (h) dc current spectrum; (i) 


switch S;, current; (j) diode D;, current. 


a) 
Vo 
Cc < 0.8), 
ade aig a aca Jo 1 3 5 7 9 111315 17 19 21 23 25 27 29 31 h 


d) 


FIGURE 14.10 The half-bridge VSI. Ideal waveforms for the SHE Peina (a) ac output voltage for third, fifth, and seventh harmonic elimination; 
(b) spectrum of (a); (c) ac output voltage for fundamental control; (d) spectrum of (c). 
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FIGURE 14.11 
harmonic elimination; (b) fundamental control. 


Fig. 14.12. The phase-shift angle becomes 2 - «, (Fig. 14.11b). 
Thus, the amplitude of the fundamental component and 
harmonics in the ac output voltage are given by 


i 4 1 
Von = — v; > cos(ha;), 


h= 1235 sas 
x th 


(14.21) 


It can also be observed in Fig. 14.12c that for «, = 0 square- 
wave operation is achieved. In this case, the fundamental ac 
output voltage is given by 


(14.22) 


where the fundamental load voltage can be controlled by the 
manipulation of the dc link voltage. 
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Chopping angles for SHE and fundamental voltage control in half-bridge VSIs: (a) fundamental control and third, fifth, and seventh 


14.2.2.4 DC Link Current 
Due to the fact that the inverter is assumed lossless and 
constructed without storage energy components, the instanta- 
neous power balance indicates that 
v(t) - i(t) = v(t) + i(t) (14.23) 
For inductive load and relatively high switching frequencies, 
the load current i, is nearly sinusoidal. As a first approxima- 
tion, the ac output voltage can also be considered sinusoidal. 


On the other hand, if the dc link voltage remains constant 
v(t) = V;, Eq. (14.23) can be simplified to 


i(t) = AA sin(œt) - V21, sin(wt — $) (14.24) 
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FIGURE 14.12 The full-bridge VSI. Ideal waveforms for the output control by voltage cancellation: (a) switch S|, state; (b) switch S,, state; (c) ac 


output voltage; (d) ac output voltage spectrum. 


14 Inverters 


where V, is the fundamental rms ac output voltage, I, is the 
rms load current, and @ is an arbitrary inductive load power 
factor. Thus, the dc link current can be further simplified to 


i(t) = Ya I, cos(ġ) — Ya I, cos(2wt — p) (14.25) 


1 


The preceding expression reveals an important issue, that is, 
the presence of a large second-order harmonic in the dc link 
current (its amplitude is similar to the dc link current). This 
second harmonic is injected back into the dc voltage source, 
thus its design should consider it in order to guarantee a 
nearly constant dc link voltage. In practical terms, the dc 
voltage source is required to feature large amounts of capaci- 
tance, which is costly and demands space, both undesirable 
features, especially in medium- to high-power supplies. 


14.3 Three-Phase Voltage Source 
Inverters 


Single-phase VSIs cover low-range power applications and 
three-phase VSIs cover the medium- to high-power applica- 
tions. The main purpose of these topologies is to provide a 
three-phase voltage source, where the amplitude, phase, and 
frequency of the voltages should always be controllable. 
Although most of the applications require sinusoidal voltage 
waveforms (e.g., ASDs, UPSs, FACTS, var compensators), 
arbitrary voltages are also required in some emerging applica- 
tions (e.g., active filters, voltage compensators). 

The standard three-phase VSI topology is shown in Fig. 
14.13 and the eight valid switch states are given in Table 14.3. 
As in single-phase VSIs, the switches of any leg of the inverter 
(S; and S,, S, and Sẹ, or S; and S,) cannot be switched on 
simultaneously because this would result in a short circuit 
across the dc link voltage supply. Similarly, in order to avoid 
undefined states in the VSI, and thus undefined ac output line 
voltages, the switches of any leg of the inverter cannot be 
switched off simultaneously as this will result in voltages that 
will depend upon the respective line current polarity. 

Of the eight valid states, two of them (7 and 8 in Table 14.3) 
produce zero ac line voltages. In this case, the ac line currents 
freewheel through either the upper or lower components. The 


TABLE 14.3 Valild switch states for a three-phase VSI 
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FIGURE 14.13 Three-phase VSI topology. 


remaining states (1 to 6 in Table 14.3) produce nonzero ac 
output voltages. In order to generate a given voltage wave- 
form, the inverter moves from one state to another. Thus the 
resulting ac output line voltages consist of discrete values of 
voltages that are v;, 0, and —v; for the topology shown in Fig. 
14.13. The selection of the states in order to generate the given 
waveform is done by the modulating technique that should 
ensure the use of only the valid states. 


14.3.1 Sinusoidal PWM 


This is an extension of the one introduced for single-phase VSIs. 
In this case and in order to produce 120° out-of-phase load 
voltages, three modulating signals that are 120° out of phase are 
used. Figure 14.14 shows the ideal waveforms of three-phase 
VSI SPWM. In order to use a single carrier signal and preserve 
the features of the PWM technique, the normalized carrier 
frequency m, should be an odd multiple of 3. Thus, all phase 
voltages (U,n» Voy» and vy) are identical but 120° out of phase 
without even harmonics; moreover, harmonics at frequencies a 
multiple of 3 are identical in amplitude and phase in all 
phases. For instance, if the ninth harmonic in phase aN is 


Vano(t) = bo sin(9at) (14.26) 
the ninth harmonic in phase bN will be 
Vpno(t) = by sin(9(wt — 120°)) 
= by sin(9wt — 1080°) 
= by sin(9%wt) (14.27) 


State State # Vab Ube Vea Space Vector 

S,, S2, and Sç are on and S4, S;, and S} are off 1 v 0 —v V, = 140.577 
S2, S3, and S} are on and Ss, Sẹ, and S4 are off 2 0 vi —v; V, =j1.155 

S3, Sy, and S, are on and S,, S}, and S; are ofi 3 =v; vj 0 V, = —1 + j0.577 
S4, S5, and S3 are on and S4, Sy, and S¢ are off 4 —v; 0 vi V4 = —1 — j0.577 
S;, Sg, and S4 are on and S}, S3, and S} are off 5 0 =v; vj V; = —j1.155 

So S1, and S; are on and $3, S4, and S, are off 6 vi —v; 0 Ve = 1 — j0.577 
S,, S3, and S; are on and S4, Sẹ, and S, are off 7 0 0 0 vV,=0 

S4, Se, and S, are on and S4, $3, and Ss are off 8 0 0 0 V; =0 
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FIGURE 14.14 The three-phase VSI. Ideal waveforms for the SPWM (m, = 0.8, m; = 9): (a) carrier and modulating signals; (b) switch S, state; (c) 
switch $3 state; (d) ac output voltage; (e) ac output voltage spectrum; (f) ac output current; (g) dc current; (h) dc current spectrum; (i) switch S4 


current; (j) diode D, current. 


Thus, the ac output line voltage vap = Vay — Vpy will not 
contain the ninth harmonic. Therefore, for odd multiple of 
3 values of the normalized carrier frequency mp, the harmonics 
in the ac output voltage appear at normalized frequencies fy, 
centered around m; and its multiples, specifically, at 


h = Im, +k 


l=1,2,... (14.28) 


where l = 1,3,5,... for k= 2, 4,6,..., and l = 2, 4, ... for 
k=1,5,7,..., such that h is not a multiple of 3. Therefore, 
the harmonics will be at mp 2; mp 7 2m, +1, 
2mf +5,..., Sy 2, 3mş Aes 1, 4m, Dy ounce 


$ 4mp 


For nearly sinusoidal ac load current, the harmonics in the dc 
link current are at frequencies given by 


h=Imp+k+1 


l=1,2,... (14.29) 


where l= 0,2,4,... for k= 1,5,7,..., and 1=1,3,5,... 
for k = 2, 4, 6, ..., such that h = 1- mp k is positive and not 
a multiple of 3. For instance, Fig. 14.14h shows the sixth 
harmonic (h = 6), which is due to h=1-9—2-—-1=6. 
The identical conclusions can be drawn for the operation at 
small and large values of my as for the single-phase config- 
urations. However, because the maximum amplitude of the 
fundamental phase voltage in the linear region (m, < 1) is 
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v;/2, the maximum amplitude of the fundamental ac output 
line voltage is 6,,; = /3v;/2. Therefore, one can write 


A U; 
ban = maV 3 O<m, <1 (14.30) 


To further increase the amplitude of the load voltage, the 
amplitude of the modulating signal 6, can be made higher 
than the amplitude of the carrier signal 6,, which leads to 
overmodulation. The relationship between the amplitude of 
the fundamental ac output line voltage and the dc link voltage 
becomes nonlinear as in single-phase VSIs. Thus, in the 
overmodulation region, the line voltages range in 


Vv; 4 x 5 4 v; 
v35 < Dep = Bier = Deo < aves (14.31) 


14.3.2 Square-Wave Operation of Three-Phase 
VSIs 


Large values of m, in the SPWM technique lead to full 
overmodulation. This is known as square-wave operation as 
illustrated in Fig. 14.15, where the power valves are on for 
180°. In this operation mode, the VSI cannot control the load 
voltage except by means of the dc link voltage v;. This is based 
on the fundamental ac line-voltage expression 


A 4 v; 
Vabi = N3 


: (14.32) 


The ac line output voltage contains the harmonics f, where 
h=6-k+1 (k=1,2,3,...) and they feature amplitudes 
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that are inversely proportional to their harmonic order (Fig. 
14.15d). Their amplitudes are 


14 v; 
Òa, = =V 3 14.33 
abh A ( ) 


14.3.3 Selective Harmonic Elimination in 
Three-Phase VSIs 


As in single-phase VSIs, the SHE technique can be applied to 
three-phase VSIs. In this case, the power valves of each leg of 
the inverter are switched so as to eliminate a given number of 
harmonics and to control the fundamental phase-voltage 
amplitude. Considering that in many applications the required 
line output voltages should be balanced and 120° out of phase, 
the harmonics multiple of three (h = 3,9, 15,...), which 
could be present in the phase voltages (v,y, Voy» and Vey), 
will not be present in the load voltages (vap, Vbo and Vea). 
Therefore, these harmonics are not required to be eliminated, 
thus the chopping angles are used to eliminate only the 
harmonics at frequencies h = 5,7, 11, 13, ... as required. 

The expressions to eliminate a given number of harmonics 
are the same as those used in single-phase inverters. For 
instance, to eliminate the fifth and seventh harmonics and 
perform fundamental magnitude control (N = 3), the equa- 
tions to be solved are 


cos(1a,) — cos(1a,) + cos(1a;) = (2 + 20 ,n,/0;)/4 
cos(5a,) — cos(5a,) + cos(5a3) = 1/2 
cos(7a,) — cos(7a,) + cos(7a3) = 1/2 


(14.34) 


where the angles ,, «,, and «3 are defined as shown in Fig. 
14.16a and plotted in Fig. 14.17. Figure 14.16b shows that the 
third, ninth, fifteenth,... harmonics are all present in the 
phase voltages; however, they are not in the line voltages (Fig. 
14.16d). 
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The three-phase VSI. Square-wave operation: (a) switch S4 state; (b) switch S3 state; (c) ac output voltage; (d) ac output voltage 
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FIGURE 14.16 The three-phase VSI. Ideal waveforms for the SHE technique: (a) phase voltage v,y for fifth and seventh harmonic elimination; 
(b) spectrum of (a); (c) line voltage v,, for fifth and seventh harmonic elimination; (d) spectrum of (c). 


14.3.4 Space-Vector-based Modulating 
Techniques 


At present, the control strategies are implemented in digital 
systems, and therefore digital modulating techniques are also 
available. The SV-based modulating technique is a digital 
technique in which the objective is to generate PWM load 
line voltages that are on average equal to given load line 
voltages. This is done in each sampling period by properly 
selecting the switch states from the valid ones of the VSI (Table 
14.3) and by proper calculation of the period of times they are 
used. The selection and calculation times are based upon the 
space-vector transformation. 


14.3.4.1 Space-Vector Transformation 


Any three-phase set of variables that add up to zero in the 
stationary abc frame can be represented in a complex plane by 
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FIGURE 14.17 Chopping angles for SHE and fundamental voltage 
control in three-phase VSIs: fifth and seventh harmonic elimination. 


a complex vector that contains a real (x) and an imaginary (£) 
component. For instance, the vector of three-phase line- 
modulating signals [vibe = [Vea opel” can be represented 
by the complex vector V, = [v.]ag = Wete] by means of 
the following transformation: 


2 

Veg = 3 Wea z 0.500 t Vec)] (14.35) 
J/3 

veg = z Ca — Ve) (14.36) 


If the line-modulating signals [v,],,. are three balanced 
sinusoidal waveforms that feature an amplitude 6, and an 
angular frequency œ, the resulting modulating signals in the 
af stationary frame V,=[v,],, become a vector of fixed 
module ĉ,, which rotates at frequency œ (Fig. 14.18). Simi- 
larly, the SV transformation is applied to the line voltages of 


modulating 


vector Ve = [Velog sector number 


state 


FIGURE 14.18 The space-vector representation. 
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the eight states of the VSI normalized with respect to v; (Table 
14.3), which generates the eight space vectors (V; 
i=1,2,...,8) in Fig. 14.18. As expected, V, to V are 
nonnull line voltage vectors and V, and V are null line- 
voltage vectors. 

The objective of the SV technique is to approximate the 
line-modulating signal space V, with the eight space vectors 
(V;,i=1,2,...,8) available in VSIs. However, if the modu- 
lating signal V, is laying between the arbitrary vectors V; and 
V} only the nearest two nonzero vectors (V; and V;,,) and 
one zero SV (V, =V, or Vz) should be used. Thus, the 
maximum load line voltage is maximized and the switching 
frequency is minimized. To ensure that the generated voltage 
in one sampling period T, (made up of the voltages provided 
by the vectors V;, V;,,, and V, used during times T;, T;,,, and 
T,) is on average equal to the vector V,, the following 
expression should hold: 

Ve T, =V; T+ Vin Ta +V T, (14.37) 

The solution of the real and imaginary parts of Eq. (14.37) 
for a line-load voltage that features an amplitude restricted to 
0 <6. < 1 gives 


T; = T,- ò, - sin(x/3 — 0) (14.38) 
Tı = T,- ô,- sin(0) (14.39) 
T, iv T, ao T; al Tai (14.40) 


The preceding expressions indicate that the maximum 
fundamental line-voltage amplitude is unity as 0 < 0 < 7/3. 
This is an advantage over the SPWM technique which achieves 
a ./3/2 maximum fundamental line-voltage amplitude in the 
linear operating region. Although, the SVM technique selects 
the vectors to be used and their respective on-times, the 
sequence in which they are used, the selection of the zero 
space vector, and the normalized sampled frequency remain 
undetermined. 

For instance, if the modulating line-voltage vector is in 
sector 1 (Fig. 14.18), the vectors V,, V}, and V, should be 
used within a sampling period by intervals given by Ti D, 
and T,, respectively. The question that remains is whether 
the sequence (i) V,—V,—V,, (ii) V,-—V,-—V,—-V,, 
(iii) V,-V,-V,—V,-V,, (iv) V,-V,-V,-V, 
V,—V,-—V,, or any other sequence should actually be 
used. Finally, the technique does not indicate whether V, 
should be V,, Vg, or a combination of both. 


14.3.4.2 Space-Vector Sequences and Zero 
Space-Vector Selection 

The sequence to be used should ensure load line voltages that 

feature quarter-wave symmetry in order to reduce unwanted 

harmonics in their spectra (even harmonics). Additionally, the 

zero SV selection should be done in order to reduce the 
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switching frequency. Although there is not a systematic 
approach to generate a SV sequence, a graphical representa- 
tion shows that the sequence V;, Vj,;, V; (where V, is 
alternately chosen among V, and Vs) provides high perfor- 
mance in terms of minimizing unwanted harmonics and 
reducing the switching frequency. 


14.3.4.3 The Normalized Sampling Frequency 

The normalized carrier frequency my in three-phase carrier- 
based PWM techniques is chosen to be an odd integer number 
multiple of 3 (my = 3-n,n=1,3,5,...). Thus, it is possible 
to minimize parasitic or nonintrinsic harmonics in the PWM 
waveforms. A similar approach can be used in the SVM 
technique to minimize uncharacteristic harmonics. Hence, it 
is found that the normalized sampling frequency f,,, should be 
an integer multiple of 6. This is due to the fact that in order to 
produce symmetrical line voltages, all the sectors (a total of 6) 
should be used equally in one period. As an example, Fig. 
14.19 shows the relevant waveforms of a VSI SVM for f, = 18 
and 0, = 0.8. Figure 14.19 confirms that the first set of 
relevant harmonics in the load line voltage are at fın, which 
is also the switching frequency. 


14.3.5 DC Link Current in Three-Phase VSIs 


Due to the fact that the inverter is assumed to be lossless and 
constructed without storage energy components, the instanta- 
neous power balance indicates that 


Vi(t) + CE) = Vablt) © a(t) + Voelt) + Ct) + Veq(t) - i(t) 
(14.41) 


where i,(t), i(t), and i(t) are the phase-load currents as 
shown in Fig. 14.20. If the load is balanced and inductive, and 
a relatively high switching frequency is used, the load currents 
become nearly sinusoidal balanced waveforms. On the other 
hand, if the ac output voltages are considered sinusoidal and 
the dc link voltage is assumed constant v,(t) = V;, Eq. (14.41) 
can be simplified to 


V2V,, sin(ot) - V21, sin(wt — p) 


i(t)=—4+/2V,, sin(wt — 120°) - /2I, sin(wt — 120° — p) 
[4/2V,, sin(œt — 240°) - /21, sin(wt — 240° — d) 
(14.42) 


where V, is the fundamental rms ac output line voltage, I, is 
the rms load-phase current, and @ is an arbitrary inductive 
load power factor. Hence, the dc link current expression can be 
further simplified to 


Ka 1, cos() = V3 h cos) 


i i 


i(t) = 3 (14.43) 
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FIGURE 14.19 The three-phase VSI. Ideal waveforms for space-vector modulation (0, = 0.8, f, = 18): (a) modulating signals; (b) switch S, state; 
(c) switch S; state; (d) ac output voltage; (e) ac output voltage spectrum; (f) ac output current; (g) dc current; (h) dc current spectrum; (i) switch S} 


current; (j) diode D, current. 


FIGURE 14.20 Phase-load currents definition in a delta-connected 
load. 


where I, = VI, is the rms load line current. The resulting dc 
link current expression indicates that under harmonic-free 
load voltages, only a clean dc current should be expected in the 
dc bus and, compared to single-phase VSIs, there is no 
presence of second harmonic. However, as the ac load line 
voltages contain harmonics around the normalized sampling 
frequency f,» the dc link current will contain harmonics but 
around f,„ as shown in Fig. 14.19h. 


14.3.6 Load-Phase Voltages in Three-Phase VSIs 


The load is sometimes wye-connected and the phase-load 
voltages Vam» Vp, and v,, may be required (Fig. 14.21). To 
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FIGURE 14.21 
load. 


Phase-load voltages definition in a wye-connected 


obtain them, it should be considered that the line-voltage 
vector is 


Vab Van Von 
Voc = Von — Ven (14.44) 
v 04S 0 


ca cn an 


which can be written as a function of the phase-voltage vector 


Wan Von val as, 
Vab 1 =l 0 Van 
Vpe | = 0 1 -l Ubn (14.45) 
v —1 0 1 v 


Expression (14.45) represents a linear system where the 
unknown quantity is the vector [Van Uj, Ven] ". Unfortunately, 
the system is singular as the rows add üp to zero (line voltages 
add up to zero), therefore, the phase-load voltages cannot be 
obtained by matrix inversion. However, if the phase-load 
voltages add up to zero, Eq. (14.45) can be rewritten as 


ab L -= 0 Van 
vi, | = | 0 —1 || ty (14.46) 
0 1 1 Ven 
Vab Vabi 
— Vi 
hs ot 
90 180 
a) 
Van Vani 
<— 2y,/3 
ot 
180 i 
b) 


FIGURE 14.22 The three-phase VSI. Line- and phase-load voltages: 
(a) line-load voltage v,,; (b) phase-load voltage van- 
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which is not singular and hence 
Vax l = 
Ubn = 0 —1 
v 1 
” (14.47) 
1 1 1 Vab 
=z) -1 1 1|| v 
-1 —2 1 0 
that can be further simplified to 
Van 2 ; 
Vy, |=-| -1 1 | d (14.48) 
=] =2 Voc 


The final expression for the phase-load voltages is only a 
function of v,, and Vp» which is due to fact that the last row in 
Eq. (14.45) is chosen to be only ones. Figure 14.22 shows the 
line and phase-voltages obtained using Eq. (14.48). 


14.4 Current Source Inverters 


The main objective of these static power converters is to 
produce ac output current waveforms from a dc current 
power supply. For sinusoidal ac outputs, its magnitude, 
frequency, and phase should be controllable. Due to the fact 
that the ac line currents i,,, lop and i, (Fig. 14.23) feature high 
di/dt, a capacitive filter should be connected at the ac 
terminals in inductive load applications (such as ASDs). 
Thus, nearly sinusoidal load voltages are generated that 
justifies the use of these topologies in medium-voltage indus- 
trial applications, where high-quality voltage waveforms are 
required. Although single-phase CSIs can in the same way as 
three-phase CSIs topologies be developed under similar prin- 
ciples, only three-phase applications are of practical use and 
are analyzed in the following. 

In order to properly gate the power switches of a three- 
phase CSI, two main constraints must always be met: (a) the 
ac side is mainly capacitive, thus, it must not be short- 
circuited; this implies that, at most one top switch (1, 3, or 
5 (Fig. 14.23)) and one bottom switch (4, 6, or 2 (Fig. 14.23)) 


FIGURE 14.23 Three-phase CSI topology. 
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TABLE 14.4 Valid switch states for a three-phase CSI 


J. Espinoza 


State State # ina isb Io Space Vector 

Sı and S, are on and S3, Sy, Ss, and S¢ are off 1 i; 0 -i; I, = 1+4,0.577 
S, and S$; are on and S4, S5, Sg, and S, are off 2 0 i; =i; L =/1.155 

S3 and S4 are on and S5, S¢, S;, and S, are off 3 —i; i; 0 I, = —1 + j0.577 
S4 and S; are on and S,, S1» S2, and S} are off 4 -i; 0 i; L = —1 —/0.577 
Ss and S, are on and S$}, S2, S3, and S4 are off 5 0 -i; i; I, = —j1.155 

Ss and S, are on and S,, S3, Sy, and S; are off 6 i, =i; 0 I, = 1 — j0.577 
S, and S, are on and S,, $3, S5, and Sẹ are off 7 0 0 0 L=0 

S; and S, are on and S,, S2, Sy, and S; are off 8 0 0 0 I, = 0 

Ss and S, are on and S6, S1, S3, and S4 are off 9 0 0 0 I,=0 


should be closed at any time; and (b) the dc bus is of the 
current-source type and thus it cannot be opened; therefore, 
there must be at least one top switch (1, 3, or 5) and one 
bottom switch (4, 6, or 2) closed at all times. Note that both 
constraints can be summarized by stating that at any time, 
only one top switch and one bottom switch must be closed. 
There are nine valid states in three-phase CSIs. The states 7, 
8, and 9 (Table 14.4) produce zero ac line currents. In this 
case, the dc link current freewheels through either the switches 


Switching pulse generator 


Shorting pulse generator 


Sı and S,, switches S, and Sẹ, or switches S; and S,. The 
remaining states (1 to 6 in Table 14.4) produce nonzero ac 
output line currents. In order to generate a given set of ac line 
current waveforms, the inverter must move from one state to 
another. Thus, the resulting line currents consist of discrete 
values of current, which are i; 0, and —i;. The selection of the 
states in order to generate the given waveforms is done by the 
modulating technique that should ensure the use of only the 
valid states. 


gating 
i signals 
I 
I 


Si 


l Se3 Switching and 
l shorting pulse 
i combinator 


FIGURE 14.24 The three-phase CSI. Gating pattern generator for analog on-line carrier-based PWM. 
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There are several modulating techniques that deal with the 
special requirements of CSIs and can be implemented on line. 
These techniques are classified into three categories — (a) the 
carrier, (b) the selective harmonic elimination, and (c) the 
space-vector-based techniques. Although they are different, 
they generate gating signals that satisfy the special require- 
ments of CSIs. To simplify the analysis, a constant dc link 
current source is considered (i; = I;). 


14.4.1 Carrier-based PWM Techniques in CSIs 


It has been shown that carrier-based PWM techniques that 
were initially developed for three-phase VSIs can be extended 
to three-phase CSIs. The circuit shown in Fig. 14.24 obtains 
the gating pattern for a CSI from the gating pattern developed 
for a VSI. As a result, the line current appears to be identical to 
the line voltage in a VSI for similar carrier and modulating 
signals. 

It is composed of a switching pulse generator, a shorting pulse 
generator, a shorting pulse distributor, and a switching and 
shorting pulse combinator. The circuit basically produces the 
gating signals ([S]; 6 =[S, ...5¢]') according to a carrier i, 
and three modulating signals [7,46 = [ica icp ial”. Therefore, 
any set of modulating signals which when combined result in a 
sinusoidal line-to-line set of signals, will satisfy the require- 
ment for a sinusoidal line current pattern. Examples of such a 
modulating signals are the standard sinusoidal, sinusoidal with 
third harmonic injection, trapezoidal, and deadband wave- 
forms. 

The first component of this stage (Fig. 14.24) is the switch- 
ing pulse generator, where the signals [S,]23 are generated 
according to: 


HIGH = 1. if [i] 
[Salis = 


LOW =0 otherwise 


> Ve 
(14.49) 


The outputs of the switching pulse generator are the signals 
[S] which are basically the gating signals of the CSI 
without the shorting pulses. These are necessary to freewheel 
the dc link current i; when zero ac output currents are 
required. Table 14.5 shows the truth table of [S,], for all 
combinations of their inputs [S,[,.3. It can be clearly seen that 
at most one top switch and one bottom switch is on, which 
satisfies the first constraint of the gating signals as stated 
before. 

In order to satisfy the second constraint, the shorting pulse 
(S4 = 1) is generated (shorting pulse generator (Fig. 14.24)) 
when none of the top switches (Sa = S., = Ses = 0) or none 
of the bottom switches (S.4 = S.¢ = Sa = 0) are gated. Then, 
this pulse is added (using OR gates) to only one leg of the CSI 
(either to the switches 1 and 4, 3 and 6, or 5 and 2) by means 
of the switching and shorting pulse combinator (Fig. 14.24). The 
signals generated by the shorting pulse generator [S,],,3 ensure 
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TABLE 14.5 Truthtable for the switching pulse generator stage 
(Fig. 14.24) 


Top Switches Bottom Switches 


S, al Sua S, a3 S, cl S, c3 Ses S, c4 Ses S, 62 
0 0 0 0 0 0 0 0 0 
0 0 1 0 0 1 0 1 0 
0 1 0 0 1 0 1 0 0 
0 1 1 0 0 1 1 0 0 
1 0 0 1 0 0 0 0 1 
1 0 1 1 0 0 0 1 0 
1 1 0 0 1 0 0 0 1 
1 1 1 0 0 0 0 0 0 


that: (a) only one leg of the CSI is shorted, as only one of the 
signals is high at any time; and (b) there is an even distribution 
of the shorting pulse, as [S,],,3 is HIGH for 120° in each 
period. This ensures that the rms currents are equal in all legs. 

Figure 14.25 shows the relevant waveforms if a triangular 
carrier i, and sinusoidal modulating signals [7,],,. are used in 
combination with the gating pattern generator circuit (Fig. 
14.24); this is SPWM in CSIs. It can be observed that some of 
the waveforms (Fig. 14.25) are identical to those obtained in 
three-phase VSIs, where a SPWM technique is used (Fig. 
14.14). Specifically: (i) the load line voltage (Fig. 14.14d) in 
the VSI is identical to the load line current (Fig. 14.25d) in the 
CSI; and (ii) the dc link current (Fig. 14.14g) in the VSI is 
identical to the dc link voltage (Fig. 14.25g) in the CSI. 

This brings up the duality issue between both topologies 
when similar modulation approaches are used. Therefore, for 
odd multiple of 3 values of the normalized carrier frequency 
mp, the harmonics in the ac output current appear at normal- 
ized frequencies f, centered around m, and its multiples, 
specifically, at 


h=Im,+k $1828 2% (14.50) 
where l= 1,3,5,... for k= 2,4,6,... and l= 2, 4,... for 
k=1,5,7,..., such that h is not a multiple of 3. Therefore, 
the harmonics will be at my 2, my 4,..., 2my +41, 
2m E5,..-5 3my + 2, 3m E4, ...5 4m, E l, 4m E35,.... 
For nearly sinusoidal ac load voltages, the harmonics in the dc 
link voltage are at frequencies given by 


h = lm; k+1 k=l 2s (14.51) 
where l= 0,2, 4,... for k= 1,5,7,..., and 1=1,3,5,... 
for k = 2, 4, 6, ..., such that h = 1- my + k is positive and not 
a multiple of 3. For instance, Fig. 14.25h shows the sixth 
harmonic (h = 6), which is due to h=1-9-—2-—-1=6. 
Identical conclusions can be drawn for the operation at 
small and large values of my in the same way as for three- 
phase VSI configurations. Thus, the maximum amplitude of 
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FIGURE 14.25 The three-phase CSI. Ideal waveforms for the SPWM (m, = 0.8, my = 9): (a) carrier and modulating signals; (b) switch S, state; (c) 
switch $3 state; (d) ac output current; (e) ac output current spectrum; (f) ac output voltage; (g) dc voltage; (h) dc voltage spectrum; (i) switch S4 


current; (j) Switch S| voltage. 


the fundamental ac output line current is i, = /3i;/2 and 
therefore one can write 


a v3. 
loai = Ma li, 


5 (14.52) 


0<m <1 


To further increase the amplitude of the load current, the 
overmodulation approach can be used. In this region, the 
fundamental line currents range in 


J3 z i E 4/3 


li < loal = lobi = Fock < Z 


7 za (14.53) 


To further test the gating signal generator circuit (Fig. 
14.24), a sinusoidal set with third and ninth harmonic injec- 
tion modulating signals are used. Figure 14.26 shows the 
relevant waveforms. 


14.4.2 Square-Wave Operation of Three-Phase 
CSIs 


As in VSIs, large values of m, in the SPWM technique lead to 
full overmodulation. This is known as square-wave operation. 
Figure 14.27 depicts this operating mode in a three-phase CSI, 
where the power valves are on for 120°. As presumed, the CSI 
cannot control the load current except by means of the dc link 
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FIGURE 14.26 Gating pattern generator. Waveforms for third and ninth harmonic injection PWM (m, = 0.8, my = 15): signals as described in 


Figure 14.24. 


current 7;. This is due to the fact that the fundamental ac line 
current expression is 


^ O43. 


loal = =a h 
oa T 2 1 


(14.54) 

The ac line current contains the harmonics f,, where 
h=6-k+1 (k=1,2,3,...), and they feature amplitudes 
that are inversely proportional to their harmonic order (Fig. 
14.27d). Thus, 


a 143. 


toah = PEEN (14.55) 


The duality issue among both the three-phase VSI and CSI 
should be noted especially in terms of the line-load wave- 
forms. The line-load voltage produced by a VSI is identical to 
the load line current produced by the CSI when both are 
modulated using identical techniques. The next section will 
show that this also holds for SHE-based techniques. 


14.4.3 Selective Harmonic Elimination in 
Three-Phase CSIs 


The SHE-based modulating techniques in VSIs define the 
gating signals such that a given number of harmonics are 
eliminated and the fundamental phase-voltage amplitude is 
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FIGURE 14.27 The three-phase CSI. Square-wave operation: (a) switch S} state; (b) switch S} state; (c) ac output current; (d) ac output current 
spectrum. 


controlled. If the required line output voltages are balanced The circuit shown in Fig. 14.28 uses the gating signals [S;]123 
and 120° out of phase, the chopping angles are used to developed for a VSI and a set of synchronizing signals [7,],,, to 
eliminate only the harmonics at frequencies h=5,7, obtain the gating signals [S]; « for a CSI. The synchronizing 


11, 13,... as required. signals [i.],,. are sinusoidal balanced waveforms that are 
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FIGURE 14.28 The three-phase CSI. Gating pattern generator for SHE PWM techniques. 
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FIGURE 14.29 Chopping angles for SHE and fundamental current 
control in three-phase CSIs: fifth and seventh harmonic elimination. 


synchronized with the signals [S,],3 in order to symmetrically 
distribute the shorting pulse and thus generate symmetrical 
gating patterns. The circuit ensures line current waveforms as 
the line voltages in a VSI. Therefore, any arbitrary number of 
harmonics can be eliminated and the fundamental line current 
can be controlled in CSIs. Moreover, the same chopping angles 
obtained for VSIs can be used in CSIs. 

For instance, to eliminate the fifth and seventh harmonics, 
the chopping angles are shown in Fig. 14.29, which are 
identical to that obtained for a VSI using Eq. (14.9). Figure 
14.30 shows that the line current does not contain the fifth and 
the seventh harmonics as expected. Hence, any number of 
harmonics can be eliminated in three-phase CSIs by means of 
the circuit (Fig. 14.28) without the hassle of how to satisfy the 
gating signal constrains. 
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14.4.4 Space-Vector-based Modulating 
Techniques in CSIs 


The objective of the space vector (SV)-based modulating 
technique is to generate PWM load line currents that are on 
average equal to given load line currents. This is done digitally 
in each sampling period by properly selecting the switch states 
from the valid ones of the CSI (Table 14.4) and the proper 
calculation of the period of times they are used. As in VSIs, the 
selection and time calculations are based upon the space- 
vector transformation. 


14.4.4.1 Space-Vector Transformation in CSIs 


Similarly to VSIs, the vector of three-phase line-modulating 
signals [i-[jc= Lica icp in|’ can be represented by the complex 
vector I. = [iclag = [eg igl" by means of Eqs. (14.35) and 
(14.36). For three-phase balanced sinusoidal modulating 
waveforms, which feature an amplitude i, and an angular 
frequency o, the resulting modulating signals complex vector 
I, = [1,],,z becomes a vector of fixed module i, which rotates 
at frequency œ (Fig. 14.31). Similarly, the SV transformation is 
applied to the line currents of the nine states of the CSI 
normalized with respect to i which generates nine space 
vectors (I, i= 1,2,..., 9 in Fig. 14.31). As expected, I, to 
I, are nonnull line current vectors and IL, Ig, and I, are null 
line current vectors. 

The SV technique approximates the line-modulating signal 
space vector I, by using the nine space vectors (I;,i = 1, 2,...,9) 
available in CSIs. If the modulating signal vector I, is between 
the arbitrary vectors I; and I;,,, then I; and I}; combined 
with one zero SV (I, =I, or I, or I,) should be used to 
generate I.. To ensure that the generated current in one 
sampling period T, (made up of the currents provided by 
the vectors I;, I;,,, and I, used during times T;, T;,,, and T,) 
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FIGURE 14.30 The three-phase CSI — ideal waveforms for the SHE technique: (a) VSI gating pattern for fifth and seventh harmonic elimination; (b) 
CSI gating pattern for fifth and seventh harmonic elimination; (c) line current i,, for fifth and seventh harmonic elimination; (d) spectrum of (c). 
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FIGURE 14.31 


The space-vector representation in CSIs. 


is on average equal to the vector I,, the following expressions 
should hold: 


T; = T,- i, - sin(x/3 — 0) (14.56) 
Tai = T,-i,- sin(0) (14.57) 
T, = T, = T; = Tı (14.58) 


where 0 < i, < 1. Although, the SVM technique selects the 
vectors to be used and their respective on-times, the sequence 
in which they are used, the selection of the zero space vector, 
and the normalized sampled frequency remain undetermined. 


14.4.4.2 Space-Vector Sequences and Zero 
Space-Vector Selection 

Although there is no systematic approach to generate a SV 
sequence, a graphical representation shows that the sequence 
I Lı I, (where the chosen I, depends upon the sector) 
provides high performance in terms of minimizing unwanted 
harmonics and reducing the switching frequency. To obtain 
the zero SV that minimizes the switching frequency, it is 
assumed that I, lays in Sector @. Then Fig. 14.32 shows all 
the possible transitions that could be found in Sector 2. It can 
be seen that the zero vector I, should be chosen to minimize 
the switching frequency. Table 14.6 gives a summary of the 
zero space vector to be used in each sector in order to 
minimize the switching frequency. However, it should be 
noted that Table 14.6 is valid only for the sequence I; I}; 
I}. Another sequence will require reformulating the zero space- 
vector selection algorithm. 


14.4.4.3 The Normalized Sampling Frequency 


As in VSIs modulated by a space-vector approach, the normal- 
ized sampling frequency f,„ should be an integer multiple of 6 
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FIGURE 14.32 Possible state transitions in Sector @ involving a 
zero SV. (a) Transition: I, e L =I, or L & I, } l; (b) transition: 
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to minimize uncharacteristic harmonics. As an example, Fig. 
14.33 shows the relevant waveforms of a CSI SVM for fin = 18 
and i, = 0.8. Figure 14.33 also shows that the first set of 
relevant harmonics in the load line current are at fop 


14.4.5 DC Link Voltage in Three-Phase CSIs 


An instantaneous power balance indicates that 


v,(t) n i(t) = Van(t) ü ioa(t) + Ubn(t) i iop(t) + Ven(t) : locht) 
(14.59) 


where van(t), U,,(t), and v,,(t) are the phase filter voltages as 
shown in Fig. 14.34. If the filter is large enough and a relatively 


TABLE 14.6 Zero SV for minimum 


switching frequency in CSI and 
sequence J/;, [;,1, L, 

Sector I; Ly I, 
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FIGURE 14.33 The three-phase CSI. Ideal waveforms for space-vector Modulation Ĝ, = 0.8, f,, = 18): (a) modulating signals; (b) switch S, state; (c) 
switch $3 state; (d) ac output current; (e) ac output current spectrum; (f) ac output voltage; (g) dc voltage; (h) dc voltage spectrum; (i) switch S, 
current; (j) Switch S} voltage. 


high switching frequency is used, the phase voltages become the ac output currents are considered sinusoidal and the dc 
nearly sinusoidal balanced waveforms. On the other hand, if link current is assumed constant i,(t) = I; Eq. (14.59) can be 
simplified to 


loa lla 


v(t) = 
V2V,,, sin(at) - V21 sin(ot — $) 
+/2V,,, sin(ot — 120°) - V21, sin(wt — 120° — ¢) 
+/2V,,, sin(ot — 240°) - V21 sin(wt — 240° — ¢) 
(14.60) 


oo 


FIGURE 14.34 Phase voltage definition in a wye-connected filter. 
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where V,,, is the rms ac output phase voltage, I,, is the rms 
fundamental line current, and @ is an arbitrary filter-load 
angle. Hence, the dc link voltage expression can be further 
simplified to the following: 


v(t) = 3% V, cos) = V3" V, cost) 


1 


(14.61) 


where V, = V/3V,,, is the rms load line voltage. The resulting 
dc link voltage expression indicates that the first line-current 
harmonic I, generates a clean dc current. However, as the 
load line currents contain harmonics around the normalized 
sampling frequency fẹ the dc link current will contain 
harmonics but around f,, as shown in Fig. 14.33h. Similarly, 
in carrier-based PWM techniques, the dc link current will 
contain harmonics around the carrier frequency my (Fig. 
14.25). 

In practical implementations, a CSI requires a dc current 
source that should behave as a constant (as required by PWM 
CSIs) or variable (as square-wave CSIs) current source. Such 
current sources should be implemented as separate units and 
they are described earlier in this book. 


14.5 Closed-Loop Operation of Inverters 


Inverters generate variable ac waveforms from a dc power 
supply to feed, for instance, ASDs. As the load conditions 
usually change, the ac waveforms should be adjusted to these 
new conditions. Also, as the dc power supplies are not ideal 
and the dc quantities are not fixed, the inverter should 
compensate for such variations. Such adjustments can be 
done automatically by means of a closed-loop approach. 
Inverters also provide an alternative to changing the load 
operating conditions (i.e., speed in an ASD). 

There are two alternatives for closed-loop operation — the 
feedback and the feedforward approaches. It is known that the 
feedback approach can compensate for both perturbations (dc 
power variations) and load variations (load torque changes). 
However, the feedforward strategy is more effective in mitigat- 
ing perturbations as it prevents its negative effects at the load 
side. These cause-effect issues are analyzed in three-phase 
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inverters in the following, although similar results are obtained 
for single-phase VSIs. 


14.5.1 Feedforward Techniques in Voltage 
Source Inverters 


The dc link bus voltage in VSIs is usually considered a constant 
voltage source v;. Unfortunately, and due to the fact that most 
practical applications generate the dc bus voltage by means of 
a diode rectifier (Fig. 14.35), the dc bus voltage contains low- 
order harmonics such as the sixth, twelfth,. . . (due to six-pulse 
diode rectifiers), and the second if the ac voltage supply 
features an unbalance, which is usually the case. Additionally, 
if the three-phase load is unbalanced, as in UPS applications, 
the dc input current in the inverter i; also contains the second 
harmonic, which in turn contributes to the generation of a 
second voltage harmonic in the dc bus. 

The basic principle of feedforward approaches is to sense 
the perturbation and then modify the input in order to 
compensate for its effect. In this case, the dc link voltage 
should be sensed and the modulating technique should 
accordingly be modified. The fundamental ab line voltage in 
a VSI SPWM can be written as 


UA > Veal» Vebi 


Veqi (t) att V3 


vanl) = | v(i), 


VA dp 
(14.62) 


where 0, is the carrier signal peak, Ò. and 0, are the 
modulating signal peaks, and v,,(t) and v(t) are the modu- 
lating signals. If the dc bus voltage v; varies around a nominal 
V; value, then the fundamental line voltage varies proportion- 
ally; however, if the carrier signal peak &, is redefined as 


(14.63) 


a _» v) 
VA = VAm V. 


i 


where ÒAm is the carrier signal peak (Fig. 14.36), then the 
resulting fundamental ab line voltage in a VSI SPWM is 


san (t) = [eO aO) iy (14.64) 


loa 


FIGURE 14.35 Three-phase topology with a diode-based front-end rectifier. 
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FIGURE 14.36 The three-phase VSI. Feedforward control technique to 
reject dc bus voltage variations. 


where clearly the result does not depend upon the variations 
of the dc bus voltage. 

Fig. 14.37 shows the waveforms generated by the SPWM 
under a severe dc bus voltage variation (a second harmonic 
has been added manually to a constant V;). As a consequence, 
the ac line voltage generated by the VSI is distorted as it 
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FIGURE 14.37 The three-phase VSI. Ideal waveforms for regular 


SPWM (m, = 0.8, my = 9): (a) dc bus voltage; (b) carrier and modulat- 
ing signals; (c) ac output voltage; (d) ac output voltage spectrum. 
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contains low-order harmonics (Fig. 14.37e). These operating 
conditions may not be acceptable in standard applications 
such as ASDs because the load will draw distorted three-phase 
currents as well. The feedforward loop performance is illu- 
strated in Fig. 14.38. As expected, the carrier signal is modified 
so as to compensate for the dc bus voltage variation (Fig. 
14.38b). This is probed by the spectrum of the ac line voltage 
that does not contain low-order harmonics (Fig. 14.38e). It 
should be noted that 5, > 0,41, 0.413 therefore, the compensa- 
tion capabilities are limited by the required ac line voltage. 

The performance of the feedforward approach depends 
upon the frequency of the harmonics present in the dc bus 
voltage and the carrier signal frequency. Fortunately, the 
relevant unwanted harmonics to be found in the dc bus 
voltage are the second due to unbalanced supply voltages, 
and/or the sixth as the dc bus voltage is generated by means of 
a six-pulse diode rectifier. Therefore, a carrier signal featuring 
a 15-pu frequency is found to be sufficient to properly 
compensate for dc bus voltage variations. 


—0.8-0.866-7; 
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FIGURE 14.38 The three-phase VSI. Ideal waveforms for SPWM 
including a feedforward loop (m, = 0.8, m; = 9): (a) carrier and modu- 
lating signals; (b) Modified carrier and modulating signals; (c) ac output 
voltage; (d) ac output voltage spectrum. 
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Unbalanced loads generate a dc input current i; that 
contains a second harmonic, which contributes to the dc 
bus voltage variation. The previous feedforward approach 
can compensate for such perturbation and maintain balanced 
ac load voltages. 

Digital techniques can also be modified in order to compen- 
sate for dc bus voltage variations by means of a feedforward 
approach. For instance, the SVM techniques indicate that the 
on-times of the vectors V;, Vj;,,, and V, are 


T; = T,- 0, - sin(z/3 — 0) (14.65) 
T; = T, ô,- sin(@) (14.66) 
T, =T,- T;— Tyi (14.67) 


respectively, where 6, is the amplitude of the desired ac line 
voltage, as shown in Fig. 14.18. By redefining this quantity to 


(14.68) 


where V; is the nominal dc bus voltage and v;(t) is the actual 
dc bus voltage. Thus, the on-times become 


ao Vi 
T; =T,- Ò : 


; s'on A - sin(z/3 — 0) (14.69) 
a VE 

Tizi = T, a Pen (t) 4 sin(0) (14.70) 

T, = ie = T; = Tizi (14.71) 


where Òm is the desired maximum ac line voltage. The 
previous expressions account for dc bus voltage variations 
and behave as a feedforward loop as it needs to sense the 
perturbation in order to be implemented. The previous 
expressions are valid for the linear region, thus 0, is restricted 
to 0 < î, < 1, which indicates that the compensation is indeed 
limited. 


14.5.2 Feedforward Techniques in Current 
Source Inverters 


The duality principle between the voltage and current source 
inverters indicates that, as described previously, the feedfor- 
ward approach can be used for CSIs as well as for VSIs. 
Therefore, low-order harmonics present in the dc bus current 
can be compensated for before they appear at the load side. 
This can be done for both analog-based (e.g., carrier-based) 
and digital-based (e.g., space-vector) modulating techniques. 
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14.5.3 Feedback Techniques in Voltage Source 
Inverters 


Unlike the feedforward approach, the feedback techniques 
correct the input to the system (gating signals) depending 
upon the deviation of the output to the system (e.g., ac load 
line currents in VSIs). Another important difference is that 
feedback techniques need to sense the controlled variables. In 
general, the controlled variables (output to the system) are 
chosen according to the control objectives. For instance, in 
ASDs, it is usually necessary to keep the motor line currents 
equal to a given set of sinusoidal references. Therefore, the 
controlled variables become the ac line currents. There are 
several alternatives to implement feedback techniques in VSIs, 
and three of them are discussed in the following. 


14.5.3.1 Hysteresis Current Control 


The main purpose here is to force the ac line current to follow a 
given reference. The status of the power valves S, and S, are 
changed whenever the actual i,, current goes beyond a given 
reference toa, ref + Ai/2. Figure 14.39 shows the hysteresis current 
controller for phase a. Identical controllers are used in phase b 
and c. The implementation of this controller is simple as it 
requires an op-amp operating in the hysteresis mode, thus the 
controller and modulator are combined in one unit. 

Unfortunately, there are several drawbacks associated with 
the technique itself. First, the switching frequency cannot be 
predicted as in carrier-based modulators and therefore the 
harmonic content of the ac line voltages and currents becomes 
random (Fig. 14.40d). This could be a disadvantage when 
designing the filtering components. Second, as three-phase 
loads do not have the neutral connected as in ASDs, the load 
currents add up to zero. This means that only two ac line 
currents can be controlled independently at any given instant. 
Therefore, one of the hysteresis controllers is redundant at a 
given time. This explains why the load current goes beyond the 
limits and introduces limit cycles (Fig. 14.40a). Finally, 
although the ac load currents add up to zero, the controllers 
cannot ensure that all load line currents feature a zero dc 
component in one load cycle. 


14.5.3.2 Linear Control of VSIs 

Proportional and proportional-integrative controllers can also 
be used in VSIs. The main purpose is to generate the 
modulating signals Vea Ve» and Vae in a closed-loop fashion 


loa phase a 


FIGURE 14.39 The three-phase VSI. Hysteresis current control 
(phase a). 
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FIGURE 14.40 The three-phase VSI. Ideal waveforms for Hysteresis current control: (a) actual ac load current and reference; (b) Switch S} state; (c) ac 


output voltage; (d) ac output voltage spectrum. 


as depicted in Fig. 14.41. The modulating signals can be used 
by a carrier-based technique such as the SPWM (as depicted in 
Fig. 14.41) or by space-vector modulation. Because the load 
line currents add up to zero, the load line current references 
must add up to zero. Thus, the abc/af/ transformation can be 
used to reduce to two controllers the overall implementation 
scheme as the y component is always zero. This avoids limit 
cycles in the ac load currents. 

The transformation of a set of variables in the stationary abc 
frame [x],,. into a set of variables in the stationary af frame 
[x]. is given by 


1 —1/2 


39 —1/2 
Plas = sl J3/2 


3/3 Jitas 


(14.72) 


The selection of the controller (P, PI,...) is done according 
to control procedures such as steady-state error, settling time, 
overshoot, and so forth. Figure 14.42 shows the relevant 
waveforms of a VSI SPWM controlled by means of a PI 
controller as shown in Fig. 14.41. 

Although it is difficult to prove that no limit cycles are 
generated, the ac line current appears very much sinusoidal. 
Moreover, the ac line voltage generated by the VSI preserves 
the characteristics of such waveforms generated by SPWM 


modulators. This is confirmed by the harmonic spectrum 
shown in Fig. 14.42d, where the first set of characteristic 
harmonics are around the normalized carrier frequency 

However, an error between the actual i,, and the ac line 
current reference ia ,¢ can be observed (Fig. 14.42a). This 
error is inherent to linear controllers and cannot be totally 
eliminated, but it can be minimized by increasing the gain of 
the controller. However, the noise in the circuit is also 
increased, which could deteriorate the overall performance 
of the control scheme. The inherent presence of the error in 
this type of controllers is due to the fact that the controller 
needs a sinusoidal error to generate sinusoidal modulating 
signals V. Vep» and v,., as required by the modulator. There- 
fore, an error must exist between the actual and the ac line 
current references. 

Nevertheless, as current-controlled VSIs are actually the 
inner loops in many control strategies, their inherent errors 
are compensated by the outer loop. This is the case of ASDs, 
where the outer speed loop compensates the inner current 
loops. In general, if the outer loop is implemented with dc 
quantities (such as speed), it can compensate the ac inner loops 
(such as ac line currents). If it is mandatory that a zero steady- 
state error be achieved with the ac quantities, then an station- 
ary or rotating transformation is a valid alternative to use. 


FIGURE 14.41 


The three-phase VSI. Feedback control based on linear controllers. 
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14.5.3.3 Linear Control of VSIs in Rotating 
Coordinates 


The direct-quadrature-zero (dq0) transformation allows ac 
three-phase circuits to be operated as if they were dc circuits. 
This is based upon a mathematical operation that is the 
transformation of a set of variables in the stationary abc 
frame [x], into a set of variables in the rotating dq0 frame 
[x]aqo; The transformation is given by 

sin(wt) sin(wt — 27/3) 
cos(wt — 27/3) 


1//2 


sin(wt — 47/3) 
cos(wt — 47/3) | [x] 


1/2 


cos(at) 


1//2 


[X]aqo = 3 abc 


(14.73) 


where œ is the angular frequency of the ac quantities. For 
instance, the current vector given by 


is Isin(wt — p) 
llac = | i | = | Isin(wt — 27/3 — @) (14.74) 
i. Isin(wt — 47/3 — o) 
becomes the vector 
ig Icos(~) 
llago = | ig | = | —Jsin(~) (14.75) 
ip 0 


where I and ọ are the amplitude and phase of the line 
currents, respectively. It can be observed that: (a) the zero 
component ip is always zero as the three-phase quantities add 
up to zero; and (b) the d and q components ig, 7, are dc 
quantities. Thus, linear controllers should help to achieve zero 
steady-state error. The control strategy shown in Fig. 14.43 is 


an alternative where the zero-component controller has been 
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FIGURE 14.42 The three-phase VSI. Ideal waveforms for a PI controller in a feedback loop (m, = 0.8, my = 15): (a) actual ac load current and 
reference; (b) Carrier and modulating signals; (c) ac output voltage; (d) ac output voltage spectrum. 
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FIGURE 14.43 The three-phase VSI. Feedback control based on dq0 
transformation. 


eliminated due to fact that the line currents at the load side 
add up to zero. 

The controllers in Fig. 14.43 include an integrator that 
generates the appropriate dc outputs mą and mą even if the 
actual and the line current references are identical. This 
ensures that zero steady-state error is achieved. The decou- 
pling block in Fig. 14.43 is used to eliminate the cross- 
coupling effect generated by the dq0 transformation and to 
allow an easier design of the parameters of the controllers. 

The dq0 transformation requires the intensive use of multi- 
plications and trigonometric functions. These operations can 
readily be done by means of digital microprocessors. Also, 
analog implementations would indeed be involved. 


14.5.4 Feedback Techniques in Current Source 
Inverters 


Duality indicates that CSIs should be controlled as equally as 
VSIs except that voltages become currents and currents 
become voltages. Thus, hystersis, linear and dq linear-based 
control strategies are also applicable to CSIs; however, the 
controlled variables are the load voltages instead of the load 
line currents. 

For instance, the linear control of a CSI based on a dq 
transformation is depicted in Fig. 14.44. In this case, a passive 
balanced load is considered. In order to show that zero steady- 
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FIGURE 14.44 The three-phase CSI. Feedback control based on dq0 transformation. 


state error is achieved, the per phase equations of the converter 
are written as 


d 
C zj; Pplavc = Lisdabe = Lilabe (14.76) 
d. . 
Lz liebe = [Yplabe = Rlijlape (14.77) 


the ac line currents are in fact imposed by the modulator and 
they satisfy 


Liglabe = (14.78) 


ilt-labe 


Replacing Eq. (14.78) into the model of the converter 
equations (14.76) and (14.77), using the dq0 transformation 
and assuming null zero component, the model of the conver- 
ter becomes 


d 


Tove ie 
a Prlaa = —Wlplaq + cla -= glia (14.79) 
d.. . 1 R.. 
gila = —Wltlag + T Pplaa = T llaa (14.80) 
where W is given by 
0 —o 
W= E : | (14.81) 


A first approximation is to assume that the decoupling 
block is not there; in other words, [7,]gq = [M]aq; On the other 
hand, the model of the controllers can be written as 


[lay = KL prplay — loyha) HF| Cepverlag = play) 
(14.82) 


where k and T are the proportional and integrative gains of 
the PI controller that are chosen to achieve a desired dynamic 
response. Combining the model of the controllers and the 
model of the converter in dq coordinates and using the 
Laplace transform, the following relationship between the 
reference and actual load-phase voltages is found: 


[v,] as ee Pewee Pwr 
Ypldq =o S. T Ss. L Ss. I 


; -1 
5 i s 
x [s I+ (w+ iu) + ar] + | [vp ref lag 


(14.83) 


In order to finally prove that zero steady-state error is 
achieved for step inputs in either the d or q component of 
the load-phase voltage reference, the previous expression is 
evaluated in s = 0. This results in the following: 


i; (1 R R j i 
l= ClTY TALLY tT cee) Pros 


= [vp reflaq (14.84) 
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As expected, the actual and reference values are identical. 
Finally, the relationship Eq. (14.83) is a matrix that is not 
diagonal. This means that both actual and reference load- 
phase voltages are coupled. In order to obtain a decoupled 
control, the decoupling block in Fig. 14.44 should be properly 
chosen. 


14.6 Regeneration in Inverters 


Industrial applications are usually characterized by a power 
flow that goes from the ac distribution system to the load. This 
is, for example, the case of an ASD operating in the motoring 
mode. In this instance, the active power flows from the dc side 
to the ac side of the inverter. However, there are an important 
number of applications in which the load may supply power to 
the system. Moreover, this could be an occasional condition as 
well a normal operating condition. This is known as the 
regenerative operating mode. For example, when an ASD 
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reduces the speed of an electrical machine this can be consid- 
ered a transient condition. Downhill belt conveyors in mining 
applications can be considered a normal operating condition. 
In order to simplify the notation, it could be said that an 
inverter operates in the motoring mode when the power flows 
from the dc to the ac side, and in the regenerative mode when 
the power flows from the ac to the dc side. 


14.6.1 Motoring Operating Mode in Three-Phase 
VSIs 


This is the case where the power flows from the dc side to the 
ac side of the inverter. Figure 14.45 shows a simplified scheme 
of an ASD where the motor has been modeled by three RLe 
branches, where the sources [e],,,. are the back-emf. Because 
the ac line voltages applied by the inverter are imposed by the 
pulsewidth-modulation technique being used, they can be 
adjusted according to specific requirements. In particular, 
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FIGURE 14.45 Three-phase VSI topology with a diode-based front-end rectifier. 
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FIGURE 14.46 The ASD based on a VSI. Motoring mode: (a) dc bus voltage; (b) dc bus current; (c) ac line-load voltage; (d) ac phase-load voltage; 


(e) motor line current and back-emf; (f) shaft power. 
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Fig. 14.46 shows the relevant waveforms in steady state for the 
motoring operating mode of the ASD. To simplify the analysis, 
a constant dc bus voltage v; = V; has been considered. 

It can be observed that: (i) the dc bus current i; features a dc 
value I; that is positive; and (ii) the motor line current is in 
phase with the back-emf. Both features confirm that the active 
power flows from the dc source to the motor. This also is 
confirmed by the shaft power plot (Fig. 14.46f), which is 
obtained as: 


Pit) = eat) + ein) + eMic(t) (14.85) 


14.6.2 Regenerative Operating Mode in 
Three-Phase VSISs 


The back-emf sources [e],,,. are functions of the machine speed 
and as such they ideally change just as the speed changes. The 
regeneration operating mode can be achieved by properly 
modifying the ac line voltages applied to the machine. This 
is done by the speed outer loop that could be based on a scalar 
(e.g, V/f) or vectorial (e.g., field-oriented) control strategy. 
As indicated earlier, there are two cases of regenerative 
operating modes. 


14.6.2.1 Occasional Regenerative Operating Mode 


This mode is required during transient conditions such as in 
occasional braking of electrical machines (ASDs). Specifically, 
the speed needs to be reduced and the kinetic energy is taken 
into the dc bus. Because the motor line voltage is imposed by 
the VSI, the speed reduction should be done in such a way that 
the motor line currents do not exceed the maximum values. 
This boundary condition will limit the ramp-down speed to a 
minimum, but shorter braking times will require a mechanical 
braking system. 

Figure 14.47 shows a transition from the motoring to 
regenerative operating mode for an ASD as shown in Fig. 
14.45. Here, a stiff dc bus voltage has been used. Zone I in Fig. 
14.47 is the motoring mode, Zone II is a transition condition, 
and Zone III is the regeneration mode. The line voltage is 
adjusted dynamically to obtain nominal motor line currents 
during regeneration (Fig. 14.47d). Zone III clearly shows that 
the shaft power gets reversed. 

Occasional regeneration means that the drive rarely goes 
into this operating mode. Therefore, such energy can be: (a) 
left uncontrolled; or (b) burned in resistors that are paralleled 
to the dc bus. The first option is used in low- to medium- 
power applications that use diode-based front-end rectifiers. 
Therefore, the dc bus current flows into the dc bus capacitor 
and the dc bus voltage rises accordingly to 


(14.86) 


where Av; is the dc bus voltage variation, C is the dc bus 
voltage capacitor, I; is the average dc bus current during 
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regeneration, and Af is the duration of the regeneration 
operating mode. Usually, the drives have the capacitor C 
designed to allow a 10% overvoltage in the dc bus. 

The second option uses burning resistors Rp that are 
paralleled in the dc bus as shown in Fig. 14.48 by means of 
the switch Sp. A closed-loop strategy based on the actual dc 
bus voltage modifies the duty cycle of the turn-on/turn-off of 
the switch Sp in order to keep such voltage under to a given 
reference. This alternative is used when the energy recovered 
by the VSI would result in an acceptable dc bus voltage 
variation if an uncontrolled alternative is used. 

There are some special cases where the regeneration operat- 
ing mode is frequently used. For instance, electrical shovels in 
mining companies have repetitive working cycles and ~15% 
of the energy is sent back into the dc bus. In this case, a valid 
alternative is to send back the energy into the ac distribution 
system. 

The schematic shown in Fig. 14.49 is capable of taking the 
kinetic energy and sending it into the ac grid. As reviewed 
earlier, the regeneration operating mode reverses the polarity 
of the dc current i; and because the diode-based front-end 
converter cannot take negative currents, a thyristor-based 
front-end converter is added. Similarly to the burning-resistor 
approach, a closed-loop strategy based on the actual dc bus 
voltage v; modifies the commutation angle « of the thyristor 
rectifier in order to keep such voltage under a given reference. 


14.6.2.2 Regenerative Operating Mode as Normal 
Operating Mode 


Fewer industrial applications are capable of returning energy 
into the ac distribution system on a continuous basis. For 
instance, mining companies usually transport their product 
downhill for few kilometers before processing it. In such cases, 
the drive maintains the transportation belt conveyor at 
constant speed and takes the kinetic energy. Due to the large 
amount of energy and the continuous operating mode, the 
drive should be capable of taking the kinetic energy, trans- 
forming it into electrical energy, and sending it into the ac 
distribution system. This would make the drive a generator 
that would compensate for the active power required by other 
loads connected to the electrical grid. 

The schematic shown in Fig. 14.50 is a modern alternative 
for adding regeneration capabilities to the VSI-based drive on 
a continuous basis. In contrast to the previous alternatives, 
this scheme uses a VSI topology as an active front-end 
converter, which is generally called a voltage-source rectifier 
VSR. The VSR operates in two quadrants, that is positive dc 
voltages and at positive/negative dc currents as reviewed 
earlier. This feature makes it a perfect match for ASDs based 
on a VSI. Some of the advantages of using a VSR topology are: 
(i) the ac supply current can be as sinusoidal as required (by 
increasing the switching frequency of the VSR or the ac line 
inductance); (ii) the operation can be done at a unity 
displacement power factor in both motoring and regenerative 
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FIGURE 14.47 The ASD based on a VSI. Motoring to regenerative operating mode transition: (a) dc bus current; (b) ac line motor voltage; (c) ac 
phase motor voltage; (d) motor line current and back emf; (e) shaft power. 
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FIGURE 14.48 The ASD based on a VSI. Burning resistor strategy. 
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FIGURE 14.49 The ASD based on a VSI. Diode-thyristor-based front-end rectifier with regeneration capabilities. 
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FIGURE 14.50 The ASD based on a VSI. Active front-end rectifier with regeneration capabilities. 


operating modes; and (iii) the control of the VSR is done in 
both motoring and regenerative operating modes by a single 
dc bus voltage loop. 


14.6.3 Regenerative Operating Mode in 
Three-Phase CSIs 


There are drives where the motor side converter is a CSI. This 
is usually the case where near sinusoidal motor voltages are 
needed instead of the PWM type of waveform generated by 
VSIs. This is normally the case for medium-voltage applica- 
tions. Such inverters require a dc current source that is 
constructed by means of a controlled rectifier. 


Thyristor 
Rectifier 


FIGURE 14.51 


Figure 14.51 shows a CSI-based ASD where the dc current 
source is generated by means of a thyristor-based rectifier in 
combination with a dc link inductor L,,. In order to maintain 
a constant dc link current i; = I;, the thyristor-based rectifier 
adjusts the commutation angle « by means of a closed-loop 
control strategy. Assuming a constant dc link current, the 
regenerating operating mode is achieved when the dc link 
voltage v; reverses its polarity. This can be done by modifying 
the PWM pattern applied to the CSI as in the VSI-based drive. 
To maintain the dc link current constant, the thyristor-based 
rectifier also reverses its dc link voltage v,. Fortunately, the 
thyristor rectifier operates in two quadrants, that is, positive dc 
link currents and positive/negative dc link voltages. Thus, no 
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additional equipment is required to include regeneration 
capabilities in CSI-based drives. 

Similarly, an active front-end rectifier could be used to 
improve the overall performance of the thyristor-based recti- 
fier. A PWM current-source rectifier CSR could replace the 
thyristor-based rectifier with the following added advantages: 
(i) the ac supply current can be as sinusoidal as required (e.g., 
by increasing the switching frequency of the CSR); (ii) the 
operation can be done at a unity displacement power factor in 
both motoring and regenerative operating modes; and (iii) the 
control of the CSR is done in both motoring and regenerative 
operating modes by a single dc bus current loop. 


14.7 Multistage Inverters 


The most popular three-phase voltage source inverter VSI 
consists of a six-switch topology (Fig. 14.52a). The topology 
can generate a three-phase set of ac line voltages such that each 
line voltage v,, (Fig. 14.52b) features a fundamental ac line 
voltage v,,, and unwanted harmonics Fig. 14.52c. The funda- 
mental ac line voltage is usually required as a sinusoidal 
waveform at variable amplitude and frequency, and the 
unwanted harmonics are located at high frequencies. These 
requirements are met by means of a modulating technique as 
shown earlier. Among the applications in low-voltage ranges 
of six-switch VSIs are the adjustable speed drives (ASDs). The 
range is in low voltages due to: (a) the high dv/dt present in 
the PWM ac line voltages (Fig. 14.52b), which will be unac- 
ceptable in the medium- to high-voltage ranges; and (b) the 
load power would be shared only among six switches. This 
may require paralleling and series-connected power valves, an 
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option usually avoided as symmetrical sharing of the power is 
not natural in these arrangements. 

Two solutions are available to generate near-sinusoidal 
voltage waveforms while using six-switch topologies. The 
first is a topology based on a CSI in combination with a 
capacitive filter. The second solution is a topology based on a 
VSI including an inductive or inductive/capacitive filter at the 
load terminals. Although both alternatives generate near- 
sinusoidal voltage waveforms, both continue sharing the 
load power only among six power valves. 

Solutions based on multistage voltage source topologies 
have been proposed. They provide medium voltages at the 
ac terminals while keeping low dv/dts and a large number of 
power valves that symmetrically share the total load power. 
The multistage VSIs can be classified in multicell and multi- 
level topologies. 


14.7.1 Multicell Topologies 


The goal is to develop a new structure with improved 
performance based on standard structures that are known as 
cells. For instance, Fig. 14.53a shows a cell featuring a three- 
phase input and a single-phase output. The front-end conver- 
ter is a six-diode-based rectifier, and a single-phase VSI 
generates a single-phase ac voltage v,. Figure 14.53b,c shows 
characteristic waveforms where a sinusoidal unipolar PWM 
(my = 6, m, = 0.8) has been used to modulate the inverter. 

Standard cells are meant to be used at low voltages, thus 
they can use standard components that are less expensive and 
widely available. The new structure should generate near- 
sinusoidal ac load voltages, draw near-sinusoidal ac line 
currents, and more importantly the load voltages should 
feature moderate dv/dts. 
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Six-switch voltage source inverter (m; = 9, m, = 0.8): (a) power topology; (b) ac output voltage; (c) ac output voltage spectrum. 
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FIGURE 14.53 Three-phase-input single-phase output cell: (a) power 
m, = 0.8). 


Figure 14.54 shows a multicell converter that generates a 
three-phase output voltage out of a three-phase ac distribution 
system. The structure uses three standard cells (as shown in 
Fig. 14.53) connected in series to form one phase; thus the 
phase-load voltages are the sum of the single-phase voltages 
generated by each cell. For instance, the phase voltage a is 
given by 

Van = Von + Vozi + Yo31 (14.87) 

In order to maximize the load-phase voltages, the ac 
voltages generated by the cells should feature identical funda- 
mental components. On the other hand, each cell generates a 
PWM voltage waveform at the ac side, which contains 
unwanted voltage harmonics. If a carrier-based modulating 
technique is used, the harmonics generated by each cell are at 
well-defined frequencies (Fig. 14.53c). Some of these harmo- 
nics are not present in the phase-load voltage if the carrier 
signals of each cell are properly phase shifted. 

In fact, Fig. 14.55 shows the voltages generated by cells c}, 
C1, and c;,, which are U,445 921» and U,31, respectively, and form 
the load-phase voltage a. They are generated using the unipo- 
lar SPWM approach, that is, one modulating signal v,, and 
three carrier signals v41, Vaz, and vaz that are used by cells c,,, 
Gp and c;,, respectively (Fig. 14.55a). The carrier signals have 
a normalized frequency mp, which ensures an my switching 
frequency in each power valve and the lowest unwanted set of 
harmonics %2 - m;(mş even) in the ac cell voltages 0,11, Voz 
and v,3,;. More importantly, the carrier signals are y = 120° 
out of phase, which ensures the lowest unwanted set of voltage 


topology; (b) ac input current, phase a; (c) ac output voltage (m; = 6, 


harmonics %6 - me in the load-phase voltage v,,, that is, the 
lowest set of harmonics in Fig. 14.55f) is 6 - m; = 6 - 6 = 36. 

This can be explained as follows. The voltage harmonics 
present in the PWM voltage of each cell are at 1- m; +k, 
1=2,4,... (where k= 1,3,5,...); for instance, for m = 6, 
the first set of harmonics is at 12 + 1, 12 + 3, ... in all cells. 
Because the cells in one phase use carrier signals that are 120° 
out of phase, all the voltage harmonics ~1- my in all cells are 
l- 120° out of phase. Therefore, for l = 2, the cell c}; generates 
the harmonics l- m; + k = 2 - m; + k at a given phase @, the 
cell cy; generates the harmonics 2-m,+k at a phase 
gp +1-120° = p +2- 120° = p + 240° = p — 120°, and the 
cell cy, generates the harmonics 2-m,+k at a phase 
gy —1-120° = g —2- 120° = p — 240° = p + 120°; thus, if 
the voltages have identical amplitudes, the harmonics 
X2 - mp add up to zero. Similarly, for l = 4, the cell c,, 
generates the harmonics l- m; +k=4-mp+k at a given 
phase @, the cell c,; generates the harmonics 4- m; + k at a 
phase œ +1-120° = ọ + 4- 120° =~ + 480° = ọ + 120°, 
and the cell c), generates the harmonics 4- mpk at a 
phase œ -— 1-.120° = ọ — 4- 120° = ọ — 480° = ọ — 120°; 
thus, if the voltages have identical amplitudes, the harmonics 
x4- My add up to zero. However, for l = 6, the cell c,, 
generates the harmonics l- mp +k=6-m;+k at a given 
phase œ, the cell c,; generates the harmonics 6: m; + k at a 
phase 9 +1- 120° = ọ + 6- 120° = ọ + 720° = ọ, and the 
cell cy; generates the harmonics 6-m,+k at a phase 
ọ — l- 120° = ọ —6- 120° = ọ — 720°; thus, if the voltages 
have identical amplitudes, the harmonics ~6- mp become 
triplicated rather than cancelled out. 
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FIGURE 14.54 Multistage converter based on a multicell arrangement. 
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FIGURE 14.55 Multicell topology. Cell voltages in phase a using a unipolar SPWM (m; = 6, m, = 0.8): (a) Modulating and carrier signals; (b) cell 
C1, ac output voltage; (c) cell c} ac output voltage; (d) cell c3} ac output voltage; (e) phase a load voltage. (f) phase a load-voltage spectrum. 
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In general, due to the fact that n, = 3 cells are connected in 
series in each phase, n, carriers are required, which should be 
Ww = 360°/n, out of phase. The number of cells per phase n, 
depends on the required phase voltage. For instance, a 600-V 
dc cell generates an ac voltage of ~600/,/2 = 424 V. Then 
three cells connected in series generate a phase voltage 
of 3-424 = 1.27 kV, which in turn generates a 1.27 - /3 = 
2.2-kV line-to-line voltage. 

Phases b and c are generated similarly to phase a. However, 
the modulating signals v, and v, should be 120° out of phase. 
In order to use identical carrier signals in phases b and c, the 
carrier-normalized frequency m; should be a multiple of 3. 
Thus, three modulating signals and n, carrier signals are 
required to generate three phase voltages by means of a 
multicell approach, where n, depends upon the required 
load line voltage and the dc bus voltage of each cell. 

The ac supply current of each cell is a six-pulse type of 
current as shown in Fig. 14.56, which feature harmonics at 
6-k4+1(k=1,2,...). Similarly to the load side, the ac 
supply currents of each cell are combined so as to achieve 
high-performance overall supply currents. Because the front- 
end converter of each cell is a six-pulse diode rectifier, a 
multipulse approach is used. This is based on the natural 
harmonic cancellation when, for instance, a wye to delta/wye 
transformer is used to form an N = 12 pulse configuration 
from two six-pulse diode rectifiers. In this case, the fifth and 
seventh harmonics are cancelled out because the supply 
voltages applied to each six-pulse rectifier become 30° out of 
phase. In general, to form an N = 6-n, pulse configuration, 
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FIGURE 14.56 
(£) overall current spectrum. 
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n, set of supply voltages that should be 60°/n, out of phase is 
required. This would ensure the first set of unwanted current 
harmonics at 6- n, + 1. 

The configuration depicted in Fig. 14.54 contains n, = 9 
cells, and a transformer capable of providing n, = 9 sets of 
three-phase voltages that should be 60°/n, = 60°/9 out of 
phase to form an N = 6-n, = 6-9 = 54-pulse configuration 
is required. Although this alternative would provide a near- 
sinusoidal overall supply current, a fewer number of pulses is 
also acceptable that would reduce the transformer complexity. 
An N = 18-pulse configuration usually satisfies all the 
requirements. In the example, this configuration can be 
achieved by means of a transformer with n, =9 isolated 
secondaries; however, only n, = 3 set of three-phase voltages 
that are 60° /n, = 60° /3 = 20° out of phase are generated (Fig. 
14.54). The configuration of the transformer restricts the 
connection of the cells in groups of three as shown in Fig. 
14.54. In this case, the fifth, seventh, eleventh, and thirteenth 
harmonics are cancelled out and thus the first set of harmonics 
in the supply currents are the seventeenth and the nineteenth. 
Figure 14.56d shows the resulting supply current that is near- 
sinusoidal and Fig. 14.56f shows the corresponding spectrum. 
The fifth, seventh, eleventh, and thirteenth harmonics are still 
there, which is due to the fact that the ac input currents in 
each cell are not exactly the six-pulse type of waveforms as 
seen in Fig. 14.56a,b and c. This is mainly because: (i) the dc 
link in the cells contains a small inductor L, which does not 
smooth out sufficiently the dc bus current (Fig. 14.53a); and 
(ii) the transformer leakage inductance (or added line induc- 


Isa 


isa 


13 17 21 2 2 33 37 41 45 49 f 


f) 


1 5 9 


Multicell topology. Ac input current, phase a: (a) cell c1; (b) cell cy; (c) cell c31; (d) Overall supply current; (e) supply phase voltage; 
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tance) smoothes out the edges of the current, which also 
contributes to the reactive power required by the cells. This 
last effect is not shown in Fig. 14.56a,b and c. 


14.7.2 Multilevel Topologies 


The six-switch VSI is usually called a two-level VSI due to the 
fact that the inverter phase voltages vy, Vpn, and vy (Fig. 
14.52a) are instantaneously either v;/2 or —v;/2. In other 
words, the phase voltages can take one of two voltage levels. 
Multilevel topologies provide an alternative to these voltages 
to take one value out of N levels. For instance, Fig. 14.57 
shows an N = 3-level topology, where the values of the 
inverter phase voltage are either v;/2, 0, or —v,/2 (Fig. 
14.58d). An interesting problem is how to obtain the gating 
pattern for the 12 switches required in an N = 3-level topol- 
ogy. There are several modulating techniques to overcome this 
problem, which can be classified as analog (e.g., carrier-based) 
and digital (space-vector-based). Both approaches have to deal 
with the valid switch states of the inverter. 


14.7.2.1 Valid Switch States in a Three-Level VSI 


The easiest way of obtaining the valid switch states is to 
analyze each phase separately. Phase a contains the switches 
Sia Sib» S4g> and Sy, which cannot be on simultaneously 
because a short circuit across the dc bus would be produced, 
and cannot be off simultaneously because an undefined phase 
voltage vy would be produced. A summary of the valid switch 
combinations is given in Table 14.7. It is important to note 
that all valid switch combinations satisfy the condition that 
switch S,, state is always the opposite to switch S,, state, and 
that switch Sj, state is always the opposite to switch Sẹ state. 
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TABLE 14.7 Valid switch states for a three-level VSI, phase a 
Sia Sip Sha Sap v Components Conducting 
1 1 0 0 v;/2 Sia Sip if ing > 0 

Diy Dip if ing < 0 
0 1 1 0 0 Siw» Dap if ing > 0 

Sig Da if i,, <0 
0 0 1 1 —v,/2 Daa Day if ing > 0 

Sda Sap if loa <0 


Any other switch-state combination would result in an unde- 
fined inverter phase a voltage because it will depend upon the 
load-phase current i,, polarity. The switch states for phases b 
and c are identical to that of phase a; moreover, because they 
are paralleled, they can operate in an independent manner. 


14.7.2.2 The SPWM Technique in Three-Level VSIs 


The main objective is to generate the appropriate 12 gating 
signals so as to obtain fundamental inverter phase voltages 
equal to a given set of modulating signals. Specifically, the 
SPWM in three-level inverters uses a sinusoidal set of modu- 
lating signals (Vea vg, and Ve for phases a, b, and c, 
respectively) and N — 1 = 2 triangular type of carrier signals 
(vq, and va, as illustrated in Fig. 14.58a. The best results are 
obtained if the carrier signals are in-phase and feature an odd 
normalized frequency my = 15. According to Fig. 14.58a, 
switch S,, is either turned on if Vea > vq, or off if Vea < Vay, 
and switch S is either turned on if Vea > Va or off if 
Vea < Van. Additionally, the switch S,, status is obtained as 
the opposite to switch S,,, and the switch Sy, status is obtained 
as the opposite to switch S,,. In order to use the same set of 


FIGURE 14.57 Three-phase three-level VSI topology. 
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FIGURE 14.58 Three-level VSI topology. Relevant waveforms using a SPWM (m; = 15, m, = 0.8); (a) modulating and carrier signals; (b) switch S44 
status; (c) switch S4, status; (d) inverter phase a voltage; (e) inverter phase a voltage spectrum; (f) load line voltage; (g) load line voltage spectrum; (h) 


load phase a voltage. 


carrier signals to generate the gating signals for phases b and 
c, the normalized frequency of the carrier signal m; should 
be a multiple of 3. Thus, the possible values are m; = 
339). 19 2) 595% 

Figure 14.58 shows the relevant waveforms for a three-level 
inverter modulated by means of a SPWM technique (m; = 15, 
m, = 0.8). Specifically, Fig. 14.58d shows the inverter phase 
voltage, which is clearly a three-level type of voltage, and Fig. 
14.58f shows the load line voltage, which shows that the step 
voltages are at most v;/2. More importantly, the inverter phase 
voltage (Fig. 14.58e) contains harmonics at l- m; +k with 
1=1,3,... and k=0,2,4,..., and at l-mk with 
l=2,4,... and k=1,3,.... For instance, the first set of 
harmonics (l = 1, mp = 15) are at 15, 15 + 2, 15 + 4, .... The 
inverter line voltage (Fig. 14.58g) contains harmonics at 


l-m k with J=1,3,... and k=2,4,..., and at 
l. my +k with l= 2,4,... and k=1,2,.... For instance, 
the first set of harmonics in the line voltages (1 = 1, m; = 15) 


are at 1542, 15 + 4,.... 


All the other features of carrier-based PWM techniques also 
apply in multilevel inverters. For instance: (I) the fundamental 
component of the inverter phase voltages satisfy 


v: 


ÎÔaNı = Ovni = ent = ma 0< Ma < 1 (14.88) 
and thus the line voltages satisfy 

x š A vi 

Vabi = Vici = Vea = m,V3> 0<m <1 (14.89) 


where 0 < m, < 1 is the linear operating region. To further 
increase the amplitude of the load voltages, the overmodula- 
tion operating region can be used by further increasing the 
modulating signal amplitudes (m, > 1), where the line 
voltages range in, 


U; 5 x 5 4 v; 
v35 < doy. = Doct = Deol < NI (14.90) 
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FIGURE 14.59 Five-level VSI topology. Relevant waveforms using a SPWM (m; = 15, m, = 0.8): (a) inverter phase a voltage; (b) inverter phase a 


voltage spectrum; (c) load line voltage; (d) load line voltage spectrum. 


Also: (II) the modulating signals could be improved by 
adding a third harmonic (zero sequence), which will increase 
the linear region up to m, = 1.15. This results in a maximum 
fundamental line-voltage component equal to v; (IM) a 
nonsinusoidal set of modulating signals could also be used 
by the modulating technique. This is the case where nonsinu- 
soidal line voltages are required as in active filter applications; 
and (IV) because of the two quadrants operation of VSIs, the 
multilevel inverter could equally be used in applications where 
the active power flow goes from the dc to the ac side or from 
the ac to the dc side. 

In general, for an N-level inverter modulated by means of a 
carrier-based technique, the following conclusions can be 
drawn: (a) three modulating signals 120° out of phase and 
N — 1 carrier signals are required; (b) the phase voltages in the 
inverters have a peak value of v;/2; (c) the phase voltages in the 
inverters are discrete waveforms constructed from the values 


v; 


2 N-1'2 


2-0; V; 
t,o (14.91) 
N-1 2 


(d) the maximum voltage step in the load voltages is 


vi 
14.92 
Noi ( ) 


for instance, an N = 5-level inverter requires four carrier 
signals, the discrete values of the phase voltages are: v;/2, 
v;/4, 0, —v;/4, and —v;/2, and the maximum step voltage at 
the load side is v;/4. Key waveforms are shown in Fig. 14.59. 

One of the drawbacks of the multilevel inverter is that the 
dc link capacitors cannot be supplied by a single dc voltage 
source. This is due to the fact that the currents required by the 
inverter in the dc bus are not symmetrical and therefore the 
capacitors will not equally share the dc supply voltage v;. To 
overcome this problem, N—1 independent dc voltage 
supplies are required. For instance, a three-level inverter will 
require two supplies that can be constructed by a multipulse 


transformer; specifically, a wye primary to delta-wye second- 
aries transformer would fit the requirements. In addition, the 
supply currents will improve its performance as the fifth and 
seventh harmonics will be cancelled out. 


14.7.2.3 The Space Vector Modulation in Three-Level 
VSIs 


Digital techniques are naturally extended to multilevel inver- 
ters. In fact, the space vector modulating technique can be 
applied using the same principles used in two-level inverters. 
However, the higher number of voltage levels increases the 
complexity of the practical implementation of the technique. 
For instance, in N = 3-level inverters, each leg allows N = 3 
different switch combinations as indicated in Table 14.7. 
Therefore, there are N? = 27 total valid switch combinations, 
which generate N? = 27 load line voltages that are represented 
by N? = 27 space vectors (V, V>,...V 7) in Fig. 14.60. For 


modulating 
vector V. = [Vlog 


state 


FIGURE 14.60 The space vector representation in a three-level VSI. 
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instance, V, = 0.5 + 0.866 is due to the line voltages 
Vap = 0.5, Vp, = 0.5, Vea = —1.0 in pu. Thus, although the 
principle of operation is the same, the space vector digital 
algorithm will have to deal with a higher number of states N°. 
Moreover, because some space vectors (e.g., Vj3 and Vj, in 
Fig. 14.60) produce the same load-voltage terminals, the 
algorithm will have to decide between the two based on 
additional criteria and that of the basic space vector approach. 
Clearly, as the number of level increases, the algorithm 
becomes more and more elaborate. However, the benefits are 
not evident as the number of level increases. Five levels is the 
maximum number used in practical applications. This is based 
on a compromise between the complexity of the implementa- 
tion and the benefits of the resulting waveforms. 
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15.1 Introduction 


Advances in power electronics in the last few decades have led 
not only to improvements in power devices, but also to new 
concepts in converter topologies and control. In the 1970s, 
conventional pulsewidth modulatioin (PWM) power conver- 
ters were operated in switched mode. Power switches have to 
cut off the load current within the turn-on and turn-off times 
under the hard switching conditions. Hard switching refers to 
the stressful switching behavior of the power electronic 
devices. The switching trajectory of a hard-switched power 
device is shown in Fig. 15.1. During the turn-on and turn-off 
processes, the power device has to withstand high voltage and 
current simultaneously, which results in high switching losses 
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and stress. Dissipative passive snubbers are usually added to 
the power circuits so that the dv/dt and di/dt of the power 
devices can be reduced, and the switching loss and stress can 
be diverted to the passive snubber circuits. However, switching 
loss is proportional to switching frequency, thus limiting the 
maximum switching frequency of the power converters. Typi- 
cal converter switching frequency was limited to a few tens of 
kilohertz (typically 20 to 50 kHz) in early 1980s. Stray induc- 
tive and capacitive components in the power circuits and 
power devices still cause considerable transient effects, which 
in turn give rise to electromagnetic interference (EMI) 
problems. Figure 15.2 shows both typical ideal switching 
waveforms and practical switching waveforms of the switch 
voltage. Transient ringing effects are the major cause of EMI. 
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FIGURE 15.1 Typical switching trajectories of power switches. 


In the 1980s, much research was focused on the use of 
resonant converters. The concept was to incorporate resonant 
tanks in the converters to create oscillatory (usually sinusoi- 
dal) voltage and/or current waveforms so that zero-voltage 
switching (ZVS) or zero-current switching (ZCS) conditions 
could be created for the power switches. Reduction of switch- 
ing loss and continual improvement of power switches allow 
the switching frequency of the resonant converters to reach 
hundreds of kilohertz (typically 100 to 500kHz). Conse- 
quently, the size of magnetic components can be reduced 
and the power density of the converters increased. Various 
forms of resonant converters have been proposed and devel- 
oped. However, most of the resonant converters suffer several 
problems. When compared with conventional PWM conver- 
ters, the resonant current and voltage of resonant converters 
have high peak values, leading to higher conduction loss and 
higher V and I ratings requirements for the power devices. In 
addition, many resonant converters require frequency modu- 
lation (FM) for output regulation. Variable switching 


IDEAL | 


PRACTICAL 


FIGURE 15.2 Typical ideal and practical switching waveforms. 
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frequency operation makes the filter design and control 
more complicated. 

In the late 1980s and throughout the 1990s, further 
improvements were made in converter technology. New 
generations of soft-switched converters that combine the 
advantages of conventional PWM converters and resonant 
converters were developed. These soft-switched converters 
have switching waveforms similar to those of conventional 
PWM converters except that the rising and falling edges of the 
waveforms are “smoothed” with no transient spikes. Unlike 
the resonant converters, new soft-switched converters usually 
utilize the resonance in a controlled manner. Resonance is 
allowed to occur just before and during the turn-on and turn- 
off processes so as to create ZVS and ZCS conditions. Other 
than that, they behave just like conventional PWM converters. 
With simple modifications, many customized control inte- 
grated circuits (IC) designed for conventional converters can 
be employed for soft-switched converters. Because the switch- 
ing loss and stress have been reduced, soft-switched converters 
can be operated at the very high frequency (typically 500 kHz 
to a few megahertz). Soft-switching converters also provide an 
effective solution to suppress EMI and have been applied to 
dc-dc, ac-dc and dc-ac converters. This chapter covers the 
basic technology of resonant and soft-switching converters. 
Various forms of soft-switching techniques such as ZVS, ZCS, 
voltage clamping, zero-voltage transition methods etc. are 
addressed. The emphasis is placed on the basic operating 
principle and practicality of the converters with only a small 
amount of mathematical analysis. 


15.2 Classification 


This diagram provides at a glance the various types of 


converters available: 
Resonant Type DC-DC 
Converters 
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15.3 Resonant Switch 


Prior to the availability of fully controllable power switches, 
thyristors were the major power devices used in power 
electronic circuits. Each thyristor requires a commutation 
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FIGURE 15.3 Two types of zero-current (ZC) resonant switch. 


circuit, which usually consists of an LC resonant circuit, for 
forcing the current to zero in the turn-off process [1]. This 
mechanism is in fact a type of zero-current turn-off process. 
With recent advancements in semiconductor technology, the 
voltage and current handling capability and the switching 
speed of fully controllable switches have improved signifi- 
cantly. In many high-power applications, controllable switches 
such as GTOs and IGBTs have replaced thyristors [2, 3]. 
However, the use of a resonant circuit for achieving zero- 
current-switching (ZCS) and/or zero-voltage-switching (ZVS) 
[4-8] has also emerged as a new technology for power 
converters. The concept of resonant switch to replace a 
conventional power switch is introduced in this section. 

A resonant switch is a subcircuit composed of a semicon- 
ductor switch S and resonant elements L, and C, [9-11]. 
Switch S can be implemented by a unidirectional or bidirec- 
tional switch, which determines the operation mode of the 
resonant switch. Two types of resonant switches [12], includ- 
ing zero-current (ZC) resonant switch and zero-voltage (ZV) 
resonant switches, are shown in Fig. 15.3 and Fig. 15.4, 
respectively. 


15.3.1 ZC Resonant Switch 


In a ZC resonant switch, an inductor L, is connected in series 
with a power switch S in order to achieve zero-current-switch- 
ing (ZCS). If the switch S is a unidirectional switch, the switch 
current is allowed to resonate in the positive half-cycle only. 
The resonant switch is said to operate in half-wave mode. If a 
diode is connected in antiparallel with the unidirectional 
switch, the switch current can flow in both directions. In this 
case, the resonant switch can operate in full-wave mode. At 
turn-on, the switch current will rise slowly from zero. It will 
then oscillate because of the resonance between L, and C,. 
Finally, the switch can be commutated at the next zero current 
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FIGURE 15.4 Two types of zero-voltage (ZV) resonant switch. 
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duration. The objective of this type of switch is to shape the 
switch current waveform during conduction time in order to 
create a zero-current condition for the switch to turn off [13]. 


15.3.2 ZV Resonant Switch 


In a ZV resonant switch, a capacitor C, is connected in parallel 
with the switch S for achieving zero-voltage-switching (ZVS). 
If the switch S is a unidirectional switch, the voltage across the 
capacitor C, can oscillate freely in both positive and negative 
half-cycle. Thus, the resonant switch can operate in full-wave 
mode. If a diode is connected in antiparallel with the unidir- 
ectional switch, the resonant capacitor voltage is clamped by 
the diode to zero during the negative half-cycle. The resonant 
switch will then operate in half-wave mode. The objective of a 
ZV switch is to use the resonant circuit to shape the switch 
voltage waveform during off time in order to create a zero- 
voltage condition for the switch to turn on [13]. 


15.4 Quasi-Resonant Converters 


Quasi-resonant converters (QRCs) can be considered a hybrid 
of resonant and PWM converters. The underlying principle is 
to replace the power switch in PWM converters with the 
resonant switch. A large family of conventional converter 
circuits can be transformed into their resonant converter 
counterparts. The switch current and/or voltage waveforms 
are forced to oscillate in a quasi-sinusoidal manner, so that ZCS 
and/or ZVS can be achieved. Both ZCS-QRCs and ZVS-QRCs 
have half-wave and full-wave modes of operation [8— 10, 12]. 


15.4.1 ZCS-QRCs 


A ZCS-QRC designed for half-wave operation is illustrated 
with a buck-type dc-dc converter. The schematic is shown in 
Fig. 15.5a. It is formed by replacing the power switch in a 
conventional PWM buck converter with the ZC resonant 
switch in Fig. 15.3a. The circuit waveforms in steady state 
are shown in Fig. 15.5b. The output filter inductor Ly is 
sufficiently large so that its current is approximately constant. 
Prior to turning the switch on, the output current I, free- 
wheels through the output diode D;. The resonant capacitor 
voltage Vo, equals zero. At t}, the switch is turned on with 
ZCS. A quasi-sinusoidal current I; flows through L, and C,, 
the output filter, and the load. Then S is softly commutated at 
ti with ZCS again. During and after the gate pulse, the 
resonant capacitor voltage Vç, rises and then decays at a 
rate depending on the output current. Output voltage regula- 
tion is achieved by controlling the switching frequency. Opera- 
tion and characteristics of the converter depend mainly on the 
design of the resonant circuit L, — C,. The following para- 
meters are defined: voltage conversion ratio M, characteristic 
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FIGURE 15.5  Half-wave, quasi-resonant buck converter with ZCS: 
(a) Schematic diagram; (b) circuit waveforms; and (c) relationship 
between M and y. 


impedance Z,, resonant frequency f,, normalized load resis- 
tance r, and normalized switching frequency y. 
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It can be seen from the waveforms that if I, > V;/Z,, Is will 
not come back to zero naturally and the switch will have to be 
forced off, thus resulting in turn-off losses. The relationships 
between M and y at different r are shown in Fig. 15.5c. It can 
be seen that M is sensitive to the load variation. At light load 
conditions, the unused energy is stored in C,, leading to an 
increase in the output voltage. Thus, the switching frequency 
has to be controlled in order to regulate the output voltage. 

If an antiparallel diode is connected across the switch, the 
converter will be operating in full-wave mode. The circuit 
schematic is shown in Fig. 15.6a. The circuit waveforms in 
steady state are shown in Fig. 15.6b. The operation is similar to 
the one in half-wave mode. However, the inductor current is 
allowed to reverse through the antiparallel diode and the 
duration for the resonant stage is lengthened. This permits 
excess energy in the resonant circuit at light loads to be 
transferred back to the voltage source V;. This significantly 
reduces the dependence of V, on the output load. The 
relationships between M and y at different r are shown in 
Fig. 15.6c. It can be seen that M is insensitive to load variation. 

By replacing the switch in the conventional converters, a 
family of QRC [9] with ZCS is shown in Fig. 15.7. 


15.4.2 ZVS-QRC 


In these converters, the resonant capacitor provides a zero- 
voltage condition for the switch to turn on and off. A quasi- 
resonant buck converter designed for half-wave operation is 
shown in Fig. 15.8a—using a ZV resonant switch in Fig. 
15.4b. The steady-state circuit waveforms are shown in Fig. 
15.8b. Basic relations of ZVS-QRCs are given in Eqs. (la)—- 
(le). When the switch S is turned on, it carries output current 
I,. The supply voltage V; reverse-biases the diode Dy. When 
the switch is zero-voltage (ZV) turned off, the output current 
starts to flow through the resonant capacitor C,. When the 
resonant capacitor voltage Vo, is equal to V;, Dy turns on. This 
starts the resonant stage. When Vc, equals zero, the antipar- 
allel diode turns on. The resonant capacitor is shorted and the 
source voltage is applied to the resonant inductor L,. The 
resonant inductor current Iz, increases linearly until it reaches 
I,. Then Dy turns off. In order to achieve ZVS, S should be 
triggered during the time when the antiparallel diode 
conducts. It can be seen from the waveforms that the peak 
amplitude of the resonant capacitor voltage should be greater 
or equal to the input voltage (i.e., IZ, > V;,,). From Fig. 15.8c, 
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FIGURE 15.6 Full-wave, quasi-resonant buck converter with ZCS: (a) 
Schematic diagram; (b) circuit waveforms; and (c)relationship between 
M and y. 


it can be seen that the voltage conversion ratio is load- 
sensitive. In order to regulate the output voltage for different 
loads r, the switching frequency should also be changed 
accordingly. 

Zero-voltage-switching converters can be operated in full- 
wave mode. The circuit schematic is shown in Fig. 15.9a. The 
circuit waveforms in steady state are shown in Fig. 15.9b. The 
operation is similar to half-wave mode of operation, except 
that Vç, can swing between positive and negative voltages. The 
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relationships between M and y at different r are shown in 
Fig. 15.9c. 

By comparing Fig. 15.8c with Fig. 15.9c, it can be seen that 
M is load-insensitive in full-wave mode. This is a desirable 
feature. However, as the series diode limits the direction of the 
switch current, energy will be stored in the output capacitance 
of the switch and will dissipate in the switch during turn-on. 
Hence, the full-wave mode has the problem of capacitive turn- 
on loss, and is less practical in high-frequency operation. In 
practice, ZVS-QRCs are usually operated in half-wave mode 
rather than full-wave mode. 

By replacing the ZV resonant switch in the conventional 
converters, various ZVS-QRCs can be derived. They are shown 
in Fig. 15.10. 


15.4.3 Comparisons Between ZCS and ZVS 


The ZCS can eliminate the switching losses at turn-off and 
reduce the switching losses at turn-on. As a relatively large 
capacitor is connected across the output diode during reso- 
nance, the converter operation becomes insensitive to the 
diode’s junction capacitance. When power MOSFETs are 
zero-current switched on, the energy stored in the device’s 
capacitance will be dissipated. This capacitive turn-on loss is 
proportional to the switching frequency. During turn-on, a 
considerable rate of change of voltage can be coupled to the 
gate drive circuit through the Miller capacitor, thus increasing 
switching loss and noise. Another limitation is that the 
switches are under high-current stress, resulting in higher 
conduction loss. However, it should be noted that ZCS is 
particularly effective in reducing switching loss for power 
devices (such as IGBT) with large tail current in the turn-off 
process. 

The ZVS eliminates the capacitive turn-on loss. It is suitable 
for high-frequency operation. For single-ended configuration, 
the switches could suffer from excessive voltage stress, which is 
proportional to the load. It will be shown in Section 15.5 that 
the maximum voltage across switches in half-bridge and full- 
bridge configurations is clamped to the input voltage. 

For both ZCS and ZVS, output regulation of the resonant 
converters can be achieved by variable frequency control. The 
ZCS operates with constant on-time control, while ZVS 
operates with constant off-time control. With a wide input 
and load range, both techniques have to operate with a wide 
switching frequency range, making it difficult to design 
resonant converters optimally. 


15.5 ZVS in High-Frequency Applications 


By the nature of the resonant tank and ZCS, the peak switch 
current in resonant converters is much higher than that in the 
square-wave counterparts. In addition, a high voltage will be 
established across the switch in the off state after the resonant 
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FIGURE 15.7 A family of quasi-resonant converters with ZCS. 
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FIGURE 15.8 Half-wave, quasi-resonant buck converter with ZVS: 
(a) Schematic diagram; (b) circuit waveforms; and (c) relationship 
between M and y. 


stage. When the switch is switched on again, the energy 
stored in the output capacitor will be discharged through 
the switch, causing a significant power loss at high frequen- 
cies and voltages. This switching loss can be reduced by using 
ZVS. 

The ZVS can be viewed as square-wave power utilizing a 
constant off-time control. Output regulation is achieved by 
controlling the on time or switching frequency. During the off 
time, the resonant tank circuit traverses the voltage across the 
switch from zero to its peak value and then back to zero again. 
At that ZV instant, the switch can be reactivated. Apart from 
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FIGURE 15.9 Full-wave, quasi-resonant buck converter with ZVS: 


(a) Schematic diagram; (b) circuit waveforms; and (c) relationship 
between M and y. 


conventional single-ended converters, some other examples of 
converters with ZVS are illustrated in the following section. 


15.5.1 ZVS with Clamped Voltage 


The high-voltage stress problem in the single-switch config- 
uration with ZVS can be avoided in half-bridge (HB) and full- 
bridge (FB) configurations [14]-[17]. The peak switch 
voltage can be clamped to the dc supply rail, and thus reduces 
the switch voltage stress. In addition, the series transformer 
leakage and circuit inductance can form parts of the resonant 
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FIGURE 15.10 A family of quasi-resonant converters with ZVS. 


path. Therefore, these parasitic components, which are unde- 
sirable in hard-switched converters, become useful compo- 
nents in ZVS ones. Figures 15.11 and 15.12 show the ZVS HB 
and FB circuits, respectively, together with the circuit wave- 
forms. The resonant capacitor is equivalent to the parallel 
connection of the two capacitors (C,/2) across the switches. 
The off-state voltage of the switches will not exceed the input 
voltage during resonance because they will be clamped to the 
supply rail by the antiparallel diode of the switches. 


15.5.2 Phase-Shifted Converter with Zero 
Voltage Transition 


In a conventional FB converter, the two diagonal switch pairs 
are driven alternatively. The output transformer is fed with 
an ac rectangular voltage. By applying a phase-shifting 
approach, a deliberate delay can be introduced between the 
gate signals to the switches [18]. The circuit waveforms are 


shown in Fig. 15.13. Two upper or lower switches can be 
conducting (either through the switch or the antiparallel 
diode), yet the applied voltage to the transformer is zero. 
This zero-voltage condition appears in the interval [t,, t] of 
Voi in Fig. 15.13. This operating stage corresponds to the 
required off time for that particular switching cycle. When 
the desired switch is turned off, the primary transformer 
current flows into the switch output capacitance and this 
causes the switch voltage to resonate to the opposite input 
rail. Effects of the parasitic circuit components are used 
advantageously to facilitate the resonant transitions. This 
enables a ZVS condition for turning on the opposite switch. 
Thus, varying the phase shift controls the effective duty cycle 
and hence the output power. The resonant circuit is necessary 
to meet the requirement of providing sufficient inductive 
energy to drive the capacitors to the opposite bus rail. The 
resonant transition must be achieved within the designed 
transition time. 
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FIGURE 15.11 Half-bridge converter with ZVS. (a) Circuit diagram; FIGURE 15.12  Full-bridge converter with ZVS. (a) Circuit schematic; 
and (b) circuit waveforms. and (b) circuit waveforms. 
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FIGURE 15.13 Circuit waveforms of the phase-shifted, ZVT FB conver- 
ter. 


15.6 Multiresonant Converters (MRC) 


Both ZCS- and ZVS-QRCs optimize the switching condition 
for either the active switch or the output diode only, but not 
for both of them simultaneously. The multiresonant switch 
concept, which is an extension of the concept of the resonant 
switch, has been developed to overcome such a limitation. The 
zero-current multiresonant (ZC-MR) and zero-voltage multi- 
resonant (ZV-MR) switches [12], [17] are shown in Fig. 15.14. 
The multiresonant circuits incorporate all major parasitic 
components, including switch output capacitance, diode junc- 
tion capacitance, and transformer leakage inductance into the 
resonant circuit. In general, ZVS (half-wave mode) is more 
favorable than ZCS in dc-dc converters for high-frequency 
operation because the parasitic capacitance of the active switch 
and the diode will form part of the resonant circuit. 

An example of a buck ZVS-MRC is shown in Fig. 15.15. 
Depending on the ratio of the resonant capacitance Cp/Cs, 
two possible topological modes, namely mode I and mode II, 
can be operated [20]. The ratio affects the time at which the 
voltages across the switch S and the output diode D; become 
zero. Their waveforms are shown in Fig. 15.16a, b, respectively. 
If diode voltage Vp falls to zero earlier than switch voltage Vs, 
the converter will follow mode I. Otherwise, the converter 
follows mode II. 

Instead of having one resonant stage, there are three in this 
converter. The mode I operation in Fig. 15.16a is described 
first. Before the switch S is turned on, the output diode Dy is 
conducting and the resonant inductor current I, is negative 
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FIGURE 15.14 Miultiresonant switches: (a) ZC-MR switch; and (b) ZV- 
MR switch. 


(flowing through the antiparallel diode of S). Then S is then 
turned on with ZVS. The resonant inductor current I, 
increases linearly and Dy is still conducting. When I;, reaches 
the output current I, the first resonant stage starts. The 
resonant circuit is formed by the resonant inductor L, and 
the capacitor Cp across the output diode. This stage ends 
when S is turned off with ZVS. Then, a second resonant stage 
starts. The resonant circuit consists of L,, Cp, and the 
capacitor across the switch C,. This stage ends when the 
output diode becomes forward-biased. A third resonant 
stage will then start. Here L, and C, form the resonant circuit. 
This stage ends and completes one operation cycle when the 
diode C, becomes forward-biased. 

The only difference between mode I and mode II in Fig. 
15.16b is in the third resonant stage, in which the resonant 
circuit is formed by L, and Cp. This stage ends when Dp 
becomes forward-biased. The concept of the multiresonant 
switch can be applied to conventional converters [19-21]. A 
family of MRCs is shown in Fig. 15.17. 

Although the variation of switching frequency for regula- 
tion in MRCs is smaller than that of QRCs, a wide-band 
frequency modulation is still required. Hence, the optimal 
design of magnetic components and the EMI filters in MRCs is 
not easy. It would be desirable to have a constant switching 
frequency operation. In order to operate the MRCs with 
constant switching frequency, the diode in Fig. 15.14 can be 
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FIGURE 15.16 Possible modes of the buck ZVS-MRC: (a) mode I; and 
(b) mode II. 


replaced with an active switch S, [22]. A constant-frequency 
multiresonant (CF-MR) switch is shown in Fig. 15.18. The 
output voltage is regulated by controlling the on-time of the 
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FIGURE 15.17 Use of the multiresonant switch in conventional PWM 
converters. 


two switches. This concept can be illustrated with the buck 
converter as shown in Fig. 15.19, together with the gate drive 
waveforms and operating stages. Both S, and S, are turned on 
during the time when currents flow through the antiparallel 
diodes of S, and S,. This stage ends when S, is turned off with 
ZVS. The first resonant stage is then started. The resonant 
circuit is formed by L, and C;,. A second resonant stage 
begins. Then L, resonates with Cs; and Cs). The voltage across 
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FIGURE 15.18 Constant frequency multiresonant switch. 


Sı oscillates to zero. When I, becomes negative, S} will be 
turned on with ZVS. Then L, resonates with Cs). When 
current flows through Ds, S, will be turned on. As the 
output voltage is the average voltage across S,, output voltage 
regulation is achieved by controlling the conduction time of S,. 

All switches in MRCs operate with ZVS, which reduces 
switching losses and switching noise and eliminates oscillation 
due to the parasitic effects of the components (such as the 
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FIGURE 15.19 Constant frequency buck MRC: (a) Circuit schematics; 
(b) gate drive waveforms; and (c) operating stages. 
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junction capacitance of the diodes). However, all switches are 
under high-current and voltage stresses, resulting in an 
increase in the conduction loss. 


15.7 Zero-Voltage-Transition (Z VT) 
Converters 


By introducing a resonant circuit in parallel with the switches, 
the converter can achieve ZVS for both power switch and 
diode without significantly increasing their voltage and 
current stresses [23]. Figure 15.20a shows a buck-type ZVT- 
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FIGURE 15.20 Buck ZVT-PWM converter: (a) Circuit schematics; and 


(b) circuit waveforms. 
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FIGURE 15.21 Conventional ZVT-PWM converters. 


PWM converter and Figure 15.20b shows the associated wave- 
forms. The converter consists of a main switch S and an 
auxiliary switch S,. It can be seen that the voltage and current 
waveforms of the switches are like squarewave type except 
during turn-on and turn-off switching intervals, where ZVT 
takes place. The main switch and the output diode are under 
ZVS and are subjected to low voltage and current stresses. The 
auxiliary switch is under ZCS, resulting in low switching loss. 

The concept of ZVT can be extended to other PWM circuits 
by adding the resonant circuit. Some basic ZVT-PWM conver- 
ters are shown in Fig. 15.21. 


15.8 Nondissipative Active Clamp 
Network 


The active-clamp circuit can utilize the transformer leakage 
inductance energy and can minimize the turn-off voltage stress 
in the isolated converters. The active clamp circuit provides a 
means of achieving ZVS for the power switch and reducing the 
rate of change of the diode’s reverse recovery current. An 
example of a flyback converter with active clamp is shown in 
Fig. 15.22a and the circuit waveforms are shown in Fig. 15.22b. 
Clamping action is obtained by using a series combination of 
an active switch (ie., S,) and a large capacitor so that the 
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FIGURE 15.22 Active clamp flyback converter: (a) Circuit schematics; 
and (b) circuit waveforms. 


voltage across the main switch (ie, S,) is clamped to a 
minimum value. Then S, is turned on with ZVS. However, 
S, is turned off with finite voltage and current, and has turn- 
off switching loss. The clamp-mode ZVS-MRCs is discussed in 
References [24-26]. 
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15.9 Load Resonant Converters 


Load resonant converters (LRCs) have many distinct features 
over conventional power converters. Due to the soft commu- 
tation of the switches, no turn-off loss or stress is present. 
These LRCs are especially well-suited for high-power applica- 
tions because they allow high-frequency operation for equip- 
ment size/weight reduction, without sacrificing conversion 
efficiency and imposing extra stress on the switches. Basically, 
LRCs can be divided into three different configurations, 
namely series resonant converters, parallel resonant converters, 
and series-parallel resonant converters. 


15.9.1 Series Resonant Converters 


Series resonant converters (SRCs) have their load connected in 
series with the resonant tank circuit, which is formed by L, 
and C, [15, 27-29]. The half-bridge configuration is shown in 
Fig. 15.23. When the resonant inductor current i,, is positive, 
it flows through T, if T) is on; otherwise it flows through 
diode D,. When iz, is negative, it flows through T, if T, is on; 
otherwise it flows through diode D,. In steady-state symme- 
trical operation, both active switches are operated in a 
complementary manner. Depending on the ratio between 
the switching frequency ms; and the converter resonant 
frequency œ, the converter has several possible operating 
modes. 


15.9.1.1 Discontinuous Conduction Mode with 
ws < 0.50, 

Figure 15.24a shows the waveforms of i,, and the resonant 
capacitor voltage vc, in this mode of operation. From 0 to t, 
T; conducts. From ¢, to h, the current in T) reverses its 
direction. The current flows through D, and back to the 
supply source. From t, to t, all switches are in the off state. 
From h to t T, conducts. From t, to t; the current in T, 
reverses its direction. The current flows through D, and back 
to the supply source. Both T, and T, are switched on under 
ZCS condition and they are switched off under zero current 
and zero voltage conditions. However, the switches are under 
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FIGURE 15.23 An SRC half-bridge configuration. 
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FIGURE 15.24 Circuit waveforms under different operating conditions: 
(a) Ws < 0.5%œ,; (b) 0.5 œ, < wg; and (c) @, < Ws. 


high current stress in this mode of operation and thus have 
higher conduction loss. 


15.9.1.2 Continuous Conduction Mode with 
0.50, < Ws < W, 

Figure 15.24b shows the circuit waveforms. From 0 to ti, ig, 
transfers from D, to T,;. When T, is switched on with finite 
switch current and voltage, turn-on switching loss will result. 
Moreover, the diodes must have good reverse recovery char- 
acteristics in order to reduce the reverse recovery current. 
From t, to b, D, conducts and T, is turned off softly with zero 
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voltage and zero current. From t to t, T, is switched on with 
finite switch current and voltage. At t, T, is turned off softly 
and D, conducts until t4. 


15.9.1.3 Continuous Conduction Mode with w, < œs 


Figure 15.24e shows the circuit waveforms. From 0 to tı, ig, 
transfers from D, to T,. Thus, T, is switched on with zero 
current and zero voltage. At t, T) is switched off with finite 
voltage and current, resulting in turn-off switching loss. From 
ti to b, D, conducts. From h to t;, T, is switched on with zero 
current and zero voltage. At t, T, is switched off and iz, 
transfers from T, to D,. As the switches are turned on with 
ZVS, lossless snubber capacitors can be added across the 
switches. 

The following parameters are defined: voltage conversion 
ratio M, characteristic impedance Z,; resonant frequency f,; 
normalized load resistance r; and normalized switching 
frequency y. 


M = nV,/Vin (15.2a) 

Ze Ree (15.2b) 

f, = V/Qn/L,C,) (15.2c) 
r=wR,/Z (15.2d) 

Y= f/f (15.2e) 

M =1/4 (y — 1/7/22 +1 (15.2f) 


The relationships between M and y for different value of r are 
shown in Fig. 15.25. The boundary between CCM and DCM is 
at r = 1.27y. When the converter is operating in DCM and 
0.2 < y < 0.5, M = 1.27ry. 
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FIGURE 15.25 M vs y in SRC. 
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The SRC has the following advantages. Transformer satura- 
tion can be avoided because the series capacitor can block the 
dc component. The light load efficiency is high because both 
device current and conduction loss are low. However, the 
major disadvantages are that there is difficulty in regulating 
the output voltage under light load and no load conditions. 
Moreover, the output dc filter capacitor has to carry high 
ripple current, which could be a major problem in low-output 
voltage and high-output current applications [29]. 


15.9.2 Parallel Resonant Converters 


Parallel resonant converters (PRCs) have their load connected 
in parallel with the resonant tank capacitor C, [27-30]. The 
half-bridge configuration is shown in Fig. 15.26. The SRC 
behaves as a current source, whereas the PRC acts as a voltage 
source. For voltage regulation, PRC requires a smaller operat- 
ing frequency range than the SRC to compensate for load 
variation. 


15.9.2.1 Discontinuous Conduction Mode 

The steady-state waveforms of the resonant inductor current 
iz, and the resonant capacitor voltage vc, are shown in Fig. 
15.27a. Initially both i,, and vç, are zero. From 0 to b, Tı 
conducts and is turned on with zero current. When i,, is less 
than the output current 1, iz, increases linearly from 0 to t 
and the output current circulates through the diode bridge. 
From fı to t, L, resonates with C,. Starting from b, ig 
reverses its direction and flows through D,. Then T; is turned 
off with zero current and zero voltage. From t, to t Vc 
decreases linearly due to the relatively constant value of I,. At 
t when Uc, equals zero, the output current circulates through 
the diode bridge again. Both iz, and vç, will stay at zero for an 
interval. From t; to t, the preceding operations will be 
repeated for T, and D,. The output voltage is controlled by 
adjusting the time interval of [t,, t;]. 


15.9.2.3 Continuous Conduction Mode w, < œ, 

This mode is similar to the operation in the DCM, but with a 
higher switching frequency. Both i, and vc, become contin- 
uous. The waveforms are shown in Fig. 15.27b. The switches 


o o 
$ LY VY \—¢ 
E 
+ f + 
7 T, ÅD, x 
V2 = le ise 
K A => B —> 
4 4 See. 4 
Vi Cras Cr REV, 
4B 
z B 
V2 = 
j T, AD, a 
SO + 


FIGURE 15.26 The PRC half-bridge configuration. 
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(c) 


FIGURE 15.27 Circuit waveforms under different operating conditions: 
(a) Discontinuous conduction mode; (b) continuous conduction mode 
Ms < @,; and (c) continuous conduction mode wy > ,. 


T, and T, are hard turned on with finite voltage and current 
and are soft turned off with ZVS. 


15.9.2.3 Continuous Conduction Mode w; > œ, 
If the switching frequency is higher than w,, the antiparallel 
diode of the switch will be turned on before the switch is 
triggered. Thus, the switches are turned on with ZVS. 
However, the switches are hard turned off with finite current 
and voltage. 

The parameters defined in Eq. (15.2) are applicable. The 
relationships between M and y for various values of r are 
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FIGURE 15.28 M vs y in PRC. 


shown in Fig. 15.28. During the DCM (i.e., y < 0.5), M is in 
linear relationship with y. Output voltage regulation can be 
achieved easily. The output voltage is independent of the 
output current. The converter shows good voltage source 
characteristics. It is also possible to step up and step down 
the input voltage. 
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(b) 
FIGURE 15.29 Different types of SPRC.: (a) LCC-type; and (b) LLC- 
type. 
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The PRC has the advantages that the load can be short- 
circuited and the circuit is suitable for low-output voltage, 
high-output current applications. However, the major disad- 
vantage of the PRC is the high device current. Moreover, as 
device current does not decrease with the load, the efficiency 
drops with a decrease in the load [29]. 


15.9.3 Series-Parallel Resonant Converter 


The series-parallel resonant converter (SPRC) combines the 
advantages of the SRC and the PRC. The SPRC has an 
additional capacitor or inductor connected in the resonant 
tank circuit [29-31]. Figure 15.29a shows an LCC-type SPRC, 
in which an additional capacitor is placed in series with the 
resonant inductor. Figure 15.29b shows an LLC-type SPRC, in 
which an additional inductor is connected in parallel with the 
resonant capacitor in the SRC. However, there are many 
possible combinations of the resonant tank circuit. Detailed 
analysis can be found in Reference [31]. 


15.10 Control Circuits for Resonant 
Converters 


Since 1985s, various control integrated circuits (ICs) for 
resonant converters have been developed. Some common 
ICs for different converters are described in this section. 


15.10.1 QRCs and MRCs 


Output regulations in many resonant-type converters, such as 
QRCs and MRCs, are achieved by controlling the switching 
frequency. The ZCS applications require controlled switch-on 
times while ZVS applications require controlled switch-off 
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times. The fundamental control blocks in the IC include an 
error amplifier, voltage-controlled-oscillator (VCO), one-shot 
generator with a zero wave-crossing detection comparator, 
and an output stage to drive the active switch. Typical ICs 
include UC1861-UC1864 for ZVS applications and UC 1865- 
UC 1868 for ZCS applications [32]. Figure 15.30 shows the 
controller block diagram of UC 1864. 

The maximum and minimum switching frequencies (i.e. 
fmax and fmin) are controlled by the resistors Range and Rmin and 
capacitor Cpo fmax and fri, can be expressed as 


3.6 
Jmax = and fan = (15.3) 
(Range/ Rmin) Cvco Rmin Cvco 
The frequency range Af is then equal to 
3.6 
Af = Jmax z Jmin = (15.4) 
Range Cvco 


The frequency range of the ICs is from 10 kHz to 1 MHz. 
The output frequency of the oscillator is controlled by the 
error amplifier (E/A) output. An example of a ZVS-MR 
forward converter is shown in Figure 15.31. 


15.10.2 Phase-Shifted, ZVT FB Circuit 


The UCC3895 is a phase-shift PWM controller that can 
generate a phase shifting pattern of one half-bridge with 
respect to the other. The application diagram is shown in 
Fig. 15.32. 

The four outputs OUTA, OUTB, OUTC, and OUTD are 
used to drive the MOSFETs in the full-bridge. The dead time 
between OUTA and OUTB is controlled by DELAB and the 
dead time between OUTC and OUTD is controlled by 
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FIGURE 15.30 


Controller block diagram of UC1864 (Courtesy of Unitrode Corp. and Texas Instruments, www.ti.com). 
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FIGURE 15.31 The ZVS-MR forward converter (Courtesy of Unitrode Corp. and Texas Instruments, www.ti.com). 
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FIGURE 15.32 Application diagram of UCC3895 (Courtesy of Unitrode Corp. and Texas Instruments, www.ti.com). 
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DELCD. Separate delays are provided for the two half-bridges 
to accommodate differences in resonant capacitor charging 
currents. The delay in each set is approximated by 


25 x 107? RpgL 


t = +25ns 
DELAY — 0,75(Ves — Vane) + 0.5 


(15.5) 


where Rpg is the resistor value connected between DELAB or 
DELCD to ground. 

The oscillator period is determined by Ry and Cy. It is 
defined as 


Race 
tosc = 48 


+ 120ns (15.6) 


The maximum operating frequency is 1 MHz. The phase shift 
between the two sets of signals is controlled by the ramp 
voltage and an error amplifier output with a 7 MHz band- 
width. 


15.11 Extended-Period Quasi-Resonant 
(EP-QR) Converters 


Generally, resonant and quasi-resonant converters operate 
with frequency control. The extended-period quasi-resonant 
converters proposed by Barbi [33] offer a simple solution to 
modify existing hard-switched converters into soft-switched 
ones with constant frequency operation. This makes both 
output filter design and control simple. Figure 15.33 shows a 
standard hard-switched boost-type PFC converter. In this 
hard-switched circuit, the main switch SW1 could be subject 
to significant switching stress because the reverse recovery 
current of the diode Dp could be excessive when SW1 is turned 
on. In practice, a small saturable inductor may be added in 
series with the power diode Dp in order to reduce the di/dt of 
the reverse-recovery current. In addition, an optional R-C 
snubber may be added across SW1 to reduce the dv/dt of 
SW1. These extra reactance components can, in fact, be used 
in the EP-QR circuit to achieve soft switching, as shown in Fig. 
15.34. The resonant components L, and C, have small values 
and can come from the snubber circuits of a standard hard- 
switched converter. Thus, the only additional component is 
the auxiliary switch Q,. The small resonant inductor is put in 
series with the main switch SW1 so that SW1 can be switched 
on under ZC condition and the di/dt problem of the reverse- 
recovery current be eliminated. The resonant capacitor C, is 
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FIGURE 15.33 Boost-type ac-dc power factor correction circuit. 
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FIGURE 15.34 The EP-QR boost-type ac-dc power factor correction 
circuit. 


used to store energy in order to create the condition for soft 
switching. The Q, is used to control the resonance during the 
main switch transition. It should be noted that all power 
devices including SW1, Q,, and main power diode Dp are 
turned on and off under ZV and/or ZC conditions. Therefore, 
the large di/dt problem due to the reverse recovery of the 
power diode can be eliminated. The soft-switching method is 
an effective technique for EMI suppression. 

Together with the power factor correction technique, soft- 
switching converters offer a complete solution to meet EMI 
regulations for both conducted and radiated EMI. The opera- 
tion of the EP-QR boost PFC circuit [34, 35] can be described 
in six modes (a-f) as shown in Fig. 15.35. The corresponding 
idealized waveforms are included in Fig. 15.36. 


15.11.1 Circuit Operation 


Interval I: (to— tı). Due to the resonant inductor L, which 
limits the di/dt of the switch current, switch SW, is turned on 
at zero-current condition with a positive gating signal Vs, to 
start a switching cycle at t = t,. Current in Dp is diverted to 
inductor L,. Because Dp is still conducting during this short 


(f) 


FIGURE 15.35 Operating modes of EP-QR boost-type ac-dc power 
factor correction circuit. 
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FIGURE 15.36 Idealized waveforms of EP-QR boost-type ac-dc power 
factor correction circuit. 


period, Do is still reversed biased and is thus not conducting. 
The equivalent circuit topology for the conducting paths is 
shown in Fig. 15.35a. Resonant switch Q, remains off in this 
interval. 

Interval II: (tı — ta). When Dp regains its blocking state, Ds) 
becomes forward biased. The first half of the resonance cycle 
occurs and resonant capacitor C, starts to discharge and 
current flows in the loop C,-Q,-L,-SW,. The resonance half- 
cycle stops at time t= t, because Ds, prevents the loop 
current ic, from flowing in the opposition direction. The 
voltage across C, is reversed at the end of this interval. The 
equivalent circuit is shown in Fig. 15.35b. 

Interval III: (t,— f). Between t, and tp, current in Lp and L, 
continues to build up. This interval is the extended period for 
the resonance during which energy is pumped into L,. The 
corresponding equivalent circuit is showed in Fig. 15.35c. 

Interval IV: (t-t). Figure 15.35d shows the equivalent 
circuit for this operating mode. Before SW, is turned off, the 
second half of the resonant cycle needs to take place in order 
that a zero-voltage condition can be created for the turn-off 
process of SW,. The second half of the resonant cycle starts 
when auxiliary switch Q, is turned on at t = t,. Resonant 
current then flows through the loop L,-Q)-C,-antiparallel 
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diode of SW,. This current is limited by L, and thus Q, is 
turned on under a zero-current condition. Because the anti- 
parallel diode of SW, is conducting, the voltage across SW1 is 
clamped to the on-state voltage of the antiparallel diode. 
Therefore SW, can be turned off at (near) zero-voltage 
condition before t= t, at which the second half of the 
resonant cycle ends. 

Interval V: (t-t). During this interval, the voltage across 
C, is less than the output voltage V,. Therefore, Dp is still 
reverse-biased. Inductor current I, flows into C, until Vo, 
reaches V, at t = t,. The equivalent circuit is represented in 
Fig. 15.35e. 

Interval VI: (t,- t4). During this period, the resonant 
circuit is not in action and the inductor current I; charges 
the output capacitor Cp via Dp, as in the case of a classical 
boost-type PFC circuit. The C, is charged to V, and Q, can be 
turned off at zero-voltage and zero-current conditions. Figure 
15.35f shows the equivalent topology of this operating mode. 

In summary, SW1, Q, and Dr are fully soft-switched. 
Because the two resonance half-cycles take place within a 
closed loop outside the main inductor, the high resonant 
pulse will not occur in the inductor current, thus making 
the well-established averaged current mode control technique 
applicable for such a QR circuit. For full soft-switching in the 
turn-off process, the resonant components need to be 
designed so that the peak resonant current exceeds the 
maximum value of the inductor current. Typical measured 
switching waveforms and trajectories of SW1, Q, and Dp are 
shown in Fig. 15.37, Fig. 15.38, and Fig. 15.39, respectively. 


15.11.2 Design Procedure 
Given: 


e Input ac voltage = V, 

e Peak AC voltage Vimaxy(V) 

e Nominal output dc voltage = V,(V) 
e Switching frequency = fsw (Hz) 

e Output power = P,(W) 

e Input current ripple = AI(A) 

e Output voltage ripple = AV(V) 


15.11.2.1 Resonant Tank Design 


Step 1: Because the peak resonant current must be greater than 
the peak inductor current (same as peak input line current) in 
order to achieve soft-turn-off, it is necessary to determine the 
peak input current Imax) Assuming lossless ac-dc power 
conversion, Imax) can be estimated from the following equa- 
tion: 


2V,I, 
Tmax) oy Vy ) 
s(max 


(15.7) 


where I, = P,/V, is the maximum output current. 
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FIGURE 15.37 (a) Drain-source voltage and current of SW1; and (b) switching locus of SW1. 
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FIGURE 15.39 (a) Diode voltage and current; and (b) switching locus of diode. 
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Step 2: Soft-switching criterion is 


g (15.8) 


where Z, = ,/L,/C, is the impedance of the resonant tank. 
For a chosen resonant frequency f, L, and C, can be 
obtained from 


2nf, = 1/,/L,C, (15.9) 
15.11.2.2 Filter Component Design 
The minimum conversion ratio is 
1 
Monin) = Vo/ Vamax) = (15.10) 


i= Bch de zA Te/ Tsw) 


where Tew = 1/fw and t, is the extended period. From Eq. 
(5.10), minimum t, can be estimated. 
The turn-on period of the SW1 is 


Ton(sw1) = fe F 1/f, (15.11) 
Inductor value L is obtained from 

L> (2m) y. 15.12 
= AI s(max) ( $ ) 

The filter capacitor value C can be determined from 

AV 
C a =], (15.13) 
T,/7 sın (1, / Lmax) 
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(b) 


FIGURE 15.40 A family of EP-QR converters: (a) Buck converter; 
(b) boost converter; and (c) flyback converter. 


where T,=1/f, is the period of the ac voltage supply 
frequency. 
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(a) Conducted EMI from hard-switched flyback converter; and (b) radiated EMI from hard-switched flyback converter. 
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15.12. Soft-Switching and EMI 
Suppression 


A family of EP-QR converters is displayed in Fig. 15.40. Their 
radiated EMI emission have been compared with that from 
their hard-switched counterparts [36]. Figure 15.41a, b shows 
the conducted EMI emission from a hard-switched flyback 
converter and a soft-switched one, respectively. Their radiated 
EMI emissions are included in Fig. 15.42. Both converters are 
tested at an output power of 50W. No special filtering or 
shielding measures have been taken during the measurement. 
It is clear from the measurements that soft-switching is an 
effective means to EMI suppression. 


15.13 Snubbers and Soft-Switching for 
High Power Devices 


Today, most of the medium power (up to 200kVA) and 
medium voltage (up to 800V) inverters are hard-switched. 
Compared with low-power switched mode power supplies, the 
high voltage involved in the power inverters makes the dv/dt, 
di/dt, and switching stress problems more serious. In addi- 
tion, the reverse recovery of power diodes in the inverter leg 
may cause a very sharp current spike, leading to severe EMI 
problems. It should be noted that some high-power devices 
such as GTO thyristors do not have a square safe operating 
area (SOA). It is therefore essential that the switching stress 
they undergo must be within their limits. Commonly used 
protective measures include the use of snubber circuits to 
protect high-power devices. 

Among various snubbers, two snubber circuits are most well 
known for applications in power inverters. They are the 
Undeland snubber [37] (Fig. 15.43) and McMurray snubber 
circuits [38] (Fig. 15.44). The Undeland snubber is an asym- 
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(a) Conducted EMI from soft-switched flyback converter; and (b) radiated EMI from soft-switched flyback converter. 


metric snubber circuit with one turn-on inductor and one 
turn-off capacitor. The turn-off snubber capacitor C, is 
clamped by another capacitor C,. At the end of each switching 
cycle, the snubber energy is dumped into C, and then 
discharged into the dc bus via a discharge resistor. In order 
to reduce the snubber loss, the discharge resistor can be 
replaced by a switched mode circuit. In this way, the Undeland 
snubber can become a snubber with energy recovery. The 
McMurray snubber is symmetrical. Both of the turn-off 


Cs 


Cc 


Undeland 
FIGURE 15.43 Undeland snubber. 


McMurray 
FIGURE 15.44 McMurray snubber. 
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FIGURE 15.45 McMurray snubber with energy recovery. 


snubber capacitors share current in parallel during turn off. 
The voltage transient is limited by the capacitor closest to the 
turning-off device because the stray inductance to the other 
capacitor will prevent instantaneous current sharing. The 
turn-on inductors require midpoint connection. Snubber 
energy is dissipated into the snubber resistor. Like the Unde- 
land snubber, the McMurray snubber can be modified into an 
energy recovery snubber. By using an energy recovery trans- 
former as shown in Fig. 15.45. this snubber becomes a 
regenerative one. Although other regenerative circuits have 
been proposed, their complexity makes them unattractive in 
industrial applications. In addition, they do not necessarily 
solve the power diode reverse recovery problems. 

Although the use of snubber circuits can reduce switching 
stress in power devices, the switching loss is actually damped 
into the snubber resistors unless regenerative snubbers are 
used. The switching loss is still a limiting factor to the high 
frequency operation of power inverters. However, the advent 
of soft-switching techniques opens up a new way to use high- 
frequency inverter operation. Because the switching trajectory 
of a soft-switched switch is close to the voltage and current 
axis, faster power electronic devices with smaller SOAs can, in 
principle, be used. In general, both ZVS and ZCS can reduce 
switching loss in high-power power switches. However, for 
power switches with tail currents, such as IGBT, ZCS is more 
effective than ZVS. 


15.14 Soft-Switching DC-AC Power 
Inverters 


The soft-switching technique not only offers a reduction in 
switching loss and thermal requirement, but also allows the 
possibility of high frequency and snubberless operation. 
Improved circuit performance and efficiency as well as reduc- 
tion of EMI emission can be achieved. For zero voltage 
switching (ZVS) inverter applications, two major approaches 
that enable inverters to be soft-switched have been proposed. 
The first approach pulls the dc link voltage to zero momenta- 
rily so that the inverter’s switches can be turned on and off 
with ZVS. Resonant dc link and quasi-resonant inverters 
belong to this category. The second approach uses the reso- 
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nant pole idea. By incorporating the filter components into the 
inverter operation, resonance condition and thus zero volta- 
ge/current conditions can be created for the inverter switches. 
In this section, the following soft-switched inverters are 
described. 
Approach A: Resonant dc link inverters: 


1. resonant (pulsating) dc link inverters; 
actively-clamped resonant dc link inverters; 
resonant inverters with minimum voltage stress; 
quasi-resonant soft-switched inverter; and 
parallel resonant dc link inverter. 


Sy DS 


Approach B: Resonant pole inverters: 


6. resonant pole inverters; 
7. auxiliary resonant pole inverters; and 
8. auxiliary resonant commutated pole inverters. 


Type 1 is the resonant dc link inverter [39-41], which sets 
the dc link voltage into oscillation so that zero-voltage instants 
are created periodically for ZVS. Despite the potential advan- 
tages that this soft-switching approach can offer, a recent 
review on existing resonant link topologies for inverters [42] 
concludes that the resonant dc link system results in an 
increase in circuit complexity and the frequency spectrum is 
restricted by the need to use integral pulse density modulation 
(IPDM) when compared with a standard hard-switched 
inverter. In addition, the peak pulsating link voltage of 
resonant link inverters is twice that of the dc link voltage in 
a standard hard-switched inverter. Although clamp circuits 
(Type 2) can be used to limit the peak voltage to 1.3-1.5 per 
unit [41], power devices with higher than normal voltage 
ratings have to be used. 

Circuits of Types 3-5 employ a switched mode front stage 
circuit, which pulls the dc link voltage to zero momentarily 
whenever inverter switching is required. This soft-switching 
approach does not cause extra voltage stress to the inverter 
and hence the voltage rating of the power devices is only 1 per 
unit. As ZVS conditions can be created at any time, there is 
virtually no restriction in the PWM strategies. Therefore, well- 
established PWM schemes developed in the last two decades 
can be employed. In some ways, this approach is similar to 
some dc-side commutation techniques proposed in the past 
for thyristor inverters [43, 44], although these dc-side commu- 
tation techniques were used for turning off thyristors in the 
inverter bridge and not primarily developed for soft-switching. 

Circuits of Types 6—8 retain the use of a constant dc link 
voltage. They incorporate the use of the resonant components 
and/or filter components into the inverter circuit operation. 
This approach is particularly useful for inverter applications in 
which output filters are required. Examples include uninter- 
ruptible power supplies (UPS) and inverters with output filters 
for motor drives. The LC filter components can form the 
auxiliary resonant circuits that create the soft-switching condi- 
tions. However, these tend to have high-power device count 
and require complex control strategy. 
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15.14.1 Resonant (Pulsating) de link inverter 


A resonant dc link converter for dc-ac power conversion was 
proposed in 1986 [39]. Instead of using a nominally constant 
dc link voltage, a resonant circuit is added to cause the dc link 
voltage to pulsate at a high frequency. This resonant circuit 
theoretically creates periodic zero-voltage duration at which 
the inverter switches can be turned on or off. Figure 15.46 
shows the schematics of the pulsating link inverter. Typical dc 
link voltage, inverter’s phase voltage, and the line voltages are 
shown in Fig. 15.47. Because the inverter switching can only 
occur at zero voltage duration, integral pulse density modula- 
tion (IPDM) has to be adopted in the switching strategy. 

Analysis of the resonant dc link converter can be simplified 
by considering that the inverter system is highly inductive. The 
equivalent circuit is shown in Fig. 15.48. 

The link current I, may vary with the changing load 
condition, but can be considered constant during the short 
resonant cycle. If switch S is turned on when the inductor 
current is [,,, the resonant dc link voltage can be expressed as 
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FIGURE 15.47 Typical dc link voltage (Vo), phase voltages (V4, Vg), 


V(t) = V; + e” [- V; cos(wt) + @LIy sin(wt)] (15.14) and line voltage (V4g) of resonant link inverters. 
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FIGURE 15.46 Resonant-link inverters. 
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FIGURE 15.48 Equivalent circuit of resonant link inverter. 


and inductor current i; is 


i(t) © L + ol ty cos(a@t) + Z sinon (15.15) 
where 
a = R/2L (15.16) 
@, = (LC)? (15.17) 
w = (o? — a?) (15.18) 
and 
w=- (15.19) 


The resistance in the inductor could affect resonant beha- 
vior because it dissipates some energy. In practice, (i; — I,) 
has to be monitored when S is conducting. In addition, S can 
be turned on when (i, — [,) is equal to a desired value. The 
objective is to ensure that the dc link voltage can be resonated 
to zero voltage level in the next cycle. 

The pulsating dc link inverter has the following advantages: 


e reduction of switching loss; 

e snubberless operation; 

e high switching frequency (> 18 kHz) operation becomes 
possible, leading to the reduction of acoustic noise in 
inverter equipment; and 

e reduction of heat sink requirements and thus improve- 
ment of power density. 


This approach has the following limitations: 


e The peak dc pulsating link voltage (2.0 per unit) is higher 
than the nominal dc voltage value of a conventional 
inverter. This implies that power devices and circuit 
components of higher voltage ratings must be used. 
This could be a serious drawback because power compo- 
nents of higher voltage ratings are not only more 
expensive, but usually have inferior switching perfor- 
mance than their low-voltage counterparts. 

e Although voltage clamp can be used to reduce the peak 
dc link voltage, the peak voltage value is still higher than 
normal and the additional clamping circuit makes the 
control more complicated. 
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e Integral pulse-density modulation has to be used. Many 
well-established PWM techniques cannot be employed. 


Despite these advantages, this resonant converter concept has 
paved the way for other soft-switched converters to develop. 


15.14.2 Active-Clamped Resonant de Link 
Inverter 


In order to solve the high-voltage requirement in the basic 
pulsating dc link inverters, active clamping techniques (Fig. 
15.49) have been proposed. The active clamp can reduce the 
per-unit peak voltage from 2.0 to ¥1.3—1.5 [41]. It has been 
reported that an operating frequency in the range of 60 to 
100 kHz has been achieved [45] with an energy efficiency of 
97% for a 50-kVA drive system. 

The design equations for an active-clamped resonant link 
inverter are 


T, = i =2 LG (coa —k+ eS) (15.20) 


where T; is the minimum link period, fr is the maximum link 
frequency, and k is the clamping ratio. For the active-clamped 
resonant inverter, k is typically 1.3 to 1.4p.u. 

The rate of rise of the current in the clamping device is 


di_(k—WV, 


S 15.21 
dt L ( ) 


r 


The peak clamping current required to ensure that the dc bus 
return to zero voltage is 


(15.22) 


FIGURE 15.49 


Active-clamp resonant link inverter. 
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In summary, resonant (pulsating) dc link inverters offer 
significant advantages, such as: 


high switching frequency operation; 

low dv/dt for power devices; 

ZVS with reduced switching loss; 
suitable for 1—250kW; and 

rugged operation with few failure modes. 


15.14.3 Resonant de Link Inverter with Low 
Voltage Stress 


A resonant dc link inverter with low voltage stress [46] is 
shown in Fig. 15.50. It consists of a front-end resonant 
converter that can pull the dc link voltage down just before 
any inverter switching. This resonant dc circuit serves as an 
interface between the dc power supply and the inverter. It 
essentially retains all the advantages of the resonant (pulsat- 
ing) dc link inverters but it offers extra advantages, including: 


No increase in the dc link voltage when compared with a 
conventional hard-switched inverter. That is, the dc link 
voltage is 1.0 per unit. 

The zero voltage condition can be created at any time. 
The ZVS is not restricted to the periodic zero-voltage 
instants as in a resonant dc link inverter. 
Well-established PWM techniques can be employed. 
Power devices of standard voltage ratings can be used. 


The timing program and the six operating modes (a-f) of this 
resonant circuit are as shown in Fig. 15.51 and Fig. 15.52, 
respectively. 


(1) Normal mode This is the standard PWM inverter mode. 
The resonant inductor current i,,(t) and the resonant voltage 
V..(t) are given by 

i(t) =0 

Valt) = V, 


where V, is the nominal dc link voltage. 


(2) Mode 1 (Initiating mode): (t — t,) At t» mode 1 begins 
by switching T2 and T3 on with zero current. Then ġ,(t) 
increases linearly with a di/dt of V,/L,. If i(t) is equal to the 
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FIGURE 15.51 
mum voltage stress. 


Timing diagram of a resonant link inverter with mini- 


initialized current I, Tl is zero-voltage turned off. If 
(I, — I,) < I;, then the initialization is ended when i,,(t) is 
equal to I;, where I, is the current flowing into the dc inductor 
Lac If Ud, — IL) > I, then this mode continues until ġ,(t) is 
equal to (I, — I,). The equations in this interval are 


; V, 
i(t) = F t 
2 


Val t) = V, 


i V, 

i(t) = T t=]; 
(3) Mode 2 (Resonant mode): (ti — t) After T1 is turned off 
under the ZVS condition, resonance between L, and C, 
occurs. The V(t) decreases from V, to 0. At b, i(t) reaches 
the peak value in this interval. The equations are 


I 


S. 


ind) = 5 sin(o,t) + Uh, + = I) costo, t) = (l = 1) 


r 


Va(t) = —V, cos(@,t) r= [1 A (I, ~ I,)\Z, sin(@,t) 
T(t) = h = Tir, peak 


Va(b) =0 
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3 kk ay K x Mt K Kf 

S T Gah Gee ET Em) 
keke œT org N A ch |: 
po l ? T i 


FIGURE 15.50 Resonant dc link 


inverter with low voltage stress. 
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(e) mode 4 


S. Hui and H. Chung 


(b) mode 1 


(d) mode 3 


(f) mode 5 


FIGURE 15.52 Operating modes of resonant link inverter with minimum voltage stress. 


where 


L 1 
Z,=.J/— and o, =—== 


C, VL,C, 
(4) Mode 3 (Freewheeling mode): (t, — t) The resonant 
inductor current flows through two freewheeling paths (T2- 
Lr-D2 and T3-D1-Lr). This duration is the zero voltage period 
created for ZVS of the inverter, and should be longer than 


the minimum on and off times of the inverter’s power 
switches: 


wt) = 1, 


Valt) =0 


(5) Mode 4 (Resonant mode): (t — t4) This mode begins 
when T2 and T3 are switched off under ZVS. The second half 
of the resonance between L, and C, starts again. The capacitor 


$ 
V,. The relevant equations in this mode are 


voltage V(t) increases back from 0 to V, and is clamped to 


i(t) = [L = (sn ~ I)] cos(œ,t) = (on = I) 
Va(t) = [b p (on Ti IDIZ, sin(œ,t) 

(4) = b 
Valta) = V, 


where In is the load current after the switching state. 


(6) Mode 5 (Discharging mode): (t, — t;) In this period, T1 is 
switched on under ZV condition because V.,(t) = V,. The 
inductor current decreases linearly. This mode finishes when 
ir, (t) becomes zero. 


; V, 

i(t) => a t+ I; 
r 

valt) = V, 


i, (ts) =0 
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15.14.4 Quasi-Resonant Soft-Switched Inverter 
[47] 
15.14.4.1 Circuit Operation 


Consider an inverter fed by a dc voltage source V,. A front- 
stage interface circuit shown in Fig. 15.53 can be added 
between the dc voltage source and the inverter. The front 
stage circuit consists of a quasi-resonant circuit in which the 
first half of the resonance cycle is set to occur to create the 
zero-voltage condition whenever inverter switching is needed. 
After inverter switching has been completed, the second half of 
the resonance cycle takes place so that the dc link voltage is set 
back to its normal level. To avoid excessive losses in the 
resonant circuit, a small capacitor C,, is normally used to 
provide the dc link voltage while the large smoothing dc link 
capacitor C, is isolated from the resonant circuit just before 
the zero-voltage duration. This method avoids the require- 
ment for pulling the dc voltage of the bulk capacitor to zero. 
The period for this mode is from f to t, in Fig. 15.54. In 
this mode, switch S, is turned on and switches S,, and S,, are 
turned off. The inverter in Fig. 15.53 works like a conventional 
dc link inverter and V.,, = Va in this mode. The voltage 
across switch S, is zero. Before an inverter switching takes 
place, switch S, is triggered at t) to discharge C,,. This 
operating mode ends at t when V.,, approaches zero. The 
equivalent circuit in this mode is shown in Fig. 15.55a. The 
switch S, must be turned off at zero voltage when switch S, is 
triggered. After S, is triggered, C,, will be discharged via the 
loop C,» C,,, L, and S,,. Under conditions of V2 < 0 and 
C, < Cy, energy stored in C, will be transferred to C,, and 
V falls to zero in the first half of the resonant cycle in the 
equivalent circuit of Fig. 15.55a. V.,, will be clamped to zero 
by the freewheel diodes in the inverter bridge and will not 
become negative. Thus, V„ı can be pulled down to zero for 
zero voltage switching. When the current in inductor L, 
becomes zero, switch S,, can be turned off at zero current. 
Inverter switching can take place in the period from t, to t; 
in which V, remains zero. This period must be longer than 
the turn-on and turn-off times of the switches. When inverter 
switching has been completed, it is necessary to reset the 
voltage of capacitor C,,. The equivalent circuit in this mode is 
shown in Fig. 15.55b. The current in inductor L, reaches zero 
at t;. Due to the voltage in V, and the presence of diode D,, 


inverter 


FIGURE 15.53 Quasi-resonant circuit for soft-switched inverter. 
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FIGURE 15.54 Typical waveforms for V.., and Vz 


this current then flows in the opposite direction. Then C,, will 
be recharged via L,, C,., C,,; and D,. Diode D, turns off when 
the current in L, becomes zero. Here V will not go beyond 1 
per unit because C,, is clamped to supply voltage by diode D,,. 
Switch S, can be turned on again at zero voltage condition 
when V,,, returns to normal dc supply voltage. After Dr turns 


Vs 


(c) Mode 5 


FIGURE 15.55 Equivalent circuits of the quasi-resonant circuit for 
different modes. 
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off, V... may not be zero. Some positive residual capacitor 
voltage remains in C, at t,, as shown in Fig. 15.54. In the case 
V2 is positive, V,.; cannot be pulled down to zero again in 
the next switching cycle. Therefore, S, should be triggered 
after t, to reverse the residual voltage in C,,. At time t, S, 
turns off at zero current condition and V,» is now reversed to 
negative. The equivalent circuit in this mode is shown in Fig. 
15.55c. When V... < 0 and C, < Cy, Va can be pulled down 
to zero again before the next inverter switching. The operation 
can then be repeated in next switching cycle. 


15.14.4.2 Design Considerations: 


(1) Ca and Ca 
voltages V is 


The criterion for getting zero capacitor 


(Cy, = Ci) V; + 2C 9 Vor aa AI Ty L,C, < 0 (15.23) 


where 


e V, is the initial voltage of C,,; 

e V,. is the initial voltage of C,,; 

e ir is the initial current of inductor L,; 

e AI=I,—I,, which is the difference between load 
current and supply current. It is assumed to be a 
constant within a resonant cycle; 

e R, is the equivalent resistance in the resonant circuit; and 
C= Cn Cy 

C, F Cy 


When AI > 0, the preceding criterion is always true under 
conditions of: 


Cr s Cy, Voz a 0 


The criterion for recharging voltage V.,, to 1 per unit dc link 
voltage is: 


oC AI 
L VL,C, = V, 
Cy + Ci, 7 Cn ar Cy ý Da 


(2) Inductor L, The L, should be small so that the dc link 
voltage can be decreased to zero quickly. However, a small L, 
could result in large peak resonant current and therefore 
requirement of power devices with large current pulse ratings. 
An increase in the inductance of L, can limit the peak current 
in the quasi-resonant circuit. Because the resonant frequency 
depends on both the inductor and the capacitor, the selection 
of L, can be considered together with capacitors C,, and C, 
and with other factors such as the current ratings of power 
devices, the zero-voltage duration, and the switching 
frequency required in the soft-switching circuit. 


(15.24) 


(3) Triggering instants of the switches Correct triggering 
instants for the switches are essential for the successful 
operation of this soft-switched inverter. For inverter switches, 
the triggering instants are determined from a PWM modula- 
tion. Let T, be the time at which the inverter switches change 
states. To get the zero voltage inverter switching, switch S, 


S. Hui and H. Chung 


should be turned on a half-resonant cycle before the inverter 
switching instant. The turn-on instant of S,,, which is t in 
Fig. 15.54, can be written as 


UA 
1 = T,-— (15.25) 


where 


R 
w = 0h — a, t= 


The switch S, is turned off at t. 

The S,, may be turned off during its zero current period 
when diode D, is conducting. For easy implementation, its 
turn-off time can be selected as T, + 7/œ. Because the dc link 
voltage can be pulled down to zero in less than half of a 
resonant cycle, T, should occur between t, and t. 

At time t, (the exact instant depends on the AJ), the diode 
D, turns on in the second half of the resonant cycle to recharge 
C,,. At t4» Vaq reaches 1 per unit and diode D, clamps V, to 
1 per unit. The switch S, can be turned on again at t}, which is 
a half resonant cycle after the start of t: 


T 
t Z h+— (15.26) 
a) 

As t; cannot be determined accurately, a voltage sensor can 
be used, in principle, can be used to provide information for t4 
so that S, can be turned on to reconnect C, to the inverter. In 
practice, however, S, can be turned on a few microseconds 
(longer than Ts + 2/o) after t, without using a voltage sensor 
(because it is not critical for S, to be on exactly at the moment 
V., reaches the nominal voltage). As for switch S,,, it can be 
turned on a few microseconds after t,. It will be turned off half 
of resonant cycle (z,/L,C,,) in the L, — C, circuit later. In 
practice, the timing of S,» S,, and S, can be adjusted in a 
simple tuning procedure for a given set of parameters. Figure 
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FIGURE 15.56 Gatings signals for S, S,. and S, with Vori- 
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FIGURE 15.59 Zero-average-current error (ZACE) control concept. 
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15.14.4.3 Control of Quasi-Resonant Soft-Switched 

Inverter using Digital Time Control en ee 
Based on the zero-average-current error (ZACE) control B 
concept, a digital time control (DTC) method [48] has been Lo i 
developed for a current-controlled quasi-resonant soft- l | Ae i 
switched inverter. The basic ZACE concept is shown in Fig. i f 
15.59. The current error is obtained from the difference of a F 1 


reference current and the sensed current. The idea is to have : Sp 
the areas of each transition (Al and A2) equal. If the switching | ; 
| 
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across C,, 


FIGURE 15.61 Timing diagrams for the gating signals. 
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FIGURE 15.58 Typical Z, 1, and V.,, under loaded condition. (b) typical switch voltage under soft-turn-off. 
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FIGURE 15.64 Single-phase resonant pole inverter. 


frequency is significantly greater than the fundamental 
frequency of the reference signal, the rising and falling current 
segments can be assumed to be linear. The following simplified 
equation can be established: 


(15.27) 


Atai = tapi — tn 


a. 
g 
Vdc $ $ 
ca T4 L 
l l | 
+ Vf + 
Lr=Lf Cf 
IVYY 9 |} » 
> R 
If=Ir Wy 
ae 
talon, 
+ Vo - 
c. 
x 
Vdc 
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FIGURE 15.65 Timing diagram for a single-phase resonant pole inver- 
ter. 
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FIGURE 15.66 Operating mode of a single-phase resonant pole inverter. 
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The control algorithm for the inverter is 


Ati = Atay A p|7= a (tnt a n) (15.28) 


7 
The schematic of a digital signal processor (DSP)-based 
controller for the DTC method is shown in Fig. 15.60. The 
duty cycle can be approximated from the reference sine wave 
by level shifting and scaling it between 0 and 1. The time 
tr42 — t, is the sum of At,,, and At,,,. These data provide 
information for the calculation of the next switching time 
Atari: 
The switches are triggered by the changing edge of the 
switch control Q. Approximate delays are added to the 
individual switching signals for both the inverter switches 
and the quasi-resonant switches. Typical gating waveforms 
are shown in Fig. 15.61. The use of the quasi-resonant soft- 
switched inverter is a very effective way to suppress switching 
transient and EMI emission. Figure 15.62a,b shows the inver- 
ter switch voltage waveforms of a standard hard-switched 
inverter and a quasi-resonant soft-switched inverter, respec- 
tively. It is clear that the soft-switched waveform has much less 
transient than the hard-switched waveform. 


where D = At,42/tn42 — t, and Tow = tnp4 — É, 


15.14.5 Resonant Pole Inverter and Auxiliary 
Resonant Commutated Pole Inverter 


The resonant pole inverter (RPI) integrates the resonant 
components with the output filter components Ly and Cj. 
The load is connected to the midpoint of the dc bus capacitors 
as shown in Fig. 15.63. However, it should be noted that the 
RPI can be described as a resonant inverter. Figure 15.64 shows 
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FIGURE 15.67 Improved resonant pole inverter leg. 

a single-phase RPI. Its operation can be described with the 
timing diagram in Fig. 15.65. The operating modes are 
included in Fig. 15.66. The RPI provides soft-switching for 
all power switches but it has two disadvantages. First, power 
devices have to be switched continuously at the resonant 
frequency determined by the resonant components. Second, 
the power devices in the RPI circuit require a 2.2 to 2.5p.u. 
current turn-off capability. 

An improved version of the RPI is the auxiliary resonant 
commutated pole inverter (ARCPI). The ARCPI for one 
inverter leg is shown in Fig. 15.67. Unlike the basic RPI, the 
ARCPI allows the switching frequency to be controlled. Each 
of the primary switches is closely paralleled with a snubber 
capacitor to ensure ZV turn-off. Auxiliary switches are 
connected in series with an inductor, ensuring that they 
operate under ZC conditions. For each leg, an auxiliary circuit 
composed of two extra switches Al and A2, two freewheeling 
diodes, and a resonant inductor L, is required. This doubles 
the number of power switches when compared with hard- 
switched inverters. Figure 15.68 shows the three-phase ARCPI 
system. Depending on the load conditions, three commutation 
modes are generally needed. The commutation methods at low 


RECTIFIER INVERTER 
+ + + o dih d + . amd + o dh a + 
+ 
2Cdc 
TF A RAS E= T A KF L TFT A en: KF 4 WT 
Auxiliary Circuit (AC) 
Lr AC AC AC AC AC 
voe oot ¢ +e + oo ¢ oo @ 
tk 
A1 A2 
_ F 2cac Raq ela slats) atl slat E a G 
+ + + +e + oe kd +o + 
v3 Lra 3 hs i A 
LF1b LF1b LF1b 
e ~e -—* 
wf oe 4 L 4 
+ : + = TCF2 “TCF2 TCF2 
(“) CF1 (“) CF1 C) CF1 
+- 


oe] ca] 
3 phase load 


FIGURE 15.68 Three-phase auxiliary resonant commutated pole inverter (ARCPI). 
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and high current are different. This makes the control of the 
ARCPI very complex. The increase in control and circuit 
complexity represents a considerable cost penalty [50]. 


References 


l. 


10. 


11. 


12. 


13. 


14. 


15. 


16. 


17. 


18. 


19. 


20. 


R.M. Davis, Power Diode and Thyristor Circuits, IEE Monograph, 
Series 7, 1971. 


. N. Mohan, T. Undeland, and W. Robbins, Power Electronics, Conver- 


ters, Applications, and Design, New York: John Wiley, 1995. 


. M.H. Rashid, Power Electronics, Circuits, Devices, and Applications, 


Englewood Cliffs: Prentice Hall, 1993. 


. P. Vinciarelli, “Forward Converter Switching at Zero Current,” U.S. 


Patent 4,415,959, Nov. 1983. 


. EC. Lee, High-Frequency Resonant, Quasi-Resonant and Multi-Reso- 


nant Converters, Virginia Power Electronics Center, 1991. 


. EC. Lee, High-Frequency Resonant and Soft-Switching Converters, 


Virginia Power Electronics Center, 1991. 


. M.K. Kazimierczuk and D. Czarkowski, Resonant Power Converters, 


New York: Wiley Interscience, 1995. 


. R.E. Tarter, Solid-State Power Conversion Handbook, New York: Wiley- 


Interscience 1993. 


. K.H. Liu and EC. Lee, “Resonant Switches — A Unified Approach to 


Improve Performances of Switching Converters,” in Proc. Int. Tele- 
comm. Energy Conf., 1984, pp. 344-351. 

K.H. Liu, R. Oruganti, and EC. Lee, “Resonant Switches — Topologies 
and Characteristics,” in Proc. IEEE Power Electron. Spec. Conf., 1985, 
pp. 62-67. 

K.D.T. Ngo, “Generalized of Resonant Switches and Quasi-Resonant 
DC-DC Converters,” in Proc. IEEE Power Electron. Spec. Conf., 1986, 
pp. 58-70. 

EC. Lee, “High-frequency Quasi-Resonant and Multi-Resonant 
Converter Technologies,” in Proc. IEEE Int. Conf. Ind. Electron., 
1988, pp. 509-521. 

K.H. Liu and EC. Lee, “Zero-Voltage Switching Techniques in DC/DC 
Converter Circuits,” in Proc. IEEE Power Electron. Spec. Conf., 1986, 
pp. 58-70. 

M. Jovanovic, W. Tabisz, and EC. Lee, “Zero-voltage Switching 
Technique in High Frequency Off-line Converters,” in Proc. Applied 
Power Electron. Conf. and Expo., 1988, pp. 23-32. 

R. Steigerwald, “A Comparison of Half-Bridge Resonant Converter 
Topologies,” IEEE Trans. Power Electron, 3:2 174—182, Apr. 1988. 
O.D. Patterson and D.M. Divan, “Pseudo-resonant Full-Bridge 
DC/DC Converter,” in Proc. IEEE Power Electron. Spec. Conf., 1987, 
pp. 424-430. 

C.P. Henze, H.C. Martin, and D.W. Parsley, “Zero-Voltage Switching 
in High Frequency Power Converters Using Pulse Width Modulation,” 
in Proc. IEEE Applied Power Electron. Conf. and Expo., 1988, pp. 33 — 
40. 

General Electric Company, “Full-Bridge Lossless Switching Conver- 
ters,” U.S. Patent 4,864,479, 1989. 

W.A. Tabisz and F.C. Lee, “Zero-Voltage-Switching Multi-Resonant 
Technique—a Novel Approach to Improve Performance of High 
Frequency Quasi-Resonant Converters,’ IEEE Trans. Power Electron. 
4:4, 450 — 458, Oct. 1989. 

W.A. Tabisz and EC. Lee, “DC Analysis and Design of Zero-Voltage 
Switched Multi-Resonant Converters,” in Proc. IEEE Power Electron. 
Spec. Conf., 1989, pp. 243-251. 


22. 


23: 


24. 


25. 


26. 


27. 


28. 


29. 


30. 


31. 


32. 
33. 


34. 


35. 


36. 


37. 


38. 


39. 


40. 


41. 


42. 


S. Hui and H. Chung 


. M. Jovanovic and F.C. Lee, “DC Analysis of Half-Bridge Zero-Voltage- 
Switched Multi-Resonant Converter,” IEEE Trans. Power Electron. 5:2, 
160-171, Apr. 1990. 

R. Farrington, M.M. Jovanovic, and EC. Lee, “Constant-Frequency 
Zero-Voltage-Switched Multi-resonant converters: Analysis, Design, 
and Experimental Results,” in Proc. IEEE Power Electron. Spec. Conf., 
1990, pp. 197-205. 

G. Hua, C.S. Leu, and EC. Lee, “Novel zero-voltage-transition PWM 
converters” in Proc. IEEE Power Electron. Spec. Conf., 1992, pp. 55-61. 
R. Watson, G. Hua, and EC. Lee, “Characterization of an Active 
Clamp Flyback Topology for Power Factor Correction Applications,” 
IEEE Trans. Power Electron. 11:1, 191—198, Jan. 1996. 

R. Watson, EC. Lee, and G. Hua, “Utilization of an Active-Clamp 
Circuit to Achieve Soft Switching in Flyback Converters,” IEEE Trans. 
Power Electron. 11:1, 162—169, Jan. 1996. 

B. Carsten, “Design Techniques for Transformer Active Reset Circuits 
at High Frequency and Power Levels,” in Proc. High Freq. Power 
Conversion Conf., 1990, pp. 235-245. 

S.D. Johnson, A.F. Witulski, and E. W. Erickson, “A Comparison of 
Resonant Technologies in High Voltage DC Applications,” in Proc. 
IEEE Appli. Power Electron. Conf., 1987, pp. 145-156. 

A.K.S. Bhat and S.B. Dewan, “A Generalized Approach for the Steady 
State Analysis of Resonant Inverters,’ IEEE Trans. Ind. Appl. 25:2, 
326 — 338, Mar. 1989. 

A.K.S. Bhat, “A Resonant Converter Suitable for 650V DC Bus 
Operation,” IEEE Trans. Power Eletcron. 6:4, 739—748, Oct. 1991. 
A.K.S. Bhat and M.M. Swamy, “Loss Calculations in Transistorized 
Parallel Converters Operating Above Resonance,” IEEE Trans. Power 
Electron. 4:4, 449 — 458, July 1989. 

A.K.S. Bhat, “A Unified Approach for the Steady-State Analysis of 
Resonant Converter,” IEEE Trans. Ind. Electron. 38:4, 251—259, Aug. 
1991. 

Applications Handbook, Unitrode Corporation, 1999. 

Barbi, J.C. Bolacell, D.C. Martins, and FB. Libano, “Buck quasi- 
resonant converter operating at constant frequency: Analysis, design 
and experimentation,” PESC’89, pp. 873—880. 

K.W.E. Cheng and P.D. Evans “A family of extended-period circuits for 
power supply applications using high conversion frequencies,” 
EPE’91, pp.4.225-4.230. 

S.Y.R. Hui, K.W.E. Cheng, and S.R.N. Prakash, “A fully soft-switched 
extended-period quasi-resonant power correction circuit,’ IEEE 
Trans. Power Electron. 12:5, pp. 922—930, Sept. 1997. 

H.S.H. Chung and Hui S.Y.R., “Reduction of EMI in power converters 
using fully soft-switching technique,” IEEE Trans. on Electromagnetics 
40:3, pp. 282—287, August 1998. 

T. Undeland, “Snubbers for pulse width modulated bridge converters 
with power transistors or GTOs,” IPEC, Tokyo, Conference Proceed- 
ings, vol.1, pp.313—323, 1983. 

W. McMurray, “Efficient snubbers for voltage source GTO inverters,” 
IEEE Trans. on Power Electron. 2:3, pp.264—272, July 1987. 

D.M. Divan, “The resonant dc link converter — A new concept in 
static power conversion,” IEEE Trans. IA 25:2, 317-325, 1989. 
Jin-Sheng Lai and K Bose, “An induction motor drive using an 
improved high frequency resonant dc link inverter,’ IEEE Trans. 
Power Electron. 6:3, 504—513, 1991. 

D.M. Divan and G. Skibinski, “Zero-switching-loss inverters for high- 
power applications,” IEEE Trans. IA 25:4, 634-643, 1989. 

S.J. Finney, T.C. Green, and B.W. Williams, “Review of resonant link 
topologies for inverters,” IEE Proc. B 140:2, 103-114, 1993. 


15 Resonant and Soft-Switching Converters 


43. 


44. 


45. 


46. 


S.B. Dewan and D.L. Duff, “Optimum design of an input commutated 
inverter for AC motor control,” IEEE Trans. Industry Gen. Applications 
IGA-5:6, 699-705, Nov./Dec. 1969. 

V.R. Stefanov and P. Bhagwat, “A novel dc side commutated inverter,” 
IEEE PESC Record, 1980. 

A. Kurnia, H. Cherradi and D. Divan, Impact of IGBT behavior on 
design optimization of soft switching inverter topologies,’ IEEE TAS 
Conf. Record, 1993, pp.140 — 146. 

Y.C. Jung, J.G. Cho, and G.H. Cho, “A new zero voltage switching 
resonant dc-link inverter with low voltage stress,” Proc. IEEE Industrial 
Electronics Conference, 1991, pp 308-313. 


47. 


48. 


49. 


50. 


305 


S.Y.R. Hui, E.S. Gogani, and J. Zhang, ’Analysis of a quasi-resonant 
circuit for soft-switched inverters,’ IEEE Trans. on Power Electron. 
11:1, 106-114, Jan. 1999. 

D.M. Baker, V.G. Ageliidis, C.W. Meng, and C.V. Nayar, “Integrating 
the digital time control algorithm with DC-bus ‘notching’ circuit 
based soft-switching inverter,” IEE Proceedings-Electric Power Applica- 
tions 146:5, 524-529, Sept. 1999. 

F.C. Lee and D. Borojevic, “Soft-switching PWM converters and 
inverters”, Tutorial notes, PESC’94. 

D.M. Divan and R.W. De Doncker, “Hard and Soft-switching voltage 
source inverters,” Tutorial notes, PESC’94. 


Ajit K. Chattopadhyay, 16.1 
Ph.D., FIEEE 16.2 
Electrical Engg. Department 
Bengal Engineering College 
(Deemed University) 16.3 
Howrah-711 103 : 
India 
16.4 
16.5 


16 


AC-AC Converters 


TAIPOMU CHO. . 0. sucecstsscgdedseds a 
Single-Phase AC/AC Voltage Controller 
6.2.1 Phase-Controlled Single-Phase Alternating Current Voltage Controller e 16.2.2 Single- 

Phase AC/AC Voltage Controller with ON/OFF Control 

Three-Phase AC/AC Voltage Controllers senesnis inie 312 
6.3.1 Phase-Controlled Three-Phase AC Voltage Controllers e 16.3.2 Fully Controlled Three- 

Phase Three-Wire AC Voltage Controller 

Cycloconverters:. 5 sasiveseg ice cnn veg cotwesd TEAR AEAEE ERER EARE S 316 
6.4.1 Single-Phase/Single-Phase Cycloconverter e 16.4.2 Three-Phase cycloconverters e 

6.4.3 Cycloconverter Control Scheme e 16.4.4 Cycloconverter Harmonics and Input Current 
Waveform e 16.4.5 Cycloconverter Input Displacement/Power Factor e 16.4.6 Effect of 

Source Impedance e 16.4.7 Simulation Analysis of Cycloconverter Performance 

e 16.4.8 Forced-Commutated Cycloconverter (FCC) 

Matrix Converter. iasa nenepi rei a tenes tenn detectives a ie set eutegareecones 327 
16.5.1 Operation and Control Methods of the Matrix Converter e 16.5.2 Commutation and 


Protection Issues in a Matrix Converter 

16.6 Applications of AC/AC Comnverters.........ccccecccecccceeeeeceseeeeeeeeseaeeeeessaune ees 331 
16.6.1 Applications of AC Voltage Controllers e 16.6.2 Applications of 
Cycloconverters e 16.6.3 Applications of Matrix Converters 


References........... 


16.1 Introduction 


A power electronic ac/ac converter, in generic form, accepts 
electric power from one system and converts it for delivery to 
another ac system with waveforms of different amplitude, 
frequency, and phase. They may be single-or three-phase 
types depending on their power ratings. The ac/ac converters 
employed to vary the rms voltage across the load at constant 
frequency are known as ac voltage controllers or ac regulators. 
The voltage control is accomplished either by: (i) phase control 
under natural commutation using pairs of silicon-controlled 
rectifiers (SCRs) or triacs; or (ii) by on/off control under forced 
commutation using fully controlled self-commutated switches 
such as Gate Turn-off Thyristors (GTOs), power transistors, 
Insulated Gate Bipolar Transistors (IGBTs), MOS-controlled 
Thyristors (MCTs), etc. The ac/ac power converters in which 
ac power at one frequency is directly converted to ac power at 
another frequency without any intermediate dc conversion 
link (as in the case of inverters discussed in Chapter 4, Section 
14.3) are known as cycloconverters, the majority of which use 
naturally commutated SCRs for their operation when the 
maximum output frequency is limited to a fraction of the 
input frequency. With the rapid advancement in fast-acting 
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fully controlled switches, force-commutated cycloconverters 
(FCC) or recently developed matrix converters with bidirec- 
tional on/off control switches provide independent control of 
the magnitude and frequency of the generated output voltage 
as well as sinusoidal modulation of output voltage and 
current. 

While typical applications of ac voltage controllers include 
lighting and heating control, on-line transformer tap chaning, 
soft-starting and speed control of pump and fan drives, the 
cycloconverters are used mainly for high-power low- 
speed large ac motor drives for application in cement kilns, 
rolling mills, and ship propellers. The power circuits, control 
methods, and the operation of the ac voltage controllers, 
cycloconverters, and matrix converters are introduced in 
this chapter. A brief review is also given regarding their 
applications. 


16.2 Single-Phase AC/AC Voltage 
Controller 


The basic power circuit of a single-phase ac-ac voltage 
controller, as shown in Fig. 16.la, is composed of a pair of 
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FIGURE 16.1 


Single-phase ac voltage controllers: (a) full-wave, two SCRs in inverse parallel; (b) full-wave with Triac; (c) full wave with two SCRs and 


two diodes; (d) full wave with four diodes and one SCR; and (e) half wave with one SCR and one diode in antiparallel. 


SCRs connected back-to-back (also known as inverse-parallel 
or antiparallel) between the ac supply and the load. This 
connection provides a bidirectional full-wave symmetrical 
control and the SCR pair can be replaced by a Triac (Fig. 
16.1b) for low-power applications. Alternate arrangements are 
as shown in Fig. 16.1c with two diodes and two SCRs to 
provide a common cathode connection for simplifying the 
gating circuit without needing isolation, and in Fig. 16.1d with 
one SCR and four diodes to reduce the device cost but with 
increased device conduction loss. An SCR and diode combi- 
nation, known as a thyrode controller, as shown in Fig. 16.le, 
provides a unidirectional half-wave asymmetrical voltage 
control with device economy but introduces a dc component 
and more harmonics and thus is not very practical to use 
except for a very low power heating load. 

With phase control, the switches conduct the load current 
for a chosen period of each input cycle of voltage and with 
on/off control the switches connect the load either for a few 


cycles of input voltage and disconnect it for the next few cycles 
(integral cycle control) or the switches are turned on and off 
several times within alternate half-cycles of input voltage (ac 
chopper or PWM ac voltage controller). 


16.2.1 Phase-Controlled Single-Phase AC Voltage 
Controller 


For a full-wave, symmetrical phase control, the SCRs T, and 
T, in Fig. 16.1a are gated at « and x + «, respectively, from the 
zero crossing of the input voltage and by varying «, the power 
flow to the load is controlled through voltage control in 
alternate half-cycles. As long as one SCR is carrying current, 
the other SCR remains reverse-biased by the voltage drop 
across the conducting SCR. The principle of operation in each 
half-cycle is similar to that of the controlled half-wave rectifier 
(Chapter 11, Section 11.2) and one can use the same approach 
for analysis of the circuit. 
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FIGURE 16.2 Waveforms for single-phase ac full-wave voltage control- 
ler with R-load. 


Operation with R-load. Figure 16.2 shows the typical 
voltage and current waveforms for the single-phase bi- 
directional phase-controlled ac voltage controller of Fig. 
16.la with resistive load. The output voltage and current 
waveforms have half-wave symmetry and thus no dc 
component. 

If v, = V2V,sinet is the source voltage, then the rms 
output voltage with T, triggered at « can be found from the 
half-wave symmetry as 


sin 20 1/2 
2m 
(16.1) 


Note that V, can be varied from V, to 0 by varying « from 0 to 
m. The rms value of load current: 


(16.2) 
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The input power factor: 


P, V, a sinza]? 
ee 16.3 
A V, | i 20 | Gen 
The average SCR current: 
1 m J/2 
I == 2V, sin wt d(œt 16.4 
ASCR = 57 R f s Sin (ot) (16.4) 


As each SCR carries half the line current, the rms current in 
each SCR is 
L scr = 1,/v2 (16.5) 
Operation with RL Load. Figure 16.3 shows the voltage and 
current waveforms for the controller in Fig. 16.la with RL 
load. Due to the inductance, the current carried by the SCR T, 
may not fall to zero at wt = n when the input voltage goes 
negative and may continue until wt = f, the extinction angle, 
as shown. The conduction angle 
0d=p-«4 (16.6) 


of the SCR depends on the firing delay angle « and the load 
impedance angle ġ. The expression for the load current I (œt) 


nta 


FIGURE 16.3 Typical waveforms of single-phase ac voltage controller 
with an RL-load. 
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when conducting from « to p can be derived in the same way 
as that used for a phase-controlled rectifier in a discontinuous 
mode (Chaper 11, Section 11.2) by solving the relevant 
Kirchhoff voltage equation: 


Yanar — p) — sin(« — pe tan oy, 
a<ot<f (16.7) 


i,(cot) = 


where Z = (R? + w*L*)'”” = load impedance and ¢ = load 
impedance angle = tan”'(wL/R). The angle f, when the 
current i, falls to zero, can be determined from the following 
transcendental equation obtained by putting i,(@t = f) = 0 
in Eq. (16.7) 


sin(B — $) = sin(a — p) — sin(a — p)e*/*"% (16.8) 
From Eqs. (16.6) and (16.8) one can obtain a relationship 
between 0 and « for a given value of h as shown in Fig. 16.4, 
which shows that as æ is increased the conduction angle 0 
decreases and the rms value of the current decreases. The rms 
output voltage 


ae 1/2 
— | 2V? sin’ wt ao] 
T 


_ Vs E a + sin 2a many 


; 7 (16.9) 


V, can be evaluated for two possible extreme values of ¢ = 0 
when f = m and ¢ = 2/2 when p = 22 — «, and the envelope 
of the voltage-control characteristics for this controller is 
shown in Fig. 16.5. 


180 
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FIGURE 16.4 0 vs « curves for single-phase ac voltage controller with 
RL load. 
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FIGURE 16.5 Envelope of control characteristics of a single-phase ac 
voltage controller with RL load. 


The rms SCR current can be obtained from Eq. (16.7) as 


Lace E i i, aon) (16.10) 
The rms load current 
Lovin scr (16.11) 
The average value of SCR current 
1f 
In scr = =| i, d(œt) (16.12) 


Gating Signal Requirements. For the inverse parallel SCRs 
as shown in Fig. 16.la, the gating signals of SCRs must be 
isolated from one another as there is no common cathode. For 
R-load, each SCR stops conducting at the end of each half- 
cycle and under this condition, single short pulses may be used 
for gating as shown in Fig. 16.2. With RL load, however, this 
single short pulse gating is not suitable as shown in Fig. 16.6. 
When SCR T, is triggered at wt = n+, SCR T, is still 
conducting due to the load inductance. By the time the SCR 
T, stops conducting at p, the gate pulse for SCR T, has already 
ceased and T, will fail to turn on, causing the converter to 
operate as a single-phase rectifier with conduction of T, only. 
This necessitates application of a sustained gate pulse either in 
the form of a continuous signal for the half-cycle period, 
which increases the dissipation in SCR gate circuit and a large 
isolating pluse transformer or better a train of pulses (carrier 
frequency gating) to overcome these difficulties. 


Operation witha < b. If «= ¢, then from Eq. (16.8), 


sin(f — o) = sin(B — «) = 0 (16.13) 
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FIGURE 16.6 Single-phase full-wave controller with RL load: Gate 
pulse requirements. 


and 


p-a=0=n2 (16.14) 
As the conduction angle 0 cannot exceed a and the load 
current must pass through zero, the control range of the firing 
angle is p <« <n. With narrow gating pulses and « < ¢, 
only one SCR will conduct resulting in a rectifier action as 
shown. Even with a train of pulses, if% < ¢, the changes in the 
firing angle will not change the output voltage and current but 
both SCRs will conduct for the period x with T) becoming on 
at wt =n and T, at wt+7. This dead zone (x=0 to @), 
whose duration varies with the load impedance angle ¢, is not 
a desirable feature in closed-loop control schemes. An alter- 
native approach to the phase control with respect to the input 
voltage zero crossing has been reported in which the firing 
angle is defined with respect to the instant when it is the load 
current (not the input voltage) that reaches zero, this angle 
being called the hold-off angle (y) or the control angle (as 
marked in Fig. 16.3). This method requires sensing the load 
current—which may otherwise be required anyway in a 
closed-loop controller for monitoring or control purposes. 


Per unit Amplitude 


Firing Angle a’ 


FIGURE 16.7 Harmonic content as a function of the firing angle for a 
single-phase voltage controller with RL load. 


Power Factor and Harmonics. As in the case of phase- 
controlled rectifiers, the important limitations of the phase- 
controlled ac voltage controllers are the poor power factor and 
the introduction of harmonics in the source currents. As seen 
from Eq. (16.3), the input power factor depends on a, and as g 
increases, the power factor decreases. 

The harmonic distortion increases and the quality of the 
input current decreases with increase of firing angle. The 
variations of low-order harmonics with the firing angle as 
computed by Fourier analysis of the voltage waveform of Fig. 
16.2 (with R-load) are shown in Fig. 16.7. Only odd harmo- 
nics exist in the input current because of half-wave symmetry. 


16.2.2 Single-Phase AC/AC Voltage Controller 
with ON/OFF Control 


Integral Cycle Control. As an alternative to the phase 
control, the method of integral cycle control or burst-firing 
is used for heating loads. Here, the switch is turned on for a 
time t, with n integral cycles and turned off for a time t„ with 
m integral cycles (Fig. 16.8). As the SCRs or Triacs used here 
are turned on at the zero-crossing of the input voltage and 
turn-off occurs at zero current, supply harmonics and radio 
frequency interference are very low. 

However, subharmonic frequency components may be 
generated that are undesirable as they may set up subharmonic 
resonance in the power supply system, cause lamp flicker, and 
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vo 


(a) 
FIGURE 16.8 


may interfere with the natural frequencies of motor loads 
causing shaft oscillations. 
For sinusoidal input voltage v= V2V, sin@t, the rms 
output voltage 
V, = V/k (16.15) 


where k= n/(n+ m) = duty cycle and V,=rms_ phase 
voltage. The power factor is 


Vk (16.16) 


which is poorer for lower values of the duty cycle k. 


PWM AC Chopper. As in the case of controlled rectifier in 
Chapter 11, Section 11.6, the performance of ac voltage 
controllers can be improved in terms of harmonics, quality of 
output current and input power factor by pulsewidth 
modulation (PWM) control in PWM ac choppers. The circuit 
configuration of one such single-phase unit is shown in Fig. 
16.9. Here, fully controlled switches S} and S, connected in 
antiparallel are turned on and off many times during the 
positive and negative half-cycles of the input voltage, 
respectively; S| and S, provide the freewheeling paths for the 
load current when S, and S, are off. An input capacitor filter 


S1 


FIGURE 16.9 Single-phase PWM as chopper circuit. 
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Integral cycle control: (a) typical load-voltage waveforms; and (b) power factor with the duty cycle k. 
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FIGURE 16.10 ‘Typical output voltage and current waveforms of a 
single-phase PWM ac chopper. 


may be provided to attenuate the high switching frequency 
current drawn from the supply and also to improve the input 
power factor. Figure 16.10 shows the typical output voltage 
and load-current waveform for a single-phase PWM ac 
chopper. It can be shown that the control characteristics of 
an ac chopper depend on the modulation index M, which 
theoretically varies from zero to unity. 

Three-phase PWM choppers consist of three single-phase 
choppers either delta connected or four-wire star connected. 


16.3 Three-Phase AC/AC Voltage 
Controllers 


16.3.1 Phase-Controlled Three-Phase AC Voltage 
Controllers 


Various Configurations. Several possible circuit configura- 
tions for three-phase phase-controlled ac regulators with star- 
or delta-connected loads are shown in Fig. 16.1la—h. The 
configurations in Fig. 16.1la and b can be realized by three 
single-phase ac regulators operating independently of each 
other and they are easy to analyze. In Fig. 16.11a, the SCRs are 
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FIGURE 16.11 Three-phase ac voltage-controller circuit configurations. 


to be rated to carry line currents and withstand phase voltages, 
whereas in Fig. 16.11b they should be capable of carrying 
phase currents and withstand the line voltages. Also, in Fig. 
16.11b the line currents are free from triplen harmonics while 
these are present in the closed delta. The power factor in Fig. 
16.11b is slightly higher. The firing angle control range for 
both these circuits is 0 to 180° for R-load. 

The circuits in Fig. 16.11c and d are three-phase three-wire 
circuits and are difficult to analyze. In both these circuits, at 
least two SCRs — one in each phase — must be gated simulta- 
neously to get the controller started by establishing a current 
path between the supply lines. This necessitates two firing 
pulses spaced at 60° apart per cycle for firing each SCR. The 
operation modes are defined by the number of SCRs conduct- 
ing in these modes. The firing control range is 0 to 150°. The 
triplen harmonics are absent in both these configurations. 
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Another configuration is shown in Fig. 16.1le when the 
controllers are delta connected and the load is connected 
between the supply and the converter. Here, current can 
flow between two lines even if one SCR is conducting, so 
each SCR requires one firing pulse per cycle. The voltage and 
current ratings of SCRs are nearly the same as those of the 
circuit in Fig. 6.11b. It is also possible to reduce the number of 
devices to three SCRs in delta as shown in Fig. 16.11f 
connecting one source terminal directly to one load circuit 
terminal. Each SCR is provided with gate pulses in each cycle 
spaced 120° apart. In both Figs. 16.1le and f each end of each 
phase must be accessible. The number of devices in Fig. 16.11f 
is fewer but their current ratings must be higher. 

As in the case of the single-phase phase-controlled voltage 
regulator, the total regulator cost can be reduced by replacing 
six SCRs by three SCRs and three diodes, resulting in three- 
phase half-wave controlled unidirectional ac regulators as 
shown in Fig. 16.11g and h for star- and delta-connected 
loads. The main drawback of these circuits is the large 
harmonic content in the output voltage, particularly the 
second harmonic because of the asymmetry. However, the dc 
components are absent in the line. The maximum firing angle 
in the half-wave controlled regulator is 210°. 


16.3.2 Fully Controlled Three-Phase Three-Wire 
AC Voltage Controller 

16.3.2.1 Star-Connected Load with Isolated Neutral 
The analysis of operation of the full-wave controller with 
isolated neutral as shown in Fig. 16.1lc is, as mentioned, 
quite complicated in comparison to that of a single-phase 
controller, particularly for an RL or motor load. As a simple 
example, the operation of this controller is considered here 
with a simple star-connected R-load. The six SCRs are turned 
on in the sequence 1-2-3-4-5-6 at 60° intervals and the gate 
signals are sustained throughout the possible conduction 
angle. 

The output phase voltage waveforms for « = 30, 75, and 
120° for a balanced three-phase R-load are shown in Fig. 
16.12. At any interval, either three SCRs or two SCRs, or no 
SCRs may be on and the instantaneous output voltages to the 
load are either line-to-neutral voltages (three SCRs on), or 
one-half of the line-to-line voltage (two SCRs on) or zero (no 
SCR on). 

Depending on the firing angle «, there may be three 
operating modes. 


Mode I (also known as Mode 2/3): 0 < a < 60°. There are 
periods when three SCRs are conducting, one in each phase for 
either direction and periods when just two SCRs conduct. 
For example, with « = 30° in Fig. 16.12a, assume that at 
wt = 0, SCRs T; and Ts are conducting, and the current 
through the R-load in a-phase is zero making v,, = 0. At 
wt = 30°, T, receives a gate pulse and starts conducting; T; 
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tc) 


FIGURE 16.12 Output voltage waveforms for a three-phase ac voltage 
controller with star-connected R-load: (a) v,, for « = 30°; (b) v,, for 
æ = 75°; and (c) v,, = 120°. 


and Ts remain on and v,, = Van. The current in T, reaches 
zero at 60°, turning T; off. With T, and T staying on, 
Van = 1/2v,ap. At 90°, T, is turned on, the three SCRs T, 
T>, and Te are then conducting and v,, = Van. At 120°, Te 
turns off, leaving T) and T, on, so vay = 1/2v,qc. Thus with 
the progress of firing in sequence until « = 60°, the number of 
SCRs conducting at a particular instant alternates between two 
and three. 


Mode II (also known as Mode 2/2): 60° <a < 90°. Two 
SCRs, one in each phase, always conduct. 

For « = 75° as shown in Fig. 16.12b, just prior to « = 75°, 
SCRs T, and T were conducting and v,, = 0. At 75°, T) is 
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turned on, T; continues to conduct while T, turns off as vey is 
negative; Van = 1/2v4g. When T, is turned on at 135°, Te is 
turned off and v,, = 1/2v,c. The next SCR to turn on is T;, 
which turns off T) and v,, = 0. One SCR is always turned off 
when another is turned on in this range of « and the output is 
either one-half line-to-line voltage or zero. 


Mode III (also known as Mode 0/2): 90° < a< 150°. When 
none or two SCRs conduct. 

For æ = 120° (Fig. 16.12c), earlier no SCRs were on and 
Van = 0. At &« = 120°, SCR T; is given a gate signal while Te 
has a gate signal already applied. As vag is positive, T) and Ts 
are forward-biased and they begin to conduct and 
Van = 1/204g. Both T; and T turn off when vag becomes 
negative. When a gate signal is given to T, it turns on and T, 
turns on again. 

For « > 150°, there is no period when two SCRs are 
conducting and the output voltage is zero at œ = 150°. 
Thus, the range of the firing angle control is 0 < « < 150°. 

For star-connected R-load, assuming the instantaneous phase 
voltages as 


VAN = J2V, sin ot 


Ven = V2V, sin(wt — 120°) (16.17) 


ven = V2V, sin(wt — 240°) 


the expressions for the rms output phase voltage V, can be 
derived for the three modes as 


TE AE ie! m (16.18) 
eTa — sin 2a 3 
3 2n 4r 


1/2 
1 3 
60° < a < 90° W= vl; + q`” 2% + sin(2% + 60°)| 
T 


(16.19) 
’ : 5 3a 3. “oly 
90° < a < 150 Vo = Vila — 5, +g, E + 60°) 
nm 4n 
(16.20) 


For star-connected pure L-load, the effective control starts at 
æ > 90° and the expressions for two ranges of « are: 


: : 5 3a 3. 7? 
90° < a < 120 V, = V,J=-—+—sin2a| (16.21) 
2 a 27 
; g 5 3a 3, Sika 
120° < æ < 150 V, = V| > — — + —sin(2% + 60°) 
2 a 27 


(16.22) 
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FIGURE 16.13 Envelope of control characteristics for a three-phase 
full-wave ac voltage controller. 


The control characteristics for these two limiting cases (ġ = 0 
for R-load and ¢ = 90° for L-load) are shown in Fig. 16.13. 
Here, also, as in the single-phase case the dead zone may be 
avoided by controlling the voltage with respect to the control 
angle or hold-off angle (y) from the zero crossing of current in 
place of the firing angle «. 


RL Load. ‘The analysis of the three-phase voltage controller 
with star-connected RL load with isolated neutral is quite 
complicated as the SCRs do not cease to conduct at voltage 
zero and the extinction angle f is to be known by solving the 
transcendental equation for the case. The Mode-II operation, 
in this case, disappears [1] and the operation-shift from Mode 
I to Mode III depends on the so-called critical angle «,,; [2, 4], 
which can be evaluated from a numerical solution of the 
relevant transcendental equations. Computer simulation 
either by PSPICE program [3, 7] or a switching-variable 
approach coupled with an iterative procedure [11] is a 
practical means of obtaining the output voltage waveform in 
this case. Figure 16.14 shows typical simulation results, using 
the later approach [11] for a three-phase voltage-controller-fed 
RL load for «= 60, 90, and 105°, which agree with the 
corresponding practical oscillograms given in reference [5]. 


Delta-Connected R-load. The configuration is shown in Fig. 
16.11b. The voltage across an R-load is the corresponding line- 
to-line voltage when one SCR in that phase is on. Figure 16.15 
shows the line and phase currents for x = 120° and 90° with 
an R-load. The firing angle « is measured from the zero 
crossing of the line-to-line voltage and the SCRs are turned on 
in the sequence as they are numbered. As in the single-phase 
case, the range of firing angle is 0 < & < 180°. The line 
currents can be obtained from the phase currents as 


1, = in — 
i, = = the — j (16.23) 
i = lea a ibc 
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The line currents depend on the firing angle and may be 
discontinuous as shown. Due to the delta connection, the 
triplen harmonic currents flow around the closed delta and do 
not appear in the line. The rms value of the line current varies 
between the range 


V2In < Hms < V3IA ms (16.24) 
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FIGURE 16.14 Typical simulation results for three-phase ac voltage- 
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FIGURE 16.15 Waveforms of a three-phase ac voltage controller with a 
delta-connected R-load: (a) x = 120°; (b) æ = 90°. 


as the conduction angle varies from very small (large æ) to 
180° (« = 0). 


16.4 Cycloconverters 


In contrast to the ac voltage controllers operating at constant 
frequency discussed so far, a cycloconverter operates as a direct 
ac/ac frequency changer with an inherent voltage control 
feature. The basic principle of this converter to construct an 
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alternating voltage wave of lower frequency from successive 
segments of voltage waves of higher frequency ac supply by a 
switching arrangement was conceived and patented in the 
1920s. Grid-controlled mercury-arc rectifiers were used in 
these converters installed in Germany in the 1930s to obtain 
163-Hz single-phase supply for ac series traction motors from 
a three-phase 50-Hz system while at the same time a cyclo- 
converter using 18 thyratrons supplying a 400-hp synchronous 
motor was in operation for some years as a power station 
auxiliary drive in the United States. However, the practical and 
commercial utilization of these schemes waited until the SCRs 
became available in the 1960s. With the development of large 
power SCRs and microprocessor-based control, the cyclocon- 
verter today is a matured practical converter for application in 
large-power low-speed variable-voltage variable-frequency 
(VVVF) ac drives in cement and steel rolling mills as well as 
in variable-speed constant-frequency (VSCF) systems in 
aircraft and naval ships. 

A cycloconverter is a naturally commuted converter with 
the inherent capability of bidirectional power flow and there is 
no real limitation on its size unlike an SCR inverter with 
commutation elements. Here, the switching losses are consid- 
erably low, the regenerative operation at full power over 
complete speed range is inherent, and it delivers a nearly 
sinusoidal waveform resulting in minimum torque pulsation 
and harmonic heating effects. It is capable of operating even 
with the blowing out of an individual SCR fuse (unlike the 
inverter), and the requirements regarding turn-off time, cur- 
rent rise time and dv/dt sensitivity of SCRs are low. The main 
limitations of a naturally commutated cycloconverter are: (i) 
limited frequency range for subharmonic-free and efficient 
operation; and (ii) poor input displacement/power factor, 
particularly at low output voltages. 


16.4.1 Single-Phase/Single-Phase Cycloconverter 


Though rarely used, the operation of a single-phase to single- 
phase cycloconverter is useful to demonstrate the basic prin- 
ciple involved. Figure 16.16a shows the power circuit of a 
single-phase bridge-type cycloconverter, which is the same 
arrangement as that of the dual converter described in Chapter 
11, Section 11.4. The firing angles of the individual two-pulse 
two-quadrant bridge converters are continuously modulated 
here so that each ideally produces the same fundamental ac 
voltage at its output terminals as marked in the simplified 
equivalent circuit in Fig. 16.16b. Because of the unidirectional 
current-carrying property of the individual converters, it is 
inherent that the positive half-cycle of the current is carried by 
the P-converter and the negative half-cycle of the current by 
the N-converter regardless of the phase of the current with 
respect to the voltage. This means that for a reactive load, each 
converter operates in both the rectifying and inverting region 
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FIGURE 16.16 (a) Power circuit for a single-phase bridge cycloconver- 
ter; and (b) simplified equivalent circuit of a cycloconverter. 


during the period of the associated half-cycle of the low- 
frequency output current. 


Operation with R-Load. Figure 16.17 shows the input and 
output voltage waveforms with a pure R-load for a 50 to 
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FIGURE 16.17 Input and output waveforms of a 50 to 163-Hz cyclo- 
converter with RL load. 


16; Hz cycloconverter. The P- and N-converters operate for all 
alternate T,/2 periods. The output frequency (1/T,) can be 
varied by varying T, and the voltage magnitude by varying the 
firing angle « of the SCRs. As shown in the figure, three cycles 
of the ac input wave are combined to produce one cycle of the 
output frequency to reduce the supply frequency to one-third 
across the load. 

If æp is the firing angle of the P-converter, the firing angle of 
the N-converter &y is T — &p and the average voltage of the P- 
converter is equal and opposite to that of the N-converter. The 
inspection of the waveform with « remaining fixed in each 
half-cycle generates a square wave having a large low-order 
harmonic content. A near approximation to sine wave can be 
synthesized by a phase modulation of the firing angles as 
shown in Fig. 16.18 for a 50 to 10-Hz cycloconverter. The 
harmonics in the load-voltage waveform are fewer compared 
to the earlier waveform. The supply current, however, contains 
a subharmonic at the output frequency for this case as 
shown. 


Operation with RL Load. The cycloconverter is capable of 
supplying loads of any power factor. Figure 16.19 shows the 
idealized output voltage and current waveforms for a lagging 
power factor load where both the converters are operating as 
rectifier and inverter at the intervals marked. The load current 
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Waveforms of a single-phase/single-phase cycloconverter (50-10 Hz) with RL load: (a) load voltage and load current; and (b) input 
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FIGURE 16.19 Load voltage and current waveform for a cycloconverter 
with RL load. 
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lags the output voltage and the load-current direction 
determines which converter is conducting. Each converter 
continues to conduct after its output voltage changes polarity, 
and during this period the converter acts as an inverter and the 
power is returned to the ac source. The inverter operation 
continues until the other converter starts to conduct. By 
controlling the frequency of oscillation and the depth of 
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modulation of the firing angles of the converters (as will be 
shown later), it is possible to control the frequency and the 
amplitude of the output voltage. 

The load current with RL load may be continuous or 
discontinuous depending on the load phase angle @. At light 
load inductance or for ¢ < « < n, there may be discontinuous 
load current with short zero-voltage periods. The current wave 
may contain even harmonics as well as subharmonic compo- 
nents. Further, as in the case of a dual converter, though the 
mean output voltage of the two converters are equal and 
opposite, the instantaneous values may be unequal and a 
circulating current can flow within the converters. This circu- 
lating current can be limited by having a center-tapped reactor 
connected between the converters or can be completely elimi- 
nated by logical control similar to the dual converter case 
when the gate pulses to the converter remaining idle are 
suppressed when the other converter is active. In practice, in 
addition, a zero current interval of short duration is needed 
between the operation of the P- and N-converters to ensure 
that the supply lines of the two converters are not short- 
circuited. With circulating current-free operation, the control 
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(a) Three-phase half-wave (three-pulse)cycloconverter supplying a single-phase load; (b) three-pulse cycloconverter supplying a 


three-phase load; (c) output voltage waveform for one phase of a three-pulse cycloconverter operating at 15 Hz from a 50-Hz supply and 0.6 power 


factor lagging load. 
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scheme becomes complicated if the load current is discon- 
tinuous. 

For the circulating current scheme, the converters are kept 
in virtually continuous conduction over the whole range and 
the control circuit is simple. To obtain a reasonably good 
sinusoidal voltage waveform using the line-commutated two- 
quadrant converters, and to eliminate the possibility of the 
short circuit of the supply voltages, the output frequency of 
the cycloconverter is limited to a much lower value of the 
supply frequency. The output voltage waveform and the 
output frequency range can be improved further by using 
converters of higher pulse numbers. 


16.4.2 Three-Phase Cycloconverters 
16.4.2.1 Three-Phase Three-Pulse Cycloconverter 


Figure 16.20a shows a schematic diagram of a three-phase 
half-wave (three-pulse) cycloconverter feeding a single-phase 
load, and Fig. 16.20b shows the configuration of a three-phase 
half-wave (three-pulse) cycloconverter feeding a three-phase 
load. The basic process of a three-phase cycloconversion is 
illustrated in Fig. 16.20c at 15 Hz, 0.6 power factor lagging 
load from a 50-Hz supply. As the firing angle «& is cycled from 
zero at “a” to 180° at “j? half a cycle of output frequency is 
produced (the gating circuit is to be suitably designed to 
introduce this oscillation of the firing angle). For this load it 
can be seen that although the mean output voltage reverses at 
X, the mean output current (assumed sinusoidal) remains 
positive until Y. During XY, the SCRs A, B, and C in the P- 
converter are “inverting.” A similar period exists at the end of 
the negative half-cycle of the output voltage when D, E, and F 
SCRs in the N-converter are “inverting.” Thus the operation 
of the converter follows in the order of “rectification” and 
“inversion” in a cyclic manner, with the relative durations 
being dependent on the load power factor. The output 
frequency is that of the firing angle oscillation about a 
quiescent point of 90° (condition when the mean output 
voltage, given by V, = Vy, cos %, is zero). For obtaining the 
positive half-cycle of the voltage, firing angle « is varied from 
90 to 0° and then to 90°, and for the negative half-cycle, from 
90 to 180° and back to 90°. Variation of æ within the limits of 
180° automatically provides for “natural” line commutation of 
the SCRs. It is shown that a complete cycle of low-frequency 
output voltage is fabricated from the segments of the three- 
phase input voltage by using the phase-controlled converters. 
The P or N-converter SCRs receive firing pulses that are timed 
such that each converter delivers the same mean output 
voltage. This is achieved, as in the case of the single-phase 
cycloconverter or the dual converter, by maintaining the firing 
angle constraints of the two groups as o&p = (180° — ay). 
However, the instantaneous voltages of two converters are 
not identical and a large circulating current may result unless 
limited by an intergroup reactor as shown (circulating-current 
cycloconverter) or completely suppressed by removing the gate 
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pulses from the nonconducting converter by an intergroup 
blanking logic (circulating-current-free cycloconverter). 


Circulating-Current Mode Operation. Figure 16.21 shows 
typical waveforms of a three-pulse cycloconverter operating 
with circulating current. Each converter conducts continu- 
ously with rectifying and inverting modes as shown and the 
load is supplied with an average voltage of two converters 
reducing some of the ripple in the process, with the intergroup 
reactor behaving as a potential divider. The reactor limits the 
circulating current, with the value of its inductance to the flow 
of load current being one fourth of its value to the flow of 
circulating current as the inductance is proportional to the 
square of the number of turns. The fundamental wave 
produced by both the converters are the same. The reactor 
voltage is the instantaneous difference between the converter 
voltages, and the time integral of this voltage divided by the 
inductance (assuming negligible circuit resistance) is the 
circulating current. For a three-pulse cycloconverter, it can 
be observed that this current reaches its peak when ap = 60° 
and æy = 120°. 

Output Voltage Equation. A simple expression for the 
fundamental rms output voltage of the cycloconverter and 
the required variation of the firing angle « can be derived with 
the assumptions that: (i) the firing angle « in successive half- 
cycles is varied slowly resulting in a low-frequency output; (ii) 
the source impedance and the commutation overlap are 
neglected; (iii) the SCRs are ideal switches; and (iv) the 
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FIGURE 16.21 Waveforms of a three-pulse cycloconverter with circu- 
lating current. 
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current is continuous and ripple-free. The average dc output 
voltage of a p-pulse dual converter with fixed « is 


T 
Vao = Vdomax COS a, where Viomax = V2 Vph Esin (16.25) 
f 


For the p-pulse dual converter operating as a cycloconverter, 
the average phase voltage output at any point of the low fre- 
quency should vary according to the equation 


Voav = V. 


ol,max sin Oot 


(16.26) 
where Vsi max is the desired maximum value of the funda- 
mental output of the cycloconverter. Comparing Eq. (16.25) 
with Eq. (16.26), the required variation of « to obtain a 
sinusoidal output is given by 
æ = cos '[(V, ‘Irsin@,t] 
(16.27) 


ol, mag/ Vdomax) sin œ o] = = cos 


where r is the ratio (V1 max/ Vdomax)» the voltage magnitude 
control ratio. Equation (16.27) shows a as a nonlinear function 
with r(< 1) as shown in Fig. 16.22. 

However, the firing angle xp of the P-converter cannot be 
reduced to 0° as this corresponds to æy = 180° for the N- 
converter, which, in practice, cannot be achieved because of 
allowance for commutation overlap and finite turn-off time of 
the SCRs. Thus the firing angle xp can be reduced to a certain 
finite value «,,;, and the maximum output voltage is reduced 
by a factor cos &min: 
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FIGURE 16.22 Variations of the firing angle («) with r in a cyclo- 
converter. 
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The fundamental rms voltage per phase of either converter is 


Vor = Von = Vop = Vy Esin (16.28) 
Although the rms value of the low-frequency output voltage of 
the P-converter and that of the N-converter are equal, the 
actual waveforms differ and the output voltage at the mid- 
point of the circulating current limiting reactor (Fig. 16.21), 
which is the same as the load voltage, is obtained as the mean 
of the instantaneous output voltages of the two converters. 


Current 
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FIGURE 16.23 Waveforms for a three-pulse circulating current-free cycloconverter with RL load. 
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Circulating-Current-Free Mode Operation. Figure 16.23 
shows the typical waveforms for a three-pulse cycloconverter 
operating in this mode with RL load assuming continuous 
current operation. Depending on the load current direction, 
only one converter operates at a time and the load voltage is 
the same as the output voltage of the conducting converter. As 
explained earlier in the case of the single-phase cycloconverter, 
there is a possibility of a short-circuit of the supply voltages at 
the crossover points of the converter unless care is taken in the 
control circuit. The waveforms drawn also neglect the effect of 
overlap due to the ac supply inductance. A reduction in the 
output voltage is possible by retarding the firing angle 
gradually at the points a,b,c,d,e in Fig. 16.23 (this can 
easily be implemented by reducing the magnitude of the 
reference voltage in the control circuit). The circulating 
current is completely suppressed by blocking all the SCRs in 
the converter that is not delivering the load current. A current 
sensor is incorporated in each output phase of the cyclocon- 
verter that detects the direction of the output current and 
feeds an appropriate signal to the control circuit to inhibit or 
blank the gating pulses to the nonconducting converter in the 
same way as in the case of a dual converter for dc drives. The 
circulating current-free operation improves the efficiency and 
the displacement factor of the cycloconverter and also 
increases the maximum usable output frequency. The load 
voltage transfers smoothly from one converter to the other. 


Three-Phase Six-Pulse and Twelve-Pulse Cycloconverter. 
A six-pulse cycloconverter circuit configuration is shown in 
Fig. 16.24. Typical load-voltage waveforms for 6-pulse (with 
36 SCRs) and 12-pulse (with 72 SCRs) cycloconverters are 
shown in Fig. 16.25. The 12-pulse converter is obtained by 
connecting two 6-pulse configurations in series and appro- 
priate transformer connections for the required phase-shift. It 
may be seen that the higher pulse numbers will generate 
waveforms closer to the desired sinusoidal form and thus 
permit higher frequency output. The phase loads may be 
isolated from each other as shown or interconnected with 


suitable secondary winding connections. 
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16.4.3 Cycloconverter Control Scheme 


Various possible control schemes (analog as well as digital) for 
deriving trigger signals for controlling the basic cycloconverter 
have been developed over the years. 

Out of the several possible signal combinations, it has been 
shown [12] that a sinusoidal reference signal (e, = E, sina,t) 
at desired output frequency f, and a cosine modulating signal 
(e,, = En cos w;t) at input frequency f; is the best combination 
possible for comparison to derive the trigger signals for the 
SCRs (Fig. 16.26 [15]), which produces the output waveform 
with the lowest total harmonic distortion. The modulating 
voltages can be obtained as the phase-shifted voltages (B-phase 
for A-phase SCRs, C-phase voltage for B-phase SCRs, and so 
on) as explained in Fig. 16.27, where at the intersection point “a” 


E,, sin(@;t — 120°) = —E, sin(@,t — ¢) 
or 
cos(;t — 30°) = (E,/E,,) sin(@,t — p) 


From Fig. 16.27, the firing delay for A-phase SCR 
æ = (w;t — 30°). Thus, 


cos a = (E,/E,,) sin(@,t — ). 


The cycloconverter output voltage for continuous current 
operation 


V, = Vag cosa = Va (E,/E,,) sin(œ@,t — p) (16.29) 


which shows that the amplitude, frequency and phase of the 
output voltage can be controlled by controlling correspon- 
dence parameters of the reference voltage, thus making the 
transfer characteristic of the cycloconverter linear. The deriva- 
tion of the two complimentary voltage waveforms for the P- 
group or N-group converter “blanks” in this way is illustrated 
in Fig. 16.28. The final cycloconverter output waveshape is 
composed of alternate half-cycle segments of the complemen- 
tary P-converter and N-converter output voltage waveforms 
that coincide with the positive and negative current half- 
cycles, respectively. 


Control Circuit Block Diagram. Figure 16.29 [16] shows a 
simplified block diagram of the control circuit for a circulating 


FIGURE 16.24 Three-phase 6-pulse cycloconverter with isolated loads. 
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FIGURE 16.25 Cycloconverter load-voltage waveforms with lagging power factor load: (a) 6-pulse connection; and (b) 12-pulse connection. 
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FIGURE 16.26 Deriving firing signals for one converter group of a 
3-pulse cycloconverter. 


FIGURE 16.28 Derivation of P-converter and N-converter output 
FIGURE 16.27 Derivation of the cosine modulating voltages voltages. 
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FIGURE 16.29 Block diagram for a circulating current-free cycloconverter control circuit. 


current-free cycloconverter. The same circuit is also applicable 
to a circulating current cycloconverter with the omission of 
the Converter Group Selection and Blanking Circuit. 

The Synchronizing circuit produces the modulating voltages 
(e, = —Kvy, ep = —Kov,, e. = —Kv,), synchronized with the 
mains through step-down transformers and proper filter 
circuits. 

The Reference Source produces a variable-voltage variable- 
frequency reference signal (¢,,, €p» €c) (three-phase for a 
three-phase cycloconverter) for comparison with the modula- 
tion voltages. Various ways (analog or digital) have been 
developed to implement this reference source as in the case 
of the PWM inverter. In one of the early analog schemes (Fig. 
16.30) [16] for a three-pulse cycloconverter, a variable- 
frequency unijunction transistor (UJT) relaxation oscillator 
of frequency 6f, triggers a ring counter to produce a three- 
phase square-wave output of frequency fy which is used to 
modulate a single-phase fixed frequency ( f.) variable ampli- 
tude sinusoidal voltage in a three-phase full-wave transistor 


chopper. The three-phase output contains (fe — fy), (fe + fa) 
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(3f; + f-), and so forth, frequency components from where the 
“wanted” frequency component (f. — f4) is filtered out for 
each phase using a lowpass filter. For example, with 
f- = 500 Hz and frequency of the relaxation oscillator varying 
between 2820 to 3180 Hz, a three-phase 0-30 Hz reference 
output can be obtained with the facility for phase-sequence 
reversal. 

The Logic and Trigger Circuit for each phase involves 
comparators for comparison of the reference and modulating 
voltages and inverters acting as buffer stages. The outputs of 
the comparators are used to clock the flip-flops or latches 
whose outputs in turn feed the SCR gates through AND gates 
and pulse amplifying and isolation circuit. The second input 
to the AND gates is from the Converter Group Selection and 
Blanking Circuit. 

In the Converter Group Selection and Blanking Circuit, the 
zero crossing of the current at the end of each half-cycle is 
detected and is used to regulate the control signals either to P- 
group or N-group converters depending on whether the 
current goes to zero from negative to positive or positive to 


Fixed 


frequency 
sinusoidal 
oscillator 


FIGURE 16.30 Block Diagram of a variable-voltage variable-frequency three-phase reference source. 
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negative, respectively. However, in practice, the current that is 
discontinuous passes through multiple zero crossings while 
changing direction, which may lead to undesirable switching 
of the converters. Therefore in addition to the current signal, 
the reference voltage signal is also used for the group selection 
and a threshold band is introduced in the current signal 
detection to avoid inadvertent switching of the converters. 
Further, a delay circuit provides a blanking period of appro- 
priate duration between the converter group switching to 
avoid line-to-line short-circuits [16]. In some schemes, the 
delays are not introduced when a small circulating current is 
allowed during crossover instants limited by reactors of 
limited size and this scheme operates in the so-called “dual 
mode” — circulating current as well as circulating current-free 
mode for minor and major portions of the output cycle, 
respectively. A different approach to the converter group 
selection, based on the closed-loop control of the output 
voltage where a bias voltage is introduced between the voltage 
transfer characteristics of the converters to reduce circulating 
current, is discussed in Reference [12]. 


Improved Control Schemes. With the development of 
microprocessors and PC-based systems, digital software 
control has taken over many tasks in modern cycloconverters, 
particularly in replacing the low-level reference waveform 
generation and analog signal comparison units. The reference 
waveforms can easily be generated in the computer, stored in 
the EPROMs and accessed under the control of a stored 
program and microprocessor clock oscillator. The analog 
signal voltages can be converted to digital signals by using 
analog-to-digital converters (ADCs). The waveform compar- 
ison can then be made with the comparison features of the 
microprocessor system. The addition of time delays and 
intergroup blanking can also be achieved with digital 
techniques and computer software. A modification of the 
cosine firing control, using communication principles such as 
regular sampling in preference to the natural sampling 
(discussed so far) of the reference waveform yielding a stepped 
sine wave before comparison with the cosine wave [17], has 
been shown to reduce the presence of subharmonics (to be 
discussed later) in the circulating current cycloconverter, and 
to facilitate microprocessor-based implementation, as in the 
case of the PWM inverter. 


16.4.4 Cycloconverter Harmonics and Input 
Current Waveform 


The exact waveshape of the output voltage of the cyclocon- 
verter depends on: (i) the pulse number of the converter; (ii) 
the ratio of the output to input frequency (f,/f;); (iii) the 
relative level of the output voltage; (iv) load displacement 
angle; (v) circulating current or circulating current-free opera- 
tion; and (vi) the method of control of the firing instants. The 
harmonic spectrum of a cycloconverter output voltage is 
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different and more complex than that of a phase-controlled 
converter. It has been revealed [12] that because of the 
continuous “to-and-fro” phase modulation of the converter 
firing angles, the harmonic distortion components (known as 
necessary distortion terms) have frequencies that are sums and 
differences between multiples of output and input supply 
frequencies. 


Circulating Current-Free Operation. A derived general 
expression for the output voltage of a cycloconverter with 
circulating current-free operation [12] shows the following 
spectrum of harmonic frequencies for the 3-pulse, 6-pulse, 
and 12-pulse cycloconverters employing the cosine modula- 
tion technique: 


3-pulse: fy = |3(2k — If, + 2nf,| and |6kf, + (2n + Df,| 
6-pulse: foy = |6kf, + (2n + fl 
12-pulse: py = |6kf, + (2n + 1)f,| 


(16.30) 


where k is any integer from unity to infinity and n is any 
integer from zero to infinity. It may be observed that for 
certain ratios of f,/f;, the order of harmonics may be less or 
equal to the desired output frequency. All such harmonics are 
known as subharmonics as they are not higher multiples of 
the input frequency. These subharmonics may have consider- 
able amplitudes (e.g., with a 50-Hz input frequency and 
35-Hz output frequency, a subharmonic of frequency 
3 x 50 — 4 x 35 = 10 Hz is produced whose magnitude is 
12.5% of the 35-Hz component [17]) and are difficult to 
filter and thus are objectionable. Their spectrum increases with 
the increase of the ratio f,/f; and thus limits its value at which 
a tolerable waveform can be generated. 


Circulating-Current Operation. For circulating-current 
operation with continuous current, the harmonic spectrum 
in the output voltage is the same as that of the circulating 
current-free operation except that each harmonic family now 
terminates at a definite term, rather than having an infinite 
number of components. They are 


3-pulse: fy = [3(2k — 1)f, + 2nf,|, n < 3(2k— 1) +1 
and |6kf, + (2n+ l)f|,(2n+ 1) < (6k + 1) 
6-pulse: py = |6kf, + (2n + Lf,|,(2n+ 1) < (6k +1) 
12-pulse: fy = |6kf, + (2n + Df,|, (2n + 1) < (12k + 1) 
(16.31) 


The amplitude of each harmonic component is a function of 
the output voltage ratio for the circulating current cyclocon- 
verter and the output voltage ratio as well as the load 
displacement angle for the circulating current-free mode. 
From the point of view of maximum useful attainable 
output-to-input frequency ratio (f;/f,) with the minimum 
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amplitude of objectionable harmonic components, a guideline 
is available in Reference [12] for it as 0.33, 0.5, and 0.75 for the 
3-, 6-, and 12-pulse cycloconverter, respectively. However, with 
modification of the cosine wave modulation timings such as 
regular sampling [17] in the case of circulating current cyclo- 
converters only and using a subharmonic detection and feed- 
back control concept [18] for both circulating- and circulating- 
current-free cases, the subharmonics can be suppressed and 
useful frequency range for the naturally commutated cyclo- 
converters can be increased. 


Other Harmonic Distortion Terms. Besides the harmonics 
as mentioned, other harmonic distortion terms consisting of 
frequencies of integral multiples of desired output frequency 
appear if the transfer characteristic between the output and 
reference voltages is not linear. These are called unnecessary 
distortion terms, which are absent when the output frequencies 
are much less than the input frequency. Further, some practical 
distortion terms may appear due to some practical nonlinea- 
rities and imperfections in the control circuits of the 
cycloconverter, particularly at relatively lower levels of 
output voltage. 


Input Current Waveform. Although the load current, 
particularly for higher pulse cycloconverters, can be assumed 
to be sinusoidal, the input current is more complex as it is 
made of pulses. Assuming the cycloconverter to be an ideal 
switching circuit without losses, it can be shown from the 
instantaneous power balance equation that in a cycloconverter 
supplying a single-phase load the input current has harmonic 
components of frequencies (fi + 2f,), called characteristic 
harmonic frequencies that are independent of pulse number 
and they result in an oscillatory power transmittal to the ac 
supply system. In the case of a cycloconverter feeding a 
balanced three-phase load, the net instantaneous power is the 
sum of the three oscillating instantaneous powers when the 
resultant power is constant and the net harmonic component 
is greatly reduced compared to that of the single-phase load 
case. In general, the total rrns value of the input current 
waveform consists of three components — in-phase, quad- 
rature, and the harmonic. The in-phase component depends 
on the active power output while the quadrature component 
depends on the net average of the oscillatory firing angle and is 
always lagging 


16.4.5 Cycloconverter Input Displacement/ 
Power Factor 


The input supply performance of a cycloconverter such as 
displacement factor or fundamental power factor, input power 
factor and the input current distortion factor are defined 
similarly to those of the phase-controlled converter. The 
harmonic factor for the case of a cycloconverter is relatively 
complex as the harmonic frequencies are not simple multiples 
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of the input frequency but are sums and differences between 
multiples of output and input frequencies. 

Irrespective of the nature of the load, leading, lagging or 
unity power factor, the cycloconverter requires reactive power 
decided by the average firing angle. At low output voltage, the 
average phase displacement between the input current and the 
voltage is large and the cycloconverter has a low input 
displacement and power factor. Besides the load displacement 
factor and output voltage ratio, another component of the 
reactive current arises due to the modulation of the firing 
angle in the fabrication process of the output voltage [12]. Ina 
phase-controlled converter supplying dc load, the maximum 
displacement factor is unity for maximum dc output voltage. 
However, in the case of the cycloconverter, the maximum 
input displacement factor is 0.843 with unity power factor 
load [12, 13]. The displacement factor decreases with reduc- 
tion in the output voltage ratio. The distortion factor of the 
input current is given by (J, /I), which is always less than unity 
and the resultant power factor (=distortion factor x displace- 
acement factor) is thus much lower (around 0.76 maximum) 
than the displacement factor and this is a serious disadvantage 
of the naturally commutated cycloconverter (NCC). 


16.4.6 Effect of Source Impedance 


The source inductance introduces commutation overlap and 
affects the external characteristics of a cycloconverter similar 
to the case of a phase-controlled converter with dc output. It 
introduces delay in the transfer of current from one SCR to 
another, and results in a voltage loss at the output and a 
modified harmonic distortion. At the input, the source impe- 
dance causes “rounding off’ of the steep edges of the input 
current waveforms resulting in reduction in the amplitudes of 
higher-order harmonic terms as well as a decrease in the input 
displacement factor. 


16.4.7 Simulation Analysis of Cycloconverter 
Performance 


The nonlinearity and discrete time nature of practical cyclo- 
converter systems, particularly for discontinuous current 
conditions, make an exact analysis quite complex and a 
valuable design and analytical tool is a digital computer 
simulation of the system. Two general methods of computer 
simulation of the cycloconverter waveforms for RL and induc- 
tion motor loads with circulating current and circulating 
current-free operation have been suggested in Reference [19] 
where one of the methods, which is very fast and convenient, 
is the crossover points method. This method gives the crossover 
points (intersections of the modulating and reference wave- 
forms) and the conducting phase numbers for both P- and N- 
converters from which the output waveforms for a particular 
load can be digitally computed at any interval of time for a 
practical cycloconverter. 
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16.4.8 Forced-Commutated Cycloconverter 
(FCC) 


The naturally commutated cycloconverter (NCC) with SCRs as 
devices discussed so far, is sometimes referred to as a restricted 
frequency changer as, in view of the allowance on the output 
voltage quality ratings, the maximum output voltage frequency 
is restricted (f, « f;) as mentioned earlier. With devices 
replaced by fully controlled switches such as forced-commu- 
tated SCRs, power transistors, IGBTs, GTOs, and so forth, a 
force-commutated cycloconverter (FCC) can be built where 
the desired output frequency is given by f, = |f, — fil when 
f, = switching frequency, which may be larger or smaller than 
the f;. In the case when f, > f the converter is called the 
Unrestricted Frequency Changer (UFC) and when f, < fi, it is 
called a Slow Switching Frequency Changer (SSFC). The early 
FCC structures have been treated comprehensively in Refer- 
ence [13]. It has been shown that in contrast to the NCC, when 
the input displacement factor (IDF) is always lagging, in UFC 
it is leading when the load displacement factor is lagging and 
vice versa, and in SSFC, it is identical to that of the load. 
Further, with proper control in an FCC, the input displace- 


Yao 


+ Input Input Filter 


Motrix Converter 


A. Chattopadhyay 


ment factor can be made unity (UDFFC) with concurrent 
composite voltage waveform or controllable (CDFFC) where 
P-converter and N-converter voltage segments can be shifted 
relative to the output current wave for control of IDF continu- 
ously from lagging via unity to leading. 

In addition to allowing bilateral power flow, UFCs offer an 
unlimited output frequency range, good input voltage utiliza- 
tion, do not generate input current and output voltage subhar- 
monics, and require only nine bidirectional switches (Fig. 16.31) 
for a three-phase to three-phase conversion. The main disadvan- 
tage of the structures treated in Reference [13] is that they 
generate large unwanted low-order input current and out- 
put voltage harmonics that are difficult to filter out, 
particularly for low-output voltage conditions. This problem 
has largely been solved with the introduction of an imaginative 
PWM voltage-control scheme in Reference [20], which is the 
basis of newly designated converter called the Matrix Converter 
(also known as PWM Cycloconverter), which operates as a 
Generalized Solid-State Transformer with significant improve- 
ment in voltage and input current waveforms resulting in 
sine-wave input and sine-wave output as discussed in the next 
section. 


Bidirectional Switches 


FIGURE 16.31 
converter in (a). 


(a) The 3¢-3@ matrix converter (force-commutated cycloconverter) circuit with input filter; (b) switching matrix symbol for 
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16.5 Matrix Converter 


The matrix converter (MC) is a development of the force- 
commutated cycloconverter (FCC) based on bidirectional fully 
controlled switches, incorporating PWM voltage control, as 
mentioned earlier. With the initial progress reported in Refer- 
ences [20]—[22], it has received considerable attention as it 
provides a good alternative to the double-sided PWM voltage- 
source rectifier-inverters having the advantages of being a 
single-stage converter with only nine switches for three- 
phase to three-phase conversion and inherent bidirectional 
power flow, sinusoidal input/output waveforms with moder- 
ate switching frequency, the possibility of compact design due 
to the absence of dc link reactive components and controllable 
input power factor independent of the output load current. 
The main disadvantages of the matrix converters developed so 
far are the inherent restriction of the voltage transfer ratio 
(0.866), a more complex control and protection strategy, and 
above all the nonavailability of a fully controlled bidirectional 
high-frequency switch integrated in a silicon chip (Triac, 
though bilateral, cannot be fully controlled). 

The power circuit diagram of the most practical three-phase 
to three-phase (3-3) matrix converter is shown in Fig. 
16.31a, which uses nine bidirectional switches so arranged that 
any of three input phases can be connected to any output 
phase as shown in the switching matrix symbol in Fig. 16.31b. 
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Thus, the voltage at any input terminal may be made to appear 
at any output terminal or terminals while the current in any 
phase of the load may be drawn from any phase or phases of 
the input supply. For the switches, the inverse-parallel combi- 
nation of reverse-blocking self-controlled devices such as 
Power MOSFETs or IGBTs or transistor-embedded diode 
bridge as shown have been used so far. The circuit is called 
a matrix converter as it provides exactly one switch for each of 
the possible connections between the input and the output. 
The switches should be controlled in such a way that, at any 
time, one and only one of the three switches connected to an 
output phase must be closed to prevent “short-circuiting” of 
the supply lines or interrupting the load-current flow in an 
inductive load. With these constraints, it can be visualized that 
from the possible 512 (= 2”) states of the converter, only 27 
switch combinations are allowed as given in Table 16.1, which 
includes the resulting output line voltages and input phase 
currents. These combinations are divided into three groups. 
Group I consists of six combinations when each output phase 
is connected to a different input phase. In Group II, there are 
three subgroups, each having six combinations with two 
output phases short-circuited (connected to the same input 
phase). Group III includes three combinations with all output 
phases short-circuited. 

With a given set of input three-phase voltages, any desired 
set of three-phase output voltages can be synthesized by 


TABLE 16.1 Three-phase/three-phase matrix converter switching combinati ons 
Group a b c Vab Vbc Vea ia ig ic Sha Sab Sac Spa Spp Spe Sca Sep Scc 
A B C VAB VBC Voa i, i, i, 1 0 0 0 1 0 0 0 1 
A C B Vea VBC VAB i i, i, 1 0 0 0 0 1 0 1 0 
B A C VAB Vea Vgc in in i, 0 1 0 1 0 0 0 0 1 
I B Cc A Vgc Vea VAB i, i, i 0 1 0 0 0 1 0 1 0 
C A B Vea VAB VEc i i i 0 0 1 1 0 0 0 1 0 
C B A Vac VAB Voa i i, i, 0 0 1 0 1 0 1 0 0 
A C C ve 0 Vea in 0 =i 1 0 0 0 0 1 0 0 1 
B C C Vac 0 ve 0 i Se 0 1 0 0 0 1 0 0 1 
B A A p Ga Eyy. S i 0 o0 1 0 1 0 0 1 0 0 
II-A C A A Vek 0 sva i 0 i, 0 0 1 1 0 0 1 0 0 
C B B -vg 0 Vac 0 =k i, 0 0 1 0 1 0 0 1 0 
A B B Vap O- =Vaz i, —i, 0 1 0 0 0 1 0 0 1 0 
C A C =vey Vea 0 ip 0 -i 0 0 1 1 0 0 0 0 1 
C B- Co. -We Vgc 0 0 i, i, 0 0 1 0 1 0 0 0 1 
A B A Var Van 0 =i ib 0 1 0 0 0 1 0 1 0 0 
II-B E SK vq Vea 0 h 0 ig, oa 0 0 0 0 1 1 0 0 
B C B Vac Vgc 0 0 -i i, 0 1 0 0 0 1 0 1 0 
B A B wé Vas 0 ip. tip 0 0 1 0 1 0 0 0 1 0 
GC Èo A 0 Vea —VCA i 0 -i, 0 0 1 0 0 1 1 0 0 
C C B 0 =Vge Vie 0 ko = D 0 1 0 0 1 0 1 0 
A A B 0 Vag. “Vag. Sie i, 0 1 0 0 1 0 0 0 1 0 
II-C A AC 0 ~Veq Vor i, 1l 0 0 1 0 0 0 0 1 
B BC 0 Vac NR -i, i, 0 1 0 0 1 0 0 0 1 
B B A 0 =Vap Var i Sh 0 0 1 0 0 1 0 1 0 0 
A A A 0 0 0 0 0 0 0 0 0 1 0 0 1 0 0 
Ill B B B 0 0 0 0 0 0 0 0 0 0 1 0 0 1 0 
C Cc Cc 0 0 0 0 0 0 0 0 0 0 0 1 0 0 1 
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adopting a suitable switching strategy. However, it has been 
shown [22, 31] that regardless of the switching strategy there 
are physical limits on the achievable output voltage with these 
converters as the maximum peak-to-peak output voltage 
cannot be greater than the minimum voltage difference 
between two phases of the input. To have complete control 
of the synthesized output voltage, the envelope of the three- 
phase reference or target voltages must be fully contained 
within the continuous envelope of the three-phase input 
voltages. Initial strategy with the output frequency voltages 
as references reported the limit as 0.5 of the input as shown in 
Fig.16 32a. This can be increased to 0.866 by adding a third 
harmonic voltage of input frequency (V;/4) - cos3@,;t to all 
target output voltages and subtracting from them a third 
harmonic voltage of output frequency (V,/6)-cos3q@,t as 
shown in Fig. 16.32b [22, 31]. However, this process involves 
a considerable amount of additional computations in synthe- 
sizing the output voltages. The other alternative is to use the 
space vector modulation (SVM) strategy as used in PWM 
inverters without adding third harmonic components but it 
also yields the maximum voltage transfer ratio as 0.866. 

An ac input LC filter is used to eliminate the switching 
ripples generated in the converter and the load is assumed to 
be sufficiently inductive to maintain continuity of the output 
currents. 


16.5.1 Operation and Control Methods of the 
Matrix Converter 


The converter in Fig. 16.31 connects any input phase (A, B, 
and C) to any output phase (a, b, and c) at any instant. When 


270 


360 


FIGURE 16.32 Output voltage limits for three-phase ac-ac matrix 
converter: (a) basic converter input voltages; (b) maximum attainable 
with inclusion of third harmonic voltages of input and output frequency 
to the target voltages. 
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connected, the voltages vin Upn> Ven at the output terminals are 
related to the input voltages Vy, Vbo» Vco» as 


Van Sha SBa Sca Vao 
Von = Sab SBb Sep UBS ( 16. 32) 
Ven Sac Spe Sce UCo 


where S,, through Sce are the switching variables of the 
corresponding switches shown in Fig. 16.31. For a balanced 
linear star-connected load at the output terminals, the input 
phase currents are related to the output phase currents by 


in Saa Sab Sac la 
ip | =| Spa See Spe || % (16.33) 
Ic Sca Sch Sce te 


Note that the matrix of the switching variables in Eq. (16.33) is 
a transpose of the respective matrix in Eq. (16.32). The matrix 
converter should be controlled using a specific and appro- 
priately timed sequence of the values of the switching vari- 
ables, which will result in balanced output voltages having the 
desired frequency and amplitude, while the input currents are 
balanced and in phase (for unity IDF) or at an arbitrary angle 
(for controllable IDF) with respect to the input voltages. As 
the matrix converter, in theory, can operate at any frequency, 
at the output or input, including zero, it can be employed as a 
three-phase ac/dc converter, dc/three-phase ac converter, or 
even a buck/boost dc chopper and thus as a universal power 
converter. 

The control methods adopted so far for the matrix conver- 
ter are quite complex and are subjects of continuing research 
[22-31]. Of the methods proposed for independent control of 
the output voltages and input currents, two methods are of 
wide use and will be reviewed briefly here: (i) the Venturini 
method based on a mathematical approach of transfer func- 
tion analysis; and (ii) the Space Vector Modulation (SVM) 
approach (as has been standardized now in the case of PWM 
control of the dc link inverter). 


Venturini method. Given a set of three-phase input voltages 
with constant amplitude V; and frequency f; = œ@;/2m, this 
method calculates a switching function involving the duty 
cycles of each of the nine bidirectional switches and generates 
the three-phase output voltages by sequential piecewise- 
sampling of the input waveforms. These output voltages 
follow a predetermined set of reference or target voltage 
waveforms and with a three-phase load connected, a set of 
input currents J;, and angular frequency œ; should be in phase 
for unity IDF or at a specific angle for controlled IDF. 

A transfer function approach is employed in Reference [29] 
to achieve the previously mentioned features by relating the 
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input and output voltages and the output and input currents 
as 


Va (t) mlt) m(t) m(t) Va (t) 

Vat) | =| mE) m(t) m(t) Vin(t) | (16.34) 
Vo (t) m(t) m(t) m(t) V(t) 

Ti, (t) m(t) m(t) m(t) I(t) 

I(t) | =| m(t) m(t) m(t) I(t) (16.35) 
Ti3(t) m3(t) ™3(t) m(t) l(t) 


where the elements of the modulation matrix m,(t) 
(i, j = 1, 2, 3) represent the duty cycles of a switch connecting 
output phase i to input phase j within a sample switching 
interval. The elements of m;;(t) are limited by the constraints 


3 
0< m,(t) <1 and Xo m,(t)=1 (=1,2, 3) 
j=l 


The set of three-phase target or reference voltages to achieve 
the maximum voltage transfer ratio for unity IDF is 


Va (t) COS Wot 
V(t) | = Vom| cos(@,t — 120°) 
V(t) cos(@,t — 240° 
cos(3w;t) cos(3w,t) 
+ a cos(3m,t) | — —= | cos(3m,f) 
cos(3w;t) cos(3%w,t) 


(16.36) 


where V,m and V;„ are the magnitudes of output and input 
fundamental voltages of angular frequencies @) and œ; 
respectively. With V,,, < 0.866 V;,,, a general formula for 
the duty cycles m;(t) is derived in Reference [29]. For unity 
IDF condition, a simplified formula is 


1 . 5 i o 
mj = 5 f + 2qcos(w;t — 2(j — 1)60 icostt — 2(i — 1)60°) 


1 1 
+ —cos(3;t) — 6 cosso) 


2/3 


2 
z sp lcos(4o;t 299 — 1)60°) 


3/3 


— cos(2m;t — 2(1 — jon (16.37) 


where i, j = 1,2,3 and q = Von/Vim- 

The method developed as in the preceding is based on a 
Direct Transfer Function (DTF) approach using a single 
modulation matrix for the matrix converter, employing the 
switching combinations of all three groups in Table 16.1. 
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Another approach called Indirect Transfer Function (ITF) 
approach [23, 24] considers the matrix converter as a combi- 
nation of PWM voltage source rectifier-PWM voltage source 
inverter (VSR-VSI) and employs the already well-established 
VSR and VSI PWM techniques for MC control utilizing the 
switching combinations of Group II and Group III only of 
Table 16.1. The drawback of this approach is that the IDF is 
limited to unity and the method also generates higher and 
fractional harmonic components in the input and the output 
waveforms. 


SVM Method. The space vector modulation is now a well- 
documented inverter PWM control technique that yields high 
voltage gain and less harmonic distortion compared to the 
other modulation techniques as discussed in Chapter 14, 
Section 14.6. Here, the three-phase input currents and output 
voltages are represented as space vectors and SVM is applied 
simultaneously to the output voltage and input current space 
vectors. Applications of the SVM algorithm to control of 
matrix converters have appeared in the literature [27-30] and 
shown to have inherent capability to achieve full control of the 
instantaneous output voltage vector and the instantaneous 
current displacement angle even under supply voltage 
disturbances. The algorithm is based on the concept that the 
MC output line voltages for each switching combination can 
be represented as a voltage space vector defined by 


2 
V, = 3 Wab T Uhe exp( j120°) F Vea exp(—j120°)] (16.38) 


Of the three groups in Table 16.1, only the switching combi- 
nations of Group II and Group III are employed for the SVM 
method. Group II consists of switching state voltage vectors 
having constant angular positions and are called active or 
stationary vectors. Each subgroup of Group II determines the 
position of the resulting output voltage space vector, and the 
six state space voltage vectors form a six-sextant hexagon used 
to synthesize the desired output voltage vector. Group III 
comprises the zero vectors positioned at the center of the 
output voltage hexagon and these are suitably combined with 
the active vectors for the output voltage synthesis. 

The modulation method involves selection of the vectors 
and their on-time computation. At each sampling period T,, 
the algorithm selects four active vectors related to any possible 
combinations of output voltage and input current sectors in 
addition to the zero vector to construct a desired reference 
voltage. The amplitude and the phase angle of the reference 
voltage vector are calculated and the desired phase angle of the 
input current vector are determined in advance. For computa- 
tion of the on-time periods of the chosen vectors, these are 
combined into two sets leading to two new vectors adjacent to 
the reference voltage vector in the sextant and having the same 
direction as the reference voltage vector. Applying the standard 
SVM theory, the general formulas derived for the vector on- 
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times, which satisfy, at the same time, the reference output 
voltage and input current displacement angle in Reference 
[29], are 


2qT, . ; 
i= “— sin(60° — 0,) sin(60° — 0; 
1 /3 cos d; ( ) ( ) 
2qT, . . 
b= > sin(60° — 0.) sin 0; 
2 /3 cos d; ( o) i 
oe (16.39) 
qis 3 3 
t = ———*— sin 0, sin(60° — 0. 
3 /3 cos d; o ( i) 
2qT. 
t, = Aei 0, sin 0; 
/3 cos Qi 


where q = voltage transfer ratio, @; is the input displacement 
angle chosen to achieve the desired input power factor (with 
p; = 0, a maximum value of q = 0.866 is obtained), 0, and 0; 
are the phase displacement angles of the output voltage and 
input current vectors, respectively, whose values are limited 
within the 0-60° range. The on-time of the zero vector is 


es a 


1=1 


(16.40) 


The integral value of the reference vector is calculated over one 
sample time interval as the sum of the products of the two 
adjacent vectors and their on-time ratios. The process is 
repeated at every sample instant. 


Control Implementation and Comparison of the Two 
Methods. Both methods need a Digital Signal Processor 
(DSP)-based system for their implementation. In one scheme 
[29] for the Venturini method, the programmable timers, as 
available, are used to time out the PWM gating signals. The 
processor calculates the six switch duty cycles in each sampling 
interval, converts them to integer counts, and stores them in 
the memory for the next sampling period. In the SVM 
method, an EPROM is used to store the selected sets of active 
and zero vectors and the DSP calculates the on-times of the 
vectors. Then with an identical procedure as in the other 
method, the timers are loaded with the vector on-times to 
generate PWM waveforms through suitable output ports. The 
total computation time of the DSP for the SVM method has 
been found to be much less than that of the Venturini method. 
Comparison of the two schemes shows that while in the SVM 
method the switching losses are lower, the Venturini method 
shows better performance in terms of input current and 
output voltage harmonics 


16.5.2 Commutation and Protection Issues 
in a Matrix Converter 


As the matrix converter has no dc link energy storage, any 
disturbance in the input supply voltage will affect the output 
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voltage immediately and a proper protection mechanism has 
to be incorporated, particularly against overvoltage from the 
supply and overcurrent in the load side. As mentioned, two 
types of bidirectional switch configurations have hitherto been 
used — one, the transistor (now IGBT) embedded in a diode 
bridge, and the other, the two IGBTs in antiparallel with 
reverse voltage blocking diodes (shown in Fig 16.31). In the 
latter configuration, each diode and IGBT combination oper- 
ates in two quadrants only, which eliminates the circulating 
currents otherwise built up in the diodo-bridge configuration 
that can be limited by only bulky commutation inductors in 
the lines. 

The MC does not contain freewheeling diodes that usually 
achieve safe commutation in the case of other converters. To 
maintain the continuity of the output current as each switch 
turns off, the next switch in sequence must be immediately 
turned on. In practice, with bidirectional switches, a momen- 
tary short-circuit may develop between the input phases when 
the switches cross over and one solution is to use a semisoft 
current commutation using a multistepped switching proce- 
dure to ensure safe commutation [28, 34]. This method 
requires independent control of each two-quadrant switches, 
sensing the direction of the load current and introducing a 
delay during the change of switching states. 

A clamp capacitor connected through two three-phase full- 
bridge diode rectifiers involving an additional 12 diodes (a 
new configuration with the number of additional diodes 
reduced to six using the antiparallel switch diodes has been 
reported [34]) at the input and output lines of the MC serves 
as a voltage clamp for possible voltage spikes under normal 
and fault conditions. 

A three-phase single-stage LC filter consisting of three 
capacitors in star and three inductors in the line is used to 
adequately attenuate the higher-order harmonics and render 
sinusoidal input current. Typical values of L and C based on a 
415-V converter with a maximum line current of 6.5 A and a 


(a) 


(b) 


FIGURE 16.33 Experimental waveforms for a matrix converter at 30- 
Hz frequency from a 50-Hz input: (a) output line voltage; and (b) output 
line current. 
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switching frequency of 20 kHz are 3 mH and 1.5 uF only [32]. 
The filter may cause a minor phase shift in the input 
displacement angle that needs correction. Figure 16.33 shows 
typical experimental waveforms of output line voltage and line 
current of an MC. The output line current is mostly sinusoidal 
except for a small ripple, when the switching frequency is 
around 1 kHz only. 


16.6 Applications of AC/AC 
Converters 


16.6.1 Applications of AC Voltage Controllers 


AC voltage controllers are used either for control of the rms 
value of voltage or current in lighting control, domestic and 
industrial heating, speed control of fan, pump or hoist drives, 
soft starting of induction motors, so forth, or as static ac 
switches (on/off control) in transformer tap changing, tempera- 
ture control, speed stabilization of high inertia induction 
motor drives such as centrifuge, capacitor switching in static 
reactive power compensation, and so forth. 

In fan or pump drives with induction motors, the torque 
varies as the square of the speed. Thus the speed control is 
required in a narrow range and an ac voltage controller is 
suitable for an induction motor with a full load slip of 0.1 to 
0.2 in such applications. For these drives, braking or reverse 
operations are not needed, but for the crane hoist drive, both 
motoring and braking are needed and a four-quadrant ac 
voltage controller can be obtained by a modification of the ac 
voltage controller circuit as shown in Fig. 16.34. The SCR pairs 
A, B, and C provide operation in quadrants I and IV and A’ B, 
and C’ in quadrants II and III. While changing from one set of 
SCR pairs to another, care should be taken to ensure that the 
incoming pair is activated only after the outgoing pair is fully 
turned off. 


FIGURE 16.34 Four-quadrant ac voltage controller. 
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The ac voltage controllers are being used increasingly for 
soft-starting of induction motors, as they have a number of 
advantages over the conventional starters, such as smooth 
acceleration and deceleration, ease in implementation of 
current control, simple protection against single-phasing or 
unbalanced operation, reduced maintenance and losses, 
absence of current inrush, and so forth. Even for the fixed- 
speed industrial applications, the voltage controllers can be 
used to provide a reduced stator voltage to an induction 
motor to improve its efficiency at light load and result in 
energy saving. Operation at an optimum voltage reduces the 
motor flux, which, in turn, reduces the core loss and the 
magnetizing component of the stator copper loss. Consider- 
able savings in energy can be obtained in applications where a 
motor operates at no load for a significant time, such as in 
drills, machine tools, woodworking machines, reciprocating 
air-compressors, and so forth. A popular approach to find an 
optimum operating voltage is to maximize the motor power 
factor by maintaining a minimum phase shift between the 
voltage and current after sensing them. 

The ac switch with on/off control used in driving a high- 
inertia centrifuge involves switching on of the motor when the 
speed of the centrifuge drops below the minimum allowable 
level and switching off motor when the speed reaches the 
maximum allowable level — thus maintaining a constant aver- 
age speed. An identical scheme of control is used with an ac 
switch for temperature control of an electric heater or air- 
conditioner. 

Integral-cycle control is well suited to heating control while 
it may cause flicker in normal incandescent lighting control 
and speed fluctuations in motor control. However, with this 
control less voltage distortion is produced in the ac supply 
system and less radio frequency interference is propagated 
when compared with the phase-controlled system. 


16.6.2 Applications of Cycloconverters 


Cycloconverters as frequency changers essentially find well- 
established applications in: (i) high-power low-speed reversi- 
ble ac motor drives with constant frequency input; and (ii) 
constant frequency power supplies with a variable frequency 
input as in the VSCF (variable-speed constant frequency) 
system. They also find potential applications in: (iii) control- 
lable VAR generators for power factor correction; and (iv) ac 
system interties linking two independent power systems as 
demonstrated in Reference [13]. 


Variable Speed AC Drives. In this category, the applications 
of cycloconverter-controlled induction motor and synchro- 
nous motor drives have been adequately reviewed in Reference 
[15]. Cycloconverter-fed synchronous motors are well suited 
for low-speed drives with high torque at standstill, and high- 
capacity gearless cement mills (tube or ball-mill above 5 MW) 
have been the first applications of these drives. 
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Since the 1960s, as developed by Siemens and Brown Boveri, 
one of the early installations has employed a motor rating of 
6.4 MW having a rotor diameter of 5m and 16.5 m in length 
while the stator construction is similar to that of a hydro- 
electric generator with 44 poles requiring 5.5 Hz for a maxi- 
mum speed of 15rpm. The motor is flanged with the mill 
cylinder without additional bearings or “wrapped” directly 
around it. This is known as ring motor [35]. With the 
evolution of field orientation or vector control, cycloconverter- 
fed synchronous motors have replaced or are replacing the dc 
drives in the reversing rolling mills (2/4 MW) with extreme 
high dynamic requirements for torque and speed control [36, 
48, 49] in mine winders and haulage [37, 49] of similar high 
ratings, and in icebreakers and ships equipped with diesel 
generators with power ratings of about 20 MW per unit [38]. 
In these applications, the cycloconverter-fed synchronous 
motor is in the self-controlled mode and is known as an ac 
commutatorless motor when the cycloconverter firing signals 
are derived from a rotor shaft position sensor so that the 
frequency is slaved to the rotor speed and not vice versa. As a 
result the hunting and stability problems are eliminated and 
the torque is not limited to pull-out value. Further, with field 
control the motor can be operated at leading power factor 
when the cycloconverter can operate with load commutation 
from the motor side at high speed in addition to the line 
commutation from the supply at low speed, thus providing 
speed control over a wide range. A cycloconverter-fed ac 
commutatorless motor was reported in Reference [39] where 
the cycloconverter is operated both in the sinusoidal and 
trapezoidal mode — the latter is attractive for a better system 
power factor and higher voltage output at the cost of increased 
harmonic content [1]. A stator-flux oriented vector control 
scheme for 6-pulse circulating current-free cycloconverter-fed 
synchronous motor with a flux observer suitable for a rolling 
mill drive (300-0-300 rpm) is reported in Reference [40]. A 12- 
pulse, 9.64 MVA, 120/33.1-Hz cycloconverter-linear synchro- 
nous motor combination for the Maglev Vehicle ML-500, a 
high-speed train (517km/hr) has been in the process of 
development in Japan since the early 1980s [41]. 

Regarding cycloconverter-fed induction motors, early appli- 
cations were for control of multiple ran-out table motors of a 
hot strip mill, high-performance servodrives, and controlled 
slip-frequency drive for diesel electric locomotives. Slip power- 
controlled drives in the form of static Scherbius drives with 
very high ratings using a cycloconverter in the rotor of a 
doubly fed slip-ring induction motor have been in operation 
for high-capacity pumps, compressors [42], and even in a 
proton-synchrotron accelerator drive in CERN, Geneva [43]. 
Although synchronous motors have been preferred for very 
high-capacity low-speed drives because of their high rating, 
the ability to control power factor and precisely set speed 
independent of supply voltage and load variations., induction 
motors because of their absence of excitation control loop, 
simple structure, easy maintainability and quick response have 
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been installed for cycloconverter-fed drives in Japan. For 
example, a seamless tube piercing mill [44] where a squirrel- 
cage 6-pole 3-MW, 188/300-rpm, 9.6/15.38-Hz, 2700-V 
motor is controlled by a cycloconverter bank of capacity 
3750 kVA and output voltage 3190 V. 


Constant Frequency Power Supplies. Some applications 
such as aircraft and naval ships need a well-regulated constant 
frequency power output from a variable frequency ac power 
source. For example, in aircraft power conversion, the 
alternator connected to the engine operating at a variable 
speed of 10,000 to 20,000 rpm provides a variable frequency 
output power over a 1200—2400-Hz range, which can be 
converted to an accurately regulated fixed-frequency output 
power at 400 Hz through a cycloconverter with a suitable filter 
placed within a closed loop. The output voltages of the 
cycloconverter are proportional to the fixed-frequency 
(400 Hz) sine wave reference voltage generator in the loop. 

Both synchronous and induction motors can be used for 
VSCF generation. The static Scherbius system can be modified 
(known as Kramer drive) by feeding slip power through a 
cycloconverter to a shaft-mounted synchronous machine with 
a separate exciter for VSCF generation. A new application in 
very high-power ratings of constant frequency variable-speed 
motor generators with a cycloconverter is in pumped storage 
schemes using reversible pump turbines for adaptation of the 
generated power to varying loads or keeping the ac system 
frequency constant. In 1993, a 400-MW variable-speed 
pumped storage system was commissioned by Hitachi at 
Qkhawachi Hydropower plant [45] in Japan where the field 
windings of a 20-pole generator/motor are excited with three- 
phase low-frequency ac current via slip-rings by a 72-MVA, 
three-phase 12-pulse line-commuted cycloconverter. The 
armature terminals rated at 18kV are connected to a 500-kV 
utility grid through a step-up transformer. The output 
frequency of the circulating current-free cycloconverter is 
controlled within +5Hz and the line frequency is 60 Hz. 
The variable-speed system has a synchronous speed of 
360 rpm with a speed range —330 to 390 rpm. The operational 
system efficiency in the pump mode is improved by 3% when 
compared to the earlier constant speed system. 


Static VAR Generation. Cycloconverters with a high- 
frequency (HF) base, either a HF generator or an oscillating 
LC tank can be used for reactive power generation and control, 
replacing synchronous condensers or switched capacitors as 
demonstrated in Reference [13]. If the cycloconverter is 
controlled to generate output voltage waves whose wanted 
components are in phase with the corresponding system 
voltages, reactive power can be supplied in either direction to 
the ac system by amplitude control of the cycloconverter 
output voltages. The cycloconverter will draw leading current 
from (that is, it will supply lagging current to) the ac system 
when its output voltage is greater than that of the system 
voltage and vice versa. 
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Interties Between AC Power Systems. The naturally 
commutated cycloconverter (NCC) was originally developed 
for this application to link a three-phase 50-Hz ac system with 
a single-phase 164 Hz railway supply system in Germany in the 
1930s. Applications involve slip-power-controlled motors with 
sub- and super-synchronous speeds. The stator of the motor is 
connected to 50-Hz supply, which is connected to the rotor as 
well through a cvcloconverter and the motor drives a single- 
phase synchronous generator feeding to 16;Hz system [46, 
47]. A static asynchronous intertie between two different 
systems of different frequency can be obtained by using two 
NCCs in tandem, each with its input terminals connected to a 
common HF base. As long as the base frequency is 
appropriately higher than that of either system, two system 
frequencies can either be the same or different. The power 
factor at either side can be maintained at any desired level 
[13]. 


16.6.3 Applications of Matrix Converters 


The practical applications of the matrix converters, as of now, 
is very limited. The main reasons are: (i) nonavailability of the 
bilateral fully controlled monolithic switches capable of high- 
frequency operation; (ii) complex control law implementation; 
(iii) an intrinsic limitation of the output/input voltage ratio; 
and (iv) commutation [50] and protection of the switches. To 
date, the switches are assembled from existing discrete devices 
resulting in increased cost and complexity and only experi- 
mental circuits of capacity well below 100 kVA have been built 
. However, with the advances in device technology, it is hoped 
that the problems will be solved eventually and the MC will 
not only replace the NCCs in all the applications mentioned 
under Section 16.6.2 but will also take over from the PWM 
rectifier inverters as well. In Reference [51], it has been shown 
that with space vector PWM control using overmodulation, 
the voltage transfer ratio may be increased to 1.05 at the 
expense of more harmonics and large filter capacitors. 
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there have been five generations of dc/dc converters devel- 
oped. They are the first-generation (classical) converters, 


second-generation (multiquadrant) converters, third-genera- 


The dc/dc converters are widely used in industrial applications tion (switched-component) converters, fourth-generation 
and computer hardware circuits, and the dc/dc conversion (soft-switching) converters, and fifth-generation (synchronous 
technique has been developed very quickly. Since the 1950s rectifier) converters. 
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The first-generation converters perform in a single-quad- 
rant mode and in a low-power range (up to 100 W). These 
converters include the buck converter, the boost converter, and 
the buck-boost converter. However, because of the effects of 
parasitic elements, the output voltage and power transfer 
efficiency of all these converters are restricted. 

The voltage-lift technique is a popular method that is widely 
applied in electronic circuit design because it effectively over- 
comes the effects of parasitic elements and greatly increases the 
output voltage. Therefore, these dc/dc converters can convert 
the source voltage into a higher output voltage with high- 
power efficiency, high-power density and a simple structure. 

The second-generation converters perform in two- or four- 
quadrant operation with medium output power range (say, 
hundreds of watts or higher). Because of high-power conver- 
sion, these converters are usually applied in industrial applica- 
tions with high-power transmission, for example, dc motor 
drives with multiquadrant operation. Most of second-genera- 
tion converters are still made of capacitors and inductors, as a 
result they are large. 

The third-generation converters are called switched-compo- 
nent dc/dc converters, and are made of either inductors or 
capacitors, which are called switched inductors and switched 
capacitors. They usually perform in two- or four-quadrant 
operation with a high-output power range (say, thousands of 
watts). As they are made only of inductors or capacitors, they 
are small. 

Switched-capacitor dc/dc converters are made only of 
switched-capacitors. Because switched capacitors can be inte- 
grated into power semiconductor integrated circuit (IC) chips, 
they have limited size and work at high switching frequency. 
They have been successfully employed in the inductorless 
dc/dc converters and have opened the way to constructing 
converters with high power density. Therefore, they have 
drawn much attention from research workers and manufac- 
turers. However, while most of these converters reported in the 
literature perform single-quadrant operation, some of them 
work in the push-pull state. In addition, their control circuit 
and topologies are very complex, especially for the large 
difference between input and output voltages. 

Switched-inductor dc/dc converters are made of only 
inductor, and have been derived from four-quadrant chop- 
pers. They usually perform multiquadrant operation with very 
simple structure. The significant advantage of these converters 
is their simplicity and high power density. No matter how 
large the difference between the input and output voltages, 
only one inductor is required for each switched inductor 
dc/dc converter. Therefore, they are in great demand for 
industrial applications. 

The fourth-generation converters are called soft-switching 
converters. The soft-switching technique involves many meth- 
ods implementing resonance characteristics, and one popular 
method is the resonant-switching method. The two main 
groups are zero-current-switching (ZCS) and zero-voltage- 
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switching (ZVS), and as reported in the literature, they usually 
perform in single-quadrant operation. We have developed this 
technique in the two- and four-quadrant operation for the 
high-output power range (say, thousands of watts). 

Multiquadrant ZCS/ZVS quasi-resonant converters 
(QRC) implement the ZCS/ZVS technique in four-quadrant 
operation. As switches turn-on and turn-off the moment the 
current/voltage is equal to zero, the power losses during 
switching on and off become zero. Consequently, these 
converters have high power density and transfer efficiency. 
Usually, the repeating frequency is not very high and the 
converters work in a monoresonance frequency, and the 
components of higher-order harmonics are very low. Using 
fast Fourier transform (FFT) analysis, we determine that the 
total harmonic distortion (THD) is very small. Therefore, the 
electromagnetic interference (EMI) is weak, and electromag- 
netic sensitivity (EMS) and electromagnetic compatibility 
(EMC) are reasonable. 

Fifth-generation converters are called synchronous rectifier 
(SR) dc/dc converters. Corresponding to the development of 
microelectronics and computer science, the power supplies 
with low output voltage (5, 3.3, and 1.8 ~ 1.5 V) and strong 
output current (30, 50, 100 up to 200A) are required in 
industrial applications and computer peripheral equipment; 
traditional diode bridge rectifiers are not available for this 
requirement. Many prototypes of synchronous rectifier dc/dc 
converters using the soft-switching technique have been devel- 
oped. Synchronous rectifier dc/dc converters possess the 
technical features of very low voltage, strong current and 
high-power transfer efficiency y (90, 92 up to 95%) and 
high power density (22-25 W/in*). 

Luo has been studying the dc/dc conversion technique for a 
long time and obtained outstanding results. He has created 
nine series converters, namely Luo-converters, and they are as 
follows: 


positive output Luo-converters; 

negative output Luo-converters; 

double output Luo-converters; 

multiple-quadrant Luo-converters; 

switched capacitor multiquadrant Luo-converters; 
switched inductor multiquadrant Luo-converters; 
multiquadrant ZCS quasi-resonant Luo-converters; 
multiquadrant ZVS quasi-resonant Luo-converters; and 
synchronous rectifier dc/dc Luo-converters. 


All of his research results have been published in major 
international journals and at major international conferences. 
Many experts, including Rashid, of West Florida University, 
Kassakian, of MIT, and Rahman, of Memorial University of 
Newfoundland are very interested in his work, and acknowl- 
edge his outstanding achievements. 

In this handbook, we present only the circuit diagram and 
list a few parameters of each converter, such as the output 
voltage and current, voltage-transfer gain and output voltage 
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variation ratio, and the discontinuous condition and output 
voltage. 

In this chapter, the input voltage is V; or V, and load 
voltage is Vo or V}. The pulsewidth modulated (PWM) pulse 
train has repeating frequency f, and the repeating period is 
T = 1/f. The conduction duty is k, the switching-on period is 
kT and the switching-off period is (1 — k)T. All average values 
are in capital letters, and instantaneous values are in small 
letters, for example, V, and v,(t) or vı. The variation ratio of 
the freewheeling diode current is ¢. The voltage-transfer gain is 
M and power transfer efficiency is 7. 


17.2 Positive Output Luo-Converters 


The first-generation converters are called classical converters 
that perform in a single-quadrant mode and in the low power 
range. The development of the first-generation converters has 
a very long history, and there have been many prototypes. We 
can sort them in three categories: 


e Fundamental topologies: buck converter, boost converter 
and buck-boost converter; 

e developed topologies: positive output Luo-converters, 
negative output Luo-converters, double output Luo- 
converters, and the Cuk-converter; and 

e transformer-type topologies: flyback converter, half- 
bridge converter, and forward converter. 


17.2.1 Fundamental Topologies 


The buck converter is a step-down converter and is shown in 
Fig. 17.1a. The typical output voltage and current waveforms 
are shown in Fig. 17.1b. The equivalent circuits during switch- 
on and switch-off periods are shown in Fig. 17.1c and d. Its 
output voltage and output current are: 
1 
Vo =kV,; and Iọ= pa 

This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small and the load current is high. 

The boost converter is a step-up converter and is shown in 
Fig. 17.2a. The typical output voltage and current waveforms 
are shown in Fig. 17.2b. The equivalent circuits during switch- 
on and switch-off periods are shown in Fig. 17.2c,d. Its output 
voltage and current are: 


1 
Vo =F at 


ZIE and Io = (1 — k); 


The output voltage is higher than the input voltage. This 
converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance 
L is small, and the load current is high. 


337 


Low-pass filter 


( de n] 


FIGURE 17.1 Buck Converter: (a) circuit diagram; (b) waveforms of 
inductor voltage and current; (c) switch-on equivalent circuit; and (d) 
switch-off equivalent circuit. Rashid, M.H. Power Electronics: Circuits, 
Devices and Applications, 2/e, © 1993, pp. 318, 321, 324, 327, 479. 
Adapted by permission of Pearson Education, Inc., Upper Saddle River, 
New Jersey. 


The buck-boost converter is a step-down/step-up conver- 
ter, which is shown in Fig. 17.3a. The typical output voltage 
and current waveforms are shown in Fig. 17.3b. The equivalent 
circuits during switch-on and switch-off periods are shown in 
Fig. 17.3c,d. Its output voltage and current are: 


k l—k 
Vi and Io = —— I, 


= IL k = 
When k is greater than 0.5, the output voltage can be higher 
than the input voltage. This converter may work in the 
discontinuous mode if the frequency f is small, conduction 


duty k is small, inductance L is small, and the load current is 
high. 
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(a) 


(V,) 


(b) k T 


(c) 


(d) 


FIGURE 17.2 Boost converter: (a) circuit diagram; (b) waveforms of 
inductor voltage and current; (c) switch-on equivalent circuit; and (d) 
switch-off equivalent circuit. Rashid, M.H. Power Electronics: Circuits, 
Devices and Applications, 2/e, © 1993, pp. 318, 321, 324, 327, 479. 
Adapted by permission of Pearson Education, Inc., Upper Saddle River, 
New Jersey. 


17.2.2 Developed Topologies 


The positive output Luo-converter is a step-down/step-up 
converter, which is derived from the buck-boost converter. It 
has one more inductor and capacitor, and is shown in Fig. 
17.4a. The typical output voltage and current waveforms are 
shown in Fig. 17.4b. The equivalent circuits during switch-on 
and switch-off periods are shown in Fig. 17.4c,d. Its output 
voltage and current are: 


1—k 
k 


and Io = I 


When k is greater than 0.5, the output voltage can be higher 
than the input voltage. This converter may work in the 
discontinuous mode if the frequency f is small, k is small, 
inductance L is small, and the load current is high. 
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(V,) 


(b) 
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FIGURE 17.3 Buck-boost converter: (a) circuit diagram; (b) waveforms 
of inductor voltage and current; (c) switch-on equivalent circuit; and (d) 
switch-off equivalent circuit. Rashid, M.H. Power Electronics: Circuits, 
Devices and Applications, 2/e, © 1993, pp. 318, 321, 324, 327, 479. 
Adapted by permission of Pearson Education, Inc., Upper Saddle River, 
New Jersey. 


A negative output Luo-converter is a negative output step- 
down/step-up converter, which is derived from the buck- 
boost converter. It has one more inductor and capacitor, 
and is shown in Fig. 17.5a. The typical output voltage and 
current waveforms are shown in Fig. 17.5b. The equivalent 
circuits during switch-on and switch-off periods are shown in 
Fig. 17.5c,d. Its output voltage and current (absolute value) 
are: 


k 1-k 
Sap and Io = —— IT, 


When k is greater than 0.5, the output voltage can be higher 
than the input voltage. This converter may work in the 
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(b) 
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FIGURE 17.4 Positive output Luo-converter: (a) circuit diagram; (b) 
waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; (d) switch-off equivalent circuit. 


discontinuous mode if the frequency f is small, k is small, 
inductance L is small, and the load current is high. 

The double output Luo-converter is a double output step- 
down/step-up converter, which is derived from a P/O Luo- 
converter and an N/O Luo-converter. It has two conversion 
paths and two output voltages Vp, and Vo_. It is shown in 
Fig. 17.6a. The typical output voltage and current waveforms 
are shown in Fig. 17.6b. The equivalent circuits during switch- 
on and switch-off periods are shown in Fig. 17.6c,d. By 
carefully selecting the components we can obtain the output 
voltages and currents (absolute value) 


1—-k 


Vor =| Vol = Vi Tos = I+ 


—k 
and 


l—k 
Io- = k I 


When k is greater than 0.5, the output voltage can be higher 
than the input voltage. This converter may work in the 
discontinuous mode if the frequency f is small, k is small, 
inductance L is small, and the load current is high. 
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FIGURE 17.5 Negative ouput Luo-converter: (a) circuit diagram; (b) 
waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 


The Cuk-converter is a negative output step-down/step-up 
converter, which is derived from the boost converter. It has 
one more inductor and capacitor, and is shown in Fig. 17.7a. 
The typical output voltage and current waveforms are shown 
in Fig. 17.7b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.7c,d. Its output voltage 
and current (absolute value) are: 


k 1—k 
V; and Ij =——I, 


Vo Į 


S 


When k is greater than 0.5, the output voltage can be higher 
than the input voltage. This converter may work in the 
discontinuous mode if the frequency f is small, k is small, 
inductance L is small, and the load current is high. 


17.2.3 Transformer-Type Topologies 


The fly-back converter is a negative output step-up converter, 
which is shown in Fig. 17.8. The transformer turns ratio is N. 
If the transformer has never been saturated during operation, 
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(c) 


(d) 


FIGURE 17.6 Double output Luo-converter: (a) circuit diagram; (b) 
waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 
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FIGURE 17.7 The Cuk converter: (a) circuit diagram; (b) waveforms of 
inductor voltage and current; (c) switch-on equivalent circuit; and (d) 
switch-off equivalent circuit. Rashid, M.H. Power Electronics: Circuits, 
Devices and Applications, 2/e, © 1993, pp. 318, 321, 324, 327, 479. 
Adapted by permission of Pearson Education, Inc., Upper Saddle River, 
New Jersey. 


it works as a boost converter. Its output voltage and current 
(absolute value) are: 


tek 
kN ! 


k 

Vo =N; and Ip = 
This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 

is small, and the load current is high. 
The half-bridge converter is a step-up converter, which is 
shown in Fig. 17.9. There are two switches and one double 
secondary coils transformer required. The transformer turns 
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FIGURE 17.8 Flyback converter. Rashid, M.H. Power Electronics: 
Circuits, Devices and Applications, 2/e, © 1993, pp. 318, 321, 324, 327, 
479. Adapted by permission of Pearson Education, Inc., Upper Saddle 
River, New Jersey. 


ratio is N. If the transformer has never been saturated during 
operation, it works as a half-bridge rectifier plus a buck 
converter. Its output voltage and current are: 


: I 
kn! 
This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. 

The forward converter is a step-up converter, which is 
shown in Fig. 17.10. The transformer turns ratio is N (usually 
N> 1). If the transformer has never been saturated during 
operation, it works as a buck converter. The output voltage 
and current are: 


Vo = kNV; and Io = 


1 
kN 
This converter may work in the discontinuous mode if the 


frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. 


Vo= kNV, and Iọo=-— 


FIGURE 17.9 Half-bridge converter. Rashid, M.H. Power Electronics: 
Circuits, Devices and Applications, 2/e, © 1993, pp. 318, 321, 324, 327, 
479. Adapted by permission of Pearson Education, Inc., Upper Saddle 
River, New Jersey. 


FIGURE 17.10 Forward converter. Rashid, M.H. Power Electronics: 
Circuits, Devices and Applications, 2/e, © 1993, pp. 318, 321, 324, 327, 
479. Adapted by permission of Pearson Education, Inc., Upper Saddle 
River, New Jersey. 
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17.2.4 Seven (7) Self-Lift DC/DC Converters 


Because of the effect of the parasitic elements, the voltage- 
conversion gain is limited. Especially, when the conduction 
duty k is towards unity, the output voltage is sharply reduced. 
The voltage-lift technique is a popular method used in 
electronic circuit design. The application of this technique 
can effectively overcome the effect of the parasitic elements, 
and largely increase the voltage-transfer gain. In this section 
we introduce seven self-lift converters that are working in the 
continuous mode. 


e P/O Luo self-lift converter; 

e reverse P/O Luo self-lift converter; 

e simplified P/O Luo self-lift converter; 
e N/O Luo self-lift converter; 

e Cuk self-lift converter; 

e reverse Cuk self-lift converter; and 

e enhanced self-lift circuit. 


The P/O Luo self-lift converter is shown in Fig. 17.11a. 
The typical output voltage and current waveforms are shown 
in Fig. 17.11b. The equivalent circuits during switch-on and 


(a) 


—— V 
OP ze : U-k) | 


FIGURE 17.11 Positive output Luo self-lift converter: (a) circuit 
diagram; (b) waveforms of inductor voltage and current; (c) switch-on 


equivalent circuit; and (d) switch-off equivalent circuit. 
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switch-off periods are shown in Fig. 17.11c,d. Its output 
voltage and current are: 


1 
Ve Vi 


=i and Io =(1-— k) 


The voltage transfer gain in the continuous mode is 


Vo _ fT 1 


M,=—=2= 
ak: fare Cer Tk 


The variation ratio of the output voltage vo in the continuous 


mode is 


Avo/2 k 1 
ES = 
Vo 8M, f*CoL, 


The reverse P/O Luo self-lift converter is shown in Fig. 
17.12a. Typical output voltage and current waveforms are 
shown in Fig. 17.12b. The equivalent circuits during switch- 


kT -ÐT j 


FIGURE 17.12 Negative output Luo self-lift converter: (a) circuit 
diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 
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on and switch-off periods are shown in Fig. 17.12c,d. Its 
output voltage and current (absolute value) are: 


1 


ieee 


Vo Vi and Io = el = KI, 


The voltage-transfer gain in the continuous mode is 


noe 
SV e Pe 


The variation ratio of the output voltage vo in the continuous 
mode is 


Avo/2 k 1 
—— = 
Vo 16M; f?CoL, 


The simplified P/O Luo self-lift converter is shown in Fig. 
17.13a. Typical output voltage and current waveforms are 


(c) 


i 
(d) 


FIGURE 17.13 Simplified positive output Luo self-lift converter: (a) 
circuit diagram; (b) waveforms of inductor voltage and current; (c) 
switch-on equivalent circuit; and (d) switch-off equivalent circuit. 
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shown in Fig. 17.13b. The equivalent circuits during switch-on 
and switch-off periods are shown in Fig. 17.13c,d. Its output 
voltage and current are: 


1 
Vo= ai 


=—V; and =(l- k 


The voltage-transfer gain in the continuous mode is 


Vo _ kh 1 


I 
S- V lọ l-k 


The variation ratio of the output voltage vo in the continuous 
mode is 


p= A¥o/2 _ k 1 
~ Vo «128 f2LoC,; GR 


The N/O Luo self-lift converter is shown in Fig. 17.14a. 
Typical output voltage and current waveforms are shown in 
Fig. 17.14b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.14c,d. Its output 
voltage and current (absolute value) are: 


and Io = el = kl 


The voltage-transfer gain in the continuous mode is 


M; = == 
= WV lo isk 


The variation ratio of the output voltage vo in the continuous 
mode is 


p= Avo/2 _ k 1 
"MG (2B PLS GiGi 


The Cuk self-lift converter is shown in Fig. 17.15a. Typical 
output voltage and current waveforms are shown in Fig. 
17.15b. The equivalent circuits during switch-on and switch- 
off periods are shown in Fig. 17.15c,d. Its output voltage and 
current (absolute value) are 


1 
VO aE 


STAR and Io = (1 — k)I; 


The voltage-transfer gain in the continuous mode is 


W los Tak 
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(V,) 


(b) 


FIGURE 17.14 Negative output Luo self-lift converter: (a) circuit 
diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 


The variation ratio of the output voltage vo in the continuous 
mode is 


p= Avo/2 _ k 1 
Va 128 PL oC, GR 


The reverse Cuk self-lift converter is shown in Fig. 17.16a. 
Typical output voltage and current waveforms are shown in 
Fig. 17.16b. The equivalent circuits during switch-on and 
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FIGURE 17.15 Cuk self-lift converter: (a) circuit diagram; (b) wave- 
forms of inductor voltage and current; (c) switch-on equivalent circuit; 
and (d) switch-off equivalent circuit. 


switch-off periods are shown in Fig. 17.16c,d. Its output 
voltage and current are: 


1 


Va = 
mi =k 


V, and Io=(1- bI 


The voltage-transfer gain in the continuous mode is 


Vo _ fT 1 


BE Re os T=k 


The variation ratio of the output voltage vo in the continuous 
mode is 


ia Av/2 k 1 
— Vo  128PLoCiQR 
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FIGURE 17.16 The reverse Cuk self-lift converter: (a) circuit diagram; 
(b) waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 


The enhanced self-lift converter is shown in Fig. 17.17a. 
Typical output voltage and current waveforms are shown in 
Fig. 17.17b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.17c,d. Its output 
voltage and current are: 


2—k 1-k 
Vo = —— Vi and Io = 


L=k ea 


The voltage-transfer gain in the continuous mode is 


TE E 2eR 
SV fe oe 


The variation ratio of the output voltage vo in the continuous 
mode is 


¿= Avo/2 _ k 1 
~ Vo «128 f3LoC, CR 
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FIGURE 17.17 Enhanced self-lift converter: (a) circuit diagram; (b) 
waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 


17.2.5 Positive Output Luo-Converters 


The P/O Luo-converters perform the voltage conversion from 
one positive source to another positive load voltage using the 
voltage-lift technique. They work in the first quadrant with 
large voltage amplification, and their voltage-transfer gain is 
high. Five circuits are introduced in the literature. They are: 


e elementary circuit; 

e self-lift circuit; 

e re-lift circuit; 

e triple-lift circuit; and 
e quadruple-lift circuit. 


An additional lift circuit can be derived from the formen- 
tioned circuits. In all P/O Luo-converters, we define normal- 
ized inductance 


L= LL, 
[, +L, 
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and normalized impedance 


2N = a 


The P/O Luo elementary circuit is shown in Fig. 17.4a. 
Typical output voltage and current waveforms are shown in 
Fig. 17.4b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.4c,d. Its output voltage 
and current are: 


k 1-k 
Vo= and Io = 


Ir 


When k is greater than 0.5, the output voltage can be higher 
than the input voltage. 
The voltage-transfer gain in the continuous mode is 


The variation ratio of the output voltage vo in the continuous 
mode is 


p Avo/2 _ k 1 
— Vo  8M;f?Col 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 


discontinuous mode is 
Z 
msej 


The output voltage in the discontinuous mode is 


R | R 1 


The P/O Luo self-lift circuit is shown in Fig. 17.11a. Typical 
output voltage and current waveforms are shown in Fig. 
17.11b. The equivalent circuits during switch-on and switch- 
off periods are shown in Fig. 17.11c,d. Its output voltage and 
current are: 


1 
Vo =; and Io =(1-— k)i 


The voltage-transfer gain in the continuous mode is 


S V lọ l-k 
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The variation ratio of the output voltage vo in the continuous 
mode is 


¿= Avo/2 _ k 1 
— Vo Bite Gals 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


Ms < Vk J 


The output voltage in the discontinuous mode is 


R 1 


R 
= 2 i = 
Vo pte (1—k) va with vk L IK 


2fL 


The P/O Luo re-lift circuit is shown in Fig. 17.18a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.18b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.18c,d. Its output 
voltage and current are: 


2 l—k 
Vo TE and Io =Z 


The voltage-transfer gain in the continuous mode is 


Mr =L = = 
ae (fem a k 


The variation ratio of the output voltage vo in the continuous 
mode is 


Avo/2 k 1 
f m = 

Vo 8Mp f?CoL, 
This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 

Mr < kzy 


The output voltage in the discontinuous mode is 


Ve [2+ ea- ozv: with fie 2 


The P/O Luo triple-lift circuit is shown in Fig. 17.19a. The 
typical output voltage and current waveforms are shown in 


F. L. Luo, H. Ye and M. H. Rashid 


Fig. 17.19b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.19c,d. Its output 
voltage and current are: 


3 1—k 
Vo=" and Io = 


Ir 


The voltage-transfer gain in the continuous mode is 


T Vee” ds l-k 


The variation ratio of the output voltage vo in the continuous 
mode is 


¿= Avol2 _ k 1 
~ Vo 8Mrf2CoL, 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


3kzy 
2 


Mr < 
The output voltage in the discontinuous mode is 


Vo = [ +k- ozv with vk oH > —z 
The P/O Luo quadruple-lift circuit is shown in Fig. 17.20a. 
The typical output voltage and current waveforms are shown 
in Fig. 17.20b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.20c,d. Its output 
voltage and current are: 


4 1—k 
Vo= Fp and Io = 


Ir 


The voltage-transfer gain in the continuous mode is 


e- V lọ l-k 


The variation ratio of the output voltage vo in the continuous 
mode is 


p= &o/2 _ k 1 
“Vo BMof? Col, 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
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(V,) 


(b) 
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FIGURE 17.18 Positive output Luo re-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 


is small, and the load current is high. The condition for the The output voltage in the discontinuous mode is 
discontinuous mode is 


2r 4 
= 


R 
Vo=|4+P0-b |v, with vk = 
2 [++ ( l” pe Vier = Te 
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(a) 


(V,) 


| kT j 09T 


(d) 


FIGURE 17.19 Positive output Luo triple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 


Summary for all P/O Luo-converters: the self-lift circuit, j = 2 for the re-lift circuit, j = 3 for the 


triple-lift circuit, j = 4 for the quadruple-lift circuit, and so 


m-%æœ-E p= 4k TE R po on. The voltage-transfer gain is 
Vr Io +L, fL Io 
To write common formulas for all circuits parameters, we M= POG +h pI 


define that subscript j = 0 for the elementary circuit, j = 1 for j 1—k 
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(V,) 
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FIGURE 17.20 Positive output Luo quadruple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 


The variation ratio of the output voltage is The output voltage in the discontinuous mode is 
isk 
as Avo/2_ k 1 Vo; = {i 4 K-O ; zx V, 
Vo 8M; f A Col, 
h 
The condition for the discontinuous mode is WELE pa 
» JO if jz1l 
h(j) = mee 
KHAO j + h(j) i af 4 =O 


M2 -z ZN Ž 1 
j is the Hong function. 
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17.2.6 Simplified Positive Output 
Luo-Converters 


By carefully checking the P/O Luo-converters we can see that 
there are two switches required from the re-lift circuit. In 
order to use only one switch in all P/O Luo-converters, we 
modify the circuits. In this section we introduce the following 
four circuits: 


e simplified self-lift circuit; 

e simplified re-lift circuit; 

e simplified triple-lift circuit; and the 
e simplified quadruple-lift circuit. 


An additional lift circuit can be derived from the foremen- 
tioned circuits. In all S P/O Luo-Converters, we define 


NER 


normalized impedance. 

The S P/O Luo self-lift circuit is shown in Fig. 17.13a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.13b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.13c,d. Its output 
voltage and current are 


1 


Vans 
o~ i-k 


V, and Io=(1- bI 


The voltage-transfer gain in the continuous mode is 


Vo fT 1 


M,=—=2t= 
BO Jo L-k 


The variation ratio of the output voltage vo in the continuous 
mode is 


_ Avo/2__ k 1 
e= V T 28 LoC CoR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


Ms < Vk JX 


The output voltage in the discontinuous mode is 


R 1 


R 
vo= [1+ ea- ozz]: with vk A = TE 


F. L. Luo, H. Ye and M. H. Rashid 


The S P/O Luo re-lift circuit is shown in Fig. 17.21a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.21b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.21c,d. Its output 
voltage and current are 


2 1—k 
=e and Io = —— I 


V, 
Q 2 


The voltage-transfer gain in the continuous mode is 


Vo _ TT 2 


M,=—=2= 
RTV ie ee 


The variation ratio of the output voltage vo in the continuous 


mode is 


¿= &o/2 _ k 1 
= Vo  128f°LoCıCoR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


The output voltage in the discontinuous mode is 


Vo = [2+ Ra -— rAd with Vk a2 — 
The S P/O Luo triple-lift circuit is shown in Fig. 17.22a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.22b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.22c,d. Its output 
voltage and current are 


3 1-k 
Vo = l =i Vi and Io = 


Ir 


The voltage-transfer gain in the continuous mode is 


Vo _ kh 3 


T V Ie l-k 


The variation ratio of the output voltage vo in the continuous 
mode is 


¿= Avo/2 _ k 1 
— Vo  128f’LoCiCoR 
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FIGURE 17.21 Simplified positive output Luo re-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 
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(a) 


(c) 


(d) 


FIGURE 17.22 Simplified positive output Luo triple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 
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This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


3kzy 
2 


Mr < 


The output voltage in the discontinuous mode is 


3R 3 
with Vk |=— > 


R 
Vo = [+ ea- ozv Tie 


The S P/O Luo quadruple-lift circuit is shown in Fig. 17.23a. 
The typical output voltage and current waveforms are shown 
in Fig. 17.23b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.23c,d. Its output 
voltage and current are 


4 1—k 
Vora i and Ip = 


Ir 


The voltage-transfer gain in the continuous mode is 


Mo = L =2= 
Q- V lọ l-k 


The variation ratio of the output voltage vo in the continuous 


mode is 


p &o/2 _ k 1 
Ve.  128fP’LoCiCoR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


The output voltage in the discontinuous mode is 


R 2R. 4 
<3 2 _ coe . E D 
vo= [4+ 20 ozr" with vk A rok 


Summary for all S P/O Luo-converters: 


Vin L R Vo 


M=—2= => R= 
Vi Io a 
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To write common formulas for all circuit parameters, we 
define that subscript j = 1 for the self-lift circuit, j = 2 for 
the re-lift circuit, j = 3 for the triple-lift circuit, j = 4 for the 
quadruple-lift circuit, and so on. The voltage-transfer gain is 


The variation ratio of the output voltage is 


; _ Avo/2_ k 1 
I Vo «128 FF La, CoR 


The condition for the discontinuous mode is 


jkzy 


M; < 
j=VQ 


The output voltage in the discontinuous mode is 
. 2 ZN 
Vo= [i +e- Nv, 


Using these circuits is easy to convert a 24-V input source 
voltage into a 1000-V output load-voltage. Some applications 
in insulation testing have been reported. 


17.3 Negative Output Luo-Converters 


The N/O Luo-converters perform voltage conversion from 
positive to negative voltages using the voltage-lift technique. 
They work in the third quadrant with large voltage amplifica- 
tion, and their voltage-transfer gain is high. Five circuits are 
introduced in the literature. They are: 


e elementary circuit; 

e self-lift circuit; 

e re-lift circuit; 

e triple-lift circuit; and 
e quadruple-lift circuit. 


An additional lift circuit can be derived from the foremen- 
tioned circuits. In all N/O Luo-Converters, we define normal- 
ized impedance 


NER 


The N/O Luo elementary circuit is shown in Fig. 17.5a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.5b. The equivalent circuits during switch-on and 
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(c) 


(d) 


FIGURE 17.23 Simplified positive output Luo quadruple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; 
(c) switch-on equivalent circuit; and (d) switch-off equivalent circuit. 
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switch-off periods are shown in Fig. 17.5c,d. Its output voltage 
and current (the absolute value) are 


k 1-—k 


Vo V; and Ip = i I, 


=> Tay = 
When k is greater than 0.5, the output voltage can be higher 


than the input voltage. 
The voltage-transfer gain in the continuous mode is 


M; === 
EVE do Woah 


The variation ratio of the output voltage vo in the continuous 
mode is 


p= &o/2 _ k 1 
= Vo  128f’CCoLoR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 


discontinuous mode is 
Z 
M; <k = 


The output voltage in the discontinuous mode is 


R . | R 1 


The N/O Luo self-lift circuit is shown in Fig. 17.14a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.14b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.14c,d. Its output 
voltage and current (the absolute value) are 


1 
Vo= ak 


Sinead and Io = (1 — k); 


The voltage-transfer gain in the continuous mode is 


P E O. 
STM le b-k 


The variation ratio of the output voltage vo in the continuous 
mode is 


p= Avo/2 _ k 1 
“= Vo  128f°CCoLoR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
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is small, and the load current is high. The condition for the 
discontinuous mode is 


z 
Ms < Vk |Z 
2 

The output voltage in the discontinuous mode is 


R R 1 
Vo = [i +A- ozi" with vk A 
The N/O Luo re-lift circuit is shown in Fig. 17.24a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.24b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.24c,d. Its output 
voltage and current (the absolute value) are 


2 l—k 
Vo=" and Io = 


Ir 


The voltage-transfer gain in the continuous mode is 


M,=—=2= 
eV da LSK 


The variation ratio of the output voltage vo in the continuous 
mode is 


_ Avo/2__ k 1 
e= Vo ADB f CCoLoR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


Mp < y kzy 


The output voltage in the discontinuous mode is 


R Re 2 
Vo =|2+ PA- k— |V, with vk |= > — 
o [2+ ( | p With vk FL I-k 


The N/O Luo triple-lift circuit is shown in Fig. 17.25a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.25b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.25c,d. Its output 
voltage and current (the absolute value) are 


3 I-k 
and Io = 


Ir 
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FIGURE 17.24 Negative output Luo re-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on equivalent 


circuit; and (d) switch-off equivalent circuit. 


The voltage-transfer gain in the continuous mode is 


T V dy l-k 
The variation ratio of the output voltage vo in the continuous 
mode is 
Avo/2 k 1 
E= = 
Vo 128 f? CCoLoR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 
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FIGURE 17.25 Negative output Luo triple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 


The output voltage in the discontinuous mode is switch-off periods are shown in Fig. 17.26c,d. Its output 
voltage and current (the absolute value) are 


4 l—k 
3R 2 Vo = —— V; and Io = 
JL I-k 


R : 
Vo= [3 +R - oz V, with vk I 
The voltage-transfer gain in the continuous mode is 
The N/O Luo quadruple-lift circuit is shown in Fig. 17.26a. 


The typical output voltage and current waveforms are shown Mo = Yo = fr = Š 
in Fig. 17.26b. The equivalent circuits during switch-on and V; lo 1-k 
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FIGURE 17.26 Negative output Luo quadruple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 


The variation ratio of the output voltage vg in the continuous is small, and the load current is high. The condition for the 


mode is discontinuous mode is 
Mo < V2kz 
Avo/2 k 1 e= N 
= = 
Vo 128 f? CCoLoR The output voltage in the discontinuous mode is 
: : ; f . 7 R ; 2R 4 
This converter may work in the discontinuous mode if the Vo = | 4+ k (1 — DF V; with Vk TL > ISK 


frequency fis small, conduction duty k is small, inductance L 
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Summary for all N/O Luo-converters: 


Vo L R Vo 
f= z== R=- 
fL Io 


To write common formulas for all circuits parameters, we 
define that subscript j = 0 for the elementary circuit, j = 1 for 
the self-lift circuit, j = 2 for the re-lift circuit, j = 3 for the 
triple-lift circuit, j = 4 for the quadruple-lift circuit, and so 
on. The voltage-transfer gain is 


hj) . . 
m -U+ hO) 
4 1—k 


The variation ratio of the output voltage is 


_ Avo/2__ k 1 
e=- Vo IB f CC LoR 


The condition for the discontinuous mode is 


KHOI + WD 
mMm a az 
J 


The output voltage in the discontinuous mode is 


„yl—k 
Vo-j = {i eee a Vy 
where 
~_ JO iff jel 
KOS o 


is the Hong function. 

Using these circuits it is easy to convert a 24-V input source- 
voltage into a —1000-V output load-voltage. Some applica- 
tions in insulation testing have been reported. 


17.4 Double Output Luo-Converters 


Double output Luo-converters perform the voltage conversion 
from positive to positive and negative voltages simultaneously 
using the voltage-lift technique. They work in the first and 
third quadrants with large voltage amplification, and their 
voltage-transfer gain is high. 

There are two groups of these converters: double output 
Luo-converters (D/O Luo-converters); and simplified double 
output Luo-converters (S D/O Luo-Converters). We will 
introduce them one by one. 
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17.4.1 Double Output Luo-Converters 
Five circuits are introduced in the literature: 


e elementary circuit; 

e self-lift circuit; 

e re-lift circuit; 

e triple-lift circuit; and 
e quadruple-lift circuit. 


An additional lift circuit can be derived from the foremen- 
tioned circuits. In all D/O Luo-converters, each circuit has two 
conversion paths — a positive conversion path and a negative 
conversion path. The positive path prefers P/O Luo-conver- 
ters, and the negative path prefers N/O Luo-converters. We 
define normalized inductance L = L,L,/L, + L, and normal- 
ized impedance zy, = R/fL for the positive path, and 
normalized impedance zy_ = R,/fL,, the negative path. We 
usually purposely select R = R, and L = Lı, so that we have 
ZN = ZN+ = Zy_- 

The D/O Luo elementary circuit, shown in Fig. 17.6a was 
introduced in Section 17.2.2. The typical output voltage and 
current waveforms are shown in Fig. 17.6b. The equivalent 
circuits during switch-on and switch-off periods are shown in 
Fig. 17.6c,d. Its output voltages and currents (absolute values) 
are: 


1—k 
Vo+ =1Vo_| =p Toy = T+ 


and 


When k is greater than 0.5, the output voltage can be higher 
than the input voltage. 
The voltage-transfer gain in the continuous mode is 


[Vo_| k 
V; Ve “dak 


The variation ratio of the output voltage vg, in the continu- 
ous mode is 


_ Avo4/2_ k 1 
tO Vo 8Mp f? Col 


The variation ratio of the output voltage vo_ in the continu- 
ous mode is 


_ Avo-/2_ k 1 
T Vo- — 128P Cn CLR; 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
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is small, and the load current is high. The condition for the 


discontinuous mode is 
Z 
msej 


The output voltages in the discontinuous mode are 


ZN 7 ZN 1 
Vo Vo+ |Vo_| My Vi with [> = Tx 


A D/O Luo self-lift circuit is shown in Fig. 17.27a. The typical 
output voltage and current waveforms are shown in Fig. 
17.27b. The equivalent circuits during switch-on and switch- 
off periods are shown in Fig. 17.27c,d. Its output voltages and 
currents (absolute values) are: 


1 
Vor =|Vo-l= [GV Jor = (1 — DI 


k 
and 

Io- = (1 — k)K;_ 
The voltage-transfer gain in the continuous mode is 


[Vo-| 1 
Vi Vi 1- k 


The variation ratio of the output voltage vo, in the continu- 
ous mode is 


_ Avo4/2_ k 1 
Vo,  8Msf°Col, 


The variation ratio of the output voltage vg_ in the continu- 
ous mode is 


Avo_/2 k 1 
— =. 
7 Vo- 128 f? Cy, Cioli2Rı 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 


discontinuous mode is 
ZN 
Ms < Vk > 


The output voltages in the discontinuous mode are 


Vo = Voz = |Vo-_| [i+ea- =], 
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Bas 
2 —~1-k 


A D/O Luo re-lift circuit is shown in Fig. 17.28a. The typical 
output voltage and current waveforms are shown in Fig. 
17.28b. The equivalent circuits during switch-on and switch- 
off periods are shown in Fig. 17.28c,d. Its output voltages and 
currents (absolute values) are: 


with 


and 


The voltage-transfer gain in the continuous mode is 


[Vo-| 2 
Vi Vi l1 — k 


The variation ratio of the output voltage vo, in the continu- 
ous mode is 
Avo4/2 k 1 
+ = = 
Vo+ 8Mr F’ CoL, 


The variation ratio of the output voltage vg_ in the continu- 
ous mode is 
_ Avo_/2_ k 1 
T Vo 128 fF Cy CoLi2Ri 


This converter may work in the discontinuous mode if the 
frequency fis small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


The output voltages in the discontinuous mode are 


7i 
Vo = Vo, = | Vol [2+ ea -o Žv] 
with 


2 
vian 2 


A D/O Luo triple-lift circuit is shown in Fig. 17.29a. The 
typical output voltage and current waveforms are shown in 
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(d) S: OFF; Do, Dio: ON 


FIGURE 17.27 Double output Luo self-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 
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(c) S: ON; Do: OFF (c) S: ON; Dio: OFF 


(d) S: OFF; Dp: ON (d) S: OFF; Djo: ON 


FIGURE 17.28 Double output Luo re-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 
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Fig. 17.29b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.29c,d. Its output 
voltages and currents (absolute values) are: 


and 


The voltage-transfer gain in the continuous mode is 


[Vo-l 3 
Vi Vi l— k 


The variation ratio of the output voltage vg, in the continu- 
ous mode is 
Avo4+/2 k 1 
E = = 
+ 
Vo+ 8Mr f’ Col, 


The variation ratio of the output voltage vg_ in the continu- 
ous mode is 


Avo_/2 k 1 
E€ = — 
~ Vo- 128 FPO CLR, 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


3kzy 
2 


Mr < 


The output voltages in the discontinuous mode are 


Vo = Vo+ = | Vo-| [3 +e- i] Vi 
with 


3kzn 3 
2 —1-k 


A D/O Luo quadruple-lift circuit is shown in Fig. 17.30a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.30b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.30c,d. Its output 
voltages (absolute values) are: 


l—k 


4 
Vo+ = |Vo-l =V 


l—k Iry 


To = 
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and 


1-—k 
Io- = 4 I 


The voltage-transfer gain in the continuous mode is 


[Vo-| 4 
Vi Vi l— k 


The variation ratio of the output voltage vo, in the continu- 
ous mode is 


; _ Avo4/2 _ k 1 
+ Vo4 8Mo f’ CoL, 


The variation ratio of the output voltage vg_ in the continu- 
ous mode is 


Avo_/2 k 1 
E€ = — 
H Vo- 128 f? Cii CLR 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


Mg < y 2kzy 


The output voltages in the discontinuous mode are 


Vo = Vo, = | Vol = [+ a- o]v 
with 
4 
JIk > — 
NEE 


Summary for all D/O Luo-converters: 


= Vo+ _ |Vo_| 


M= T= Beia 
Vi Vi [, +L, 
i R R, 
= Zy, = i 
1 N+ fL N— fLa 


so that 
ZN = ZN+ = ZN: 
To write common formulas for all circuit parameters, we 


define that subscript j = 0 for the elementary circuit, j = 1 
for the self-lift circuit, j = 2 for the re-lift circuit, j = 3 for the 
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(d) 


FIGURE 17.29 Double output Luo triple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on equivalent 
circuit; and (d) switch-off equivalent circuit. 
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FIGURE 17.30 Double output Luo quadruple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 


366 


triple-lift circuit, j = 4 for the quadruple-lift circuit, and so 
on. The voltage-transfer gain is 


KD 7 4 hj 
ge Or 
} 1—k 
The variation ratio of the output voltage vg, in the continu- 
ous mode is 
_ Avo,/2 k 1 
7 Voy  8MjP Cok 


The variation ratio of the output voltage vg_ in the continu- 
ous mode is 
ss Avo_/2 z k 1 
FO Vo 128 fF CQ CLR 


The condition for the discontinuous mode is 


KEHAD j h(j) 


M? 21 
F 


Ja aR 


The output voltage in the discontinuous mode is 


yl—k 
Vo-j = {i ake MS as) Ve 
where 
. JO if j=l 
=|? if j=0 


is the Hong function. 

Using these circuits is easy to convert a 24-V input source- 
voltage into a +1000-V output load-voltage. Some applica- 
tions in insulation testing have been reported. 


17.4.2 Simplified Double Output Luo-Converters 


By carefully checking P/O Luo-converters we can see that 
there are two switches required from the re-lift circuit. In 
order to use only one switch in all P/O Luo-converters, we 
modify the circuits. In this section we introduce the following 
four circuits: 


e simplified self-lift circuit; 

e simplified re-lift circuit; 

e simplified triple-lift circuit; and 
e simplified quadruple-lift circuit. 


An additional lift circuit can be derived from the foremen- 
tioned circuits. In all S P/O Luo-converters, we define normal- 
ized impedance as zy, =r/fL, for the positive path and 
normalized impedance as zy_ = R,/fL,, for the negative 
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path. We usually select R= R, and L = L so that we 
have Zy = Zy4 = Zy_- 

The S D/O Luo self-lift circuit is shown in Fig. 17.31a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.31b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.31c,d. Its output 
voltages and currents (absolute values) are: 


1 
Vo+ = | Vo-| = 1 Vi To, = Che K) 


l-k 
and 

Io- = (1 — k)i; 
The voltage-transfer gain in the continuous mode is 


[Vo-l 1l 
V; V; l-k 


The variation ratio of the output voltage vg, in the continu- 
ous mode is 


_ Avo4/2_ k 1 
t Vo,  128f°C,ColLR 


The variation ratio of the output voltage vg_ in the continu- 
ous mode is 


_ Avo_/2__ k 1 
T Vo 128 fF Cu CoLi2Ri 


This converter may work in the discontinuous mode if the 
frequency fis small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 


discontinuous mode is 
ZN 
Ms < Vk > 


Output voltages in the discontinuous mode are 


Vo = Vo, = [Vol [+ ea- o]v 
with 


kzy 2 1 


2 —~1-k 


An S D/O Luo re-lift circuit is shown in Fig. 17.32a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.32b. The equivalent circuits during switch-on and 
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pis 


(a) 


(b) — a S: 


(c) S: ON; Do: OFF (c) S: ON; Dio: OFF 


+ No v D 12 


(d) S: OFF; Do: ON (d) S: OFF; Djo: ON 


FIGURE 17.31 Simplified double output Luo self-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 


equivalent circuit; and (d) switch-off equivalent circuit. 
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switch-off periods are shown in Fig. 17.32c,d. Its output 
voltages and currents (absolute values) are: 


and 


1—k 
Io- = 2 I 


The voltage-transfer gain in the continuous mode is 


[Vo-| 2 
Vi Vi l1 — k 


The variation ratio of the output voltage vo, in the continu- 
ous mode is 


_ Avo,/2 k 1 
vO Voa  128f°CColLR 


The variation ratio of the output voltage vg_ in the continu- 
ous mode is 


_ Avo-/2_ k 1 
T Vo 128 FFC CLR, 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is Mp < Vkzy. 

Output voltages in the discontinuous mode are 


Vo = Vo, = ies [2+ a- o]v, 
with 


2 
v key 2 


An S D/O Luo triple-lift circuit is shown in Fig. 17.33a. The 
typical output voltage and current waveforms are shown in 
Fig. 17.33b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.33c,d. Its output 
voltages and currents (absolute values) are: 


and 
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The voltage-transfer gain in the continuous mode is 


Vo+ = IVo_| eo 


Mr = 


The variation ratio of the output voltage vp, in the continu- 
ous mode is 


_ Avo,/2 ok 1 
t+ Vo,  128f°CCoLR 


The variation ratio of the output voltage vo— in the continu- 
ous mode is 


Avo_/2 k 1 
€E = = 
g Vo- 128 f? Cii CioLi2R; 


This converter may work in the discontinuous mode if the 
frequency f is small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


3kzy 


M+ < 
ESN 


Output voltages in the discontinuous mode are 


Vo = Vo+ = |Vo_| [3 +e- i] Vi 
with 


3kzy 3 
2 —1-k 


An S D/O Luo quadruple-lift circuit is shown in Fig. 17.34a. 
The typical output voltage and current waveforms are shown 
in Fig. 17.34b. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.34c,d. Its output 
voltages and currents (absolute values) are: 


and 


The voltage-transfer gain in the continuous mode is 


|Vo_| 4 
Vi Vi 1- k 
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(d) S: OFF; Do: ON (d) S: OFF; Dio: ON 


FIGURE 17.32 Simplified double output Luo re-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; (d) switch-off equivalent circuit. 


The variation ratio of the output voltage vo, in the continu- The variation ratio of the output voltage vo— in the continu- 
ous mode is ous mode is 


z _ Avoy/2 _ k 1 - _ Avo-/2 _ k 1 
t Vo, 128 f° C, CoL, R 7 Vex 128 f? Cu Cobia Ri 
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FIGURE 17.33 Simplified double output Luo triple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch-on 
equivalent circuit; and (d) switch-off equivalent circuit. 
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(d) 


FIGURE 17.34 Simplified double output Luo quadruple-lift converter: (a) circuit diagram; (b) waveforms of inductor voltage and current; (c) switch- 
on equivalent circuit; and (d) switch-off equivalent circuit. 
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This converter may work in the discontinuous mode if the 
frequency fis small, conduction duty k is small, inductance L 
is small, and the load current is high. The condition for the 
discontinuous mode is 


Output voltages in the discontinuous mode are 


Vo = Vo, = Wel = [1+ ea- of]|v 
with 
4 
E Ss 
ON ire 


Summary for all S D/O Luo-converters: 


Vo+ _ |Vo-| R 
M=—= L= bu R=R Hnr 
v; V, 1 11 1 ZN+ fL 
1 
Zy- = a so that Zy = Zy4 = Zy- 


To write common formulas for all circuits parameters, 
subscript j = 1 for the self-lift circuit, j = 2 for the re-lift 
circuit, j = 3 for the triple-lift circuit, j = 4 for the quadruple- 
lift circuit, and so on. The voltage-transfer gain is 


The variation ratio of the output voltage vo, in the continu- 
ous mode is 


Avo,/2 k 1 
E52 = 
T ee 128 f° C, CoL, R 
The variation ratio of the output voltage vo_ in the continu- 
ous mode is 
Avo_/2 k 1 
€_; = — 
: Vo- 128 f? Cy CioLa2R; 


The condition for the discontinuous mode is 


jkzy 


“M.S 


The output voltage in the discontinuous mode is 
l-k 7 

z 
z Nj 


Using these circuits is easy to convert a 24-V input source- 
voltage into a +1000-V output load-voltage. Some applica- 
tions in insulation testing have already been published. 


Vo-j = (i +k 
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17.5 Multiple-Quadrant Operating 
Luo-Converters 


Multiple-quadrant operating converters are second-generation 
converters. These converters usually perform between two 
voltage sources V} and V}. Voltage source V, is the positive 
voltage and voltage V, is the load voltage. In the investigation 
both voltages are constant voltage, as V} and V, are constant 
values, the voltage-transfer gain is constant. Our research will 
concentrate on the working current, minimum conduction 
duty kmi» and the power transfer efficiency n. 

Multiple-quadrant operating Luo-converters are second- 
generation converters and they have three modes: 


e two-quadrant dc/dc Luo-converter in forward operation; 

e two-quadrant dc/dc Luo-converter in reverse operation; 
and 

e four-quadrant dc/dc Luo-converter. 


The two-quadrant dc/dc Luo-converter in forward opera- 
tion has been derived from the positive output Luo-converter. 
It performs in the first quadrant Q; and the second quadrant 
Qy corresponding to the dc motor forward operation in 
motoring and regenerative braking states. 

The two-quadrant dc/dc Luo-converter in reverse operation 
has been derived from the negative output Luo-converter. It 
performs in the third quadrant Qiy and the fourth quadrant 
Qy corresponding to the dc motor reverse operation in 
motoring and regenerative braking states. 

The four-quadrant dc/dc Luo-converter has been derived 
from the double output Luo-converter. It performs four- 
quadrant operation corresponding to the dc motor forward 
and reverse operation in motoring and regenerative braking 
states. 

In the following analysis the input source and output load 
are usually constant voltages as shown by V, and V,. Switches 
Sı and S, in this diagram are power MOSFET devices, and 
they are driven by a pulsewidth-modulated (PWM) switching 
signal with repeating frequency f and conduction duty k. In 
this paper the switch-repeating period is T = 1/f, so that the 
switch-on period is kT and switch-off period is (1 — k)T. The 
equivalent resistance is R for each inductor. During switch-on 
the voltage drop across the switches and diodes is V; and Vp, 
respectively. 


17.5.1 Two-Quadrant DC/DC Luo-Converter in 
forward Operation 


An F 2Q Luo-converter shown in Fig. 17.35, has two switches 
with two passive diodes, two inductors and one capacitor. The 
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FIGURE 17.35 Forward two-quadrant operating Luo-converter. 


source voltage (V,) and load voltage (V,) are usually consid- 
ered as constant voltages. The load can be a battery or motor 
back-electromotive force (EMF). For example, the source 
voltage is 42V and load voltage is +14V. There are two 
modes of operation: (1) Mode A (Quadrant I) — electrical 
energy is transferred from source side V, to load side V}; and 
(2) Mode B (Quadrant II) —electrical energy is transferred 
from load side V, to source side Vj. 

Mode A. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.36a,b. The typical 
output voltage and current waveforms are shown in Fig. 
17.36¢. j 

Output current I, is = =p h and 


—k 


1 
Vi- Vs- Vp- Va 


R k Peek: 
l—k k 


The minimum conduction duty k corresponding to I, = 0 is 


L= 


Vy 


nin = FV, V; Vp 
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The power transfer efficiency 


Po Vb 1 
P Vh 


1a = 


The variation ratio of capacitor voltage vç is 


C 


-6h 
2fc( Vi -re ) 


The variation ratio of inductor current iz; is 


_ ^in/2 _ V1- Vs— Rh 
Ir 2f Li [, 


Ši 


The variation ratio of inductor current ir, is 


_ Aip/2_ Vi — Vs — RI, 
Ty 2f L b 


The variation ratio of the diode current ip, is 


Aip, /2 
Ty + Ir 


V, — Vs — RI, 
2fL(I, + b) 


a Vi — Vs — RI, 
2fLI, 


Cpe 


If the diode current becomes zero before S, switches on again, 
the converter works in a discontinuous region. The condition 
is {p = 1, that is, 


2fLl, 


aa 
V, — V;— RI, 


FIGURE 17.36 


Mode A: (a) switch on; (b) switch off; and (c) waveforms with enlarged variations. 
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(a) 


Mode B. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.37a,b. The typical 
output voltage and current waveforms are shown in Fig. 
17.37c. 

Output current J is I = 


k 


I, and 


1—k 
k 


V, — (Vi + Vs + Vp) 


I= 


The minimum conduction duty k corresponding to I, = 0 is 


V,+Vs3+ Vp 
knin = 
Vi, + V,+V3+ Vp 


The power transfer efficiency 


Po Vili 1 
P Vh 14 VetVo Rilan Pk)" 
V, V, k 


The variation ratio of capacitor voltage vç is 


1g = 


_ Avc/2 _ kl 
O Veo Vz 
2fC 
f Fe 


k 
V, RI 
a= a 


The variation ratio of inductor current ir; is 


— At /2 _ po V; — RI, 


“1 Ir 2f Lil 


The variation ratio of inductor current i,, is 


po Ai/2__ V3 — Vs — RL 
7s Ir 7 2fLb 


(b) (c) 


FIGURE 17.37 Mode B: (a) switch on; (b) switch off; and (c) waveforms with enlarged variations. 


The variation ratio of the diode current ip, is 


_ Aipy/2 _ 


VA Vea Ry - 95 — Ve RE 
In + In 


DLC) 2fLI, 


Cpr 


If the diode current becomes zero before S, switches on again, 
the converter works in a discontinuous region. The condition 
is Cp; = 1, that is, 


2fLI, 


eee 
V, — V;— RI, 


17.5.2 Two-Quadrant DC/DC Luo-Converter in 
Reverse Operation 


The R 2Q Luo-converter shown in Fig. 17.38 has two switches 
with two passive diodes, two inductors and one capacitor. The 
source voltage (V,) and load voltage (V,) are usually consid- 
ered as constant voltages. The load can be a battery or motor 
back-electromotive force (EMF). For example, the source 
voltage is 42V and load voltage is —14V. There are two 
modes of operation: (1) Mode C (Quadrant III) — electrical 
energy is transferred from source side V, to load side — V,; and 
(2) Mode D (Quadrant IV) — electrical energy is transferred 
from load side — V, to source side V}. 


FIGURE 17.38 Reverse two-quadrant operating Luo-converter. 
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FIGURE 17.39 


Mode C. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.39a,b. The typical 
output voltage and current waveforms are shown in 
Fig. 17.39c. 

Output current I, is 


and 


—k 
k 


R 1 l—k 
oat 


1 
Ma Vg Vig Va 


L= 


The minimum conduction duty k corresponding to I, = 0 is 


= Vy 
~ Vi +V.—Vs— Vp 


ae 


The power transfer efficiency 


Po Vets 1 
P; COE a e mr lee z 
V, l-k Vv, 1—k 


The variation ratio of capacitor voltage vç is 


lc = 


g= Avc/2 z kL 


V, k RI 
i arel =k G ad 


Mode C: (a) switch on; (b) switch off; and (c) waveforms with enlarged variations. 


The variation ratio of inductor current iz; is 


_ Aig /2 _ Vir Vs— Rh 
In 2f L Å 


Či 


and the variation ratio of inductor current ip, is 


Aipg/2 _ Vi — Vs— Rh 
In 2f Lı I 


Cm =o = 


The variation ratio of inductor current ir, is 


g —Ain/? _ k 
2 E — AGFAGE, 


If the diode current becomes zero before S, switches on again, 
the converter works in a discontinuous region. The condition 
is Cp) = 1, that is, 


k 2f lil, 
Vi — Vs — Ri, 
Mode D. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.40a,b. The typical 
output voltage and current waveforms are shown in Fig. 
17.40c. a 

Output current J, is I; = 


L and 


l—k 


V — (Vi + Vs + Vp) 


i k 
lop tio 


The minimum conduction duty k corresponding to I; = 0 is 


l= 


— Vi +V¥5+ Vp 
— Vi + V,+Vs+ Bp 


ar 
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(a) 


FIGURE 17.40 Mode D: (a) switch on; (b) switch off; (c) waveforms with enlarged variations. 


The power transfer efficiency 


Po Vh 1 


Np 


Pr Voh. Vs+ Vp, Rh 1 +( k 
V vi |0- k? 1—k 


The variation ratio of capacitor voltage vç is 
Av; /2 kI 
P — = 


Vo 1—k RI, 
a= v+) 


The variation ratio of inductor current i,, is 


—_Ain/2 q p% Vom Rh 


¢ 
! Ty 2f L I 


and the variation ratio of inductor current ip, is 


Cn =o = 


F. L. Luo, H. Ye and M. H. Rashid 


(b) 


The variation ratio of inductor current ir, is 


z, -Ain/2__1-k 
Pe E TOP CLS 


If the diode current becomes zero before S, switches on again, 
the converter works in the discontinuous region. The condi- 
tion is pı = 1, that is, 


2f L D 


2a 
VV ke 


17.5.3 Four-Quadrant DC/DC Luo-Converter 


The 4Q Luo-converter shown in Fig. 17.41 has two switches 
with two passive diodes, two inductors and one capacitor. The 
source voltage (V,) and load voltage (V3) are usually consid- 
ered as constant voltages. The load can be a battery or motor 
back-electromotive force (EMF). For example, the source 
voltage is 42 V and load voltage is +14V. There are four 
modes of operation: 


FIGURE 17.41 


Four-quadrant operating Luo-converter. (a) Circuit 1; and (b) circuit 2. 
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1. Mode A (Quadrant I): Electrical energy is transferred 
from source side V, to load side V,; 

2. Mode B (Quadrant II): Electrical energy is transferred 
from load side V, to source side V}; 

3. Mode C (Quadrant III): Electrical energy is transferred 
from source side V, to load side —V,; and 

4. Mode D (Quadrant IV): Electrical energy is transferred 
from load side — V, to source side V}. 


Each mode has two states: “on” and “off.” Usually, each state is 
operating in a different conduction duty k. The switches are 
the power MOSFET devices. Circuit 1 in Fig. 17.41 imple- 
ments Modes A and B, and circuit 2 in Fig. 17.41 implements 
Modes C and D. Circuits 1 and 2 can be changed over by 
auxiliary switches (not shown in the figure). 

Mode A. During the on state switch S, is closed, and 
switch S, and diodes D, and D, are not conducting. In this 
case inductor currents iz; and ip increase, and i, = ip, + ip). 
During the off state switches S,, S,, and diode D, are off and 
diode D, is conducted. In this case current iz, flows via diode 
D, to charge capacitor C. In the meantime, current ir 
continues to flow through load battery V,. The freewheeling 
diode current ip) = iz, + ip. 

Mode A implements the characteristics of the buck-boost 
conversion. 

Mode B. During the on state switch S, is closed, and 
switch S, and diodes D, and D, are not conducting. In this 
case inductor current ip, increases by biased V}, and inductor 
current iz increases by biased Vç. Therefore, capacitor voltage 
Vç reduces. During the off state switches S,, S, and diode D, 
are not on, and only diode D, is on. In this case source current 
i = in + ip, which is a negative value to perform the 
regenerative operation. Inductor current ip flows through 
capacitor G and it is charged by current i,,. After capacitor 
C, ip, then flows through the source V,. Inductor current iz 
flows through the source V, as well via diode D}. 

Mode B implements the characteristics of the boost conver- 
sion. 

Mode C. During the on state switch S, is closed, and 
switch S, and diodes D, and D, are not conducting. In this 
case inductor currents iz; and irp, increase and i, = i,;,;. During 
the off state switches S,, S, and diode D, are off and diode D, 
is conducting. In this case current iz, flows via diode D, to 
charge capacitor C and the load battery V, via inductor L. 
The freewheeling diode current ip, = ip; = ic + h. 

Mode C implements the characteristics of the buck-boost 
conversion. 

Mode D. During the on state switch S, is closed, and 
switch S, and diodes D, and D, are not conducting. In this 
case inductor current iz, increases by biased V}, and inductor 
current iz, decreases by biased (V, — Vc). Therefore, capacitor 
voltage Vç reduces. Current iri = ic_o, + h. During the off 
state switches S,, S, and diode D, are not on, and only diode 
D, is on. In this case source current i = ip, which is a 
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TABLE 17.1 Switch status (blank space means OFF) 
Switch Mode A (QI) Mode B (QU) Mode C (QINI) Mode D (QIV) 
or Diode 
State- State- State- State- State- State- State- State- 
on off on off on off on off 
Circuit Circuit 1 Circuit 2 
Si ON ON 
D; ON ON 
Sa ON ON 
D, ON ON 


negative value to perform the regenerative operation. Inductor 
current i, flows through capacitor C that is charged by current 
L, that is, ic_og = b. 

Mode D implements the characteristics of the boost conver- 
sion. 

Summary. The switch status is shown in Table 17.1. 

Operation of modes A, B, C, and D is the same as in the 
description in Sections 17.5.1 and 17.5.2. 


17.6 Switched-Capacitor Multiquadrant 
Luo-Converters 


Switched-component converters are third-generation conver- 
ters, and they are made only of inductors or capacitors. They 
usually perform in the systems between two voltage sources: 
V, and V}. Voltage source V, is positive voltage and voltage V, 
is the load voltage that can be positive or negative. In the 
investigation both voltages are constant voltage. As V,; and V, 
are constant values, the voltage-transfer gain is constant. Our 
research will concentrate on the working current and the 
power transfer efficiency y. The resistance R of the capacitors 
and inductors has to be considered for the power transfer 
efficiency 7 calculation. 

From a review of the literature, we found that almost all of 
the papers investigated switched-component converters work- 
ing in single-quadrant operation. Luo and his colleagues have 
developed this technique into multiquadrant operation, which 
we will describe here in the next sections. 

Switched capacitor multiquadrant Luo-converters are third- 
generation converters, and they are made only of capacitors. 
Because these converters implement voltage-lift and current- 
amplification techniques, they have the advantages of high 
power density, high-power transfer efficiency and low EMI. 
They have two modes: 


e two-quadrant switched-capacitor dc/dc Luo-converter; 
and 
e four-quadrant switched-capacitor dc/dc Luo-converter. 


The two-quadrant switched-capacitor dc/dc Luo-converter 
in forward operation has been derived for the energy trans- 
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mission of a dual-voltage system in two-quadrant operation. 
Both source and load voltages are positive polarity. It performs 
in the first-quadrant Q and the second quadrant Qy corre- 
sponding to the dc motor forward operation in motoring and 
regenerative braking states. 

The four-quadrant switched-capacitor dc/dc Luo-converter 
has been derived for the energy transmission of a dual-voltage 
system in four-quadrant operation. The source voltage is 
positive and load voltage can be positive or negative polarity. 
It performs four-quadrant operation corresponding to the dc 
motor forward and reverse operation in motoring and regen- 
erative braking states. 

From the analysis and calculation, the conduction duty k 
does not affect the power transfer efficiency, but it does affect 
the input and output power in a small region. The maximum 
output power corresponds to k = 0.5. 


17.6.1 Two-Quadrant Switched-Capacitor 
DC/DC Luo-Converter 


This converter is shown in Fig. 17.42. It consists of nine 
switches, seven diodes and three capacitors. The high source 
voltage Vy and low load voltage V; are usually considered as 
constant voltages, for example, the source voltage is 48 V and 
the load voltage is 14 V. There are two modes of operation: 


e Mode A (Quadrant I): electrical energy is transferred 
from the Vy side to the V; side; and 

e Mode B (Quadrant II): electrical energy is transferred 
from the V; side to the Vy side. 


Each mode has two states: “on” and “off.” Usually, each state 
is operating in different conduction duty k. The switching 
period is T, where T = 1/f, where fis the switching frequency. 
The switches are the power MOSFET devices. The parasitic 
resistance of all switches is rs. The equivalent resistance of all 
capacitors is rç and the equivalent voltage drop of all diodes is 
Vp. Usually, we select the three capacitors to have same 
capacitance C= Ci = C, = C}. Some reference data are 
useful: rs = 0.03 Q, ro =0.02Q and Vp=0.5V, f= 
5 kHz, and C = 5000 uF. The switch status is shown in 
Table 17.2. 


FIGURE 17.42 


Two-quadrant switched-capacitor dc/dc Luo-converter. 
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TABLE 17.2 Switch status (blank space means OFF) 


Switch or Diode Mode A Mode B 
State-on State-off State-on State-off 
Si ON 
D; ON 
S2, S3, Sy ON 
Dy, D3, D4 ON 
Ss, S6, S7 ON 
Ds, Dg ON 
Sg, So ON 
Sto ON ON 
Dg, Dy, Dio ON 


For Mode A, the on state is shown in Fig. 17.43a: switches 
S; and Sj, are closed and diodes D; and D, are conducting. 
Other switches and diodes are open. In this case capacitors C}, 
C, and C; are charged via the circuit Vj—S,—C,—D;—C,—D,- 
C3—S}), and the voltage across capacitors C}, C, and C, is 
increasing. The equivalent circuit resistance is Ryy = 
(2rs + 3rc) = 0.12 Q, and the voltage deduction is 2Vp = 
1V. The off state is shown in Fig. 17.43b: switches $, $, 
and S, are closed and diodes Dg, Dy and Dj) are conducting. 
Other switches and diodes are open. In this case capacitor C, 
(C, and C;) is discharged via the circuit S,(S; and S,)-V;- 
D,(Dy and D,j)—C\(C, and C;), and the voltage across 
capacitor C}, (C, and C;) is decreasing. Mode A implements 
the current-amplification technique. The voltage and current 
waveforms are shown in Fig. 17.43c. All three capacitors are 
charged in series during the on state. The input current flows 
through three capacitors and the charges accumulated on the 
three capacitors should be the same. These three capacitors are 
discharged in parallel the off state. Therefore, the output 
current is amplified by three times. 

The variation of the voltage across capacitor C is: 


K(Vig — 3Vey = 2Vp) _ 2.4k(1 — (Vy — 3V; — 5Vp) 
fCRan 7 (2.4 + 0.6k)fCRan 


After calculation, 


we k(Vy — 2Vp) + 2.4(1 — K)\(V; + Vp) 
aa 2.4 + 0.6k 


The average output current is 


37 Va — V; — V, 
L=>| iatdt x 30 —-b—G—_4+ 
L =| ici (t) ( ) Rap 
The average input current is 
ipe Vy — 3Vo — 2V, 
Ig = 7| ici (dt ~ k— Gl p 
T 0 Ran 
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(a) (b) 


Therefore, we have 31,7 = I. 
The output power is 


Vor = Vie Vp 


Po = Vil; = 3(1 k) V: 


The input power is 


Vu — 3Vc — Vp 


P; = Vgl = kVy 
Ran 
The transfer efficiency is 


Po _1—k3V; Voa — Vr— Vp Ran _ 3V1 
P, k Va Vag —3Ver— Vp Rar Vy 


1a = 


For Mode B, the on state is shown in Fig. 17.44a: switches Sg, 
Sy and Sio are closed and diodes D}, D, and D, are conduct- 
ing. Other switches and diodes are off. In this case all three 
capacitors are charged via each circuit V,-D,(and D}, D,)- 
C\(and C), C;)—Sg(and Sy, Sio), and the voltage across three 
capacitors are increasing. The equivalent circuit resistance is 
Rgn = rs + rc and the voltage deduction is Vp in each circuit. 
The off state is shown in Fig. 17.44b; switches S,, S, and S; are 
closed and diode D, is on. Other switches and diodes are 
open. In this case all capacitors are discharged via the circuit 
V,-S,;-C3-Sg-C,-S;-C, -D,-V;;, and the voltage across all 
capacitors is decreasing. Mode B implements the voltage-lift 
technique. The voltage and current waveforms are shown in 
Fig. 17.44c. All three capacitors are charged in parallel during 


S,» Sz Sp Dg Do, Dy) On 
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(c) 


FIGURE 17.43 Mode A operation: (a) on state; (b) off state; and (c) voltage and current waveforms. 


the on state. The input voltage is applied to the three 
capacitors symmetrically, so that the voltages across these 
three capacitors should be the same. They are discharged in 
series during the off state. Therefore, the output voltage is 
lifted by three times. 

The variation of the voltage across capacitor C is: 


_ kK a 
mere FCRan 


After calculation, 
1—k 
Vor = KV, — Vp) + — (Va —V,+ Vp) 


The average input current 


1f, T VL- Va-V 
DSc b] icı(t)dt +Í ic (t)dt ~ a So 
0 kT BN 


3Vc + V — Vx — V 
+(1 k) Cl L H 2| 


Rep 
The average output current 


3Vo. + V; — Vy — Vp 
Rgp 


1 Wik 
n= Z| iced ~ 0-1) 
Tle 


From this formula, we have 4Iy = Iz. 
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Sz» Sp Sps D3» D3, D4 On 


FIGURE 17.44 


The input power 
P; = Vil; 


Vi — Vc- V 
=v, 34“ C D 


Rgn 


v 


3Vc + Vi — Vy — Vp 


The output power 


Po = Vyly = Vg — k) R 
BF 
The transfer efficiency is 
Po_ Vu 
"s= Bay, 
I L 


17.6.2 Four-Quadrant Switched-Capacitor 
DC/DC Luo-Converter 


The four-quadrant switched-capacitor dc/dc Luo-converter 
is shown in Fig. 17.45. Because it performs the voltage-lift 
technique, it has a simple structure with four-quadrant opera- 
tion. This converter consists of eight switches and two capa- 
citors. The source voltage V} and load voltage V, (e.g., a 
battery or DC motor back-EMF) are usually constant voltages. 
Here, they are assumed to be +21 and +14 V. Capacitors C, 
and C, are the same, and C, = C, = 2000 uF. The circuit 
equivalent resistance R = 50 mQ. Therefore, there are four 
modes of operation for this converter: 


1. Mode A—the energy is transferred from source to 
positive voltage load; the first quadrant-operation Qy; 


S,, Sg» S;, D, On 


S, C, Se C S; C, D, 
—_> 
+ icy t 
vV, Va 
(b) 


F. L. Luo, H. Ye and M. H. Rashid 


(c) 


Mode B operation: (a) on state; (b) off state; and (c) voltage and current waveforms. 


2. Mode B— the energy is transferred from positive 
voltage load to source; the second quadrant-operation 
Qr; 
3. Mode C— the energy is transferred from source to 
negative voltage load; the third quadrant-operation 
Qr; and 
4. Mode D— the energy is transferred from negative 
voltage load to source; the fourth quadrant-operation 


Qr. 


The first quadrant (Mode A) is the so-called forward motoring 
(Forw. Mot.) operation; V, and V, are positive, and J, and I, 
are positive as well. The second quadrant (Mode B) is the so- 
called forward regenerative (Forw. Reg.) braking operation; V, 
and V, are positive, and I, and I, are negative. The third 
quadrant (Mode C) is the so-called reverse motoring (Rev. 
Mot.) operation; V, and I, are positive, and V, and I, are 
negative. The fourth quadrant (Mode D) is the so-called 
reverse regenerative (Rev. Reg.) braking operation; V, and I, 
are positive, and I, and V, are negative. 


FIGURE 17.45 Four quadrant switched capacitor dc/dc Luo-converter. 
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TABLE 17.3 Switch status (none of the mentioned switches are open) 


Quadrant No. Condition State Source Load 
and Mode Side Side 
ON OFF 
Q; Mode A n>n S1 4,6,8 S2,4,6,8+ V+ V+ 
Forw. Mot. V< S1.4.6.8 S47 + h+ 
Qu Mode B n>n S2,4,6,8 S47 Vit V+ 
Forw. Reg. v< n So 4.6.8 514.68 l— h- 
Om Mode C V > nl S1 4,6,8 S3,5,6,8 Vit V= 
Rev. Mot. Vi < Inl S1 ,4,6,8 S3,5,7 q+ h- 
Qiy Mode D Vi > Inl S3,5,6,8 S47 Vit h= 
Rev. Reg. Vi < |n| S3 5,6,8 S1,4,6,8 l h+ 


Each mode has two conditions: V; > V, and V, < V, (or 
| V2] for Qu and Qiy). Each condition has two states: “on” and 
“off.” Usually, each state is operating in a different conduction 
duty k for different currents. As usual, the efficiency of all 
switched-capacitor dc/dc converters is independent of the 
conduction duty cycle k. The switching period is T, where 
T = 1/f. The switch status is shown in Table 17.3. 

As usual, the transfer efficiency relies only on the ratio of 
the source and load voltages, and it is independent of R, C, f 
and k. We select k = 0.5 for our description. Other values for 
the reference are f = 5kHz, V; = 21V and V, = 14V, and 
total C = 4000 uF, R = 50 mQ. 

For Mode Al, condition V, > V, is shown in Fig. 17.45a. 
Because V, > V}, two capacitors C} and C, are connected in 
parallel. During the switch-on state, switches S,, S4, Sg and Sg 
are closed and other switches are open. In this case capacitors 
C,//C, are charged via the circuit V,-S,|-C, //C,-S,, and the 
voltage across capacitors C, and C, is increasing. During the 
switch-off state, switches S,, S4, Sẹ and S; are closed and other 
switches are open. In this case capacitors C,//C, are 
discharged via the circuit S,;-V,—S,-C,//C,, and the voltage 
across capacitors C, and C, is decreasing. Capacitors C} and 
C, transfer the energy from the source to the load. 


(i) Switch-on: S1, $4, S6 & S8 on 


FIGURE 17.45a 


(ii) Switch-off: $2, $4, S6 & S8 on 
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The average capacitor voltage, 
Vo = kV, +0 — bV, 


The average current 


1/7 Vo — V. 
L==| ied x (1 - kh —— 
RO a-p 


and 


The transfer efficiency is 


Py A 
a= B T k VV, = Ve V, 


For Mode A2, condition V, < V) is shown in Fig. 17.45b. 
Because V, < V}, two capacitors C} and C, are connected in 
parallel during switch-on and in series during switch-off. This 
is the so-called voltage-lift technique. During the switch-on 
state, switches S,, S4, S$, and S; are closed and other switches 
are open. In this case capacitors C,//C, are charged via the 
circuit V;—-S,—C, //C,—S,, and the voltage across capacitors C; 
and C, is increasing. During the switch-off state, switches $, 
S, and S, are closed and other switches are open. In this case 
capacitors C, and C, are discharged via the circuit $,-V,-S,— 
C\-S,-C,, and the voltage across capacitor C} and C, is 
decreasing. Capacitors C} and C, transfer the energy from 
the source to the load. 
The average capacitor voltage is 


_0.5V, + Vy 


S 2.5 


Gii) Waveforms 


Mode A1 (quadrant I): forward motoring with V; > V3. 
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(i) Switch-on: $2, 84, S6 & SS on 


FIGURE 17.45b 


The average current 


Lf? 2V-—= V, 
L=->]| Bogen = hw 
=| ict a-pe 
and 
IE Viv, 
r=, ic(t)dt © k= 


The transfer efficiency is 


ee 
1a = P T k V, A -Ve 2V, 


For Mode B1, condition V, > V, is shown in Fig. 17.45c. 
Because V, > V}, two capacitors C) and C, are connected in 
parallel during switch-on and in series during switch-off. The 
voltage-lift technique is applied. During the switch-on state, 
switches S,, S4, Sg and Sg are closed. In this case capacitors 
C, //C, are charged via the circuit V,-S,—C, //C,-S,, and the 
voltage across capacitors C} and C, is increasing. During the 
switch-off state, switches S,, S4 and S, are closed. In this case 
capacitors C, and C, are discharged via the circuit S;-V,—S,— 


(ii) Switch -off: S7, S4(S5) & S7 on 


F. L. Luo, H. Ye and M. H. Rashid 


(iii) Waveforms. 


Mode A2 (quadrant I): forward motoring with V; < V5. 


C,-S;-C,, and the voltage across capacitors C} and C, is 
decreasing. Capacitors C, and C, transfer the energy from the 
load to the source. Therefore, we have I, = 24. 

The average capacitor voltage is 


The average current 


ie is 2Vo— V, 
L=>=]| ads i=) 
i=l coana- 9S 
and 
iy hace v- V, 
r=}, ic(t)dt ~ k E 2 


The transfer efficiency is 


Po 1-kV,2V--V,_ V, 
P, ok Vy Vo—-Vo 


1g = 


(i) Switch-on: $2, 84, S6 & S8 on 


FIGURE 17.45c 


(ii) Switch -off: S1, S4(S5) & S7 on 


(iii) Waveforms. 


Mode B1 (quadrant II): forward regenerative braking with V; > Vy. 
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(1) Switch-on: S2, 84, S6 & S8 on 


FIGURE 17.45d 


For Mode B2, condition V, < V) is shown in Fig. 17.45d. 
Because V, < V}, two capacitors C} and C, are connected in 
parallel. During the switch-on state, switches S,, S4, S, and Sg 
are closed. In this case capacitors C,//C, are charged via the 
circuit V;—-S,—C, //C,—S,, and the voltage across capacitors C, 
and C, is increasing. During the switch-off state, switches S}, 
S4, Se and Sg are closed. In this case capacitors C,//C, are 
discharged via the circuit S,;-V,;—-S,-C,//C,, and the voltage 
across capacitors C, and C, is decreasing. Capacitors C, and 
C, transfer the energy from the load to the source. Therefore, 
we have L = Å. 
The average capacitor voltage is: 


Vo = kV, + (1 — BV, 
The average current 


1fc Ve- V, 
L=— i-(t)dt ~ (1 — k) ———— 
TO a-o 


and 


(i) Switch-on: S1, $4, S6 & S8 on 


FIGURE 17.45e 


(ii) Switch -off: S1, S4(S5), S6 & S8 on 


(ii) Switch-off: 53, S5, S6 & S8 on 


(iii) Waveforms. 


Mode B2 (quadrant II): forward regenerative braking with V; < V3. 


The transfer efficiency is 


-Ba TOR a 
Ne= BT k Va. V 


For Mode Cl, condition V, > | V;| is shown in Fig. 17.45e. As 
V, > |V,|, two capacitors C) and C, are connected in parallel. 
During the switch-on state, switches S,, S4, Sg and Sg are 
closed. In this case capacitors C,//C, are charged via the 
circuit V;—S,—C, //C,—S,, and the voltage across capacitors C; 
and C, is increasing. During the switch-off state, switches $3, 
Ss, Sg and Sg are closed. Capacitors C, and C, are discharged 
via the circuit S;-V,-S;-C,//C,, and the voltage across 
capacitors C} and C, is decreasing. Capacitors C, and C, 
transfer the energy from the source to the load. We have 
I, =, 
The average capacitor voltage is 


Vo = kV, + (1 — WIV 
The average current (absolute value) is 


Ve — [Vl 


ih oer 
h=3|_ ic()at ~ (1 - VN- 


(iii) Waveforms 


Mode C1 (quadrant III): reverse motoring with V} > |V|. 
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(i) Switch-on: S1, S4, S6 & SS on 


(ii) Switch-off: $3, S5 & S7 on 


F. L. Luo, H. Ye and M. H. Rashid 


(iii) Waveforms 


FIGURE 17.45f Mode C2 (quadrant III): reverse motoring with V, < |3]. 


and the average input current is 


e V-V, 
L=—| i-(t)dt » k2—_£ 
1 al ic(t) R 


The transfer efficiency is 


Po _ 1- k|V3l Ve — Val _ IVl 
P; k V Vi-Ve Vi 


Na = 


For Mode C2, condition V, <|V,| is shown in Fig. 17.45f. As 
V, <|V,|, two capacitors C} and C, are connected in parallel 
during switch-on and in series during switch-off, applying the 
voltage-lift technique. During the switch-on state, switches S,, 
S4, Sg and $; are closed. Capacitors C, and C, are charged via 
the circuit V;—S,—C, //C,—S,, and the voltage across capacitors 
C; and C, is increasing. During switch-off state, switches S;, 
S; and S, are closed. Capacitors C} and C, are discharged via 
the circuit S;-V,—S,;-C,-S,-C,, and the voltage across capa- 
citor C, and C, is decreasing. Capacitors C, and C, transfer 
the energy from the source to the load. We have I, = 21. 
The average capacitor voltage is 


_ 0.5V, +v] 


= =11.2 V 
G 2.5 


v2, 


(1) Switch-on: $3, S5, S6 & S8 on 


(ii) Switch-off: S7, $4 & S7 on 


The average currents 


2 Vc- |V2l 


if’. 
r=]. ic(t)dt ~ (1 — k) = 


and 


i. V, — V, 
n=}, ic(t)dt = k— 


The transfer efficiency is 


Po _ 1- k|V2|2Vc - Val _ Ml 
P; k V Vi-Ve 2V 


lca = 


For Mode D1, condition V, >|V,| is shown in Fig. 17.45g. 
Because V; >|V,|, two capacitors C) and C, are connected in 
parallel during switch-on and in series during switch-off, 
applying the voltage-lift technique. During the switch-on 
state, switches S3, Ss, Sg and Sg are closed. In this case 
capacitors C,//C, are charged via the circuit V,-S;—-C,//C,— 
S;, and the voltage across capacitors C, and C, is increasing. 
During the switch-off state, switches S,, S, and S, are closed. 
Capacitors C) and C, are discharged via the circuit $,-V,-S,- 
C,-S;-C,, and the voltage across capacitors C} and C, is 


(iii) Waveforms 


FIGURE 17.45g Mode D1 (quadrant IV): reverse regenerative braking with V; > |V|. 
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decreasing. Capacitors C, and C, transfer the energy from the 
load to the source. We have I, = 2],. 
The average capacitor voltage is 


05V] + Vy 
7 2.5 


A =11.2 


The average currents 


2Vc— V; 


if. 
=z), icar~a—W a 


and 


py v|- V, 
n=7] poak ee Ve 


0 
The transfer efficiency is 


Po _1-kV,2Vo-V,_ V, 


q i 3 — 
DP, k VAV- Ve 2v] 


For Mode D2, condition V, <|V,| is shown in Fig. 17.45h. As 
V, < | V3], two capacitors C) and C, are connected in parallel. 
During switch-on state, switches S;, Ss, Se and Sg are closed. 
In this case capacitors C,//C, are charged via the circuit V}— 
S3-C, //C,—-S;, and the voltage across capacitors C} and C, is 
increasing. During the switch-off state, switches S,, S4, Se and 
Sg are closed. Capacitors C} and C, are discharged via the 
circuit S,—-V,—S,—C, //C,, and the voltage across capacitors C, 
and C, is decreasing. Capacitors C, and C, transfer the energy 
from the load to the source. We have I, = Å. 
The average capacitor voltage is 


Ve = klv +0 -= k) V, 


The average currents 


1 [7 Ve= V, 
L= i-(t)dt © (1 — k) —~——. 
=gh cOta- 
S2 Si 
ssf c2 s7 cj + 
Ve1 V1 
S 


v2, { 
S4 


8 2 
S3 


(1) Switch-on: S3, S5, S6 & S8 on 


(ii) Switch-off: S7, S4, S6 & S8 on 
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and 


The transfer efficiency is 


i — Po_ 1- kll 2Ve -|V| _ IVl 
2 p k Vi Ve Vie 2V, 


For Mode D1, condition V, > |V,| is shown in Fig. 17.45g. 
Because V, > |V,|, two capacitors C, and C, are connected in 
parallel during switch-on and in series during switch-off, 
applying the voltage-lift technique. During the switch-on 
state, switches S3, S5, Sẹ and Sg are closed. In this case 
capacitors C,//C, are charged via the circuit V,-S;—C, //C,- 
S;, and the voltage across capacitors C, and C, is increasing. 
During the switch-off state takes S}, S, and S, are closed. 
Capacitors C, and C, are discharged via the circuit S;—V,—-S,- 
C,-S;-C,, and the voltage across capacitors C} and C, is 
decreasing. Capacitors C, and C, transfer the energy from the 
load to the source. We have I, = 21. 
The average capacitor vaoltage is 


05V + Vi 
z 2.5 


2 =11.2 


The average currents 


2Vc— Vi 


1 [T 
Te i(t)dt x (1— k 
=z] ic eg 


and 


(iii) Waveforms 


FIGURE 17.45h Mode d2 (quadrant IV): reverse regenerative braking with V, < | V3]. 
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The transfer efficiency is 


Po _1-kV,2Vo-V,_ V, 


n = — T 
PIO PO k VIIV- Ve 2V 


For Mode D2, condition V, < |V5| is shown in Fig. 17.45h. As 
Vi < |V,|, two capacitors C) and C, are connected in parallel. 
During switch-on state, switches S3, S;, Sg and S, are closed. 
In this case capacitors C,//C, are charged via the circuit V,— 
S3-C, //C,-Ss, and the voltage across capacitors C) and C, is 
increasing. During the switch-off state, switches S,, S4, Se and 
Ss are closed. Capacitors C} and C, are discharged via the 
circuit S,—-V,—S,-C, //C,, and the voltage across capacitors C, 
and C, is decreasing. Capacitors C, and C, transfer the energy 
from the load to the source. We have b = Å. 
The average capacitor voltage is 


Vo = k|V)| + (l _ k) V; 


The average capacitor currents 


ife V= Vv 
fe: idtdt x (1 -— k) 
A Ff ict a-p 
and 
ye V — V, 
nel ic(t)dt © kK] 


The transfer efficiency is 


Po _1—KIV912Ve IVl _ IVa 
1S pe = k V, Wee 2V, 


17.7 Switched-Inductor Multiquadrant 
Luo-Converters 


Switched-capacitor converters usually have many switches and 
capacitors, especially for a system with a high ratio between 
source and load voltages. The switched inductor converter 
usually has only one inductor even if it works in single-, two- 
and/or four-quadrant operation. Simplicity is the main 
advantage of all switched inductor converters. 

Switched inductor multiquadrant Luo-converters are third- 
generation converters, and they have only one inductor. These 
converters have been derived from chopper circuits, and they 
have three modes: 


e two-quadrant switched-inductor dc/dc Luo-converter in 
forward operation; 

e two-quadrant switched-inductor dc/dc Luo-converter in 
reverse operation; and 

e four-quadrant switched-inductor dc/dc Luo-converter. 


F. L. Luo, H. Ye and M. H. Rashid 


The two-quadrant switched-inductor dc/dc Luo-converter 
in forward operation has been derived for the energy trans- 
mission of a dual-voltage system; both source and load 
voltages are positive polarity. It performs in the first-quadrant 
Q and the second quadrant Qy corresponding to the dc 
motor forward operation in motoring and regenerative brak- 
ing states. 

The two-quadrant switched-inductor dc/dc Luo-converter 
in reverse operation has been derived for the energy transmis- 
sion of a dual-voltage system. The source voltage is positive 
and the load voltage is negative polarity. It performs in the 
third-quadrant Qy and the fourth-quadrant Qy correspond- 
ing to the dc motor reverse operation in motoring and 
regenerative braking states. 

The four-quadrant switched-inductor dc/dc Luo-converter 
has been derived for the energy transmission of a dual-voltage 
system. The source voltage is positive and the load voltage can 
be positive or negative polarity. It performs four-quadrant 
operation corresponding to the dc motor forward and reverse 
operation in motoring and regenerative braking states. 


17.7.1 Two-Quadrant Switched-Inductor DC/DC 
Luo-Converter in Forward Operation 


The F 2Q SI Luo-converter shown in Fig. 17.46 has two 
switches with two passive diodes, two inductors and one 
capacitor. The source voltage (V,) and load voltage (V,) are 
usually considered as constant voltages. The load can be a 
battery or motor back-electromotive force (EMF). For exam- 
ple, the source voltage is 42 V and load voltage is +14 V. There 
are two modes of operation: 


1. Mode A (Quadrant I) — electrical energy is transferred 
from source side V, to load side V}; and 

2. Mode B (Quadrant II)—electrical energy is trans- 
ferred from load side V, to source side Vj. 


Mode A. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.47a,b. The typical 


K 
D1 
the tie ae 
EN VY AAA 
S1 
V high dja View 
= s2 /\D2 = 
Ihigh low 
e 


FIGURE 17.46 Switched inductor quadrant I and II dc/dc Luo-conver- 
ter. 
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FIGURE 17.47 Mode A of F 2Q SI Luo-converter: (a) on state-S1 on; (b) off state-S1 off; and (c) input and output current waveforms. 


output voltage and current waveforms are shown in Fig. 


17.47c. 
The average inductor current I; is 


kV, — V, 
R 


I 


The variation ratio of the inductor current iz is 


O Ai/2 KL — BV, R 


£ L kV, —V, 2fL 
The power transfer efficiency 
Po _ Vp 
"a= By 
I 1 


The boundary between continuous and discontinuous regions 
is defined: ¢ > 1, that is, 


The average inductor current I; in the discontinuous region is 


V Va Ng SR os 
I, = k 
V, + RI 2fL 
The power transfer efficiency 
Po vz 
a-di = = 
Azas = P~ VÆR, 


with 


V R 
k< V, + k(1 — k) L 
Mode B. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.48a,b. The typical 
output voltage and current waveforms are shown in Fig. 
17.48c. 
The average inductor current I; is 


MESON xs %0- 
kV, — V, 2fL 15 = Rp 
or The variation ratio of the inductor current i, is 
V, R Ai, /2 k1—k)V, R 
V, 2fL I, V,-(—A)V, 2fL 
i 
R1 R1 L1 D1 Aik, 
f ENNS ESN N p : Je — 
i i 
I t x * t o 
= Viow | i, J s2, == Vhigh = View | i, yoo F Voigt ar T 
i i 
v ad a kT T 
(a) (b) (c) 


FIGURE 17.48 Mode B of F 2Q SI Luo-converter: (a) on state-S2 on; (b) off state-D1 on, S2 off; and (c) input and output current waveforms. 
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The power transfer efficiency 


Po _(-BY, 
py 
tà 2 


The boundary between continuous and discontinuous regions 
is defined: ¢ > 1 that is 


K >1 or k< ;-% peasy 
Vo == KV,2fL V, 2fL 


The average inductor current I; in the discontinuous region is 


Vi V,— RI; ya 
V-V +R, 2fL 
The power transfer efficiency 


NB-dis = P, T 


with 


ke (1-72) +e 


17.7.2 Two-Quadrant Switched-Inductor DC/DC 
Luo-Converter in Reverse Operation 


The R 2Q SI Luo-converter shown in Fig. 17.49 consists of 
two switches with two passive diodes, two inductors and one 
capacitor. The source voltage (V,) and load voltage (V,) are 
usually considered as constant voltages. The load can be a 
battery or motor back-electromotive force (EMF). For exam- 
ple, the source voltage is 42 V and load voltage is —14 V. There 
are two modes of operation: 


1. Mode C (Quadrant III): electrical energy is transferred 
from source side V, to load side —V,; 

2. Mode D (Quadrant IV): electrical energy is transferred 
from load side —V, to source side Vj. 


F. L. Luo, H. Ye and M. H. Rashid 


FIGURE 17.49 Switched inductor quadrant I and IV dc/dc Luo- 
converter. 


Mode C. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.50a,b. The typical 
output voltage and current waveforms are shown in Fig. 
17.50c. 

The average inductor current I; is 


kV, -(1—-A)V, 
| eee eee ee 
R 
The variation ratio of the inductor current i, is 


— Ai,/2_ kL —kK(V, + V2) R 
~ hL kV, -(Q—V> 2fL 


C 


The power transfer efficiency 


Po (1-AV, 
a aa 
$ 1 


The boundary between continuous and discontinuous regions 
is defined: ¢ > 1 


k1 —k(V, + V2) R R 
re Va >1 or Ke eR 
kV, —(1— BV, 2fL V,+ V, 2fL 
ve 
D2 i, 
— ` 


ee 
it S1 ZRI 
+ | + 
==Vhigh | i, L1 : View == Vhigh 
e 4 e 
Vv Vv 
(a) 


(b) (c) 


FIGURE 17.50 Mode C of F 2Q SI Luo-converter: (a) on state-S,on; (b) off state-D, on, S, off; (c) input and output current waveforms. 
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The average inductor current I; in the discontinuous region is 


_ Vi + V, bass 
L V +R, 2fL 


The power transfer efficiency 


Po V Vi — RI 


Nc-dis = = 
C-ds De Vi V +R; 
with 
V, R 
< —— +k- k) 
Vi +V 2fL 


Mode D. The equivalent circuits during switch-on and 
switch-off periods are shown in Fig. 17.51a,b. typical output 
voltage and current waveforms are shown in Fig. 17.51c. 

The average inductor current I; is 


kV, — (1 — k) V, 
pa 
R 
The variation ratio of the inductor current i, is 


Ai/2 kK1—kK(V,+ V2) R 
L kV, -(—-BV, 2fL 


C= 


The power transfer efficiency 


_ Po DY, 
KV, 


The boundary between continuous and discontinuous regions 
is defined: € > 1 
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The average inductor current I; in the discontinuous region is 


n= | =pteh My 
1 Jo Vy Re 2fL 


The power transfer efficiency 


Po Vi V,— RI, 
P, V VRG 


Np-dis = 


with 


17.7.3 Four-Quadrant Switched-Inductor DC/DC 
Luo-Converter 


Switched inductor dc/dc converters successfully overcome the 
disadvantage of switched-capacitor converters. Usually, only 
one inductor is required for each converter with 1- or 2- or 4- 
quadrant operation no matter how large the difference of the 
input and output voltages. Therefore, the switched inductor 
converter has a very simple topology and circuit. Conse- 
quently, it has high power density. Here a switched inductor 
four-quadrant dc/dc Luo-converter is introduced. 

This converter is shown in Fig. 17.52 and it consists of three 
switches, two diodes and only one inductor L. The source 
voltage V, and load voltage V, (e.g., a battery or dc motor 
back-EMF) are usually constant voltages; R is the equivalent 
resistance of the circuit, and it is usually small; V} > | V}|, and 
are assumed to +42 and +14 V, respectively. Therefore, there 
are four quadrants (modes) of operation: 


1. Mode A—the energy is transferred from source to 
positive voltage load; the first quadrant-operation Qy; 
2. Mode B—the energy is transferred from positive 


ka- KV, + V2) R ee Va +k1—k R voltage load to source; the second quadrant-operation 
kV, — (1 — k)V, 2fL7 TV+V 2fL Qu 
D1 uy 
oe <q Ba 
ZRI oe i, ZRI 
i ar + 6 S i 
== Vhon u O h J — View == Vhign os i | “oo Viow log i u 
pe 
e $ e } i 
v x KT T 
(a) b) (c) 


FIGURE 17.51 


Mode D of F 2Q SI Luo-converter. (a) on state-S, on; (b) off state-D, on, S off; (c) input and output current waveforms. 
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FIGURE 17.52 Four-quadrant switched inductor dc/dc Luo-converter. 


3. Mode C— the energy is transferred from source to 
negative voltage load; the third quadrant-operation 
Qm; 

4. Mode C— the energy is transferred from negative 
voltage load to source; the fourth quadrant-operation 


Qy ; 


The first quadrant is the so-called forward motoring (Forw. 
Mot.) operation; V, and V, are positive, and I and I, are 
positive as well. The second quadrant is the so-called forward 
regenerative (Forw. Reg.) braking operation; V, and V, are 
positive, and J, and I, are negative. The third quadrant is the 
so-called reverse motoring (Rev. Mot.) operation; V, and I, 
are positive, and V, and I, are negative. The fourth quadrant is 
the so-called reverse regenerative (Rev. Reg.) braking opera- 
tion; V, and I, are positive, and I, and V, are negative. Each 
mode has two states: “on” and “off” Usually, each state is 
operating in a different conduction duty k. The switching 
period is T where T = 1/f. The switch status is shown in Table 
17.4. 

Mode A is shown in Fig. 17.47. During the switch-on state, 
switch $ is closed. In this case the source voltage V, supplies 
the load V, and inductor L, and inductor current i; increases. 
During the switch-off state, diode D, is on. In this case current 
i, flows through the load V, via the freewheeling diode D,, 
and it decreases. 

Mode B is shown in Fig. 17.48. During the switch-on state, 
switch S, is closed. In this case the load voltage V, supplies the 


TABLE 17.4 Switch status (none of the mentioned switches are off) 


Q No. State Sı D Sy D, 8; Source Load 
Qp» Mode A ON ON ON 1⁄2 JV, M 
Forw. Mot. OFF ON ON1⁄2 h+ 12+ 
Qm Mode B ON ON ON 1⁄2 V, V 
Forw. Reg. OFF ON ON 1/2) h- h- 
Qm» Mode C ON ON ON 3/4 Vi+ V — 
Rev. Mot. OFF ON ON3/⁄4 h+ h- 
Qw» Mode D ON ON ON 3/4 Vi+ P- 
Rev. Reg. OFF ON ON 3/4 h- h+ 
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inductor L, and inductor current i, increases. During the 
switch-off state, diode D, is on, and current i; flows through 
the source V) and load V, via the diode D}, and it decreases. 

Mode C is shown in Fig. 17.50. During the switch-on state, 
switch S, is closed. The source voltage V, supplies the 
inductor L, and inductor current i, increases. During the 
switch-off state, diode D, is on. Current i, flows through the 
load V, via the freewheeling diode D,, and it decreases. 

Mode D is shown in Fig. 17.51. During the switch-on state, 
switch S, is closed. The load voltage V, supplies the inductor 
L, and inductor current i; increases. During the switch-off 
state, diode D, is on. Current i, flows through the source V, 
via the diode D,, and it decreases. 

All descriptions of the Modes A, B, C, and D are the same as 
in Sections 17.7.1 and 17.7.2. 


17.8 Multiquadrant ZCS Quasi-Resonant 
Luo-Converters 


Soft-switching converters are fourth-generation converters, 
consisting only of an inductor or capacitors. They usually 
perform in the systems between two voltage sources — V, and 
V}. Voltage source V} is positive voltage and voltage V, is the 
load voltage that can be positive or negative. In this study, 
both voltages are constant voltages. As V} and V, are constant 
values, the voltage-transfer gain is constant. Our research will 
concentrate on the working current and the power transfer 
efficiency y. The resistance R of the inductor has to be 
considered for the power transfer efficiency y calculation. 

From a review of the literature, we found that almost all the 
papers investigated switched-component converters working 
in the single-quadrant operation. Luo and his colleagues have 
developed this technique into the multiquadrant operation, 
which will be described in what follows. 

Multiquadrant ZCS quasi-resonant Luo-converters are 
fourth-generation converters. Because these converters imple- 
ment the zero-current-switching technique, they have the 
advantages of high power density, high-power transfer effi- 
ciency, low EMI, and reasonable EMC. They have three modes: 


e two-quadrant ZCS quasi-resonant dc/dc Luo-converter 
in forward operation; 

e two-quadrant ZCS quasi-resonant dc/dc Luo-converter 
in reverse operation; and 

e four-quadrant ZCS quasi-resonant dc/dc Luo-converter. 


The two-quadrant ZCS quasi-resonant dc/dc Luo-converter in 
forward operation is for the energy transmission of a dual- 
voltage system. Both source and load voltages are positive 
polarity. It performs in the first-quadrant Q; and the second- 
quadrant Qy corresponding to the dc motor forward opera- 
tion in motoring and regenerative braking states. 

The two-quadrant ZCS quasi-resonant dc/dc Luo-converter 
in reverse operation is also for the energy transmission of a 
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dual-voltage system, but in this case the source voltage is 
positive and the load voltage is negative polarity. It performs 
in the third-quadrant Qy and the fourth-quadrant Qw 
corresponding to the dc motor reverse operation in motoring 
and regenerative braking states. 

The four-quadrant ZCS quasi-resonant dc/dc Luo-conver- 
ter is for the energy transmission of a dual-voltage system. The 
source voltage is positive, and load voltage can be positive or 
negative polarity. It performs four-quadrant operation corre- 
sponding to the dc motor forward and reverse operation in 
motoring and regenerative braking states. 


17.8.1 Two-Quadrant ZCS Quasi-Resonant 
Luo-Converter in Forward Operation 


As both voltages are low, this converter is designed as a zero- 
current-switching quasi-resonant converter (ZCS-QRC). It is 
shown in Fig. 17.53. This converter consists of one main 
inductor L and two switches with their auxiliary components. 
Assuming that the main inductance is sufficiently large, the 
current i; is constant. The source voltage V, and load voltage 
V, are usually constant V; = 42 V and V, = 14V. There are 
two modes of operation: 


1. Mode A (Quadrant I) — electrical energy is transferred 
from V; side to V, side; and 

2. Mode B (Quadrant II)—electrical energy is trans- 
ferred from V, side to V} side. 


Each mode has two states: “on” and “off.” The switch status of 
each state is shown in Table 17.5. 

Mode A is a ZCS buck converter. The equivalent circuit, 
current and voltage waveforms are shown in Fig. 17.54. There 
are four time regions for the switching-on and switching-off 


FIGURE 17.53 Two-quadrant (Q; + Qn) dc/dc ZCS quasi-resonant 
Luo-converter. 


TABLE 17.5 Switch status (the blank space means off) 


Switch or Diode Mode A (Q-I) Mode B (Q-II) 
State-on State-off State-on State-off 

Si ON 

D, ON 

S, ON 

D, ON 
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period. The conduction duty cycle is k = (t + 6) when the 
input current flows through the switch S, and inductor L. The 
whole period is T = (ti + b + t + t). Some formulas are 
listed in the following: 


1 V, 
0 = Z = |= and i p= Tt mes 
1 LG 1 3 1—pea L 
LL I 
= and «a, = sao (2) 
Vi Vi 


and Uco = V\(1 + cos œ) 


, — Loo zid maite Vi 


T cos %4 
a Z, 1/2+ o% 


eo A, Vv, T 
V(t + t V: 
t = ei L i (t + hts) 
VI; Zi n/2 +% 


t+b 
“t+tbh+teatt 


T=t+h+6+4%4 and f=1/T 


Mode B is a ZCS boost converter. The equivalent circuit, 
current and voltage waveforms are shown in Fig. 17.55. There 
are four time regions for the switching-on and switching-off 
period. The conduction duty cycle is k= (t + b), but the 
output current flows only through the source V, in the period 


(b) 


FIGURE 17.54 Mode A operation: (a) equivalent circuit; (b) wave- 
forms. 
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(b) 


FIGURE 17.55 Mode B operation: (a) equivalent circuit; (b) wave- 
forms. 


t,. The whole period is T = (ti + b + b + t4). Some formulas 
are listed in what follows: 


1 L V 
o = —— Z= | and i. Pa e 
2 JES. 2 C 2— pea L Z 

IL I 
t =+ and ay = sin (42) 

1 vı 

1 
b =—(n+%) and veo = —V; cosa, 

wz 

Vi — C LV; 
pa Uco)C, and 22-47 or 

I vı 

V US ty 
V T th+b+b+t 

ttb+h 
Oa ie 

ee | 

Vy 

t t 

ith T=t+b+ħt+t and f=1/T 


= Eee at ae 


17.8.2 Two-Quadrant ZCS Quasi-Resonant 
Luo-Converter in Reverse Operation 


The two-quadrant ZCS quasi-resonant Luo-converter in 
reverse operation is shown in Fig. 17.56. It is a new soft 
switching technique with two-quadrant operation, which 
effectively reduces the power losses and largely increases the 
power transfer efficiency. It consists of one main inductor L 
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FIGURE 17.56 Two-quadrant (QUI+IV) dc/dc ZCS quasi-resonant 
Luo-converter. 


and two switches with their auxiliary components. Assuming 
that the main inductance L is sufficiently large, the current i; is 
constant. The source voltage V, and load voltage V, are 
usually constant, for example, V; = 42V and V, = —28V. 
There are two modes of operation: 


1. Mode C (Quadrant II) —electrical energy is trans- 
ferred from V; side to — V, side; and 

2. Mode D (Quadrant IV) —electrical energy is trans- 
ferred from —V, side to V; side. 


Each mode has two states: “on” and “off”. The switch status of 
each state is shown in Table 17.6. 

Mode C is a ZCS buck-boost converter. The equivalent 
circuit, current and voltage waveforms are shown in Fig. 17.57. 
There are four time regions for the switching-on and switch- 
ing-off period. The conduction duty cycle is kT = (ti + b) 
when the input current flows through the switch S, and the 
main inductor L. The whole period is T = (t + b + t + t). 
Some formulas are listed in what follows: 


1 L V; 
O,= Z = |= and i peak ht 
1 TC. C, 1 Ç l—pea Z 


IL IZ 
t = and q = sin! 
Vie Ve i+ Vy 


1 F 
b= Gi +oa,) and vco = (Vi — V2) + V sin(z/2 + %) 
1 


= V (1 + cos&)— V 
PaE (vco + V2)C, _ V,(1 + cos &ı)C, 


; I, I, 
ti +t V, 2cosa1 t 
ES 1th L+> : and IL =I, 
T Zi n/2 +% T 
me V-t +b) I V, 2cos a, 
4 VI; F Z, n/2 +a 


TABLE 17.6 Switch status (the blank space means off) 


Switch or Diode Mode C (Q-IID) Mode D (Q-IV) 
State-on State-off State-on State-off 
Si ON 
D, ON 
S ON 
ON 
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>the. t —>4— 1h eo - 


(b) 


FIGURE 17.57 Mode C operation: (a) equivalent circuit; (b) wave- 
forms. 
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Mode D is a cross ZCS buck-boost converter. The equivalent 
circuit, current and voltage waveforms are shown in Fig. 17.58. 
There are four time regions for the switching-on and switch- 
ing-off period. The conduction duty cycle is kT = (ti + b), 
but the output current flows only through the source V, in the 
period t,. The whole period is T = (ti + b + t, + t4). Some 
formulas are listed as follows: 


1 
b= zC + Oy) and vco = (Vi — V2) - VĂ, sin(z/2 + >) 
2 


= Vi — V,(1 + cosa) 


d (Vi w Vco)C, — v (1 + cos %2)C, 


t 
° L I 


t +b V, 2cos a, ty 
L= I d L= =I 
a ok (1+ 2a aE SLTA 
= V(t, + t) I V, 20s a, 
$ Vif, í Z Tn/2 +% 


17.8.3 Four-Quadrant ZCS Quasi-Resonant 
Luo-Converter 


The four-quadrant ZCS quasi-resonant Luo-converter is 
shown in Fig. 17.59. Circuit 1 implements the operation in 
quadrants I and II, Circuit 2 implements the operation in 
quadrants III and IV. Circuit 1 and Circuit 2 can be converted 
to each other by an auxiliary switch. Each circuit consists of 
one main inductor L and two switches. Assuming that the 
main inductance L is sufficiently large, the current i, remains 
constant. The source and load voltages are usually constant, 


FIGURE 17.58 Mode D operation: (a) equivalent circuit; (b) wave- 
forms. 


FIGURE 
converter. 
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for example, V| = 42 Vand V, = 28 V [7-9]. There are four 
modes of operation: 


1. Mode A (Quadrant I) — electrical energy is transferred 
from the V; side to the V, side; 

2. Mode B (Quadrant II) —electrical energy is trans- 
ferred from the V, side to the V, side. 

3. Mode C (Quadrant III) —electrical energy is trans- 
ferred from the V, side to the — V, side; and 

4. Mode D (Quadrant IV) — electrical energy is trans- 
ferred from the — V, side to the V; side. 


Each mode has two states — “on” and “off.” The switch status 
of each state is shown in Table 17.7. 

The operation of Mode A, B, C, and D is the same as that in 
the previous Sections 17.8.1 and 17.8.2. 


17.9 Multiquadrant ZVS Quasi-Resonant 
Luo-Converters 


Multiquadrant ZVS quasi-resonant Luo-converters are fourth- 
generation converters. Because these converters implement the 
zero-current-switching technique, they have the advantages of 
high power density, high-power transfer efficiency, low EMI, 
and reasonable EMC. They have three modes: 


e two-quadrant ZVS quasi-resonant dc/dc Luo-converter 
in forward operation; 

e two-quadrant ZVS quasi-resonant dc/dc Luo-converter 
in reverse operation; and 

e four-quadrant ZVS quasi-resonant dc/dc Luo-converter. 


The two-quadrant ZVS quasi-resonant dc/dc Luo-converter in 
forward operation is derived for the energy transmission of a 
dual-voltage system. Both source and load voltages are positive 
polarity. It performs in the first quadrant Q, and the second 
quadrant Qy corresponding to the dc motor forward opera- 
tion in motoring and regenerative braking states. 

The two-quadrant ZVS quasi-resonant dc/dc Luo-converter 
in reverse operation is derived for the energy transmission of a 
dual-voltage system. The source voltage is positive polarity 
and the load voltage is negative polarity. It performs in the 
third quadrant Qy,; and the fourth quadrant Qiy correspond- 
ing to the dc motor reverse operation in motoring and 
regenerative braking states. 


TABLE 17.7 Switch status (the blank space means off) 
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The four-quadrant ZVS quasi-resonant dc/dc Luo-conver- 
ter is derived for the energy transmission of a dual-voltage 
system. The source voltage is positive polarity, and load 
voltage can be either positive or negative polarity. It performs 
four-quadrant operation corresponding to the dc motor 
forward and reverse operation in motoring and regenerative 
braking states. 


17.9.1 Two-Quadrant ZVS-Quasi-Resonant 
DC/DC Luo-Converter in Forward 
Operation 


The two-quadrant ZVS quasi-resonant Luo-converter in 
forward operation is shown in Fig. 17.60. It consists of one 
main inductor L and two switches with their auxiliary 
components. 

Assuming the main inductance L is sufficiently large, the 
current i; is constant. The source voltage V, and load voltage 
V, are usually constant, for example, V; =42V and 
V, = 14V. There are two modes of operation: 


1. Mode A (Quadrant I) — electrical energy is transferred 
from the V, side to the V, side; and 

2. Mode B (Quadrant II)—electrical energy is trans- 
ferred from the V, side to the V; side. 


Each mode has two states — “on” and “off.” The switch status 
of each state is shown in Table 17.8. 

Mode A is a ZVS buck-converter shown in Fig. 17.61. There 
are four time-regions for the switching-on and switching-off 
period. The conduction duty cycle is kT = (t, + t4) when the 
input current flows through the switch S, and the main 


FIGURE 17.60 Two-quadrant (QI+QII) dc/dc ZVS quasi-resonant 
Luo-converter. 


Circuit // Switch or Diode Mode A (Q-I) Mode B (Q-ID) Mode C (Q-II) Mode D (Q-IV) 
State-on State off Stateon State off Stateon State off State on State off 

Circuit Circuit 1 Circuit 2 

Si ON ON 

D; ON ON 

S ON ON 

D, ON ON 
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TABLE 17.8 Switch status (the blank space means off) D L L 
1 t 

Switch Mode A (Q-I) Mode B (Q-II) 

+ 
State-on State-off State-on State-off v 

2 

Si ON _ 
D; ON 
S, ON 
D, ON 


forms. 
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FIGURE 17.62 Mode B operation: (a) equivalent circuit; (b) wave- 


Mode B is a ZVS boost converter shown in Fig. 17.62. There 


are four time regions for the switching-on and switching-off 
(b) period. The conduction duty cycle is kT = (t, + t,), but the 
output current flows only through the source V; in the period 


FIGURE 17.61 Mode A operation: (a) equivalent circuit; (b) waveforms. 


relevant formulas are listed in the following: 
inductor L. The whole period is T = (ti + b + b + t4). Some 
relevant formulas are listed in the following: 


r 


1 
QO, —=_ Z = s 
z VL, Cn z Cy 


and VC2—peak = V1 + Aly 


(ti + t). The whole period is T = (ti + b + t + t). Some 
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=t] idt ~ lt) = Fh © Fle + t)] = i T S 
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{Lt+bh+t 7 t + ty U E Se apie, E 
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T=t+b+t+t and f=1/T 
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or 


tz + ty 


= —————_ T=7,4+44+64+14 
t+ht+h+h 1ThThrl 


and f=1/T 


17.9.2 Two-Quadrant ZVS Quasi-Resonant 
DC/DC Luo-Converter in Reverse 
Operation 


The two-quadrant ZVS quasi-resonant Luo-converter in 
reverse operation is shown in Fig. 17.63. It consists of one 
main inductor L and two switches with their auxiliary 
components. Assuming the main inductance L is sufficiently 
large, the current i, is constant. The source voltage V) and 
load voltage V, are usually constant, for example, V} = +42 V 
and V, = —28V. There are two modes of operation: 


1. Mode C (Quadrant HI) —electrical energy is trans- 
ferred from the V, side to the — V, side; and 

2. Mode D (Quadrant IV) —electrical energy is trans- 
ferred from the — V, side to the V; side. 


Each mode has two states: “on” and “off? The switch status of 
each state is shown in Table 17.9. 

Mode C is a ZVS buck-boost converter as shown in Fig. 
17.64. There are four time regions for the switching-on and 
switching-off period. The conduction duty cycle is 
kT = (t + t4) when the input current flows through the 


FIGURE 17.63 Two-quadrant (QHI+IV) dc/dc ZVS quasi-resonant 
Luo-converter. 


TABLE 17.9 Switch status (the blank space means off) 


Switch Mode C (Q-III) Mode D (Q-IV) 
State-on State-off State-on State-off 
Si ON 
D, ON 
S> ON 
D, ON 
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switch S, and the main inductor L. The whole period is 
T = (ti + b + b + t). Some formulas are listed as follows: 


r 


one VL,C,, Cri 


V, + V: 
and ay = si me 2) 


and v 


cl—peak = V+ V2 +Z 


eee > de Zl, 
bh=—(a+a,) and io, = —I, sin(n/2 + &) 
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it t, 
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Mode D is a cross ZVS buck-boost converter as shown in Fig. 
17.65. There are four time regions for the switching-on and 
switching-off period. The conduction duty cycle is kT = 


T 


arn 101 . 3 
>i t —>4— , —e t > 


(b) 


FIGURE 17.64 Mode C operation: (a) equivalent circuit; (b) wave- 
forms. 
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(a) 


pl <— 1 —>e— 1, re, > 


(b) 
FIGURE 17.65 Mode D operation: (a) equivalent circuit; (b) Wave 
forms. 


(t; + t,), but the output current flows only through the source 
V, in the period (ti +6). The whole period is T= 
(ti +h +t +t) Some formulas are listed as follows: 


1 L 
o, = Z = [— and Vvepeak = Vi tT V+Z1 
2 imam 2 Cy C2—pea 1 2 2°L 
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17.9.3 Four-Quadrant ZVS Quasi-Resonant 
DC/DC Luo-Converter 


The four-quadrant ZVS quasi-resonant Luo-converter is 
shown in Fig. 17.66. Circuit 1 implements the operation in 
quadrants I and II, and Circuit 2 implements the operation in 
quadrants III and IV. Circuit 1 and Circuit 2 can be converted 
to each other by an auxiliary switch. Each circuit consists of 
one main inductor L and two switches. Assuming that the 
main inductance L is sufficiently large, the current i, is 
constant. The source and load voltages are usually constant, 
for example, V} = 42 Vand V, = +28 V. There are four modes 
of operation: 


e Mode A (Quadrant I) —electrical energy is transferred 
from the V; side to the V, side; 

e Mode B (Quadrant II) — electrical energy is transferred 
from the V, side to the V} side; 

e Mode C (Quadrant II) — electrical energy is transferred 
from the V; side to the — V, side; and 

e Mode D (Quadrant IV) — electrical energy is transferred 
from the —V, side to the V; side. 


Each mode has two states, that is, “on” and “off? The switch 
status of each state is shown in Table 17.10. 

The description of Modes A, B, C and D is same to that in 
the previous Sections 17.9.1 and 17.9.2. 


17.10 Synchronous Rectifier DC/DC 
Luo-Converters 


Synchronous rectifier dc/dc converters are called the fifth- 
generation converters. The development of microelectronics 
and computer science requires power supplies with low output 
voltage and strong current. Traditional diode bridge rectifiers 
are not available that meet this requirement. The soft-switch- 
ing technique can be applied in synchronous rectifier dc/dc 
converters. We have created few converters with very low 


FIGURE 17.66 Four-quadrant dc/dc ZVS quasi-resonant Luo-con- 
verter. 
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TABLE 17.10 Switch status (the blank space means off) 
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Circuit // Switch or Diode Mode A (Q-I) Mode B (Q-II) Mode C (Q-NI) Mode D (Q-IV) 
State-on State-off State-on State-off State-on State-off State-on State-off 
Circuit Circuit 1 Circuit 2 
Si ON ON 
D; ON ON 
S, ON ON 
D, ON ON 
voltage (5, 3.3, and 1.8 ~ 1.5 V) and strong current (30, 60, up The intervals are: 
to 200A) and high-power transfer efficiency (86, 90, up to 
93%). This section introduces a few new circuits that are Fs v 
different from the ordinary synchronous rectifier dc/dc + . t © (1-— kT 


converters: 


e flat transformer synchronous rectifier dc/dc Luo-conver- 
ter; 

e double current synchronous rectifier dc/dc Luo-conver- 
ter with active clamp circuit; 

e zero-current-switching synchronous rectifier dc/dc Luo- 
converter; and 

e zero-voltage-switching synchronous rectifier dc/dc Luo- 
converter. 


17.10.1. Flat Transformer Synchronous Rectifier 
DC/DC Luo-Converter 


A flat transformer SR dc/dc Luo-converter is shown in Fig. 
17.67. The switches S}, S, and S, are the low-resistance 
MOSFET devices with very low resistance Rs (7-8 mQ). 
Because we use a flat transformer, the leakage inductance L,, 
and resistance R; are small. Other parameters are C = 1 uF, 
L,, = 1nH, Rp =2mQ, L=5 uH, and Co=10 uF. The 
input voltage is V} = 30V dc, the output voltage is V}, and 
the output current is Ij. The transformer turns ratio is 
N = 12:1. The repeating period is T = 1/f and conduction 
duty is k. There are four working modes: 


Average output voltage V, and input current is J, are: 


L i 
vy =É (R +R + 2) and Tae 


The power transfer efficiency: 


R; + Rs + Lm 
i E Ss TN? | 
kV,/N 2 


_Vlo_ 
=y17 


n 


When we set the frequency f = 150-200 kHz, we obtained 
V, = 1.8 V, N = 12, Iọ = 0-30 A, Volume = 2.5 (in?). The 
average power-transfer efficiency is 92.3%, and the maximum 
power density (PD) is 21.6 W/in’. 


17.10.2 Double Current Synchronous Rectifier 
DC/DC Luo-Converter with Active 
Clamp Circuit 


The converter in Fig. 17.67 prefers a half-wave rectifier. The dc 
SR dc/dc Luo-converter with an active clamp circuit is shown 
in Fig. 17.68. The switches S,—S, are the low-resistance 
MOSFET devices with very low resistance Rs (7-8 mQ). As 
S, and S, plus L, and L, form a double-current circuit and S, 
plus C is the active clamp circuit, this converter prefers a full- 
wave rectifier and obtains strong output current. Other para- 
meters are C= 1 uF, L,, = 1nH, R; = 2 mQ, L= 5 wH, and 
Co = 10 uF. The input voltage is V, = 30 V dc, output voltage 
is V}, and the output current is Io. The transformer turns ratio 
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FIGURE 17.67 Flat transformer SR Luo-converter. 


FIGURE 17.68 Double-current SR Luo-converter. 


is N = 12: 1. The repeating period is T = 1/f and conduction 
duty is k. There are four working modes: 


Link 
SER ne 
1 
The interval of t, is 
V 
ty l 4x- KT 


t, = VLnC 2 m P Ln (2) 
i ELLY (aes 
C\N 


Average output voltage V, and input current J, are: 
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When we set the frequency f = 200-250 kHz, we obtained 
V, =1.8V, N = 12, Ij = 0-35A, Volume = 2.5 (in*). The 
average power-transfer efficiency is 94% and the maximum 
power density (PD) is 25 W/in?. 


17.10.3 Zero-Current-Switching Synchronous 
Rectifier DC/DC Luo-Converter 


Because the power loss across the main switch S, is high in de 
SR dc/dc Luo-converter, we designed the ZCS SR dc/dc Luo- 
converter shown in Fig. 17.69. This converter is based on the 
dc SR dc/dc Luo-converter plus the zero-current-switching 
technique. It employs a double-core flat transformer: 


The ZCS resonant frequency is 


L IZ, 
Z,= |Æ and «= sin! |4 
C V, 


i 1 


normalized impedance is 


LL, 1 
t = bt =—(r+4) b= 
=y h f 3 


V,(1 + cos &)C, 
w 


L 


The intervals are: 


nas V(t +b) I V; cosa 
VI, 5 Z, T/2+% 


) (ti tb +t) 
Average output voltage V, and input current I, are: 


kV, L I 
Vis — (R.+ Rs +72) 0 and I, = ke 


When we set V, = 60 V and frequency f = 200-250 kHz, and 
obtained V, = 1.8 V, N = 12, Iọ = 0-60 A, Volume = 4 (in’). 
The average power transfer efficiency is 94.5% and the 
maximum power density (PD) is 27 W/in’. 


17.10.4 Zero-Voltage-Switching Synchronous 
Rectifier DC/DC Luo-Converter 


The ZVS SR dc/dc Luo-converter is shown in Fig. 17.70. This 
converter is based on the dc SR dc/dc Luo-converter plus the 
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FIGURE 17.69 The ZCS dc SR Luo-converter. 


FIGURE 17.70 ZVS dc SR Luo-converter. 
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zero-voltage-switching technique. It employs a double-core 
flat transformer: 


The ZVS resonant frequency is 


E V; 
Z, = |= and «= sin'(— 
G: Z,1, 


normalized impedance is 


VC, 1 T,(1 + cos a)L, 
i= bt = — (r +4) b = ———— 
1 T, 2 oA +4) 6 V, 
The intervals are: 
_tt+h+s 
= 

V, 

— -1 

V, 


Average output voltage V, and input current J; are: 


kV, Ig 
V = N = R; + Rs + TN2 Io and L = N 
The power transfer efficiency: 
R, + Rs + Ln 
V, Io LES EN 
T Vh kV,/N © 


When we set V, = 60 V and frequency f = 200-250 kHz, we 
obtained V, = 1.8 V, N = 12, Ip = 0-60 A, Volume = 4 (in?). 
The average power-transfer efficiency is 94.5% and the maxi- 
mum power density (PD) is 27 W/in?. 


17.11 Gate Control, Luo-Resonator 


The Luo-resonator is shown in Fig. 17.71. It generates the 
PWM pulse train to drive the static switch S. The Luo- 
resonator is a high-efficiency and simple structured circuit 
with easily adjusting frequency f and conduction duty k. It 
consists of three operational amplifiers (OA) namely, OA1-3, 
and an auxiliary. These three 741-type OAs are integrated in a 
chip TL074 (which contains four OAs). Two potentiometers 
are applied to adjust the frequency f and conduction duty k. 
The voltage waveforms are shown in Fig. 17.72. 

The type-741 OA can work at a power supply of +3-+18 V 
denoted by V+, G and V— with |V — | = V+. The OA2 in 
Fig. 17.71 acts as the integration operation, its output Vç is 
a triangle waveform with regulated frequency f = 1/T 
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FIGURE 17.71 


Luo-resonator. 


— kT —> (1-)T — 
FIGURE 17.72 Voltage waveforms of Luo-resonator. 


controlled by potentiometer R,. The OA1 acts as a resonant 
operation, its output Vg is a square waveform with the 
frequency f. The OA3 acts as a comparator, and its output 
Vp is a square-waveform pulse train with regulated conduc- 
tion duty k controlled by R}. 

First, assume that the voltage Vz = V+ at t = 0 and feeds 
positively back to OA1 via R,. This causes the OA1 output 
voltage to be maintained at Vz = V+. In the meantime, Vp 
inputs to OA2 via R,, and the output voltage Vç of OA2 
therefore decreases towards V— with the slope 1/R,C. Voltage 
Vç feeds negatively back to OA1 via R}. Voltage V, at point A 
changes from (mV-+) to 0 in the period of 2mR,C. Usually, R, 
is set slightly smaller than R,, and the ratio is defined as 
m = R/R. Thus, voltage V, tends towards negative. It causes 
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the OA1 output voltage Vz = V— at t = 2mR,C and voltage 
V, jumps to mV—. Conversely, the voltage Vz = V— at 
t = 2mR,C and feeds positively back to OA1 via R,. This 
causes the OA1 output voltage to be maintained at Vz = V—. 
In the meantime, Vz inputs to OA2 via R,, the output voltage 
Vc of OA2 therefore increases towards V+ with the slope 
1/R,C. Voltage Vc feeds negatively back to OA1 via R}. 
Voltage V, at point A changes from (mV—) to 0 in the 
period of 2mR,C. Thus, voltage V, tends towards positive. 
It causes the OA1 output voltage Vg = V+ at t = 4mR,C and 
voltage V, jumps to mV-+. 

Voltage Vç inputs to OA3 and compares with shift signal 
Voy-ser regulated by the potentiometer R, via Rẹ. When 
Voff-st = 9, OA3 yields its output voltage Vp as a pulse 
train with conduction duty k= 0.5. Positive Vff-se¢ shifts 
the zero cross point of voltage Vç downwards. Hence, OA3 
yields its output voltage Vp as a pulse train with conduction 
duty k > 0.5. Conversely, negative V f-set shifts the zero cross 
point of voltage Vç upwards. Hence, OA3 yields its output 
voltage Vp as a pulse train with conduction duty k< 0.5 as 
shown in Fig. 17.72. Conduction duty k is controlled by 
Voy-ser Via the potentiometer R;. The calculation formulas are: 


R 1 
ie es 
R 


This PWM pulse train Vp is applied to the dc/dc converter 
switch such as a transistor, MOSFET or IGBT via a coupling 
circuit. 

A design example: A Luo-resonator was designed as shown 
in Fig. 17.71 with the component values of Ry = 10 kQ; 
R, = R, = R; = 100 kQ; R, =R, =95kQ; R, = 510 Q- 
5.1 kQ; R, =20 kQ; and C=5.1nE The results are 
m = 0.95, frequency f = 10-100 kHz, and conduction duty 
k = 0-1.0. 


17.12 Applications 


The dc/dc conversion technique has been rapidly developed 
and has been widely applied in industrial applications and 
computer peripheral equipment. Three examples are listed in 
what follows: 


e 1000-V insulation test bench; 
e MIT 42/14-V dc/dc converter; and 
e IBM 1.8-V/200-A power supply. 


17.12.1 Thousand-Volt Insulation Test Bench 


The traditional power supply for a high-voltage insulation test 
is costly, the power-transfer efficiency is very low, and the size 
is large. A newly designed 1000-V dc power supply is built by 
using a positive output Luo-converter quadruple-lift circuit 
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plus a general IC-chip TL494. It is much smaller, cheaper, and 
highly efficient. The circuit is shown in Fig. 17.73. The source 
voltage is 24-V dc, and the output voltage is usually required 
to be 100 ~ 1000 V dc. It is used for an insulation test bench. 
Output voltage Vo was calculated as 


v 
Vo =— RRR 
o RIR, o + Rw + Rg) 


The wiper of the pot Ry can move from 3.9kQ to 0. The 

corresponding output voltage changes from 98 to 1048 V. 
The experimental results are listed in Table 17.11. The 

measured data verified the advantages of this power supply. 


17.12.2 MIT 42/14-V 3-kW DC/DC Converter 


This is a two-quadrant ZCS-QR Luo-converter that is shown 
in Fig. 17.74. This converter consists of one main inductor L 
and two switches with their auxiliary components. Assuming 
the main inductance is sufficiently large, the current i, is 
constant. The source voltage V, and load voltage V, are 
usually constant, that is, V} = 42 V and V, = 14V. There are 
two modes of operation: 


e Mode A (Quadrant I) —electrical energy is transferred 
from the V, side to the V, side; and 

e Mode B (Quadrant II) — electrical energy is transferred 
from the V, side to the V; side. 


Mode A is a ZCS buck converter. The output current can be 
220 A. Mode B is a ZCS boost converter. The output current 
can be nearly 70 A. This converter has the volume of 270 in’. It 
can transfer the power of 3kW between two batteries of 42 
and 14V with high power density (22.85 W/in?), high effi- 
ciency (93%), and low EMI and reasonable EMC. The 
measured data are shown in Table 17.12. 


17.12.3 IBM 1.8-V/200-A Power Supply 


This is a ZCS SR dc/dc Luo-converter as shown in Fig. 17.75. 
This converter is based on the dc SR dc/dc Luo-converter plus 
the zero-current-switching (ZCS) technique. It employs a 
hixaploid-core flat transformer. 

The ZCS resonant frequency is 


and normalized impedance is 


L LZ, 
Z,= |Æ and «= sin (4) 
V, 


1 
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FIGURE 17.73 The 1000-V insulation test bench. 


TABLE 17.11 The measured experimental results 


Item Test Conditions Data 
Source effect ratio Vo = 300V, R; = 5 kQ, V; varies between 20-24 V 0.001 
Load effect ratio Vo = 300 V, V; = 24V, R, varies between 5 kQ-1 MQ 0.005 
Power efficiency V, = 24V, Vo = 150V, R; = 5 kQ, k © 0.36 0.95 
Power efficiency Vi = 24V, Vo = 800V, R; = 5 KQ, k ~ 0.88 0.96 
Power efficiency Vi = 24V, Vo = 300V, R; = 5 KQ, k © 0.68 0.95 


The intervals are: 


1 
b =—(r+4) = 
5Ha) t 


_ Vi + cosa)C, 
q 


V, cosa 


IL 
t= i east 2 
Vi 
V(t t 
ty = t >) (1 
271 


FIGURE 17.74 The MIT 42/14-V 3-kW dc/dc converter. N 


t t t 
3) (4 +h +b) 


Average output voltage V, and input current J, are: 


Ln 
Rit Re aa Ho 
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TABLE 17.12 Experimental results for different frequency 
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Mode f(kHz) La =L (4H) C, (WE) L(A) Io (A) L(A) Py (WW) Po(W) n(%) PD (Win?) 
A 20.5 1 4 77.1 220 220 3239 3080 95.1 23.40 
A 21 1 4 78.3 220 220 3287 3080 93.7 23.58 
A 21.5 1 4 81.0 220 220 3403 3080 90.5 24.01 
B 16.5 1 4 220 69.9 220 3080 2935 95.3 22.28 
B 17 1 4 220 68.3 220 3080 2871 93.2 22.04 
B VHD 1 4 220 66.6 220 3080 2797 90.8 21.77 


Unit 2 


Unit 3 


+ 
7M 


Cr c: Unit 4 4 


g 


Unit 6 


sl AD: 


and 
11. 
I 
I =k2 
N 
The power transfer efficiency is Te: 
R; + Rs + Im 13 
V, Te ‘ L S TN2 : : 
T= TT kV JN ° 
14. 


FIGURE 17.75 The IBM 1.8-V/200-A power supply. 


When we set V, = 180 V and frequency f = 200-250 kHz, we 
obtained V, = 1.8 V, N = 12, Iọ = 0-200 A, Volume = 14 


Unit 5 5. 


10. 


(inf). The average power-transfer efficiency is 94% and the 
maximum power density (PD) is 25.7 W/in?. 
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18.1 Introduction 


A gate signal is required for every power semiconductor- 
controlled device to bring it into the conduction state. 
However, the nature of the gate drive requirement (or the 
base drive requirement for power bipolar junction transistor 
(BJT) and Darlington power transistor) of each device varies, 
depending on the voltage and current rating and also on the 
type of the device (ie., thyristors or gate-commutation 
devices). The gate drive requirements of thyristors (silicon 
controlled rectifier, SCR), Triac, etc. are different from the gate 
drive requirements of the gate-commutation devices, viz. gate- 
turn-off thyristor (GTO), power BJT, metal-oxide field effect 
transistor (MOSFET), insulated-gate bipolar transistor 
(IGBT), static induction transistor (SIT), MOS-controlled 
thyristor (MCT), and so forth. Therefore, gate drive circuits 
of thyristors and gate-commutation devices are discussed here 
separately. 


18.2 Thyristor Gate Requirements 


A thyristor can be triggered by the application of a positive 
gate voltage (Vç) and hence a gate current (Iç) supplied from 
a gate drive circuit as shown in Fig. 18.1. However, the choice 
of Vg and Ig is not restricted to a particular value, rather it 
varies over a wide range. It depends on the gate characteristics 
of the device as shown in Fig. 18.2. Any operating point (Vg, 
Iz) may be selected within the permissible or preferred gate 
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drive area bounded by curves 1, 2, 3, 4, 5, and the rectangle 
mnop. Curve 3 represents a constant value of the maximum 
permissible gate power dissipation Py. Moreover, there is a 
nontrigger gate voltage (V¢p), which is a minimum gate 
voltage below which a thyristor cannot be triggered at any 
temperature (normally up to 100°C). This gives a permissible 
noise level of the gate drive circuit that will not trigger the 
thyristor. The rectangle mnop is prescribed by the manufac- 
turers to avoid both unsuccessful and undesirable triggering in 
the worst cases. It corresponds to the threshold condition of 
triggering (Ver, Ir). Also, it is related to forward anode 
voltage (Vag) and junction temperature (Tj). For lower 
temperature, Vg; and Ig; increase and therefore the size of 
the rectangle mnop increases. Similarly, it should be ensured 
that the gate-circuit load-line (wxyz) should pass above this 
area. However, the most preferred zone for the operating point 
is close to curve 3. This, in turn, increases the di/dt capability, 
minimizes the switching-on time, and hence reduces the 
switching loss of the thyristor. 

Gate trigger circuits can be designed with the help of both 
Figs. 18.1 and 18.2. Curve 6 shows the gate-to-cathode 
forward v—i characteristics of the device at given Vy, and 
T;. This is the same as the forward-conducting characteristics 
of a silicon diode. The load-line wxyz of the gate trigger circuit 
intersects the device characteristics at q. Thus operating gate 
voltage (Vg) and gate current (Iç) are given by or and os 
respectively. The permissible range of the operating point is 
between x and y. The maximum or short-circuit current of the 
trigger source is E;/(R; + R,), which is shown by ow; R, 
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FIGURE 18.1 A typical switching arrangement for an SCR. 
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FIGURE 18.2 Typical gate characteristics of an SCR. 


should be selected such that this current is not harmful to the 
source as well as to the gate-to-cathode junction (J;). Simi- 
larly, oz shows the maximum trigger source voltage E;. The 
presence of R, is optional, however, if Es is greater than Vgm» 
it helps to clip Vg not to exceed the Vy, level, otherwise J; 
may be damaged. Moreover, R, provides a low gate-to-cathode 
impedance in the off-state of the device, thus improving the 
thyristor noise immunity. 

When R, is connected across G and K terminals, the 
maximum Vç should be less than Vgm. Thus 


Ro 


— E, < V 
Ro +R, +R, S = "GM 


(18.1) 
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Also, 


V, 
E, = Vot (R+ R(T +28) (18.2) 
2 


The preceding design considerations are in terms of contin- 
uous or dc values of gate voltage and gate current. However, a 
single pulse or a train of pulses are also used to trigger a 
thyristor. The forementioned design considerations (with dc 
values of Vç and I,) are also valid for a pulsewidth up to 
100 us. For a short pulsewidth, Vg (peak) and Ig (peak) 
should be increased. In the case of a single pulse, the width 
of the gate pulse should be wide enough such that anode 
current would reach the latching current level of the thyristor. 
This consideration is important for a highly inductive load, 
where due to inductance the rise time of anode current is 
significant. For a train of pulses, it is found in practice that a 
50-us pulsewidth at 10 kHz with 50% duty cycle is sufficient 
for switching a highly inductive load. However, the average 
value of the peak gate drive power Pg (peak) should be less 
than Poy (dc value), which is given by 


Poy = Pg (peak) x duty ratio = Po (peak) x pulsewidth 


x frequency of pulses (18.3) 


Similarly, there is a permissible limit to the maximum 
negative gate voltage that may appear across the gate-to- 
cathode junction. This is exactly like the peak inverse voltage 
(PIV) rating of an ordinary p—n junction diode. For this 
purpose either a diode is connected in series with a gate 
(between R; and G), or a diode (or a Zener diode) is 
connected across R, where the cathode of the diode is 
connected to G. The Zener diode clips the positive overshoot 
of the gate voltage above the Vg, level. 


EXAMPLE 18.1. Design a suitable gate trigger circuit for 
an 800-V, 110-A SCR (OE-C50N), connected with a 6-V 
dc power supply. The maximum permissible current and 
the short-circuit current of the dc source are 200 and 
500 mA, respectively. The SCR has the following gate 
parameters: Vo=2.5V; Ig=50mA; Voy = 3V3 
Icm = 100 mA; and Poy = 0.5 W. 


SOLUTION. (i) For the gate drive circuit shown in Fig. 
18.1 (without R,). Short-circuit current Is, = 500 mA. 
Therefore, 


To protect the source from excessive current, the mini- 
mum value of resistor R, is given by 
E 6 
R R > —=— = 300 
stR 2 99-02 
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that is, 
R, > 30-12=189 


Also, to protect the gate-to-cathode junction of the SCR, 
the minimum value of the resistor is given by 


E 6 
Ro +R, > — =—=602 


that is, 
R, > 60-12 =48Q 


Therefore, R; should be greater than 48 Q. 

Now corresponding to the typical gate characteristics, 
that is, Vo = 2.5 Vand Ig = 50 mA, the maximum value 
of resistor R, is given by 

E, — V, 
Ro +R, < DG 
Ig 
E; — V, 
R < =—— -R = 
Ig 


6— 2.5 
0.05 


12=58Q0 


Thus, R, should be selected within 58 and 48. 
Depending on the availability of resistors of different 
values on the market, we may choose R = 56 Q. 


SOLUTION. (ii) Resistor R, is also incorporated (Fig. 
18.1). As Vg should not exceed the Vg, level, therefore, 


R 


a SR eV 
RRR oo es 


or 
Vom 3 
S 


Therefore, we choose R, = 68 Q. 


18.3 Trigger Circuits for Thyristors 


Normally, thyristors are switched on by the application of a 
voltage signal at the gate terminal of the device as shown in 
Fig. 18.1. The gate voltage (vg) is generated with the help of a 
gate drive circuit, which is called a firing or triggering circuit. 
Thus, thyristors can be switched on by a slow-rising rectified 
ac signal, a sharp single pulse, a constant-magnitude dc signal, 
or a train of high-frequency pulses as shown in Fig. 18.3. The 
thyristor switches on as soon as vg exceeds the critical gate 
trigger voltage (Ver) level. This depends on the gate-to- 
cathode junction temperature (T;), anode current (i4), and 
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FIGURE 18.3 Different types of trigger signals for switching a thyristor. 


the supply voltage. The ideal switching signal for a thyristor 
should have an adequate amplitude of current for sufficient 
duration with a short rise time as shown in Fig. 18.4. The 
initial high magnitude and rapid rise of the gate current 
quickly turn on the device completely. Thus, carriers spread 
rapidly throughout the surface of blocking junction (J,). This 
decreases switching losses and increases the initial di/dt 
capability of the device. After a few microseconds, a small 
gate current (slightly higher than the minimum value required 
for triggering Içr) can be maintained. Ordinarily, a contin- 
uous gate signal is not required, but inductive circuits neces- 
sitate a sustained gate signal initially, until successful triggering 
takes place. For reliable operation of controllers, gate trigger 
signals are normally supplied during the entire on period (e.g., 
converters of dc drive). However, for a resistive load, a single 
sharp rising pulse is sufficient for triggering. For high-power 
applications, it is a common practice to isolate the control 
and triggering circuits from the power circuit (consisting of 
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FIGURE 18.4 An ideal gate current required for a thyristor. 
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thyristors). Otherwise, the effects of high voltage and high 
current transients may cause misoperation or damage to the 
low-power control and trigger circuits. For this purpose, pulse 
transformers or optocouplers are used for low- and medium- 
power semiconductor devices. For higher power applications, 
for example, HVDC transmission systems, fiber-optic cables 
are used to isolate the control circuit from the power circuit. A 
5-mW light trigger power source was found sufficient for 
switching a light-activated silicon-controlled rectifier (LASCR) 
with a rating of 4kV, 3 kA. 

In general, a thyristor conducts when it is properly biased 
and the trigger source of a trigger circuit supplies the required 
the minimum gate voltage (Vor) and gate current (Içr). 


18.4 Simple Gate Trigger Circuits for 
Thyristors 


Simple trigger circuits can be realized by R or RC network. 
They are cheap and consume little power. However, the 
control and hence the load output voltage (v,), are susceptible 
to the device temperature variations. Moreover, feedback 
control cannot easily be incorporated. 


ea Sos ese Reon 
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18.4.1 Resistance Trigger Circuits 


A step dc voltage, a slow rising dc signal, or a rectified positive 
half-wave signal can be used to trigger thyristors. When the 
voltage applied to the gate terminal exceeds the Vor level, 
triggering takes place. Figure 18.5 shows a trigger circuit and 
waveforms for an ac circuit. Before conduction of the SCR, the 
input supply voltage (v) appears across the SCR. 

Neglecting R, and the voltage drop across D,, the gate 
voltage is given by 


Rex 


Vg e | 
R, + Rex ae Rmin 


(18.4) 


where v = V„sinœt denotes the supply voltage, and Regg is 
forward gate-to-cathode resistance. 

As soon as Vg reaches the Vçr level and supplies the 
required gate current, conduction of SCR takes place. The 
voltage v4g collapses and therefore vg also reduces to almost 
zero level, and v appears across the load. Now, R, can be 
increased to reduce UR, and thus to increase «. However, with a 
larger R,, eventually the circuit fails to trigger the device as 
shown by curve 3. Here, the control of « is restricted to 90° 
only (curve 2 of Vç in Fig. 18.5). Similarly, Iç should not 


R min 


Vo 


2 


FIGURE 18.5 


20 


Resistance trigger circuit for an SCR. 
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exceed the Içņ level. Therefore, the minimum value of the 
resistor Rmin is given by 


Vin 
R 


< Igy (18.5) 


min 


This circuit is further improved by adding a resistor R, 
across G and K terminals of the SCR. Then the worst-case 
voltage across R, should not exceed the Vgm level. Therefore, 
the maximum value of the resistor R, is given by 


ek Vin < Vom (18.6) 

The same circuit also is applicable for Triac. However, diode 
D, has to be removed such that a trigger signal will be available 
at the gate terminal during both half-cycles. Because the gate 
of a Triac is not equally sensitive in all four of its modes of 
switching, æ and hence v, are usually different in the positive 
and negative half-cycles of the supply voltage. 


18.4.2 RC Trigger Circuits 


A phase-shifted signal in an ac circuit and a slow rising signal 
in a dc circuit generated by an RC network are used to trigger 
the thyristors. In these cases the range of « is extendable 
beyond 90°. 


18.4.2.1 AC-Type 

Figure 18.6 shows a trigger circuit and related vector diagram. 
The supply voltage appears across the RC branch. Neglecting 
the discharge of the capacitor during the conduction period of 
the thyristor, the circuit can be analyzed by the sinusoidal 
steady-state response of a linear RC circuit. Thus, the phase 
angle of the capacitor voltage (0), can be controlled from 0° to 


FIGURE 18.6 A typical RC trigger circuit. 
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almost 90° (Fig. 18.6). However, the rms value of the capacitor 
voltage (Vç), which is equal to (V cos 0), decreases drastically 
for a higher value of 0. By variation of R,, the phase angle (0) 
as well as the magnitude of Vç change. The power-factor angle 
($) of the RC circuit is given by 


¢ = tan '(X,/R) = tan '(1/@CR) (18.7) 
Also, from trigonometry, when 0 = (z/2) — @, 
tan 0 = (1/ tan d) and 0 = tan" '(@CR) (18.8) 


The instantaneous value of the voltage across capacitor (vç) is 
given by 


ve = V2V¢ sin(wt — 0) = (V2V cos 0) sin(wt — 0) (18.9) 


During the positive half-cycle when vç hence vg exceeds the 
Vor level, conduction of the thyristor takes place (Fig 18.6). In 
fact vg is the rectified capacitor voltage. Thus, « can be 
controlled over wide range beyond 90°. By variation of R, 
phase angle (0) as well as the magnitude of Vç change as 
shown in Fig. 18.6. Furthermore, the magnitude of vg can also 
be controlled by gate current limiting resistance R,, as in the 
case of a resistance-trigger circuit. 

An improvement in the circuit configuration is possible 
when the RC branch is connected across the SCR. When the 
SCR conducts, voltage across the RC branch also reduces to a 
very low level (ideally zero). The power dissipation in the gate 
circuit therefore reduces significantly. 


EXAMPLE 18.2. A 240-V, 50-Hz supply is connected to 
an RC trigger circuit (Fig. 18.6). If R is variable from 1 to 
22kQ, Ver = 2V and C = 0.47 uF, what are the mini- 
mum and maximum triggering or switching angle (a)? 


SOLUTION. The phase angle of Vç is given by 


0 = tan” '(wCR) 
= tan” '(27fC) 
= tan !(2n x 50 x 0.47 x 107° x R) 


Furthermore, 
Vo=Vcos@ and v(t) = V2Vesin(ot — 0). 


(i) When R = 1kQ, it gives 0 = 8.4°, cos 0 = 0.989 
and Vç = 240 x 0.989 = 237.4 V. Therefore, 


v(wt) = /2V¢ sin(wt — 8.4°) = 335.77 sin(wt — 8.4°) 


Conduction of SCR takes place at v, = Ver = 2 V and 
wt = a. Therefore, 


v(a) = 2 = 335.77 sin(w@t — 8.4°) 
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The minimum value of « is given by 
Amin = 8.4° + sin” '(2/335.77) = 8.7° 


(ii) When R=22kQ, it gives 0 = 72.9°, 
cos 0 = 0.296 and Vç = 240 x 0.296 = 70.97 V. Because 


v (a) = 2 = V2 x 70.97 sin(wt — 72.8°) 
= 100.36 sin(wt — 72.8°) 


the maximum value of & is given by 


Umax = 72.8° + sin” '(2/100.36) = 73.9° 


18.4.2.2 Half-Wave Type 

This circuit has been realized by incorporating an additional 
diode (D,) in the circuit shown in Fig. 18.6. As illustrated in 
Fig. 18.7, the capacitor is charged (upper plate negative) by v 
through D,. The charging starts from the negative-zero-cross- 
over instant to the negative peak of v, that is, —./2 V. Then the 
voltage at the anode of D, (i.e. v.) becomes equal to the 
voltage at the cathode (i.e. v), therefore the current through D, 
ceases and D, becomes reverse-biased. Now the charging of 
the capacitor (with upper plate positive) takes place through R 
and the charging rate depends on the time-period RC. When 
Ug (rectified vc) becomes slightly higher than V,;, conduction 


bovicheccsned 
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FIGURE 18.7 Another RC trigger circuit. 
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of the SCR takes place. Simply by controlling R, the charging 
rate of the capacitor « varies; D, prevents a large negative 
supply voltage from appearing at the gate terminal of the 
thyristor. For a wide range of «, charging of the capacitor is 
required for almost a three-fourths time-period (T) of the 
supply voltage. However, for 50 or 60Hz mains supply 
applications, the following empirical equation had been 
reported: 
RC > 0.65T = 4/@ (18.10) 

where the angular frequency of ac mains œ = 27/T. 

The value of R, is chosen such that the required Içr and 
Vor are supplied to the gate terminal: 


U — Vor + p 


< (18.11) 


Iscr 


where v is the voltage at the switching instant of thyristor and 
Up is forward voltage drop of diode D}. 
Also, the maximum value of R, is given by 


_v2V = Vor — Vni „ ¥2V 


2max — 


R (18.12) 


Ter ler 
With an approximation, the previous analysis of the trigger 
circuit holds good even for this case. 


18.4.2.3 Full-Wave Type 


This circuit has been realized by incorporating a diode bridge 
in the previous circuit (Fig. 18.6). As illustrated in Fig. 18.8, 
charging of capacitor takes place through R and the charging 
rate depends on RC (time period). When vg (rectified vç) 
becomes slightly higher than vg;, conduction of SCR takes 
place. Simply by controlling R, the charging rate of the 
capacitor œ varies. 

In this circuit, charging of the capacitor starts from each 
zero-crossover instant and the capacitor experiences only a 
half-wave rectified voltage until the thyristor is triggered. The 
circuit can be analyzed by the complete response of an RC 
circuit with a sinusoidal (half-wave) excitation. The voltage 
expression is given by 


v(t) = Vp sin wt = Ri(t) + aof i(t)dt 


where (18.13) 


differentiating, 


di(t) i(t) 
dt = C 


oV,, cos@t = R (18.14) 
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FIGURE 18.8 Full-wave RC trigger circuit. 


With zero initial condition, the total current response is 
given by 


i(t) = (V,,/Z)[sin(@t + b) — sin d - exp(—at/ tan ¢)] 


(18.15) 
and 
vrit) = i(t)R = (V,,R/Z)[sin(wt + p) 
— sind - exp(—ot/ tan @)| (18.16) 
= V,, cos d[sin(wt + ¢) 
— sind - exp(—ot/ tan ¢)| (18.17) 
Also, 


v(t) = v(t) — vp(t), or vcelwt) = v(@t) — va(@t) (18.18) 


As soon as Uc reaches the Vcr level, triggering of the thyristor 
takes place. 


EXAMPLE 18.3. If the RC branch of Example 18.2 (Fig. 
18.6) is used in a full-wave trigger circuit, what are the 
minimum and maximum firing or switching angle, «? 
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SOLUTION. 
Because 


(i) When R = 1 kQ, it gives ¢ = 81.6°. 


velt) = v(t) — vgl t) = V„ sin œt — V,, cos 
x [sin(wt + $) — sind - exp(—wt/ tan d)] 


therefore, 


v(t) = V,,,[sin œt — cos p{sin(ot + ¢) 
— sin ọ - exp(—at/ tan #)}] = V2 x 240 
x [sin œt — cos(81.6°){ sin(wt + 81.6°) 
— sin(81.6°) exp(—t/ tan(81.6°))}]. 


Now the value of v-(wt) can be computed for wt = 0 to 
180° by the direct substitution method. The required 
value of wt = « corresponds to the condition when ve 
becomes equal to Ver = 2V. 

It gives wt = aj, = 2.5°. 

(ii) When R = 22 KQ, it gives 6 = 17.1°. Therefore, 


v-(ot) = J/2 x 240[sin wt — cos(17.1°){sin(a@t + 17.1°) 
— sin(17.1°) exp(—a@t/ tan(17.1°))}] 


It gives wt = may = 11.35°. 


18.4.3 Diac Trigger Circuit 


This circuit is commonly used for Triac where the trigger 
signal is required in both half-cycles of the supply voltage (Fig. 
18.9). Basically, it is similar to an RC trigger circuit (Fig. 18.6). 
Here both SCR and diode D, are replaced by a Triac and a 
Diac, respectively. The capacitor is charged through the 
resistance R during each half-cycle. When v, reaches the 
breakover voltage of Diac (Vgo & 30 V), conduction of Diac 
takes place and the required gate current is supplied. Triac 
conducts and voltage across the capacitor (hence vg) collapses 
for the remaining portion of the half-cycle. In the next half- 
cycle the same phenomenon repeats. Here, Triac conducts in 
positive half-cycle by positive gate current and in the negative 
half-cycle by the negative gate current. Thus, Triac operates in 
the first and third modes of its switching characteristics. 
However, the gate sensitivity of Triac is not the same in both 
these modes. Therefore, for commercial circuits, an additional 
RC branch is added between the capacitor and Diac to make g 
the same in both half-cycles. In this circuit the charging of the 
capacitor starts from each zero-crossover instant of the supply 
voltage, and the RC circuit experiences only a half-wave 
voltage before triggering of the thyristor. The circuit can be 
analyzed by the complete response of an RC circuit with a 
sinusoidal (half-wave) excitation as discussed in the previous 
section. 
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FIGURE 18.9 A Diac RC trigger circuit used in ac regulators. 


EXAMPLE 18.4. If the RC branch of Example 18.3 (Fig. 
18.6) is used in a Diac trigger circuit (with Vgo = 30 V), 
what are the minimum and maximum firings or switch- 
ing angle «? 


SOLUTION. Equation (18.18) for vç holds good even 
for this case. However, here, triggering takes place at 
vc(@t) = vela) = Vgo = 30V instead of Vor = 2V. 
Now, the value of v-(wt) can be computed for wt = 0 
to 180° by the direct substitution method as was done 
for the previous case. A simple computer program in 
QBASIC is given in what follows for Diac trigger circuits 
to find the required value of «. It corresponds to the 
condition when vc becomes equal to Vgo. 


CLS 

EM Program for switching angle, Alpha in 
Diac trigger circuit 

PRINT "Program developed by Jamil Asghar, 
EED, AMU, Aligarh, India" 


as 


M. Asghar 


PRINT "Give: R in K-Ohm, C in uF, VBO of 
Diac, Supply Voltage" 

INPUT R; C; VBO; V 

pi = 4 * ATN(1) 

phi = ATN(1000 / (2 * pi * 50 * R * C)) 
Vm = SQR(2) * V 

phid = phi * 180 / pi 

FOR wtd = 0 TO 180 STEP 0.1 

phi = pi * phid / 180 


wt = pi * wtd / 180 

vR1 = SIN(wt + phi) - SIN(phi) * EXP(-wt * 
TAN (phi) ) 

vR = Vm * vR1 * COS (phi) 

vC = Vm * SIN(wt) - vR 

IF vC >= VBO GOTO 33 

NEXT wtd 


IF wtd >= 180 THEN PRINT " NO TRIGGERING 
— VALUE OF RC TOO HIGH" 

GOTO 44 

33 PRINT "For diac: R in kOhms=", R, "C - 
in uF=", C, "VBO =", VBO 

PRINT "Alpha in deg.=", wtd, "Phi -in 
deg=", phid, "vC=", vC 

44 STOP 

END 


Result: (i) R=1kQ, Value of alpha =11.33° 
(ii) R=22kQ, Value of alpha =46.5° 


18.4.4 AC-Thyratron Type Trigger Circuit 


This trigger circuit is similar to the circuit shown in Fig. 18.6, 
except that the phase-shifting RC network is energized from a 
separate center-tapped transformer. A simple RC trigger 
circuit is disadvantageous in that V, does not remain constant 
for all values of 0 (Fig. 18.6). Therefore, for higher values of 0 
(near 90°), V, becomes very small eventually failing to trigger 
the thyristor. Thus the control range of « becomes small. 
While in this case the rms value of the voltage vg remains 
constant and its phase angle f varies from 0 to almost 180° 
(lagging) as shown in Fig. 18.10. From the phasor diagram of 
the secondary of the transformer and the RC circuit, 


/ADB=2/2—@=0 and Vo, = Vog (18.19) 
therefore, 
$ = L BAO = 2/2 — / ADB = / ABO (18.20) 
Also, from triangle OAB, 
B =n — 2¢ = 2(an/2 — $) = 20 
= 2tan'(@CR) (18.21) 
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FIGURE 18.10 An ac-thyratron type trigger circuit. 


The same circuit can also be used to trigger two thyristors in a 
bridge. In this case, gate current flows during the entire 
conduction period of the thyristor. It unnecessarily increases 
the temperature of gate-to-cathode junction (Tj), which may 
reduce the voltage withstand (blocking) capability of the 
thyristor. 


18.4.5 Unijunction Transistor-based Trigger 
Circuit 


A unijunction transistor (UJT)-based oscillator provides 
constant-frequency, sharp pulses with small rise-time. The 
UJT is a three-terminal, two-layer PN device (Fig. 18.11). It 
has an N-type semiconductor (between two base terminals B, 
and B,) with a small P-type doping (at emitter terminal E). 
The emitter terminal divides the interbase resistance (Vp,) 
into two parts (say, Rp, and Rg»). If a dc biasing voltage (Vpg) 
is applied across the base terminals, the voltage in N-type 
material near emitter terminal (k) is given by 


Vn Rg, 


apes es (18.22) 
Rg + Rp2 


= Vp 


where 7 is called the intrinsic-standoff ratio of UJT and its value 
is less than unity (typical value varies between 0.5 and 0.85). 


When the emitter voltage (vg) is less than V, (or 7 Vga), the 
emitter-B1 junction behaves as a diode in the reverse-biased 
condition, and thus it offers a very high impedance. A small 
reverse leakage current (few microamps) flows through the 
emitter terminal. A UJT oscillator is shown in Fig. 18.11c. 
When a dc supply voltage (Vgg) is connected, charging of the 
capacitor starts through resistance R,;, and R. The voltage 
across the capacitor vç (or vg) increases. As soon as vg slightly 
exceeds the V, or (N Vgg + Vp) level, the P-N junction behaves 
as a diode in the forward-biased condition. Then emitter to 
basel impedance collapses and the flow of Ip through R, takes 
place. The capacitor is discharged through R, and therefore a 
voltage pulse appears across R, (Fig. 18.11d). At the trailing 
edge of the pulse, vg becomes very small (valley voltage V,), 
depletion layer forms again and the P-N junction (between E 
and B1) becomes reverse-biased. Ideally, no current flows 
between E and B1 terminals (except the reverse leakage 
current) and they behave as open-circuited. Now charging of 
the capacitor starts and vy again increases. The charging rate 
depends on (Rmin + R)C and the discharge rate of the capa- 
citor depends on R,C. The delay period (t,) and the time 
period (t) of the pulse are given by 


T=T+KRC (18.23) 


416 


@B2 @B2 


(b) Equivalent circuit 
model 


cl T 2T 


(d) Wave forms of oscillator 


M. Asghar 
+VBB 
- Rmin Š R2 
i R @ B2 
E 
$ : ~al 
: Bt 
Ve =: VE o—_-e 
c—— t 
Š R1 VRi 
è è 


(c) UJT oscillator 


a AA 


‘LA D 


a a 


a 


(e) Unsynchronised trigger pulses with dc biasing voltage. 


FIGURE 18.11 
and 


+ R)Cln : 


min 
|= 


1, =(R (18.24) 


Also, the switching angle depends on the delay period qt, of the 
oscillator, which is given by 


æ = OT, (18.25) 


A UJT-based oscillator circuit and waveforms. 


However, in a trigger circuit, ~ may not be equal in each 
cycle of the supply voltage (v) as shown in Fig. 18.11e. Some 
pulses arrive when the thyristor is already conducting while 
some arrive when the thyristor is in the reverse-biased condi- 
tion; these pulses are marked “x.” They make no contribution 
toward triggering of the thyristor. Thus, æ does not remain the 
same but varies randomly in each cycle. To get a constant value 
of «, synchronization of the trigger pulse with supply voltage is 
necessary. Figure 18.12 shows a UJT-based trigger circuit 
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FIGURE 18.12 A UJT trigger circuit with waveforms. 


synchronized with mains voltage (v) through a diode bridge. 
The charging of the capacitor starts from each zero crossover 
instant only. The first pulse in each half-cycle that triggers the 
thyristor is synchronized with v, and therefore « becomes 
equal in each cycle. By controlling R, the time period of 
oscillator (t), or the delay period of the first pulse (t), « can 
be adjusted. The UJT trigger circuit may also be energized 
from a separate transformer (for biasing) and the same 
performance can be achieved. 


18.4.5.1 Design Considerations 


Selection of R,. It should be low enough to prevent undesir- 
able triggering of the thyristor. Therefore, R, is related to the 
maximum gate voltage (Vp) that will not trigger the thyristor 
at any temperature: 


R; 
Vep = 
Ry + Ry + RgBmin) 


Vin (18.26) 


Selection of R,. It is selected from the stability consideration of 
the circuit because V, decreases with temperature. The follow- 


417 


ing equation gives the approximate value of R, for compensa- 
tion over a temperature range of 40 to 100°C: 


104 
R, = (18.27) 
N Vgg 


Selection of capacitor C. It should store sufficient charge to 
trigger the thyristor. The typical values are between 0.01 to 
0.7 uF. It can be calculated with the help of Eq. (18.22). The 
time period t of the output pulse is t} + R,C, while the delay 
period that corresponds to the switching angle (a) is t}, as 
given in Eq. (18.24). 

Selection of Rmin. It should be large enough so that the load 
line formed by R and Vz, intersect the emitter characteristics 
of UJT to the left of the valley point. Therefore, 


(18.28) 


Selection of R. The total charging resistance (R + Rmin) must 
be sufficiently small to allow peak point current drawn from 
the supply. Therefore, 


Vp = Vp 


Rmax =R+ Rmin = I 
P 


(18.29) 


EXAMPLE 18.5. Parameters and ratings of a UJT 
(2N2646) at T; = 25°C are given below: 


Maximum interbase voltage (Vg) = 35 V 

Maximum average power dissipation = 300 mW 

Range of interbase resistance (Rpg) = 4.7 to 9.1kQ 
(typical 5.6kQ at Vgg = 12 V) 

Valley point current Iy = 4mA at Vgg = 20V 

Intrinsic standoff ratio, 7 = 0.56 to 0.75 (0.63 typical) 

Valley point voltage Vy = 2 V at Vgg = 20V 

Peak point current Ip = 5 pA (maximum) at Vgg = 25 V 

The maximum gate voltage (V¢p) that will not trigger 
on the SCR= 0.18V 


Design a suitable UJT-base trigger circuit for a single- 
phase-controlled converter (rectifier) operating with 50- 
Hz ac mains supply. 


SOLUTION. The switching angle « varies from 0 to 180°, 
that is, for half time-period of the ac mains supply. 
Therefore, 


T 1 
A = 10 ms 
2 2f- 2x5 
Let Vg = 12 V. Then 
Vaz — Vi 12-2 
G) tin > ee = = 2.5 kQ 


y — 4x10 
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Take Rmin = 2.7 kQ 
(ii) V, = nVgg = 0.63 x 12 V = 7.56 V, 


Vgs — V; 12 — 7.56 
< -BB b 


= 888 kQ 
me Ip 5 x 10-6 


Then the value of R is given by 


R=R 


max 


— Ruin = 888 — 2.7 = 885.3 kQ 
Take R=1MQ; then the new value of Rmax = 
1002.7 kQ. 

(iii) Selection of Base-Resistances. The empirical 


formula for R, is given by 


= 10,000 10,000 


R, = = = 1.32 kO 
nVgg 0.63 x 12 


Therefore, the nearest value is taken R, = 1.2 kQ. Then 
R, can be found as 


Vp 
R, + Ry + RBBfmin) 


Ri < Vep 


or 


12 
R, + 1200 + 5600 


R, < 0.18 


It gives R, less than 103 Q; therefore take R) = 100 Q. 
(iv) Selection of Capacitor. Let the triggering circuit 
be designed for a maximum delay period (1/f) of 10 ms. 
The maximum delay period corresponds to the mini- 
mum frequency of the oscillator, which is given by 


1 
1—1 


t = 10 ms = RaxCIn( 


Therefore, 
107? 107? 
ee ENF 1 
Rmax X In 1002.7 x 10° x Inf ———— 
1—1 1 — 0.63 
= 0.01 pF 


Although a capacitor of 0.01 uF can be selected, the 
pulsewidth of the triggering pulse will be small (R, C = 
100 x 0.01 = 1 uF). However, this may not be sufficient 
to trigger a thyristor successfully. Then it should be 
increased (about 5us). Moreover, sometimes the voltage 
pulse across R, is not sufficient to drive the thyristor; 
then the value of R) may be increased. 
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The minimum delay period is given by 


Tmin = Rmin X C X in(; ) = 2.7 x 10° x 0.01 x 107° 
=n 
x 0.99425 = 0.0268 ms 


The minimum value of 


360° 
a = minimum del eriod (in ms) x 
inimu ay period (i ) 50 ms 
0.0268 x 360 g 
= ———— = 0.483 
20 


Similarly, the maximum delay period is given by 


1 
Trae Ric X CX in ) 
ee 


= 1002.7 x 10° x 0.01 x 107° x 0.994 = 9.967 ms 


The actual maximum value of 


360° 
a = maximum delay period (in ms) x 
yp ( ) IT 
9.967 x 360° Z 
= —_ = 179.4 
20 


18.4.6 Advanced Triggering Circuits for 
Thyristors 


Although RC trigger circuits are very simple and economical, 
they depend on gate trigger characteristics of the thyristor 
used, and they cannot be used easily in self-programmed, 
automatic or feedback controlled systems. Because the use of 
power-electronic controllers is increasing steadily in industry 
as well as in power systems, different types of controllers are 
required for specific applications. In a controller, a group of 
thyristors or power-semiconductor devices are required to be 
switched at different switching instants for different durations 
and in a particular sequence. Different three-phase converters, 
for example, dual converters, cycloconverters, and regenerative 
reversible drive, may require 12 to 36 such devices. Thus, 
switching a large number of these power devices with different 
control strategies by a simple trigger circuit becomes almost 
impossible. Moreover, incorporation of feedback and/or 
different control approaches for same load/drive system 
requires an intelligent controller. Therefore, the advanced 
triggering circuits become necessary. 

Some modules of power semiconductor devices include a 
gate drive as well as transient protection circuitry. Such 
commercially available modules are called intelligent module 
or smart power. They include input-output isolation and gate 
drive circuits, microcomputer control, a protection and diag- 
nostic circuit (for overcurrent, short-circuit, open load, over- 
loading and excess voltage) and a controlled power supply. 
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Similarly, custom-built driver integrated circuits (ICs) are also 
available for thyristors as well as MOSFETs and IGBTs. 


18.4.7 Buffer and Driver Circuits for Thyristors 


In most power electronic circuits, a difference of potential 
exists between the gates of the various thyristors as well as 
between the control circuit and thyristors. The control elec- 
tronics normally consist of linear ICs (e.g., operational ampli- 
fiers, timers) and digital ICs (e.g., TTL, CMOS), discrete 
passive elements, and active devices. Basically, they are low- 
voltage (few tens of volts) and low-power (few watts) circuits. 
The power circuit that consists of thyristors is a high-voltage 
circuit (normally of the order of several hundreds of volts). 
Therefore, it becomes necessary for the output channels of the 
gate-pulse generating circuit to be isolated from one another 
as well as from thyristors. The isolation can be provided either 
by a small high-frequency pulse transformer or by an opto- 
coupler IC. Then it becomes possible to switch on several 
thyristors simultaneously (e.g., in a series connection or 
switching an ac load by two antiparallel thyristors). Similarly, 
control electronics, which control the conduction period of 
each thyristor, give an output of very low power (few milli- 
watts, for example the output of a CMOS logic gate). In 
general, in most cases output power is not sufficient to drive 
the gate directly. Therefore, an amplifier circuit is required that 
amplifies the weak gate drive control signal. For this purpose, 
a transistor amplifier is used. 

For isolation between control and power circuit, the use of a 
pulse transformer is common. Normally, it has two or three 
windings, and it is a small low-power and high-frequency 
transformer; the turns ratio are normally 1:1 or 2:1. When a 
high-frequency pulse is applied to the primary winding, an 
output pulse appears at one or more output secondary wind- 
ings. The optocoupler IC circuit is also used for this purpose. 
In this arrangement, an infrared light-emitting diode (I-LED) 
turns on a photosensitive device (photo-SCR, photo-Triac, 
photologic gate, or phototransistor), which ultimately turns 
on the thyristor. However, a separate dc power supply is 
normally required for each thyristor. For high-voltage applica- 
tions, the optical-fiber technique is applicable. In this case, the 
output of the control electronic circuit is supplied in the form 
of a light signal through the optical-fiber cable to the thyristor. 
Optical fiber offers a very high level of insulation between the 
control circuit and the power circuit consisting of thyristors. 

Figure 18.13 shows different driver and buffer circuits 
(DBC). In Fig. 18.13a, pulses are generated by a differentiator 
circuit (R,C,), which converts a step input signal into sharp 
positive and negative pulses. The positive pulse is then 
amplified by a transistor amplifier circuit. The isolation is 
provided by a pulse transformer. Diode D; allows only the 
positive portion of the amplified signal to be applied between 
gate and cathode terminals of a thyristor; D, provides a 
freewheeling path for the inductive current of the primary 
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winding of the pulse transformer. This protects the transistor 
from the high-voltage spike (Ldi/dt) that could be generated 
due to the snap of inductive current by the turn-off of the 
transistor. 

The anode current of a thyristor reaches the latching current 
level after a certain delay period. Therefore, for an inductive 
load, a long pulse is required for successful triggering. For this 
purpose, the triggering pulse is stretched by connecting a 
capacitor in parallel with R,. However, to avoid saturation 
of the core of the pulse transformer due to stretched unidirec- 
tional current, the pulse duration is restricted to 50 to 100 us. 

Often in converter circuits with inductive loads the load 
current is discontinuous within the assigned conduction 
period and therefore it is required to trigger the thyristor 
more than once. Similarly,the conduction period (or commu- 
tation instant) of each thyristor depends on the load current 
flowing through it, which varies with respect to the load power 
factor. Therefore, for reliable triggering, a continuous gate 
signal is required but it increases thyristor losses and decreases 
voltage withstand or blocking capability. Alternatively, a train 
of trigger pulses of high frequency (e.g., 10 kHz) is supplied 
during the entire conduction period. In this case the switching 
may be delayed by one time period (0.1ms for a 10-kHz 
signal) of the pulse train. However, this delay is negligible for 
power frequency (e.g., 1.8° for 50 Hz or 2.0° for 60 Hz). 

Figure 18.13b shows a commonly used driver and buffer 
circuit (DBC). A high-frequency (5 to 20 kHz) positive pulse 
(or square-wave signal) from an oscillator is applied to an 
AND gate continuously. These pulses are allowed to reach the 
base of transistor only when the input drive control signal is 
high. The transistor basically acts as a switch to energize the 
primary winding of the pulse transformer corresponding to 
each pulse. Moreover, these pulses also are amplified. Their 
magnitudes are restricted by the current-limiting resistor (R,) 
connected in series with the dc source. In the secondary 
windings pulses of almost the same strength are produced 
due to transformer action. Due to the snap of inductive 
current in the primary winding (when the transistor is 
switched off), a negative pulse is also generated in the 
secondary winding. This pulse is blocked by the diode D). 
Thus amplified positive pulses become available between G 
and K terminals of the thyristor. 

Figure 18.13c shows an optocoupler IC chip-based isolation 
circuit. An infrared light-emitting diode (I-LED) and a photo- 
SCR are fabricated in a single IC chip. On arrival of the input 
drive control signal, I-LED conducts and emits light to bring 
the photo-SCR into the conduction mode. Thus switching of 
the main SCR takes place. 

Figure 18.13d shows another optocoupler-based circuit 
where a phototransistor is used. Because the output of the 
phototransistor cannot drive a thyristor, an additional 
transistor (BJT) is used for amplification. This type of circuit 
requires an additional electrically isolated dc power supply for 
each thyristor. 
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Figure 18.13e shows a fiber-optic cable-based driver circuit. 
It provides the very high electrical isolation and large creepage 
distance required between a low-power control circuit and a 
high-voltage power circuit. In the case of an optocoupler, I- 
LED and the receiving phototransistor both are fabricated on 
the same IC chip. Therefore, capacitance between them should 
be as small as possible to avoid retriggering at both turn-on 
and turn-off of the power devices (e.g., power transistors, 
power MOSFET and IGBT), because of the jump of potential 
across the devices (dv/dt). To avoid this problem, the fiber- 
optic technique is used. The first amplifier is a receiver (fiber 
optic integrated detector/preamplifier), and the second ampli- 
fies the control signal to the required level for triggering of the 
thyristor. Here, the driver circuit is linked to the control circuit 
only through the fiber-optic cable, thus galvanic isolation is 
provided between them. 
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(a) Driver and buffer circuits for thyristors; (b) driver and buffer circuit in common use. 


EXAMPLE 18.6. Design a suitable pulse transformer- 
based driver circuit for gating a given SCR. The worst- 
case requirements of the SCR are given in the following: 


Temin = 100 MA, Vemin = 2.5 V@ — 65°C 


The input drive control signal is an output of AND gate 
(1C7408). The specification of a TTL gate (general type) 
is given by 

Output current and voltage at the logic “1” level: 
Toy = 0.4 mA, @Voy = 2.4 V, and 

Output current and voltage at the logic “0” level: 
Ip, = 16 MA, @ Vo; = 0.4V 


SOLUTION. The gate current requirements of the thyr- 
istor are important for design considerations. Then the 
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FIGURE 18.13 (c) optocoupler IC chip-based isolation circuit; (d) optocoupler with phototransistor; and (e) optical fiber cable-based driver circuit. 


desired gate current and hence the secondary current of 
the pulse transformer (I) should be 100 mA. Let the 
turns ratio of the pulse transformer be 2:1 (Fig. 18.13b). 
Therefore, the primary current (1) of the pulse trans- 
former can be taken as 


L 2 100 
==- or l =~~ = 50mA 
L 2 


Here, the maximum output current of TTL IC is 
limited to 0.4mA for logic “1” level. Neglecting the 
small Vp, voltage drop during the switching of the 
transistor, 


Rg = = =6kQO 
Ion 0.4 x 107° 


We thus choose Rg = 6.8 kQ. 


For this purpose, a switching transistor (BC 107, BC 
148, BEL100N, 2N222 or similar) may be selected 
according to voltage and current ratings (Vcc and Iç). 
Let BEL100N (or SL 100) transistor be taken whose 
specifications are Vcgo = 60 Vimaxy, Ic = 500 MA(max)> 
hg (at Ic = 150 mA, Vcr = 1 V, T; = 25°C) = 50 to 280. 

Because the required primary winding current of the 
pulse transformer I; = Iç = 50 mA, the value of resistor 
R, (which is used to limit the collector current within 
the allowable range) is given by 

Vec 12 
1 Je 50x10% 
Then we choose R, = 220 Q. 

The power rating of the resistor = IŁR, = 
(50 x 1073)? x 220 = 0.65 W. 

Therefore, a 220-Q, 1-W resistor will be a good 
choice. 


= 2400 
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18.5 Drivers for Gate Commutation 
Switches 


Devices from the thyristor family differ from those of the 
transistor family with respect to their input or drive charac- 
teristics. In the case of a thyristor, once it is triggered it 
continues to be in the same mode unless current through it 
reduces below its holding current level. However, in the case of 
transistors, to keep them in the conduction mode, a contin- 
uous base or gate signal is required. Basically, transistors or 
other gate commutation devices are either current controlled 
(e.g, BJT) or voltage controlled (e.g., MOSFET, IGBT). 
Similarly, for turn-on operation, GTO behaves as an SCR, 
while the turn-off operation (or gate current requirements for 
turn-off) is totally different from the SCR. A GTO requires a 
large negative gate current and a high power sink for successful 
commutation (similar to driving requirements of power BJTs). 
As discussed earlier, normally the driver circuit has to provide 
an electrically isolated gate/base signal. For the power BJT, the 
current gain (hy, or f) of the transistor is low (f = 5 to 10). 
Therefore, the power capability of the driver circuit should be 
as high as 20% of the power circuit. However, driving a power 
MOSFET is similar to driving a very high-impedance capaci- 
tive network, thus a carefully designed very low power drive 
circuit is required. Most gate-voltage-controlled (or gate- 
commutation-controlled) power semiconductor devices 
require a very low power driver circuit. Normally, a unipolar 
drive signal (a positive voltage pulse) is sufficient for normal 
turn-on and turn-off of the devices. However, for rapid turn- 
on and turn-off, bipolar signals (both positive and negative 
voltage pulses) are required. Moreover, for high switching 
performance, similar circuits with high (source and sink) 
capabilities are required for MOSFET, IGBT, and BJT alike. 
For MOSFET/IGBT, the transition current capability should 
be high (with low output power). However, for BJT, a 
sustained high base current (in the high output power) is 
required. For GTO, a very low power circuit is required for 
turn-on. However, the turn-off circuit capability should be 
very high (compatible with the power BJT drive circuit). 
Although it is required for a very small period, the gate 
power requirement of the negative pulse is about one-third 
of the power circuit. 


18.5.1 Gate Drive Circuits for Power MOSFETs 


The input gate characteristics of a MOSFET differ from its 
bipolar counterparts. The gate is isolated electrically from the 
source by a layer of silicon dioxide. Ideally, no current flows 
into the gate when a dc voltage is applied. However, a small 
leakage current (of the order of 10~!° A) flows to maintain the 
gate voltage and also during the transition periods (off-to-on 
and on-to-off). Therefore, a small current is enough to charge 
and discharge the device capacitances. However, the device 
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FIGURE 18.14 An N-channel enhancement-type MOSFET with 
voltage-dependent device capacitances. 


Cos (N-channel Enhancement 
type MOSFET) 


capacitances and gate-drive source impedance determine the 
device switching speed. There are three capacitances and they 
are nonlinear and voltage-dependent (Fig. 18.14). If the gate 
voltage is reduced to zero for turn-off operation, Vps attains 
the supply voltage magnitude (Vpp), the potential at D swings 
from 0 to Vpp and C,, is charged up to to Vpp (say, 100 V) 
through a low gate source impedance (R,) as shown in Fig. 
18.15a. Now if a gate drive signal is applied (higher than the 
threshold value), the device will be on. Ideally, the voltage 
across D and S reduces to zero (neglecting small Vps) and 
terminal D will swing to ground potential (which earlier was at 
Vpp = 100 V). The decreasing Vp; produces a feedback 
current (i= C4: dVps/dt) through C,, to the gate circuit 
as shown in Fig. 18.15b. This feedback mechanism is called the 
“Miller effect.” Thus, the source and sink capabilities of the 
gate drive are required: (i) due to the charging and discharging 
of Ca; and (ii) due to the large swing in the gate-to-drain 
voltage. Although C; is an important parameter, Cq is more 
significant due to the Miller effect. 

As the source resistance (R,) is in series with C,, and C,y; 
the turn-on time and the turn-off time are affected by this 
resistance. Therefore, both periods can be controlled indepen- 
dently (Fig. 18.16). Similarly, a bipolar gate drive signal allows 
rapid turn-on and turn-off. 

Low-power digital logic circuits (TTL or CMOS) can easily 
be used to drive directly the gate of power MOSFET (Fig. 
18.17). Because CMOS has limited source current and sink 
current capabilities (2 and 4mA @ Vpp = 12V respectively), 
the modest delay in rise time and fall time are expected due to 
the Miller effect (charging and discharging current require- 
ments). However, the CMOS IC can directly drive the gate 
with required magnitude of the drive voltage. For a TTL device 
with a totem pole output, the output voltage available is 
approximately 3.5V (when V,.=5V). This voltage (3.5 V) 
may be insufficient to drive the MOSFET into the conduction 
mode. However, TTL has better source and sink capabilities 
than its counterpart CMOS, which speeds up the switching 
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FIGURE 18.15 
during turn-on. 


Large voltage swing at D: (a) during turn-off; and (b) 


transition and reduces turn-on and turn-off times. Thus the 
output voltage magnitude can be raised by the open-collector 
TTL device with a pull-up resistor connected to a separate 
+10 to +15V dc power supply. It can guarantee rapid gate 
turn-off due to large sink capability when the output transistor 
of TTL (inside the TTL IC) is conducting at the logic “0” level 
(Fig. 18.17). Moreover, this arrangement ensures sufficient 
gate voltage (10 to 15V) to turn on the MOSFET fully. 
However, the turn-on is not as rapid as turn-off because the 
pull-up resistor delays charging of the device capacitor C,.. 
Figure 18.17a shows a CMOS-based driver circuit. The output 
voltage (+10 to +15V) of CMOS logic is large enough to 
drive the MOSFET. To increase source and sink capabilities 
CMOS buffers (CD4049 and CD1450) are used. Thus perfor- 
mance is achieved with respect to switching speeds and low 
output impedance. To increase the switching speed further, 
more buffers can be connected in parallel to increase the sink 
current capabilities for fast turn-off. 

Figure 18.17b shows the connection of an open-collector 
TTL-based driver circuit. The drawback of the TTL output due 
to its lower magnitude of output (which is the input drive 
control signal) has been removed. Although an additional dc 
power supply (+10 to +15 V) will be required, this provides 
rapid turn-off and ensures sufficient gate voltage to turn on 
the MOSFET fully. 


423 


ẹ+VDD 


Input drive control Rg 
circuit 


Load 


Input drive control Rg 
circuit 


(b) 


FIGURE 18.16 Driver circuits for (a) delayed turn-on; and (b) delayed 
turn-off. 


Figure 18.17c shows a configuration for fast turn-on with 
reduced power dissipation in TTL. When the TTL output is at 
the logic “1” level, transistor Q, conducts. The output point 
(cathode of diode and base of Q, ) comes to about the ground 
potential, and Q; remains in the off state. A very small power 
loss (few milliwatts) occurs in R whose value is large, and it 
behaves as base resistance of Q;. Similarly, when the TTL 
output is at the logic “1” level, Q; conducts due to the high 
voltage at its base and the diode becomes reverse-biased. Thus 
a high voltage (approximately 12V) reaches the gate of 
the MOSFET. The conducting Q, provides a lower source 
impedance than R (as in the previous case, Fig. 18.17b). Thus 
the source capability increases, which enables a fast turn-on. 
The turn-off period depends on the conduction of the TTL 
output or pull-down transistor Q, (by shunting the input gate 
capacitance of MOSFET to ground). Although the sink and 
source capability of different types of TTL families varies, the 
74AC00 series (logic type) offers better performance for 
driving the MOSFET. The typical source current and sink 
current are 24mA with a 7-ns propagation delay. Only the 
Schottky (74S00 series) and the low-Schottky (74LS00 series) 
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FIGURE 18.17 (a)—(g): CMOS and TTL IC-based driver circuits for MOSFET. 
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offer less propagation delay (4ns) but their source and sink 
current magnitudes are significantly low. 

Figure 18.17d shows an open-collector TTL driving a 
complementary emitter follower (push-pull configuration). 
This circuit removes the drawback of the lower sink capability 
of the previous circuit (Fig. 18.17c). Thus, very fast turn-off 
(hence high switching speed) is attained by using an outboard 
transistor (Q,) to clamp the gate-to-ground. Both Q; and Q, 
are operating as emitter followers. As they are never driven into 
saturation, their associated storage times do not significantly 
affect the switching frequency limit of the gate drive circuit. 

Figure 18.17e shows a bipolar driver circuit, where during 
on and off periods, the input drive signal varies between +V; 
to —V,,. This type of driver circuit is required for fast 
switching applications. In this case the turn-on time and 
turn-off time are small and the configuration is similar to a 
complementary emitter-follower circuit. Here, source and sink 
capabilities are increased by providing low output impedance 
of the operational amplifier. Due to the negative voltage rail 
(—V,,), the input gate capacitor of MOSFET discharges 
quickly and hence the turn-off time decreases. 

Figure 18.17f shows a pulse transformer-based driver 
circuit. The pulse transformer provides the isolation needed 
to drive the MOSFETs at different voltage levels (e.g., in a 
bridge configuration) or to control an N-channel MOSFET 
driving a grounded or source-follower load. The size of the 
transformer reduces significantly when the operating 
frequency becomes very high (100kHz or more). As current 
and hence the power requirement for the gate driver circuit is 
very small at steady-state condition (few microwatts only), a 
separate driver circuit and additional independent dc power 
supply are not required. However, at the dynamic condition, 
that is, during turn-on or turn-off transitions, large current 
(high source and sink capability) is required for fast switching. 
Another limiting factor is the switching capability of the 
diode. Thus the Schottky diode can be used because its 
turn-off time is very small (about 0.23 us). Here, the high- 
frequency carrier signal reaches the logic gates when the input 
drive control signal is high. The output voltage of logic gates 
become alternately high and low, and therefore current flows 
in the primary winding of the transformer from x to y and vice 
versa. Thus ac voltage, generated in the secondary winding of 
the transformer, is rectified and filtered. This dc voltage is 
ultimately used for driving the gate of a MOSFET. Recently, 
instead of a pulse transformer, a miniturized coreless (planar) 
transformer of about 1cm?, fabricated on a printed-circuit 
board, was used at 1 MHz for the same application 

Figure 18.17g shows an optocoupler-based electrical isola- 
tion circuit. This circuit is similar to the optocoupler-based 
driver circuit discussed for the thyristor (Section 18.4.7). 

Moreover, custom-built integrated driver circuits are also 
available for such applications. Figure 18.18 shows connec- 
tions of the DS0026 or MMH0026 clock driver, which has 
been designed for high capacitive loads (high sink and source 
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FIGURE 18.18 The DS0026 cloak driver as driver for MOSFET. 


capability). It has a capability of +1.5 A output peak current 
(source and sink) with a typical 15-ns propagation delay, and 
is compatible with series 54/74 TTL devices. 

Similarly, a large range of such custom-built integrated 
driver circuits are also available for such applications. 


18.5.2 Design Considerations of MOSFET Driver 
Circuits 


Normally, manufacturers do not specify the device capaci- 
tances (Fig. 18.14), rather they quote input, output, and 
reverse common source capacitances (Cis, Cos and Cpp 
respectively). All these capacitances are related according to 
the following: 


Cis = Cys + Cga where Cy, shorted (18.30) 
Coss = Cag + Coa where Cys shorted (18.31) 
Crs = Cyd (18.32) 


The device switching speed depends largely on C, (or C,q) 
and the gate drive source impedance. However, two considera- 
tions make accurate estimation of switching time (turn-on 
and turn-off) difficult. First, the magnitude of C;,, varies with 
Vps» particularly large variation at low drain voltage levels. 
The switching time constant (RC) determined by C;,, and 
gate-drive impedance changes even during the switching cycle. 
The second consideration is due to the Miller effect. The 
switching transition can be divided into three distinct periods 
as shown in Fig. 18.19. 

The gate drive requirements for these three periods may be 


expressed as follows: 


ig = Cis © Vescrny/(h — to) forf<t<t, 
= Cis{(Vop = Voscony }/(t = tı) for tst<sh 


= Ciss{ (Vescon) = Vesctn)} /(ts —t) forh<t<t 
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Ideal switching characteristics of MOSFET with resistive 


The value of capacitances may be found from the manu- 
facturers data book. For the first two periods, C;,, and C,,, 
values may be assumed corresponding to Vps = 1/2Vpp. 
While for the third period, assume C;,, corresponding to 
Vps = Vps(on) A small-valued gate resistor of considerable 
power rating (5 to 20-W range) is used in high-speed switch- 
ing circuits. This is because the stray inductance of the device 
assembly connecting wire from driver circuit/chip (on printed 
circuit board to the gate of MOSFET) and the gate capaci- 
tances cause oscillation of input gate current. It behaves as an 
underdamped series RLC circuit. If there is no gate resistance 
on the gate driving circuit (ideally), then undamped oscilla- 
tion will cause a gate voltage (Vgs) twice the size of Vgc. 
When the driver chip or circuit operates at Vog = 12 V, then 
Vgs would be 24V. However, it could be destructive as 
maximum Vgs is normally 20 V. 

The interconnection from the gate driver to the MOSFET 
can be modeled with a lumped inductance of the following 
value: 


Lp = pa (18.34) 
w 
where uo = 47 x 10-7 H/m= 4r x 107° H/cm, | is the trace 
length in centimeters, w is the trace width in centimeters, and 
d is the distance from the trace to the ground plane (that 
should be under the trace). Let l = 2cm, w=0.1cm and 
d = 0.16 cm. Then Lp = 40 7H. 
The damping ratio is given by 


R 


° = 3 Tile 


For the total gate input capacitance, let C, = 1 nF. Then the 
resonance frequency of this circuit (2,\/L,/C,) is about 
25 MHz. 

The fastest response of the circuit without overshoot will be 
for critical damping (¢ = 1.0). Then 


L 40 x 10° 
R=2 |2 =2] Z =126Q. 
C, 1x107 


(18.35) 


(18.36) 
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A higher-value gate resistor may efficiently damp out the 
oscillation but simultaneously it slows down the switching 
speed of the MOSFET. Because most of the driver chips 
operate from a 12-V source, they supply or absorb about 1 A 
or more during the switching transitions. Therefore, 12 Q is a 
suitable upper value for the gate resistance to damp out 
oscillation. 

However, the gate drive circuit response will be faster when 
it is an underdamped circuit. Therefore, if a small overshoot, 
say, 10%, is allowed, then the corresponding value of ¢ = 0.6 
(which is found from the universal response curve of a second- 
order underdamped circuit) is obtained. 

Therefore, 


R 


0.6 
: TEA 


(18.37) 


or R = 7.56 Q. 
Therefore, normally, a 10-Q resistor is a suitable choice. 


18.5.3 Driver Circuits for IGBT 


Basically, an IGBT is a MOSFET-driven power BJT. Thus the 
same driver circuits used for MOSFFT are applicable to the 
IGBT. It includes fabricated driver circuits as well as custom- 
built driver circuits as discussed in previous sections. 


18.5.4 Transistor-Base Drive Circuits 


A properly designed base drive circuit improves reliability by 
minimizing switching times and hence switching losses, and 
allows the device to operate in its most robust modes. Ideal 
base current and voltage waveforms are shown in Fig. 18.20. 
Initially, a high current pulse should superimpose over the 
normal turn-on base current supplied from a current source, 
bringing the BJT rapidly into conduction. This reduces the 
turn-on switching (transition) time and the switching losses. 
Similarly, the turn-off switching (transition) time can be 
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FIGURE 18.20 
BJT. 
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reduced by applying a negative or reverse base current instead 
of simply ceasing the input drive base current. 

Because a high-current, high-power source is required for 
driving the base of a power BJT, difficulty arises when the 
emitter is not at ground level (or at a fixed voltage). When the 
BJTs are connected in a bridge configuration or a load is 
connected between the emitter and ground, emitter terminal 
has a floating potential. This potential changes from zero to 
supply voltage and from supply voltage to zero when the BJT is 
switched off and switched on, respectively. Figure 18.21 shows 
simple base drive circuits for a power BJT. The input drive 
signal is amplified by a PNP transistor (Fig. 18.21a), whose I, 
ultimately drives the main power BJT. Basically, it is similar to 
the Darlington circuit. Figure 18.21b shows a transistor to 
totem-pole arrangement, which reduces power dissipation in 
the base drive circuit. Although this circuit operates even with 
unipolar dc power supply (with a 0-V rail instead of — Vcc ), a 
negative voltage rail speeds up the turn-off transition (turn-off 
time reduces as in the case of MOSFET). Figure 18.21c shows a 
p-channel MOSFET-based driver circuit. The BJTs are driven 
by both unipolar as well as bipolar dc supply voltage. The 
emitter-to-base breakdown voltage rating (V,,,) specifies the 
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maximum negative rail voltage. Normally, —6 to —8 V are 
used. Therefore, either a +6 or +12 and —6V rails may be 
selected. 


18.5.5 Gate Drive Circuit for GTO 


The gate drive circuit (shown in Fig. 18.22) for commutation 
(turn-off) GTO is very similar to the transistor drive circuits 
discussed in the previous section. The design procedure is the 
same except that the antisaturation circuit (e.g., BJT in the 
push-pull mode) and base-to-emitter low-impedance circuit 
are not necessary. The gate turn-off loop (circuit) should have 
minimum inductance (including L), to increase reverse gate 
di/dt and the shorter turn-off time. Therefore, the commu- 
tation (turn-off) circuit should be fabricated as close as 
possible to the gate terminal of the GTO. However, with a 
shorter turn-off time, the turn-off gain reduces (up to unity). 
Therefore, the reverse commutating gate current must be 
almost of the same magnitude as the anode current. A high 
turn-off gain (over 20) can be achieved at the cost of turn-off 
switching losses when a slow reverse commutating gate 
current (slow di/dt) is applied. 


18.6 Some Practical Driver Circuits 
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FIGURE 18.21 Base driver circuits for power BJT. 


An actual drive circuit depends strongly on the type as well as 
the rating (power handling capability) of the power semicon- 
ductor devices. However, the basic circuit configuration does 
not change significantly. Figure 18.23 shows circuit diagrams 
for various devices. Figure 18.23a shows a Diac-based trigger 
circuit. Its performance is better than the previous circuit 
shown in Fig. 18.9. In this case an RC branch is added to make 
the switching angle the same in both half-cycles. Figure 18.23b 
shows a custom-built IC785 used for triggering the SCR, Triac, 
and so forth. Figure 18.23c shows a simple driver circuit for 
both MOSFET and IGBT. It works satisfactorily up to several 
kilohertz of the switching frequency. Figure 18.23f shows a 
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FIGURE 18.22 A typical driver (commutation) circuit for GTO. 
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FIGURE 18.23 Various practical driver circuits. 
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custom-built driver circuit using IC chip IR2110 for driving an 
IGBT power module of a half-bridge inverter circuit. Such 
custom-built driver circuits have high source and sink capabil- 
ity (2A for IR2110). 
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19.1 Introduction 


Electronic power converters must be suitably controlled in 
order to supply the voltages, currents, or frequency ranges 
needed for the load and to guarantee the requested 
dynamics.[1] Furthermore, they can be designed to serve as 
“clean” interfaces between most loads and the electrical utility 
system. Thereafter, the electrical utility seems to feed almost 
pure resistive loads. 

This chapter provides basic and some advanced skills to 
control electronic power converters, taking into account that 
the control of power converters is a vast and interdisciplinary 
subject. Control designers for power converters should know 
the static and dynamic behavior of the electronic power 
converter and how to design its elements for the intended 
operating modes. Designers must be experts on control 
techniques, especially the nonlinear ones, since power conver- 
ters are nonlinear, time variant, discrete systems, and designers 
must be capable of analog or digital implementation of the 
derived modulators, regulators, or compensators. Powerful 
modeling methodologies and sophisticated control processes 
must be used to obtain stable controlled power converters not 
only with satisfactory static and dynamic performance, but 
also with low sensitivity against load or line disturbances or, 
preferably, robustness. 
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In Section 19.2, techniques to obtain suitable nonlinear and 
linear state-space models, for most power converters, are 
presented and illustrated through examples. The derived 
linear models are used to create equivalent circuits, and to 
design linear feedback control methods for converters operat- 
ing in the continuous or discontinuous mode. The classical 
linear systems control theory, based on Laplace transform, 
transfer function concepts, Bode plots, and root locus, is best 
used with state-space averaged models, or derived circuits, and 
the well-known triangular wave modulators for generating the 
switching functions or the trigger signals for the power 
semiconductors. 

Nonlinear state-space models and sliding-mode controllers, 
presented in Section 19.3, provide a more consistent way of 
handling the control problem of power converters, since 
sliding mode is aimed at variable structure systems, as are 
power converters. Chattering, a characteristic of sliding mode, 
is inherent in switching power converters, even if they are 
controlled with linear methods. Chattering is very hard to 
remove and is acceptable in certain converter variables. The 
explained sliding-mode control law defines exactly the vari- 
ables that need to be measured, while providing the necessary 
equations (control law and switching law) whose implementa- 
tion gives the modulator and compensator low-level hardware 
(or software). Therefore, sliding-mode control integrates the 
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design of the power converter modulator and controller 
electronics, reducing the needed designer expertise. This 
approach requires measurement of the state variables, but 
eliminates conventional modulators and linear feedback 
compensators, enabling better performance and robustness, 
while reducing the converter cost, control complexity, volume, 
and weight (the power density figure increases). The so-called 
main drawback of sliding mode, variable switching frequency, 
is also addressed, providing fixed-frequency auxiliary func- 
tions and suitable augmented control laws to null steady-state 
errors due to the use of constant switching frequency. 

Fuzzy control of power converters (Section 19.4) is a control 
technique needing no converter models, parameters, or oper- 
ating conditions, but only an expert knowledge of the conver- 
ter dynamics. Fuzzy controllers can be used in a diverse array 
of power converters with only small adaptations, since the 
controllers, based on fuzzy sets, are obtained simply from a 
knowledge of the system dynamics, using a model reference 
adaptive control philosophy. Obtained fuzzy control rules can 
be built into a decision lookup table, in which the control 
processor simply picks up the control input corresponding to 
the sampled measurements. Fuzzy controllers are almost 
immune to system parameter fluctuations, since they do not 
take into account their values. The steps to obtain a fuzzy 
controller are described, and the example provided compares 
the fuzzy controller performance to current mode control. 


19.2 Power Converter Control using 
State-Space Averaged Models 


19.2.1 Introduction 


State-space models provide a general and strong basis for 
dynamic modeling of various systems including power conver- 
ters[6,7]. State-space models are useful to design the needed 
linear control loops, and can also be used to computer 
simulate the steady state, as well as the dynamic behavior of 
the power converter, fitted with the designed feedback control 
loops and subjected to external perturbations. Furthermore, 
state-space models are the basis for applying powerful 
nonlinear control methods such as sliding mode. State-space 
averaging and linearization provides an elegant solution for 
the application of widely known linear control techniques to 
most power converters. 


19.2.2 State-Space Modeling 


Consider a power converter with sets of power semiconductor 
structures, each one with two different circuit configurations, 
according to the state of the respective semiconductors, and 
operating in the continuous mode of conduction. Supposing 
the power semiconductors as controlled ideal switches (zero 
on-state voltage drops, zero off-state currents, and instanta- 
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neous commutation between the on and off states), the time 
(t) behavior of the circuit, over period T, can be represented 
by the general form of the state-space model (19.1): 


x = Ax+ Bu 


19.1 
y = Cx + Du a 


where x is the state vector, x = dx/dt, u the input or control 
vector, and A, B, C, D are respectively the dynamics (or state), 
the input, the output and the direct transmission (or feed- 
forward) matrices. 

Since the power semiconductors will either be conducting 
or blocking, the time-dependent switching function ô(t) can 
be used to describe the allowed switch states of each structure 
(e.g., 0(f) = 1 for the on state circuit and ô(t) = 0 for the off 
state circuit). Then, two subintervals must be considered: 
subinterval 1 for 0 < t < 6,T, where ô(t) = 1 and subinterval 
2 for ôT <t<T where ô(t)= 0. The state equations of 
the circuit, in each of the circuit configurations, can be written 
as: 


x = A,x+B,u 

for 0 < t < 6,T where ô(t) = 1 (19.2a) 
y=Cx+Du 
x = A,x + B u 

for 6,T < t < T where ô(t)=0 (19.2b) 
y = Qx + D,u 


19.2.2.1 Switched State-Space Model 


Given the two binary values of the switching function ô(t), 
(19.2a) and (19.2b) can be combined to obtain the nonlinear 
and time-variant switched state-space model of the power 
converter circuit, (19.3) or (19.4): 


x = [A,0(t) + A,(1 — 5(t)}x + [B18(t) + B,(1 — d(2))Ju 
y =[C,d(t) + C, — ô(t))]x + [D1 ô(t) + D1 — 6())Ju 


(19.3) 
x= Ax + Bou (19.4) 
y = Cx + Du 
where 
As = [A,0(t) + A — Ò] 
Bs = [B ô(t) + B,(1 — ô(T))] 
Cs = [C1 ô(t) + C,(1 — ô(T))] 
and 


Ds = [D,0(t) + D}(1 — 0(t))]. 


19.2.2.2 State-Space Averaged Model 

Since the state variables of the x vector are continuous, using 
(19.3), with the initial conditions x,(0)=x,(T), 
x,(6,T) = x, (ô, T), and considering the duty cycle 6, as the 
average value of 6(t), the time evolution of the converter state 
variables can be obtained, integrating (19.3) over the intervals 


19 Control Methods for Power Converters 


0<t<06,T and 6,T<t<T, although it often requires 
excessive calculation effort. However, a convenient approxi- 
mation can be devised, considering 4,,,, the maximum of the 
absolute values of all eigenvalues of A (usually Anax is related 
to the cutoff frequency f, of an equivalent low-pass filter with 
fa <1/T). For AmaxT « 1, the exponential matrix (or state 
transition matrix) eA’ =I1+At+A7t?/2+---+A"t"/nl, 
where I is the identity or unity matrix, can be approximated 
by eA’ ~ I + At. Therefore, 


efit eAr(I-o)t yR I+ [A, 6, + A,(1 es 6, )]t. 


Hence, the solution over the period T, for the system repre- 
sented by (19.3), is found to be: 


x(T) ~ el^ +AU- ITS. (0) 
T 
+ | eldi FAO NT—OTB 6; + B(1 — 6,)Judt (19.5) 
0 


This approximate response of (19.3) is identical to the exact 
response obtained from the nonlinear continuous time invar- 
iant state space model (19.6), supposing that the average 
values of x, denoted x, are the new state variables, and 
considering ô, = 1 — ô. Moreover, if A, A, = A, A, the 
approximation is exact. 


x = [A1 ô; T Aô2]x T [B, 6, ar B,6,Ju 
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y = [C ô; + C,6,]x + [D,6, + D,6,]u Ses 


For AmaxT «1, the most often referred to as the state space 
averaged model (19.6), is also said to be obtained by “aver- 
aging” (19.3) over one period, under small ripple and slow 
variations, as the average of products is approximated by 
products of the averages. By comparing (19.6) to (19.1), the 
relations (19.7), defining the state-space averaged model, are 
obtained. 


A = [A,6, + A282]; 
C= [C,d, + C,d,]; 


B = [B,6, + B,0,]; (19.7) 
D = [D,6, + D,6,]. 

EXAMPLE 19.1. STATE-SPACE MODELS FOR THE BUCK- 
BOOST DC/DC CONVERTER. Consider the simplified 
circuitry of the buck-boost converter of Fig. 19.1 switch- 
ing at f, = 20 kHz (T = 50 us) with Vpcmax = 28 V, 


Vocmin = 22 V, V,=24V, L,=400nHH, QG = 
2700 pF, R, =2Q. 
A Vo 
Q 1 D 1 V aaa | De SS 
wel alle Pef vg) | | 
ae ae lee R, >er 2T t 
pc Yu ees Q, on| D; 
- i oO ay on 
a) b) 


FIGURE 19.1 (a) Basic circuit of the buck-boost dc/dc converter; (b) 
ideal waveforms. 
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The differential equations governing the dynamics of 
the state vector x = [i,, v,]" (€ denotes the transpose of 
vectors or matrices) are: 


i 
Lig — Voc for 0 < t < 6,T 6(t) = 1, (19.8a) 
C dvo Və Q; ison and D; is off) 9a 
° dt R, 

T 
T for 6,T < t < T (ô(t) = 0, 
do i Q, is off and D, i (19.8b) 

G Bo a o ı is off and D, is on) 
edt oe R 


Comparing (19.8) to (19.2) and considering y = [v,, i,]" 
the following matrices can be identified: 


f 0 | l 0 —1/L; l 
Ay = ; A, = ; 
0 —1/(R,C) 1/C, —1/(R,C,) 


B, = [1/L;, 0]'; B, = [0, 0J"; u = [Vpd]; 
0 1 0 1 z F 
C = C = ; D, = [0, 0] ; D, = [0, 0] 
1 0 1 0 
From (19.3) and (19.4), the switched state space model 
of this power converter is: 
il | 0 alle 4 | d 
b, (l—6(T))/C, = -1/(R,C,) JL v, 
0(t)/L; 
y | (t)/ "| ¥oc 
0 
ea ood aa eg 
i] Li ojlv, oJ E 
Now applying (19.6), Eqs. (19.10a) and (19.10b) can be 
obtained: 


(19.9) 


= 
= 0 0 0 TF 5 
-to — J+]. 5 fall] 
vo RG Yo 
= R,C, 
1 
+| | L |ô [o] ea (19.10a) 
0 
D, 0 1 
J-i be? dle] 
0 
+ffola+ iol Pacl (19.10b) 
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From (19.10), the state space averaged model, written as 
function of ô}, is: 


1— ô, 
z 0 = = 
| L; 1L 
| kee fee EJ 
C, R,C, 
ô; 
+| L; |[Vocl (19.11a) 
0 


Po ea |e Why, 19.11b 
J-E JEJ o 


The eigenvalues spp, „, or characteristic roots of A, are the 
roots of |sI — A|. Therefore: 


—1 


7 1 -8 
2R, C, K 4(R, C) 


Li C, 


Sth. = (19.12) 


Since A;max is the maximum of the absolute values of all 
the eigenvalues of A, the model (19.11) is valid for 


switching frequencies f,(f,=1/T) that verify 
Amax T X 1. Therefore, as T < 1/A,,,, the values of T 
that approximately verify this restriction are 


T < 1/max(|s),, ,|). Given this buck-boost converter 
data, T <2 ms is obtained. Therefore, the converter 
switching frequency must obey f, >> max(|s; ,|), implying 
switching frequencies above, say, 5 kHz. Consequently, 
the buck-boost switching frequency, the inductor value 
and the capacitor value, were chosen accordingly. 

This restriction can be further used to discuss the 
maximum frequency @max for which the state-space 
averaged model is still valid, given a certain switching 
frequency. As /,,,, can be regarded as a frequency, the 
preceding constraint brings @max K 2f, Say, Omax < 
2nf,/10, which means that the state-space averaged 
model is a good approximation at frequencies under 
one tenth of the power converter switching frequency. 
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55 ôV pct?) 
1 - 
e e aay 
Bi Cul H 


FIGURE 19.2 Equivalent circuit of the averaged state-space model of 
the buck-boost converter. 


The state-space averaged model (19.11) is also the 
state-space model of the circuit represented in Fig. 19.2. 
Hence, this circuit is designated as the averaged equiva- 
lent circuit of the buck-boost converter and allows the 
determination, under small ripple and slow variations, 
of the average equivalent circuit of the converter switch- 
ing cell (power transistor plus diode). 

The average equivalent circuit of the switching cell 
(Fig. 19.3a) is represented in Fig. 19.3b and emerges 
directly from the state space averaged model (19.11). 
This equivalent circuit can be viewed as the model of an 
“ideal transformer” (Fig. 19.3c), whose primary to 
secondary ratio (v,/v,) can be calculated applying 
Kirchhoff voltage laws to obtain —v, + v, — v, = 0. As 
v, = ôV, it follows that v; =v(1-— ô), giving 
(vı/v2) = (1 — 6,)/6,. The same ratio could be obtained 
beginning with i, = į + b, and i, = 6,i, (Fig. 19.3b), 
which gives i, = i,(1 — 6,) and (i,/i,) = 6,/6,. 


The average equivalent circuit concept, obtained from 
(19.6) or (19.11), can be applied to other power converters, 
with or without a similar switching cell, to obtain transfer 
functions or to computer simulate the converter average 
behavior. The average equivalent circuit of the switching cell 
can be applied to converters with the same switching cell 
operating in the continuous conduction mode. However, note 
that the state variables of (19.6) or (19.11) are mean values of 
the converter instantaneous variables and, therefore, do not 
represent their ripple components. The inputs of the state- 
space averaged model are the mean values of the inputs over 
one switching period. 


V = . Vs 
ie 2 a e 
i o il 4), Vy +e = 1 
alle Hy) eres » ar 
Ji, vi, 
a) b) c) 


FIGURE 19.3 Average equivalent circuit of the switching cell. (a) Switching cell; (b); average equivalent circuit; (c) average equivalent circuit using an 


ideal transformer. 
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19.2.2.3 Linearized State-Space Averaged Model 

Since the converter outputs y must be regulated actuating on 
the duty cycle 6(t), and the converter inputs u usually present 
perturbations due to load and power supply variations, state 
variables are decomposed in small ac perturbations (denoted 
by “~”) and dc steady-state quantities (represented by upper- 
case letters). Therefore: 


pi 
ll 


X+x 
y=Yt+y 
u=U+u (19.13) 
6,=A,+6 
6,=A,-6 


Using (19.13) in (19.6) and rearranging terms, we obtain 


x = [A, 4, + A,A,)X + [B, 4, + B,A,|U 
+[A,4, + A2421% + [(A; — A2)X + (B, — B,)UJS 
+ [B,4, + B,4,}a + [(A, — A2)ž + (B, — B,)ù]ð 
(19.14) 


Y +7 = [C4 + C,4,]X+[D,4, + D,4,]U 
+[C,4, + C,4,]& + [(C, — C2)X + (D; — D,)UJS 
+ [D,4, + D,4,]a+ [(C, — C,)x + (D; — D,)a]6 
(19.15) 
The terms 
[A, 4, + ApA,]X + [B, A, + B,4,]U 
and 
[C,A, + C,A,]X + [D, 4, + D,4,]JU, 


respectively from (19.14) and from (19.15), represent the 
steady-state behavior of the system. As in steady state X = 0, 
the following relationships hold: 


0 =[A,4, + A,4,]X + [B,4, +B,4,JU (19.16) 


Y =[C,4, + C,4,]X + [D, 4, + D,4,]U (19.17) 


Neglecting higher order terms ([A, — A,)x+(B, — B, alo 
= 0) of (19.14) and (19.15), the linearized small-signal state- 
space averaged model is: 


x = [A,4, + A,42]š + [(A; — A,)X + (B; — B,)UJS 
+ [B,4, + B,4,]u 
¥ =[C,4, + C,4,]& + [(C, — CX + (D; — D,)UJS 
+ [D,4, + D,4,}u 
(19.18) 
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or: 
x = A„ž + B„ū + [(A, — A,)X + (B, — B,)U]ð (19.19) 
¥ =C,,X+D, i+ [(C, — C,)X + (D, — D,)UJS | 
with: 
Aa = [A 4; + Ay 45] 
Ba = [B,4, + B4 
[B, 4, + B34] (19.20) 


Co = [C, 4; Eg C242] 
D,, = [D 4; + D,4] 


19.2.3 Converter Transfer Functions 


Using (19.16) in (19.17) the input U to output Y steady state 
relations (19.21), needed for open-loop and feed-forward 
control, can be obtained: 


Y = 
U = =C am Ag Bav T Dw (19.21) 


Applying Laplace transforms to (19.19) with zero initial 
conditions, and using the superposition theorem, the small 
signal duty-cycle 6 to output y transfer functions (19.22) can 
be obtained considering zero line perturbations (ù = 0). 


1 Cals — Ag] '[(A; — A2)X + (B, — B,)U] 
6(s) 
+ [(C, — C,)X + (D; — D,)U] 
(19.22) 


The line to output transfer function (or audio susceptibility 
transfer function) (19.23) is derived using the same method, 


considering now zero small signal duty-cycle perturbations 
(6 = 0). 


a= Ca pLSI — Agu] ‘Bay + Dov (19.23) 


EXAMPLE 19.2. BUCK-BOOST DC/DC CONVERTER TRANS- 
FER FUNCTIONS. From (19.11) of Example 19.1 and 
(19.19), making X=[J,, V], Y=[V,, I] and 
U=[Vpc], the linearized state space model of the 
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buck-boost converter is: 


1-<A 
z 0 m Ti i ~ A, 
1L i 1L Ea ~ 
K = + L; v 
| Sees ee | 0 i 
C, R,C, 
0 ô V, 

L. I DC 
t3 l KE L; |[d] 
ee, 6 g 0 

G: 


(19.24a) 


From (19.20) and (19.24) the following matrices are 
identified: 


i l-4 A, 
A,, = Ea (ig Ss pe 
a 1—4; zi ae 6 : 
C, RC. (19.24b) 
cemi of pa =|] 
i 10l w fof 


The averaged linear equivalent circuit, resulting from 
(19.24a) or from the linearization of the averaged 
equivalent circuit (Fig. 19.2) derived from (19.11), 
now includes the small signal current source ôl, in 
parallel with the current source Aip and the small 
signal voltage source ô(Vpc + V,) in series with the 
voltage source A,(Upc + U,). The supply voltage source 
Voc is replaced by the voltage source dpc. 

Using (19.24b) in (19.21), the input U to output Y 
steady-state relations are: 


I A, 


= 19.25a 

Voc R4 -17 i 
V, A 

= (19.25b) 


These relations are the known steady-state transfer 
relationships of the buck-boost converter [13]. For 
open-loop control of the V, output, knowing the 
nominal value of the power supply Vpcç and the required 
V, the value of 4, can be off-line calculated from 
(19.25b) (41 = V,/(V, + Vpc)). A modulator such as 
that described in Section 19.2.4, with the modulation 
signal proportional to 4,, would generate the signal ô(t). 
Open-loop control for fixed output voltages is possible, 
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if the power supply Vpc is almost constant and the 
converter load does not change significantly. If the Voc 
value presents disturbances, then feed-forward control 
can be used, calculating 4, on-line, so that its value will 
always be in accordance with (19.25b). The correct V, 
value will be attained at steady state, despite input 
voltage variations. However, because of converter para- 
sitic reactances, not modeled here (see Example 19.3), in 
practice a steady-state error would appear. Moreover, the 
transient dynamics imposed by the converter would 
present overshoots, being often not suited for demand- 
ing applications. 

From (19.23), the line to output transfer functions 
are: 


i,(s) A,(1 + sC,R,) 

= = 5 (19.26a) 
Upc(s) 2 L;C,R, + sL; + R,(1 — 41) 

ös) RAQ = 4) eae 


pels) s?L;C,R, + sL; + R,(1 — 4,)° 


From (19.22), the small-signal duty-cycle ô to output y 
transfer functions are: 


i,(s)__ Vpc(1 + 4, + sC,R,)/(1 — 41) 
8(s)  2L;C,R, + sl; + R1 — 41) 


(19.27a) 


Bo(s)__ Voc(R, = sL;41/0 — 41)’) 


£ > (19.27b) 
0(s) FLC R + SL; + RU = A,) 


These transfer functions enable the choice and feedback 
loop design of the compensation network. Note the 
positive zero in U,(s)/6(s), pointing out a nonmini- 
mum-phase system. These equations could also be 
obtained using the small signal equivalent circuit derived 
from (19.24), or from the linearized model of the 
switching cell (Fig. 19.3.b), substituting the current 
source 6,i, by the current sources 4,iz and ôl, in 
parallel, and the voltage source 6,0, by the voltage 
sources A, (Upc + Č) and 6(Vpc + V,) in series. 


EXAMPLE 19.3. TRANSFER FUNCTIONS OF THE FORWARD 
DC-DC CONVERTER. Consider the forward (buck- 
derived) converter of Fig. 19.4 switching at 
f, = 100 kHz (T= 10 us) with Vpc = 300 V, n= 30, 
V,=5V, L;=20pH, 1r,=0.01Q, C,=2200 uF, 
ro = 0.005 Q, R = 0.1 Q. 

Assuming x = [i;, vc]', ô(t) = 1 when both Q}, D; 
are on and D, is off (0 < t < ô, T), 6(t) = 0 when both 
Q,» D, are off and D, is on (ô, T < t < T), the switched 
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n:l 
Ba j D, r, 
Lw 4D, 
[4 J30, 
a) 
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FIGURE 19.4 (a) Basic circuit of the forward dc-dc converter; (b) circuit main waveforms. 


state-space model of the forward converter, considering 
as output vector y = [i,, vl, is: 


di, (Roto + Rori + t11c) . 


dt LR, +r) ! 
R, i 6(t) 7 
L(R, F Ro) . n Ra 
(19.28) 
dve R, : 1 
= 1, Uc 
dt (R, + rc)C, (R, T rc)Co 


To ie 1 
= i 
° l+rc/R, z 1+ rc/R 


v UC 


Making Tom = rc/(l F rc/R,) Roc = R, ay To koc z 
Ro/Roc> rp = fL + fem and comparing (19.28) to (19.2), 
the following matrices can be identified: 


—rp/Li —koc/ Li 
A, =A) = 
Koel Co —1/(Roc Co) 
B, = [1/(nL;), 0"; B, = [0, 0]"; u = [Vpc] 
1 0 i 
C=C = ;D, = D, =[0, 0] 
Tom oc 


Now, applying (19.6), the exact (since A, = A,) state- 
space averaged model (19.29) is obtained: 


i - 5 

ir = —tp/L; —koc/ Li | iy — = 
f 7 | koc/ Co —1/(R,.C,) Üc F i [Voc] 
(19.29a) 


ir Le 1 0 it 0 A 
i 7 Be ele E [o Poa (19.29b) 


Since A, = A,, this model is valid for © may < 27f,. The 
converter eingenvalues s; , are: 


Sie 


Li + CoRoctp £ ETETA (Rack a Tp) T (Li + CyRoctp) 


ORC: 


Oc 1 


(19.30) 


The equivalent circuit arising from (19.29) is repre- 
sented in Fig. 19.5. It could also be obtained with the 
concept of the switching cell equivalent circuit (Fig. 19.3 
of Example 19.1). 

Making X = [I,, Vel", Y = [, V,]' and U=[Vpc], 
from (19.19) the small-signal state-space averaged model 


is: 
| —rp/Li; heel Le | ti 
koc/ Co —1/(Roc Co) Üc 


a | 

Ste owt 

Q R 

Ld 
II 


A Voc | _ 
+ | nl; \[’pc] +] nL; |ô] (19.31a) 
0 0 


i _ 1 0 ir 0 E 
A 7 H dA + [o oci (19.31b) 


From (19.21) the input U to output Y steady-state 
relations are: 


I A 
19.32 
Vac. nko oc T rp) ( 2) 
V, 4 k? R 
o if oc Roc + Tom) (19.32b) 


Vio nko oc + rp) 


Making rc = 0, r; = 0 and n = 1, the former relations 
give the well-known dc transfer relationships of the buck 
dc-dc converter. Relations (19.32) allow the open-loop 
and feed-forward control of the converter, as discussed 
in Example 19.2, provided that all the modeled para- 
meters are time invariant and accurate enough. 


pone 
Le L, 2 4 
air Vic 6, Vic te Pi Vo 
n i 12C Coly, a 


FIGURE 19.5 Equivalent circuit of the averaged state-space model of 
the forward converter. 
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From (19.23) the line to output transfer functions are 
derived: 


A 
= (a oF SCoRoc) 
n 


i,(s) 
Byes) PL;C,R,. + (Lj + CyRoetp) + BR, + Tp 
(19.33a) 
- AiR + fom + SC ,Roct om) 
TE 7 (KocRoc + Ten + SCoRocTem 
Upc(s) ~ PLC Roc + S(Li + CoRocrp) + kRoc + fp 
(19.33b) 


Using (19.22), the small-signal duty cycle 5 to output y 
transfer functions are: 


V; 
Fa (a F SC, Roc) 


HON 
ô(s) 7 PLC Roe F s(L; F CoRoctp) a k-Roc T Tp 
(19.34a) 
Voc p 
AO) B a (kee + Tom + SCoRocem) 
5(s) E 8° L;C, Roc EJ s(L; F CR, tp) T kgeRoc T Tp 
(19.34b) 


The real zero of (19.34b) is due to rç, the equivalent 
series resistance (ESR) of the output capacitor. A similar 
zero would occur in the buck-boost converter (Example 
19.2), if the ESR of the output capacitor was included in 
the modeling. 


19.2.4 Pulse Width Modulator Transfer 
Functions 


In what is often referred to as pulse width modulation (PWM) 
voltage mode control, the output voltage u,(t) of the error 
(between desired and actual output) amplifier plus regulator, 


A 


Ucmax 


1 

2 | 3T O AT t 
T+52T 27+53T 3T+5 4T 

a) r(t)=ucmax t/T 
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processed if needed, is compared to a repetitive or carrier 
waveform r(t), to obtain the switching function ô(t) (Fig. 
19.6a). This function controls the power switch, turning it on 
at the beginning of the period and turning it off when the 
ramp exceeds the u,(t) voltage. In Fig. 19.6b the opposite 
occurs (turn-off at the end of the period, turn-on when the 
u.(t) voltage exceeds the ramp). 

Considering r(t) as represented in Fig. 19.6a 
(r(t) = Ucmaxt/T), 6, is obtained equating r(t) = u, giving 
Og = U(t)/Ucmax OF O4/U(t) = Gry (Gy = 1/Uemax)- In Fig. 
19.6b the switching-on angle «œ, is obtained from 
r(t) = Ue max — 2u: maxOt/T, u,(t) = Uc max — 2u; max%k/T 
giving aE = (x/2) x a z Uc / Ue max) and Gm = dag/I _ 
—1/(2U-max)- Since, after turn-off or turn-on, any control 
action variation of u,(t) will only affect the converter duty 
cycle in the next period, a time delay is introduced in the 
control loop. For simplicity, with small signal perturbations 
around the operating point, this delay is assumed almost 
constant and equal to its mean value (T/2). Then, the transfer 
function of the PWM modulator is: 


0(s) = —sT/2 Gy 
u,(s) esT/2 
= Gm 
Pr ae TOR 
2 a2 HE 
Gy 
7 (19.35) 
isg 


The final approximation of (19.35), valid for wT/2 < /2/2, 
[2] suggests that the PWM modulator can be considered as an 
amplifier with gain G,,; and a dominant pole. Notice that this 
pole occurs at a frequency doubling the switching frequency, 
and most state-space averaged models are valid only for 
frequencies below one-tenth of the switching frequency. 
Therefore, in most situations this modulator pole can be 
neglected, being simply 6(s) = Gy u,(s), as the dominant 


Ucmax 


ae ee ee a 


N+ ot 


b) 1(t)=Uemax-2UemaxOt/ Th 


FIGURE 19.6 Waveforms of pulse width modulators showing the variable time delays of the modulator response. 
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pole of (19.35) stays, at least one decade to the left of the 
dominant poles of the converter. 


19.2.5 Linear Feedback Design Ensuring Stability 


In the application of classical linear feedback control to power 
converters, Bode plots and root-locus are usually suitable 
methods to assess system performance and stability. General 
rules for the design of the compensated open-loop transfer 
function are as follows: 


(i) The low-frequency gain should be high enough to 
minimize output steady-state errors. 

(ii) The frequency of 0 dB gain (unity gain), @, 3g, should 
be placed close to the maximum allowed by the 
modeling approximations (Amas T « 1). In practice, 
this frequency should be almost an order of magni- 
tude lower than the switching frequency. 

(iii) To ensure stability, the phase margin, defined as the 
additional phase shift needed to render the system 
unstable without gain changes (or the difference 
between the open loop system phase at gz and 
—180°) must be positive, and in general greater than 
30° (45°—70° is desirable). In the root locus, no poles 
should enter the right half of the complex plane. 

(iv) To increase stability, at the frequency where the phase 
reaches —180°, the gain should be less than —30 dB 
(gain margin greater than 30 dB). 


Transient behavior and stability margins are related: The 
obtained damping factor is generally 0.01 times the phase 
margin (in degrees), and overshoot (in percent) is given 
approximately by 75° minus the phase margin. The product 
of the rise time (in seconds) and the closed loop bandwidth 
(in rad/s) is close to 2.8. 

To guarantee gain and phase margins the following series 
compensation transfer functions (usually implemented with 
operational amplifiers) are often used. 


19.2.5.1 Lag or Lead Compensation 


Lag compensation should be used in converters with good 
stability margin but poor steady state accuracy. If the frequen- 
cies 1/T, and 1/T, ((19.36) with 1/T, < 1/T,) are chosen well 
below the unity gain frequency, lag—lead compensation lowers 
the loop gain at high frequency but maintains the phase 
unchanged for œ > 1/T,. Then, the dc gain can be increased 
to reduce the steady-state error without significantly decreas- 
ing the phase margin. 


1+sT, T; [s+ 1/T, 
C =k Z=k a Z 19.36 
t(s) Ly sT, LL T (: ra ut) ( ) 


Lead compensation can be used in converters with good 
steady-state accuracy but poor stability margin. If the frequen- 
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cies 1/T, and 1/T, ((19.36) with 1/T, > 1/T,) are chosen 
below the unity gain frequency, lead-lag compensation 
increases the phase margin without significantly affecting the 
steady-state error. The T, and T, values are chosen to increase 
the phase margin, fastening the transient response and increas- 
ing the bandwidth. 


19.2.5.2 Proportional-Integral Compensation 
Proportional-integral (PI) compensators (19.37) are used to 
guarantee null steady-state error with acceptable rise times. PI 
compensators are a particular case of lag-lead compensators, 
therefore suitable for converters with good stability margin 
but poor steady-state accuracy. 


1+sT, T 1 
Cp(s) = ee 
T p T, 
K; K; 
=K += K1 + 
P 
1 1+ sT, 
= k| 1 +— |= Z 19.37 
( t; J we Wen 


19.2.5.3 Proportional-Integral plus High-Frequency 
Pole Compensation 

This integral plus zero-pole compensation (19.38) combines 
the advantages of a PI with lead or lag compensation. Can 
be used in converters with good stability margin but poor 
steady-state accuracy. If the frequencies 1/T,, and 1/T, 
(1/T, < 1/Tm) are carefully chosen, compensation lowers 
the loop gain at high frequency, while only slightly lowering 
the phase to achieve the desired phase margin. 


Cty = l+sT, — Te SEIE 
DNS SEGRE) Du sei) 
e (19.38) 
(s+ Oy) 


19.2.5.4 Proportional Integral Derivative (PID), 
plus High-Frequency Poles 

The PID notch filter type (19.39a) scheme is used in conver- 
ters with two lightly damped complex poles, to increase the 
response speed, while ensuring zero steady-state error. In most 
power converters, the two complex zeros are selected to have a 
damping factor greater than the converter complex poles, but 
on oscillating frequency that is slightly smaller. The high- 
frequency pole is placed to achieve the needed phase margin. 
The design is correct if the complex pole loci, heading to the 
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Modulator 


FIGURE 19.7 Block diagram of the linearized model of the closed loop buck-boost converter. 


complex zeros in the system root locus, never enter the right EXAMPLE 19.4. FEEDBACK DESIGN FOR THE BUCK-BOOST 
half-plane. DC-DC CONVERTER. Consider the converter output 
voltage v, (Fig. 19.1) to be the controlled output. 

p SEES + be From Example 19.2 (19.26b) and (19.27b), the block 
diagram of Fig. 19.7 is obtained. The modulator transfer 
ENa function is considered a pure gain (Gy = 0.1). The 

To E pop P. Oep magnitude and phase of the open loop transfer function 
SiT Jon I+s/0a + A+ s/o) v,/u, (Fig. 19.8a) traces 1), shows a resonant peak due 
to the two lightly damped complex poles and the 


Cprpnf(s) = Top 


_ Tos TepGep(1 + 256 -5/@ocp) TTA associated —12 dB/octave roll-off. The right half-plane 
~T4s Jop s(1 + s/@p1) (19.39a) zero changes the roll-off to —6 dB/octave and adds 
—90° to the converter phase (nonminimum phase 
converter). 
For systems with a high frequency zero placed at least one The procedure to select the compensator and to design 
decade above the two lightly damped complex poles, the its parameters can be outlined as follows: 
compensator (19.39b), with œ, ¥ @, < @p can be used. , , , 
Usually, the two real zeros present frequencies slightly lower 1. Compensator selection. Since Vpc perturbations 
than the frequency of the converter complex poles. The two exist, null steady-state error guarantee is needed. 
high frequency poles are placed to obtain the desired phase High-frequency poles are usually needed, given 
margin [4]. The obtained overall performance will be inferior the —6 dB/octave final slope of the transfer 
to that of the PID type notch filter. function. Therefore, two ((19.38) and (19.39a)) 


compensation schemes with integral action can 


EEEE 5 be tried. Compensator (19.39a) is usually conve- 


Cpr(s) = We 7 (19.39b) nient for systems with lightly damped complex 
s(1 + 5/0) poles. 
Buck-Boost converter, P! plus high frequency pole Buck-Boost converter, PID notch filter 
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FIGURE 19.8 Bode plots for the buck-boost converter. Trace 1, power converter magnitude and phase; trace 2, compensator magnitude and phase; 
trace 3, resulting magnitude and phase of the compensated converter. (a) PI plus high-frequency pole compensation with 30° phase margin, 
ag = 50 rad/s, selected W, = 300 rad/s, w,=45rad/s, wy =45rad/s; (b) PID notch filter compensation with 64° phase margin, 
oag = 1000 rad/s and obtained T., © 0.000305 s. 27 y,6.,ocp © 0.083 rad, T, Top itep ~ 40.2 rad/s, œp, © 12900 rad/s. 
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2. Unity gain frequency W gp choice: 


e If the selected compensator has no complex 
zeros, it is better to be conservative choosing 
Moap Well below the frequency of the converter 
lightly damped poles. However, because of the 
resonant peak of the converter transfer function, 
the phase margin can be obtained at a frequency 
near the resonance. If the phase margin is not 
enough, the compensator gain must be lowered. 

e If the selected compensator has complex zeros, 
®oag can be chosen slightly above the frequency 
of the lightly damped poles. 


3. Desired phase margin (m) specification ọọ > 30° 
(preferably between 45° and 70°). 

4. Compensator pole zero placement to achieve the 
desired phase margin: 


e With the integral plus zero-pole compensation 
(19.38), the compensator phase ¢,,, at the maxi- 
mum frequency of unity gain (often poqz), 
equals the phase margin (m) minus 180° and 
minus the converter phase Por» 
(Pep = Pm — 180° — Pa). The zero-pole posi- 
tion can be obtained calculating the factor 
fa = tg(1/2 + b-p/2) being o, = Ooap/f and 
Om = Ooasfct- 

e In the PID notch filter (19.29a), the two 
complex zeros are placed to have a damping 
factor equal to two times the damping of the 
converter complex poles, and oscillating 
frequency po.» 30% smaller. The high-frequency 
pole œp, is placed to achieve the needed phase 
margin (Op) © (Oop oo) fa with fj = 


tg(n/2 F Pp/D and Pop E m — 180° — Pev) [10]. 
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5. Needed compensator gain calculation (the product 
of the converter and compensator gains at the Wop 
frequency must be 1). 

6. Stability margins verification using Bode plots and 
root locus. 

7. Results evaluation. Restarting the compensator 
selection and design, if the attained results are not 
suitable. 


The buck-boost converter controlled with integral 
plus zero-pole compensation presents, in closed loop, 
two complex poles closer to the imaginary axes than in 
open-loop. These poles should not dominate the conver- 
ter dynamics. Instead, the real pole resulting from the 
open-loop pole placed at the origin should be almost the 
dominant one, thus slightly lowering the calculated 
compensator gain. If the Wo , frequency is chosen too 
low, the integral plus zero-pole compensation turns into 
a pure integral compensator (@, = @m = Wogp). 
However, the obtained gains are too low, leading to 
very slow transient responses. 

Results showing the transient responses to Verf and 
Voc step changes, using the selected compensators (Fig. 
19.8) are shown (Fig. 19.9). The compensated real 
converter transient behavior occurs in the buck and in 
the boost regions. Notice the nonminimum phase beha- 
vior of the converter (mainly in Fig. 19.9b), the superior 
performance of the PID notch filter compensator, and 
the unacceptable behavior of the PI with high-frequency 
pole. Care should be taken with load changes, when 
using this compensator, since instability can easily occur. 

The compensator critical values, obtained with root- 
locus studies, are W,,,,;. = 700 for the integral plus zero- 
pole compensator, T,,,,;, = 0.0012 for the PID notch 
filter, and Wy-p,i = 18, for the integral compensation 
derived from the integral plus zero-pole compensator 
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FIGURE 19.9 Transient responses of the compensated buck-boost converter. At £ = 0.005 s vores step from 23 V to 26 V. At t = 0.02s Vpc step from 
26V to 23V. Top graphs: square reference v,,,., and output voltage v,. Bottom graphs: traces around 20, i, current; traces starting at zero, 
10 X (Voref — Vo). (a) PI plus high-frequency pole compensation with 60° phase margin and @o,4g = 500 rad/s; (b) PID notch filter compensation with 
64° phase margin and gz = 1000 rad/s. 
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FIGURE 19.10 Block diagram of the linearized model of the closed-loop controlled forward converter. 


(@, = Wy). This confirms the Bode plot design and 
allows stability estimation with changing loads and 


power supply. 


EXAMPLE 19.5. FEEDBACK DESIGN FOR THE FORWARD 
DC/DC CONVERTER. Consider the output voltage v, 
of the forward converter (Fig. 19.4a) to be the 
controlled output. From Example 19.3 (19.33b) and 
(19.34b), the block diagram of Fig. 19.10 is obtained. 
As in Example 19.4, the modulator transfer function is 
considered a pure gain (Gy = 0.1). The magnitude and 
phase of the open-loop transfer function v,/u, (Fig. 
19.1la, trace 1) shows an open-loop stable system. 
Since integral action is needed to have some distur- 
bance rejection of the voltage source Vpc, the com- 
pensation schemes used in Example 19.4, obtained 
using the same procedure (Fig. 19.11), were also 
tested. 

Results, showing the transient responses to U,,.¢ and 
Voc step changes, are shown (Fig. 19.12). Both compen- 
sators ((19.38) and (19.39a)) are easier to design than 
the ones for the buck-boost converter, and both have 


Forward converter, PI plus high frequency pole 
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acceptable performances. Moreover, the PID notch filter 
presents a much faster response. 

Alternatively, a PID feedback controller such as 
(19.39b) can be easily hand adjusted, starting with the 
proportional, integral, and derivative gains all set to 
zero. In the first step, the proportional gain is increased 
until the output presents an oscillatory response with 
nearly 50% overshoot. Next, the derivative gain is slowly 
increased until the overshoot is eliminated. Lastly, the 
integral gain is increased to eliminate the steady-state 
error as quickly as possible. 


EXAMPLE 19.6. FEEDBACK DESIGN FOR PHASE- 
CONTROLLED RECTIFIERS IN THE CONTINUOUS MODE. 
Phase controlled, p pulse (p> 1), thyristor rectifiers 
(Fig. 19.13a), operating in the continuous mode, present 
an output voltage with p identical segments within the 
mains period T. Given this cyclic waveform, the A, B, C, 
and D matrices for all these p intervals can be written 
with the same form, in spite of the topological variation. 
Hence, the state-space averaged model is obtained 
simply by averaging all the variables within period 


Forward converter, PID notch filter 
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FIGURE 19.11 Bode plots for the forward converter. Trace 1, power converter magnitude and phase; trace 2, compensator magnitude and phase; trace 
3, resulting magnitude and phase of the compensated converter. (a) PI plus high-frequency pole compensation with 115° phase margin, 
gag = 500 rad/s and calculated W., = 36,000 rad/s, œ, = 770 rad/s, @y = 30,600 rad/s; (b) PID notch filter compensation with 85° phase 


margin, Mogg = 6000 rad/s and selected T, ~ 0.001 s, 27,,C., © 1.9 rad, T, pcp © ~ 10,000 rad/s, w,; ~% 600 rad/s. 
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FIGURE 19.12 Transient responses of the compensated forward converter. At t = 0.005 s Voes step from 4.5V to 5V. At t = 0.01 s Vpc step from 
300 V to 260 V. Top graphs: square reference Vore and output voltage v,. Bottom graphs: top traces i, current; bottom traces 10 x (Voref — Vo). (a) PI 
plus high-frequency pole compensation with 115° phase margin and Wo yg = 500 rad/s; (b) PID notch filter compensation with 85° phase margin and 
Moag = 6000 rad/s. 


FIGURE 19.13 


T/p. Assuming small variations, the mean value of the 
rectifier output voltage Up, can be written [8]: 


Upc = u,Psin(*) COS & (19.40) 


where « is the triggering angle of the thyristors, and U, 
the maximum peak value of the rectifier output voltage, 
determined by the rectifier topology and the ac supply 
voltage. The « value can be obtained (a = (2/2) x 
(1 — u./Ucmax)) using the modulator of Fig. 19.6b, 
where @=2n2/T is the mains frequency. From 
(19.40), the incremental gain Kp of the modulator plus 
rectifier yields: 


Kp = gna 2 u,—P- sin( =) cos 2% (19.41) 
Pp 2 


p 
ðu 2 Uc max c max. 


For a given rectifier, this gain depends on u, and should 
be calculated for a certain quiescent point. However, for 


ac mains 


Modulator 


q q p pulse, phase 


Ito controlled 
rectifier 


Cos) 


a) 


feedback design purposes, keeping in mind that the 
rectifier could be required to be stable in all operating 
points, the maximum value of Kp, denoted Kpy,, can be 
used: 


ao 
Key = U, sin| — (19.42) 
aM x 2u, max P 
The operation of the modulator, coupled to the rectifier 
thyristors, introduces a time delay, with mean value 
T/2p. Therefore, from (19.35) the modulator-rectifier 
transfer function Gg(s) is: 


_ Upc(9) SK e7 (T/2P) x Krm 


(19.43) 
1+s— 
T 2p 
Considering zero U, perturbations, the rectifier equiva- 
lent averaged circuit (Fig. 19.13b) includes the loss-free 
rectifier output resistance R;, due to the overlap in the 
commutation phenomenon caused by the mains induc- 
tance [8,14]. Usually, R; ~ pæœl/n where lis the equiva- 


(a) Block diagram of a p pulse phase controlled rectifier feeding a separately excited dc motor. (b) Equivalent averaged circuit. 
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lent inductance of the lines paralleled during the overlap, 
half the equivalent line inductance for most rectifiers, 
except for single-phase bridge rectifiers where / is the 
line inductance. L, is the smoothing reactor and Rm Lm 
and E, are respectively the armature internal resistance, 
inductance, and back electromotive force of a separately 
excited dc motor (typical load). Assuming the mean 
value of the output current as the controlled output, 
making L, = L, + Lm R; = Ri + Rw T, = L,/R,, and 
applying Laplace transforms to the differential equation 
obtained from the circuit of Fig. 19.13b, the output 
current transfer function is: 


i (s) = 1 
Upc(s) — E,(s) R, + sT;) 


(19.44) 


The rectifier and load are now represented by a 
perturbed (E,) second-order system (Fig. 19.14). To 
achieve zero steady-state error, which ensures steady 
state insensitivity to the perturbations, and to obtain 
closed-loop second-order dynamics, a PI controller 
(19.37) was selected for C,(s) (Fig. 19.14). Canceling 
the load pole (—1/T,) with the PI zero (—1/T,) yields: 


T, =L,/R, (19.45) 


The rectifier closed-loop transfer function 1,(s)/ipref (S), 
with zero E, perturbations, is: 

i(s) _ 2pKamk(R,T,T) 

loref (5) = 3 + (2p/ T)s ag 2PKrmkr/(R; T, T) 


(19.46) 


The final value theorem enables the verification of 
the zero steady-state error. Comparing the denominator 
of (19.46) to the second-order polynomial 
$ + 2tw,s +œ? yields: 


2 
T UE (19.47) 

4o = (2p/T) 
Since only one degree of freedom is available (T,), the 
damping factor ¢ is imposed. Usually €=/2/2 is 
selected, since it often gives the best compromise 
between response speed and overshoot. Therefore, 
from (19.47), (19.48) arises: 


T, = 4’ Kruki T/(2PR,) = KrukıT/(PR) (19.48) 


FIGURE 19.14 Block diagram of a PI controlled p pulse rectifier. 
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Note that both T, (19.45) and T, (19.48) are dependent 
upon circuit parameters. They will have the correct 
values-only for dc motors with parameters closed to 
the nominal load value. Using (19.48) in (19.46) yields 
(19.49), the second-order closed-loop transfer function 
of the rectifier, showing that, with loads close to the 
nominal value, the rectifier dynamics depend only on 
the mean delay time T/2p. 


(9) 1 
ioref(S) 5 2(T /2py’ 32 + sT/p +1 


(19.49) 


From (19.49) o,, = J/2p/T results, which is the maxi- 
mum frequency allowed by wT/2p < /2/2, the validity 
limit of (19.43). This implies that ¢ > /2/2, which 
confirms the preceding choice. For U, = 310 V, p = 6, 
T=20ms, l=0.8 mH, R,, =0.5Q,L,=50mH, 
E, =—150 V, umas = 10V, kp=0.1, Fig. 19.15a 
shows the rectifier output voltage ugy(Ugy = uo/Up) 
and the step response of the output current 
ions (lon = i,/40) in accordance with (19.49). Notice 
that the rectifier is operating in the inverter mode. 
Figure 19.15b shows the effect, in the i, current, of a 
50% reduction in the E, value. The output current is 
initially disturbed but the error vanishes rapidly with 
time. 

This modeling and compensator design are valid for 
small perturbations. For large perturbations either the 
rectifier will saturate or the firing angles will originate 
large current overshoots. For large signals, antiwindup 
schemes (Fig. 19.16a) or error ramp limiters (or soft 
starters) and limiters of the PI integral component (Fig. 
19.16b) must be used. These solutions will also work 
with other power converters. 

To use this rectifier current controller as the inner 
control loop of a cascaded controller for the dc motor 
speed regulation, a useful first-order approximation of 
(19.49) is 1,(5)/iprep(s) © 1/(sT/p + 1). 

Although allowing a straightforward compensator 
selection and precise calculation of its parameters, the 
rectifier modeling presented here is not suited for 
stability studies. The rectifier root locus will contain 
two complex conjugate poles in branches parallel to the 
imaginary axis. To study the current controller stability, 
at least the second-order term of (19.43) is needed. 
Alternative ways include 


eT /2P ~ (1 — sT/4p)/(1 + sT/4p), 


the first-order Padé approximation of e~‘!/?? or the 
second-order approximation, 


e™T/? ~ (1 — sT/4p + (sT/2p} /12)/(1 + sT/4p 
+ (sT/2p)’/12). 
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FIGURE 19.15 Transient response of the compensated rectifier. (a) Step response of the controlled current i,; (b) the current i, response to a step 
chance to 50% of the E, nominal value during 1.57. 
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FIGURE 19.16 (a) PI implementation with antiwindup (usually 1/K, < k,, < K;/K,) to deal with rectifier saturation; (b) PI with ramp limiter/soft 
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starter (k, >> K,) and integral component limiter to deal with large perturbations. 


These approaches introduce zeros in the right half-plane converters operating in the discontinuous mode. 
(nonminimum phase systems), and/or extra poles, giving However, the derived equivalent averaged circuit 
more realistic results. Taking a first-order approximation and approach can be used, calculating the mean value of 
root-locus techniques, it is found that the rectifier is stable for the discontinuous current supplied to the load, to obtain 
T, > KrmukıT/(4pR,) (¢ > 0.25). Another approach uses the the equivalent circuit. Consider the buck-boost conver- 
conditions of magnitude and angle of the delay function ter of Example 19.1 (Fig. 19.1) with the new values 
e~‘!/2P to obtain the system root locus. Also, the power L; = 40 uH, C, = 1000 pF, r, = 15 Q. The mean value 
converter can be considered a sampled data system, at of the current iz, (Fig. 19.17b), supplied to the output 
frequency p/T, and Z transform can be used to determine capacitor and resistor of the circuit operating in the 
the critical gain and first frequency of instability p/(2T), discontinuous mode, can be calculated noting that, 
usually half the switching frequency of the rectifier. if the input Vpc and output v, voltages are essentially 
constant (low ripple), the inductor current rises linearly 

EXAMPLE 19.7. BUCK-BOOST DC/DC CONVERTER FEED- from zero, peaking at Ip = (Vpc/L;)0,T (Fig. 19.17a). 
BACK DESIGN IN THE DISCONTINUOUS MODE. The As the mean value of irp, supposed linear, is 
methodologies just described do not apply to power Iro = (Ip6,T)/2T), using the steady state input-output 


FIGURE 19.17 (a) Waveforms of the buck-boost converter in the discontinuous mode; (b) equivalent averaged circuit. 
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relation Vpcô, = V,ô, and the above Ip value, I,,, can be 
written: 


_ 8 VÈcT 


= 19.50 
Lo 2L;V, ( ) 


This is a nonlinear relation that could be linearized 
around an operating point. However, power converters 
in the discontinuous mode seldom operate just around 
an operating point. Therefore, using a quadratic modu- 
lator (Fig. 19.18), obtained integrating the ramp r(t) 
(Fig. 19.6a) and comparing the quadratic curve to the 
term u,p,v,/ Vic (which is easily implemented using the 
Unitrode UC3854 integrated circuit), the duty cycle 6, is 
5; = Vp Vo/(Uemax Vc) and a constant incremental 
factor Koy can be obtained: 


Key = =— (19.51) 


Considering zero voltage perturbations, the equivalent 
averaged circuit (Fig. 19.17b) can be used to derive the 
output voltage to input current transfer function 
U(s)/izo(s) = R,/(sC,R, + 1). Using a PI controller 
(19.37), the closed-loop transfer function is: 


vols) _ 
Voref(S) E 


Kcy(1 P sT,)/C,Tp 
3 + s(T, + T, Kev ky Ro)/CoRoTp F Kevk,/CoTp 
(19.52) 


Since two degrees of freedom exist, the PI constants are 
derived imposing ¢ and œ, for the second-order 
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denominator of (19.52), usually ¢ > v2/2 and 
@, < 2nf,/10. Therefore: 


Tp = Koy k, / (0C) 


(19.53) 
T, = T,(2C@,C,R, = 1)/(Kev k Ro) 


The transient behavior of this converter, with € = 1 and 
o, © 7f,/10, is shown in Fig. 19.20a. Compared to 
Example 19.2, the operation in the discontinuous 
conduction mode reduces, by one, the order of the 
state-space averaged model and eliminates the zero in 
the right half of the complex plane. The inductor current 
does not behave as a true state variable, since during the 
interval ô, T this current is zero, and this value is always 
the iz, current initial condition. Given the differences 
between these two examples, care should be taken to 
avoid the operation in the continuous mode of conver- 
ters designed and compensated for the discontinuous 
mode. This can happen during turn-on or step load 
changes and, if not prevented, the feedback design 
should guarantee stability in both modes (Example 
19.8, Fig. 19.20a). 


EXAMPLE 19.8. FEEDBACK DESIGN FOR THE BUCK-BOOST 
DC/DC CONVERTER OPERATING IN THE DISCONTINUOUS 
MODE AND USING CURRENT MODE CONTROL. The 
performances of the buck-boost converter operating in 
the discontinuous mode can be greatly enhanced if a 
current mode control scheme is used, instead of the 
voltage mode controller designed in Eample 19.7. 
Current mode control in power converters is the 
simplest form of state feedback. Current mode needs 
the measurement of the current i, (Fig. 19.1) but greatly 
simplifies the modulator design (compare Fig. 19.18 to 
19.19), since no modulator linearization is used. The 
measured value, proportional to the current ip, is 
compared to the value u.p; given by the output voltage 
controller (Fig. 19.19). The modulator switches off the 
power semiconductor when k;Ip = uepr. 


q(s) 
Quadratic 
modulator 


FIGURE 19.18 Block diagram of a PI controlled (feed-forward linearized) buck-boost converter operating in the discontinuous mode. 
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FIGURE 19.19 Block diagram of a current mode controlled buck-boost converter operating in the discontinuous mode. 


Expressed as a function of the peak i, current Ip, 
I,, becomes (see the previous example) 
Ipi Vpc/(2V,), or considering the modulator task 
Iro = U-prO, Vpc/(2krV,). For small perturbations, the 
incremental gain is Key = 01,,/0uU-pp = 5) Vpc/(2K7V,)- 
An I,, current delay T} = 1/(2f,), related to the switch- 
ing frequency f, can be assumed. The current mode 
control transfer function Gey(s) is: 


T,.(s) ne Kem 5 61 Voc 
Ups) 1+sTa 2k,V(1 + sTa) 


Iio = 


Gers) = (19.54) 


Using the approach of Example 19.6, the values for T, 
and T, are given by (19.55). 


T, = R,C, 


; (19.55) 
T, = 4¢ Keuk,RoTa 


The transient behavior of this converter, with € = 1 and 
maximum value for I, Ipmax = 15A, is shown in Fig. 
19.20b. The output voltage step response presents no 
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overshoot, no steady-state error, and better dynamics, 
compared to the response (Fig. 19.20a) obtained using 
the quadratic modulator (Fig. 19.18). Notice that, with 
current mode control, the converter behaves like a 
reduced-order system and the right half-plane zero is 
not present. 

The current mode control scheme can be advanta- 
geously applied to converters operating in the contin- 
uous mode, guarantying short-circuit protection, system 
order reduction, and better performances. However, for 
converters operating in the step-up (boost) regime, a 
stabilizing ramp with negative slope is required, to 
ensure stability (the stabilizing ramp will transform the 
signal upr in a new signal u,p, — rem(k,,t/T) where k, is 
the needed amplitude for the compensation ramp and 
the function rem is the remainder of the division of k,,t 
by T. In the next section, current control of power 
converters will be detailed. 

Closed-loop control of resonant converters can be 
achieved using the outlined approaches, if the resonant 
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FIGURE 19.20 Transient response of the compensated buck-boost converter in the discontinuous mode. At t = 0.001 s vores step from 23 V to 26 V. 
Att=0.011s Voer step from 26 V to 23 V. Top graphs: square reference Voe and output voltage v,. Bottom graphs: pulses, i, current; trace peaking at 
40, 10 x (Voref — Vo). (a) PI controlled and feed-forward linearized buck-boost converter with ¢ = 1 and w, ~ nf,/10; (b) current mode controlled 
buck-boost with ¢ = 1 and maximum value J, max = 15 A. 


FIGURE 19.21 
induction motor. 
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phases of operation last for small intervals compared to 
the fundamental period. Otherwise, the equivalent aver- 
aged circuit concept can often be used and linearized, 
now considering the resonant converter input-output 
relations, normally functions of the driving frequency 
and input or output voltages, to replace the 6, variable. 


EXAMPLE 19.9. OUTPUT VOLTAGE CONTROL IN THREE- 
PHASE VOLIAGE-SOURCE INVERTERS USING SINUSOIDAL 
WAVE PWM (SWPWM) AND SPACE VECTOR MODULA- 
TION (SVM) 


Sinusoidal Wave PWM 


Voltage-source three-phase inverters (Fig. 19.21) are 
often used to drive squirrel-cage induction motors 
(IMs) in variable speed applications. 

Considering almost ideal power semiconductors, the 
output voltage up, (k € {1, 2, 3}) dynamics of the inver- 
ter is negligible as the output voltage can hardly be 
considered a state variable in the time scale describing 
the motor behavior. Therefore, the best-known method 
to create sinusoidal output voltages uses an open-loop 
modulator with low-frequency sinusoidal waveforms 
sin(wt), with amplitude defined by the modulation 
index m; (m; €[0,1]), modulating high-frequency 
triangular waveforms r(t) (carriers), Fig. 19.22, a process 
similar to the described in (19.4). 

This sinusoidal wave PWM (SWPWM) modulator 
generates the variable y,, represented in Fig. 19.22 by 


Constant 
Modulation Index 0.5 
PY gamak z i 
Sine Wave k F 0 i 
(PU) Sum Relay a 
Hysterisis 10^-5 
igh outut=1 all 
Low output=0 
Repeating à 
Sequence 
r(t) PU 
a) 


IGBT based voltage-sourced three-phase inverter with 


ni N 
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the rectangular waveform, which describes the inverter k 
leg state: 


1 > when m;sin(œwt) > r(t) 
Yk = : (19.56) 
0 — when m;sin(œwt) < r(t) 


The turn-on and turn-off signals for the k leg inverter 
switches are related with the variable y, as follows: 


1 — then Su, is on and Sl; is off 
= (19.57) 


0 — then Su, is off and Sl, is on 


This applies constant-frequency sinusoidally weighted 
PWM signals to the gates of each insulated gate bipolar 
transistor (IGBT). The PWM signals for all the upper 
IGBTs (Sux, k € {1, 2, 3}) must be 120° out of phase and 
the PWM signal for the lower IGBT Sl, must be the 
complement of the Su, signal. Since transistor turn-on 
times are usually shorter than turn-off times, some dead 
time must be included between the Su, and Sly pulses to 
prevent internal short circuits. 

Sinusoidal PWM can be easily implemented using a 
microprocessor or two digital counters/timers generat- 
ing the addresses for two lookup tables (one for the 
triangular function, another for supplying the per unit 
basis of the sine, whose frequency can vary). Tables can 
be stored in read only memories, ROM, or erasable 
programmable ROM, EPROM. One multiplier for the 
modulation index (perhaps into the digital-to-analog 
(D/A) converter for the sine ROM output) and one 
hysterisis comparator must also be included. 

With SWPWM the first harmonic maximum ampli- 
tude of the obtained line to line voltage is only about 
86% of the inverter dc supply voltage V,. Since it is 
expectable that this amplitude should be closer to V,, 
different modulating voltages (for example, adding a 
third-order harmonic with 1/4 of the fundamental sine 
amplitude) can be used as long as the fundamental 
harmonic of the line to line voltage is kept sinusoidal. 
Another way is to leave SWPWM and consider the eight 
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FIGURE 19.22 (a) SWPWM modulator schematic; (b) main SWPWM signals. 
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sector 5 
mer 
FIGURE 19.23 œ-fßf space vector representation of the three-phase 
bridge inverter leg base vectors. 


possible inverter output voltages trying to directly use 
then. This will lead to space vector modulation. 


Space Vector Modulation 

Space vector modulation (SVM) is based on the polar 
representation (Fig. 19.23) of the eight possible base 
output voltages of the three-phase inverter (Table 19.1, 
where v,, vg are the vector components of vector Vo 
g =€ {0, 1,2,3,4, 5,6,7}, obtained with (19.58)). There- 
fore, as all the available voltages can be used, SVM does 
not present the voltage limitation of SWPWM. Further- 
more, being a vector technique, SVM fits nicely with 
vector control methods often used in IM drives. 


1 1 1 
la oP hay Yı 
v 2 2 2 
an E 7 V 19.58 
P ne WE WE V2 a ( ) 
0 aye re Y3 


Consider that the vector V, (magnitude V, angle ®) 
must be applied to the IM. Since there is no such vector 
available directly, SVM uses an averaging technique to 
apply the two vectors, v, and V}, closest to V,. The 
vector V, will be applied during 6,T,, while vector V, 
will last 6gT, (where 1/T, is the inverter switching 
frequency, 6, and ôg are duty cycles, 64, Ôg € [0, 1)]). 


TABLE 19.1 The three-phase inverter 8 possible y, combinations, 
vector numbers, and respective «/ components 


Yi %2 3 Uk Ung — Uk vy Up Vector 
0 0o o0 0 0 0 0 Vy 
1 0 0 WVa Oe Vet Va V273V 0 y, 
1 1 0O WPa r-a ViIN6 Vald Vp 
0 1 O WVa Oe Pee )Va -V,/V6 V,/J2 V3 
0 1 1 Vk Va Ok R Vera —/273V, 0 V4 
1 1l 1l V, 0 0 0 V; 
1 0 1 Ye Ok- Va/ V6  —-V,/V2_— Ve 
0o 0 1 VVa Ve = Vea Va —V,/V6 -Vai 2 V; 
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FIGURE 19.24 Symmetrical SVM. 


If there is any leftover time in the PWM period T,, then 
the zero vector is applied during time 
ÒT, = T, — ÔAT, — ÔgT,. Since there are two zero 
vectors (V) and V;) a symmetric PWM can be devised, 
which uses both V) and V3, as shown in Fig. 19.24. Such 
a PWM arrangement minimizes the power semiconduc- 
tor switching frequency and IM torque ripples. 

_ The input to the SVM algorithm is the space vector 
V, into the sector s,, with magnitude V, and angle ®,. 
This vector can be rotated to fit into sector 0 (Fig. 19.23) 
reducing ®, to the first sector, D = ®, — s„ 7/3. For any 
V, that is not exactly along one of the six nonnull 
inverter base vectors (Fig. 19.23), SVM must generate 
an approximation by applying the two adjacent vectors 
during an appropriate amount of time. The algorithm 
can be devised considering that the projections of V, 
onto the two closest base vectors are values proportional 
to 6, and ôg duty cycles. Using simple trigonometric 
relations in sector 0 (0 < ® < 7/3) of Fig. 19.23, and 
considering Ky the proportional ratio, 6, and ôg are, 
respectively, 6, = KOA and 6, = K,OB, yielding: 


ô; = Ky Esin(Z- 0) 


2V, 
Op = Kr —Ż sin Ọ 


J3 


The Ky value can be found if we notice that when 
V, = V, 64 = 1 and òg = 0 (or when V, = V}, 6,4 = 0 


and 6g,=1). Therefore, since when V,=V,, 


V, = \/0; + vg = /2/3V,. © =0, or when V, = V, 
V,= /2/3V, @®=7/3, the Kyr constant is 
Kr = J3/(/2V,). Hence: 


(19.59) 


(19.60) 
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The obtained resulting vector V, cannot extend beyond 
the hexagon of Fig. 19.23. This can be understood if the 
maximum magnitude V,,, of a vector with Ọ® = 7/6 is 
calculated. Since, for ® = 2/6, 64 = 1/2 and 63 = 1/2 
are the maximum duty cycles, from (19.60) 
Vin = V,/V2 is obtained. This magnitude is lower 
than that of vector v, since the ratio between these 
magnitudes is /3/2. To generate sinusoidal voltages, the 
vector V, must be inside the inner circle of Fig. 19.23, so 
that it can be rotated without crossing the hexagon 
boundary. Vectors with tips between this circle and the 
hexagon are reachable, but produce nonsinusoidal line- 
to-line voltages. 

For sector 0 (Fig. 19.23), SVM symmetric PWM 
switching variables (y4, Yə» 73) and intervals (Fig. 
19.24) can be obtained by comparing a triangular wave 
with amplitude cmas (Fig. 19.24 where r(t)= 
2ücmaxt/ To t € [0, T,/2]) with the following values: 


Ucmax Ucmax 
C= 2 do = 2 (1 — 54 — òp) 


ô 
as “enas È i òa) = “es (] +ô4— ôs) (19.61) 


u 


5 
Ga È +ô, + òs) = a (1+ 6, +55) 


2 


Extension of Eq. (19.61) to all six sectors can be done if 
the sector number s, is considered, together with the 
auxiliary matrix &: 


ar _f-l -l 11 1 -i 
Seed. te Ae a Se Ce 


Generalization of values Cy, Cy, and Cg, denoted Cosm 
Cas and Cg are written in (19.63), knowing that, for 
example, Egs 44)mod6+1) iS the & matrix row with 
number 1 + (s, + 4)mod 6. 


Ucmax Len! OA 
Com = E+ Emos FD) 
Op 


KES 
; 


sl) 


(19.62) 


TRAN = 
Cam = (: F544) os 6+1) 


Uoni = 
Con =" (: F542) mod 6+1) 
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Therefore, Y1, Y2, Y3 are: 


| 0 — when r(t) < Cosn 
= 


1 —> when r(t) > Cosn 


(19.64) 


0 — when r(t) < C,,, 
%2 = 


1 — when r(t) > Cy, 


| 0 — when r(t) < Cpsn 
Y= 


1 — when r(t) > Cz, 


Supposing that the space vector Ý, is now specified in 
the orthogonal coordinates aß (v,, Ug), instead of 
magnitude V, and angle ®,, the duty cycles 6,4, Ôg can 
be easily calculated knowing that v, = V, cos ®, vg = V, 
sen ® and using (19.60): 


O4 = N ii = vg) 


J2 


op = — 
B y 


a 


(19.65) 


This equation enables the use of (19.63) and (19.64) to 
obtain SVM in orthogonal co-ordinates. 

Using SVM or SWPWM, the closed-loop control of 
the inverter output currents (induction motor stator 
currents) can be performed using an approach similar to 
that outlined in Example 19.6 and decoupling the 
currents expressed in a dq rotating frame. 


19.3 Sliding Mode Control of Power 
Converters 


19.3.1 Introduction 


All the designed controllers for power converters are in fact 
variable structure controllers, in the sense that the control 
action changes rapidly from one to another of, usually, two 
possible ô values, cyclically changing the converter topology. 
This is accomplished by the modulator (Fig. 19.6), which 
creates the switching function ô(t) imposing ô(t)=1 or 
ô(t) = 0, to turn on or off the power semiconductors. As a 
consequence of this discontinuous control action, indispensa- 
ble for efficiency reasons, state trajectories move back and 
forth around a certain average surface in the state space, and 
variables present some ripple. To avoid the effects of this ripple 
in the modeling and to apply linear control methodologies to 
time variant systems, average values of state variables and state 
space averaged models or circuits were presented (Section 
19.2). However, a nonlinear approach to the modeling and 
control problem, taking advantage of the inherent ripple and 
variable structure behavior of power converters, instead of just 
trying to live with them, would be desirable, especially if 
enhanced performances could be attained. 

In this approach power converter topologies, as discrete 
nonlinear time-variant systems, are controlled to switch from 
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one dynamics to another when just needed. If this switching 
occurs at a very high frequency (theoretically infinite), the 
state dynamics, described as (19.2) or (19.3), can be enforced 
to slide along a certain prescribed state space trajectory. The 
converter is said to be in sliding mode, the allowed deviations 
from the trajectory (the ripple) imposing the practical switch- 
ing frequency. 

Sliding-mode control of variable structure systems, such as 
power converters, is particular interesting because of the 
inherent robustness, capability of system order reduction, 
and appropriateness to the on—off switching of power semi- 
conductors [15,16]. The control action, being the control 
equivalent of the management paradigm “just in time” 
(JIT), provides timely and precise control actions, determined 
by the control law and the allowed ripple. Therefore, the 
switching frequency is not constant over all operating regions 
of the converter. 

This section treats the derivation of the control (sliding 
surface) and switching laws, robustness, stability, constant- 
frequency operation, and steady-state error elimination neces- 
sary for sliding-mode control of power converters, also giving 
some examples. 


19.3.2 Principles of Sliding-Mode Control 


Consider the state-space switched model (19.3) of a power 

converter subsystem, and input-output linearization or 

another technique, to obtain, from state-space equations, 

one equation (19.66), for each controllable subsystem output 

y =x. In the controllability canonical form [11] (also known 

as input-output decoupled or companion form), (19.66) is: 
“i messages xJ" 


s Xj —fulX) — Pht) + bau] (19.66) 


where x = [xp ...; X> xJ" is the subsystem state vector, 
f,(x) and b (x) are functions of x, p(t) represents the external 
disturbances, and u(t) is the control input. In this special 
form of state-space modeling, the state variables are chosen so 
that the x;,, variable (i € {h,..., 7 — 1}) is the time derivative 
of x;, that is x = [Xp Xj, Xp. -< -, XJ’, where m= j — h [9]. 


= [Xh -+ 


19.3.2.1 Control law (Sliding Surface) 


The required closed-loop dynamics for the subsystem output 
vector y = x can be chosen to verify (19.67) with selected k; 
values. This is a model reference adaptive control approach to 
impose a state trajectory that advantageously reduces the 
system order j — h + 1. 

dx; dol fe 


SD 19.67 
d t faa k; Xi+1 ( 9 ) 
Effectively, in a single-input/single-output (SISO) subsystem 
the order is reduced by one unity, applying the restriction 
(19.67). In a multiple-input/multiple-output (MIMO) system, 
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in which v independent restrictions could be imposed (usually 
with v degrees of freedom), the order could often be reduced 
in v units. Indeed, from (19.67), the dynamics of the jth term 
of x is linearly dependent from the j — h first terms: 


dx; jk. j-lk dx. 
L= * X41 = ao 19.68 
de eae eee 


The controllability canonical model allows the direct calculation 
of the needed control input to achieve the desired dynamics 
(19.67). In fact, as the control action should enforce the 
state vector x, to follow the reference vector 
s y m -T Z i 
[Xn Xn Xn -- -Xp ] > the tracking error vector will be e = 
r? “h, “h, 7 z 

[xp, Rite Xj, Ss X — xj or e= lex sity eei 
eyl". Thus, if we equate the subexpressions for dx;/dt of 
(19.66) and (19.67), the necessary control input u(t) is: 


X, = 


dx; 
MOHA 
u,(t) = ame) 
Hik Hik (19.69) 
PrE) + fh) — 2 q% T > T Cri 
Š i=h “j i=h “j 
b,x) 


This expression is the required closed-loop control law, but 
unfortunately it depends on system parameters and external 
perturbations and is difficult to compute. Moreover, for some 
output requirements, Eq. (19.69) would give extremely high 
values for the control input u(t), which would be impractical 
or almost impossible. 

In most power converters u(t) is discontinuous. Yet, if we 
assume one or more discontinuity borders dividing the state 
space into subspaces, the existence and uniqueness of the 
solution is guaranteed out of the discontinuity borders, since 
in each subspace the input is continuous. The discontinuity 
borders are subspace switching hypersurfaces, whose order is 
the space order minus one, along which the subsystem state 
slides, since its intersections of the auxiliary equations defining 
the discontinuity surfaces can give the needed control input. 

Within the sliding-mode control (SMC) theory, assuming a 
certain dynamic error tending to zero, one auxiliary equation 
(sliding surface) and the equivalent control input u,(t) can be 
obtained, integrating both sides of (19.68) with null initial 
conditions: 


kx; =0 
h 


j 
(19.70) 


j-l 
kx) + 2 kixi = 
i= 


L 


This equation represents the discontinuity surface (hyper- 
plane) and just defines the necessary sliding surface S(x;, t) 
to obtain the prescribed dynamics of (19.67): 


j 
i=h 
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In fact, by taking the first time derivative of S(x;, t), 
S(x;, t) = 0, solving it for dx;/dt, and substituting the result 
in (19.69), the dynamics specified by (19.67) is obtained. This 
means that the control problem is reduced to a first-order 
problem, since it is only necessary to calculate the time 
derivative of (19.71) to obtain the dynamics (19.67) and the 
needed control input u;(t). 


BAS)p = (5+ 0,)" = 
m = 0 > B(s)=1 
m= 1 > B(s)=s+a, 
m= 2 > B(s) = $? + 20,s + 02 
m= 3 > B(s) — $ + 3w,’ + 302s + œ% 
m = 4 > B(s) = st + 4w,’ + 603 + 402s + 403s + owt 


(19.72a) 


IraelS)m = 
m= 0 > Iraz(s)= 1 
m= 1> Iml) =s+0, 
m= 2 > Iragls) = Ż + 1.40s + 07 
m= 3 > Irgls) = $ + 1.750, + 2.1525 + œ 
m= 4 > Iragls) = $ + 2.10, + 3.402 + 2.70s + wi 


(19.72b) 
Bels) m = 
m= 1 > B,(s) = st, +1 
2 
t,) + 3st, +3 
m= 2 > B,(s) = Gy tanta 
2 
t,) + 3.678st, + 6.459)(st, + 2.322 
pes hga C 6 an 9)(st, + ) 
7 (st)? + 6(st,)” + 15st, + 15 
15 
m= 4 > B,(s) = 
(st,)* + 10(st,)? + 45(st,)” + 105(st,) + 105 
105 
(19.72c) 


The sliding surface (19.71), as the dynamics of the converter 
subsystem, must be a Routh—Hurwitz polynomial and verify 
the sliding manifold invariance conditions, S(x;, t) = 0 and 
S(x;, t) = 0. Consequently, the closed-loop controlled system 
behaves as a stable system of order j — h, whose dynamics is 
imposed by the coefficients k;, which can be chosen by pole 
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placement of the poles of the order m = j — h polynomial. 
Alternatively, certain kinds of polynomials can be advanta- 
geously used (19.77): Butterworth, Bessel, Chebyshev, elliptic 
(or Cauer), binomial, and minimum integral of time absolute 
error product (ITAE). Most useful are Bessel polynomials 
B,(s), which minimize the system response time t,, providing 
no overshoot, the polynomials I;-4,(s) that minimize the ITAE 
criterion for a system with desired natural oscillating 
frequency @,, and binomial polynomials B,(s). For m > 1, 
ITAE polynomials give faster responses than binomial poly- 
nomials. 

These polynomials can be the reference model for this 
model reference adaptive control method. 


19.3.2.2 Closed-Loop Control Input-Output 
Decoupled Form 


For closed-loop control applications, instead of the state 
variables x;, it is worthy to consider, as new state variables, 
the errors ex, components of the error vector 
e= [enp en Ee eae of the state-space variables x,, rela- 
tive to a given reference x; (19.74). The new controllability 


canonical model of the system is: 


= lei 


5 Ex fol) + pet) — belU (19.73) 

where f,(e), p(t), and b,(e) are functions of the error vector e. 
As the transformation of variables 

i, = with i= h, sray] (19.74) 

is linear, the Routh-Hurwitz polynomial for the new sliding 

surface S(e,,, t) is 


j 
S(é,, t) = } ke, = 0 (19.75) 
i=h 


Since ex (9) = se; (s), this control law, that from (19.72) can 
be written S(e, s) = e,(s + @,)”, does not depend on circuit 
parameters, disturbances or operating conditions, but only on 
the imposed k; parameters and on the state variable errors e,., 
which can usually be measured or estimated. The control law 
(19.75) enables the desired dynamics of the output variable(s), 
if the semiconductor switching strategy is designed to guar- 
antee the system stability. In practice, the finite switching 
frequency of the semiconductors will impose a certain 
dynamic error € tending to zero. The control law (19.75) is 
the required controller for the closed loop SISO subsystem 
with output y. 
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19.3.2.3 Stability 


19.3.2.3.1 Existence Condition 
The existence of the operation in sliding mode implies 
S(e,., t) = 0. Also, to stay in this regime, the control system 
should guarantee Slex, t) = 0. Therefore, the semiconductor 
switching law must ensure the stability condition for the 
system in sliding mode, written as 

S(e,,. )S(e,, t) < 0 (19.76) 


The fulfillment of this inequality ensures the convergence of 


the system state trajectories to the sliding surface S(e, , t) = 0, 
since 
e If S(e,,t)>0 and S(e,,t)<0, then S(e,,t) will 
decrease to zero 
e If S(e,,t)<0 and S(e,,t)>0, then S(e,,t) will 


increase toward zero 


Hence, if (19.76) is verified, then S(e,., t) will converge to zero. 
The condition (19.76) is the manifold S(e,,, t) invariance 
condition, or the sliding mode existence condition. 

Given the state-space model (19.73), the function of the 
error vector e, and, from S(e,,. t) = 0, the equivalent average 
control input U,,(t) that must be applied to the system in 
order that the system state slides along the surface (19.75), is 
given by[5] 


sae 
k p Tm po i 
h z, dt at h+1 dt Eere j—1 dt IN N (e) + p.( )) 
O 


(19.77) 


This control input U,,(¢) ensures converter subsystem opera- 
tion in the sliding mode. 


19.3.2.3.2 Reaching Condition 

The fulfillment of S(e, , t)S(e,, t) <0, as S(e,, t)S(e,., t) 
=(1/ 2)S?(ey,, t) implies that the distance benveen she 
system state and the sliding surface will tend to zero, since 
Ce t) can be considered a measure for this distance. This 
means that the system will reach sliding mode. Additionally, 
from (19.73) it can be written 


7 = Lele) + pelt) — bee) un(e) (19.78) 
From (19.75), Eq. (19.79) is obtained. 
j 
Slex, t) =O key 
i=h 
den, d"e., 
= krey, E ree qr T E Kinyo ga to +k- 
(19.79) 
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If S(e,., t) > 0, from the Routh-Hurwitz property of (19.75), 
then e, > 0. In this case, to reach S(e,, t) = 0 it is necessary 
to impose —b,(e)u,(t) = —U in (19. 78), with U chosen to 
pe de, dt <0. After a certain time, ex, will be 

= d"e, at" <0, implying along with (19.79) that 
ate. pt) < ‘0, thus verifying (19.76). Therefore, every term of 
S(e. ey,» A) will be negative, which implies, after a certain time, an 
error e, < 0 and S(e,, t) < 0. Hence, the system will reach 
sliding mode, staying there if U = U,,(t). This same reasoning 
can be made for S(e,, t) < 0, it now being necessary to impose 
—b,(e)u,(t) = +U, with U high enough to guarantee 
de, /dt > 0. 

To ensure that the system always reaches sliding-mode 
operation, it is necessary to calculate the maximum value of 
Ueq(t)s Uegmax» and also impose the reaching condition: 


U>U, (19.80) 


eqmax 


This means that the power supply voltage values U should be 
chosen high enough to additionally account for the maximum 
effects of the perturbations. With step inputs, even with 
U > Usgmax» the converter usually loses sliding mode, but it 
will reach it again, even if the Upon, is calculated considering 
only the maximum steady-state values for the perturbations. 


19.3.2.4 Switching Law 

From the foregoing considerations, supposing a system with 
two possible structures, the semiconductor switching strategy 
must ensure S(é,., t)S(e,, t) < 0. Therefore, if S(é,,, t) > 0, 
then S (e; . t) < 0, which. inglis; as seen, —b,(e)u,(t) = —U 
(the sign of b,(e) must be known). Also, if S(e,., t) < 0, then 
S(e,,, t) > 0, which implies —b,(e)u,(t) = +U. This imposes 
the switching between two structures at infinite frequency. 
Since power semiconductors can switch only at finite 
frequency, in practice, a small enough error for S(e,., t) must 
be allowed (—é < S(e,,5 t) < +e). Hence, the switching law 
between the two possible system structures must be 


U/b,(e) for S(e, 
—U/b,(e) for S( 


st). +e 
ex t) < —€ 


u(t) = (19.81) 
The condition (19.81) determines the control input to be 
applied and therefore represents the semiconductor switching 
strategy or switching function. This law determines a two-level 
pulse width modulator with “just in time” switching (variable 


frequency). 


19.3.2.5 Robustness 

The dynamics of a system with closed-loop control using the 
control law (19.75) and the switching law (19.81), does not 
depend on the system operating point, load, circuit para- 
meters, power supply, or bounded disturbances, as long as the 
control input u(t) is large enough to maintain the converter 
subsystem in sliding mode. Therefore, it is said that the power 
converter dynamics, operating in sliding mode, is robust 
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against changing operating conditions, variations of circuit 
parameters, and external disturbances. The desired dynamics 
for the output variable(s) is determined only by the k; 
coefficients of the control law (19.75), as long as the switching 
law (19.81) maintains the converter in sliding mode. 


19.3.3 Constant-Frequency Operation 


Prefixed switching frequency can be achieved, even with 
sliding-mode controllers, at the cost of losing the JIT action. 
As the sliding-mode controller changes the control input when 
needed, and not at a certain prefixed rhythm, applications 
needing constant switching frequency (such as thyristor recti- 
fiers or resonant converters) must compare S(e,., t) (hysteresis 
width 21 much narrower than 2e) with auxiliary triangular 
waveforms (Fig. 19.25a), auxiliary sawtooth functions (Fig. 
19.25c), three-level clocks (Fig. 19.25d), or phase-locked loop 
control of the comparator hysterisis variable width 2e. 
However, as illustrated in Fig. 19.25b, steady-state errors do 
appear. Often, they should be eliminated as described in the 
next section. 


19.3.4 Steady-state Error Elimination in 
Converters with Continuous Control 
Inputs 


In the ideal sliding mode, state trajectories are directed toward 
the sliding surface (19.75) and move exactly along the discon- 
tinuity surface, switching between the possible system struc- 
tures, at infinite frequency. Practical sliding modes cannot 
switch at infinite frequency, and therefore exhibit phase plane 
trajectory oscillations inside a hysterisis band of width 2e, 
centered in the discontinuity surface. 

The switching law (19.75) permits no steady-state errors as 
long as S(e,., t) tends to zero, which implies no restrictions on 
the commutation frequency. Control circuits operated at 
constant frequency, or needed continuous inputs, or particular 
limitations of the power semiconductors, such as minimum 
on or off times, can originate S(e,, t) = £, # 0. The steady- 
state error (e,) of the x, variable, x} — x, = £1/kp can be 
eliminated, increasing the system order by 1. The new state 


S(exit) |è uh(t) 
\ \ | \ yet 
a) 
S(exi.t) bs uh(t) 
c) 


J. Silva 


space controllability canonical form, considering the error ey, 
between the variables and their references, as the state vector, 
is 


d T 
aaia 1 ey. 
dt h h j-1 j 


-+s €x — JLE) — pelt) — beleu (O (19.82) 


= les, Ern? 
The new sliding surface S(e,., t), written from (19.75) consid- 
ering the new system (19.82), is 


j 
Se D= k [egdt + Yo key = 0 (19.83) 
i=h 


This sliding surface offers zero-state error, even if S(e,., t) = & 
due to hardware errors or fixed (or limited) frequency switch- 
ing. Indeed, in the steady state, the only nonnull term is 
ky f e,,dt = £. Also, like (19.75), this closed-loop control law 
does not depend on system parameters or perturbations to 
ensure a prescribed closed-loop dynamics similar to (19.67) 
with an error approaching zero. 

The approach outlined herein precisely defines the control 
law (sliding surface (19.75) or (19.83)) needed to obtain the 
selected dynamics, and the switching law (19.81). As the 
control law allows the implementation of the system control- 
ler, and the switching law gives the PWM modulator, there is 
no need to design linear or nonlinear controllers, based on 
linear converter models, or devise off-line PWM modulators. 
Therefore, sliding-mode control theory, applied to power 
converters, provides a systematic method to generate both 
the controller(s) (usually nonlinear) and the modulator(s) 
that will ensure a model reference robust dynamics, solving 
the control problem of power converters. 

In the next examples, it is shown that sliding-mode control- 
lers use (nonlinear) state feedback, therefore needing to 
measure the state variables and often other variables, since 
they use more system information. This is a disadvantage since 
more sensors are needed. However, the straightforward control 
design and obtained performances are much better than those 
obtained with the averaged models, the use of more sensors 
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b) 
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Three WW 4 
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FIGURE 19.25 Auxiliary functions and methods to obtain constant switching frequency with sliding-mode controllers. 
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being really valued. Alternatively to the extra sensors, state 
observers can be used [9]. 


This control law shows that the power supply voltage 


EXAMPLE 19.10. SLIDING-MODE CONTROL OF THE BUCK- 
BOOST DC/DC CONVERTER. Consider again the buck- 
boost converter of Fig. 19.1 and assume the converter 
output voltage v, to be the controlled output. From 
Section 19.2, using the switched state-space model 
(19.9), making dv,/dt = 0, and calculating the first 
time derivative of 0, the controllability canonical 
model (19.84), where i, = v,/R,, is obtained: 


dv, _ yp 1-9), i, 
Geo ovis te 
dd (1—6(#)) CO +i, dd(t) 
dé LCG ° QO- SO) dt 
1 di, Ð — (t) 
V; 19.84 
C, dt Y CLL; ae ey) 


This model, written in the form of (19.66), contains two 
state variables, v, and 0. Therefore, from (19.75) and 
considering e, =v, — Vo ¢ = 0, — 0, the control law 
(sliding surface) is 


2 
S(e., t) E D kies, 
i=1 


dv, dv, 
=k, -8)+ k-k di 
k ip ee Ba E 
= Ky(¥, — 0o) + ko -y = — d(t))iz 
k 
ee =0 (19.85) 


0 


This sliding surface depends on the variable 6(t), which 
should be precisely the result of the application, in 
(19.85), of a switching law similar to (19.81). Assuming 
an ideal up-down converter and slow variations, from 
(19.25b) the variable 6(t) can be averaged to 
6, =v,/(v, + Voc). By substituting this relation in 
(19.85), and rearranging, (19.86) is derived: 


k V, 
Slex,» t) _ C, 1 (> + 2c) 


k Vo 
kds, k1. 
: G Dae ee 
HG i= (19.86) 


Vpc must be measured, as well as the output voltage v, 
and the currents i, and iz. 

To obtain the switching law from stability considera- 
tions (19.76), the time derivative of S(e,., t), supposing 
(v, + Vpc)/v, almost constant, is 


c C,kı Vo F Voc 
t) = — | ———_ 
Se.) = GE (2t 


o 


dt k dt? k,C,dt dt 
(19.87) 


2 . A 
e ($ y kdv, ky +) di, 


If S(e,., t)>0 then, from (19.76), Slex, t) <0 must 
hold. Analyzing (19.87), we can conclude that, if 
S(e,,, t) > 0, Slex, t) is negative if, and only if, 
di,/dt > 0. Therefore, for positive errors e, > 0 the 
current i; must be increased, which implies ô(t) = 1. 
Similarly, for S(e,,t) <0, di,/dt <0 and d(t)=0. 
Thus, a switching law similar to (19.81) is obtained: 


5 1 for S(e,., t) > +e ae 
= 0 for S(e,,, t) < —€ (12:89) 


The same switching law could be obtained from know- 
ing the dynamic behavior of this nonminimum-phase 
up-down converter: to increase (decrease) the output 
voltage, a previous increase (decrease) of the i, current is 
mandatory. 

Equation (19.85) shows that, if the buck-boost 
converter is into sliding mode (S(e,,t)= 0), the 
dynamics of the output voltage error tends exponentially 
to zero with time constant k,/k,. Since during step 
transients, the converter is in the reaching mode, the 
time constant k,/k, cannot be designed to originate 
error variations larger than allowed by the self-dynamics 
of the converter excited by a certain maximum permis- 
sible i; current. Given the polynomials (19.72) with 
m= 1, k/k =a, should be much lower than the 
finite switching frequency (1/T) of the converter. There- 
fore, the time constant must obey k,/k, >> T. Then, 
knowing that k, and k, are both imposed, the control 
designer can tailor the time constant as needed, 
provided that the preceding restrictions are observed. 

Short-circuit-proof operation for the sliding-mode 
controlled buck-boost converter can be derived from 
(19.86), noting that all the terms to the left of i, 
represent the set point for this current. Therefore, limit- 
ing these terms (Fig. 19.26, saturation block, with 
imax = 40 A), the switching law (19.88) ensures that 
the output current will not rise above the maximum 
imposed limit. Given the converter nonminimum-phase 
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ore 


behavior, this i, current limit is fundamental to reach 
the sliding-mode of operation with step disturbances. 

The block diagram (Fig. 19.26a) of the implemented 
control law ((19.86) with C,k,/k, = 4) and switching 
law ((19.88) with € = 0.3) does not included the time 
derivative of the reference (dv,,/dt) since, in a dc-dc 
converter its value is considered zero. The controller 
hardware (or software), derived using just the sliding- 
mode approach, operates only in closed loop. 

The resulting performance (Fig. 19.26b) is much 
better than that obtained with the PID notch filter 
(compare to Example 19.4, Fig. 19.9b), with a higher 
response speed and robustness against power-supply 
variations. 


EXAMPLE 19.11. SLIDING- MODE CONTROL OF THE SINGLE- 
PHASE HALF-BRIDGE CONVERTER. Consider the half- 


bridge four quadrant converter of Fig. 19.27 with 
output filter and inductive load (Vpcmax = 300 V; 
Vocmin = 230 V; R; = 0.1 Q; L, = 4 mH; C, = 470 uF; 
values 


inductive load with nominal 
L, = 1 mH). 


R, =72, 


Driver 


FIGURE 19.27 Half bridge power inverter with insulated gate bipolar 
transistors, output filter and load. 
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and output voltage v,. Bottom graph: trace around 20, i, current; trace starting at zero, 10 x (Voref — Vo). 


Assuming that power switches, output filter capacitor, 
and power supply are all ideal, and a generic load with 
allowed slow variations, the switched state-space model 
of the converter, with state variables v, and iz, is 


d Uo - 0 1/C, Vo 
THERA alls 
=1/C, 0 o 19.89 
+| 0 Vale one 


where i, is the generic load current and vpwm = 6(t) Vpc 
is the extended PWM output voltage (6(t) = +1 when 
one of the upper main semiconductors of Fig. 19.27 is 
conducting and 6(t)=—1 when one of the lower 
semiconductors is on). 


Output Current Control (Current Mode Control) 


To perform as a v; voltage controlled i; current source 
(or sink) with transconductance g,, (8m = i/v; ) this 
converter must supply a current i, to the output 
inductor, obeying i, = g,,v;,. Using a bounded v, 
voltage to provide output short-circuit protection, the 
reference current for a sliding-mode controller must be 
i1, = mY; Therefore, the controlled output is the 1, 
current and the controllability canonical model (19.90) 
is obtained from the second equation of (19.89), since 
the dynamics of this subsystem, being governed by 
O(t)Vpc, is already in the controllability canonical 
form for this chosen output. 


= i pet AD Mos (19.90) 


0 


FIGURE 19.26 (a) Block diagram of the sliding-mode nonlinear controller for the buck-boost converter; (b) transient responses of the sliding-mode 
controlled buck-boost converter. At t = 0.005 s Voes step from 23 V to 26 V. At t = 0.02 s Vpc step from 26 V to 23 V. Top graph: square reference v 
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ing 
law sh oc 


a) 


A suitable sliding surface (19.91) is obtained from 


(19.90), making e; = ir, — ir. 


S(éj, 5 t) = 
= (Emt; = 


kpe; = kir, = ir) 
i,) =0 (19.91) 
The switching law (19.92) can be devised calculating the 
time derivative of (19.91) S(e; , t), and applying (19.76). 
If S(e;,,t) > 0, then d; /dt > 0 must hold to obtain 
Sle; , t) < 0, implying 5(t) = =I; 


1 for S(éj, 5 t)> +e 


SUS —1 for S(e;, t) < =e daea 


The k, value and allowed ripple e define the instanta- 
neous value of the variable switching frequency. The 
sliding mode controller is represented in Fig. 19.28a. 
Step response (Fig. 19.29a) shows variable-frequency 
operation and a very short rise time (limited only by 


Variable switching frequency 
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FIGURE 19.28 (a) Implementation of short-circuit-proof sliding-mode current controller (variable frequency); (b) implementation of fixed- 
frequency, short-circuit-proof, sliding-mode current controller using a triangular waveform. 


the available power supply) and confirms the expected 
robustness against supply variations. 

For systems where fixed frequency operation is 
needed, a triangular wave, with frequency (10 kHz) 
slightly greater than the maximum variable frequency, 
can be added (Fig. 19.28b) to the sliding-mode control- 
ler, as explained in Section 19.3.3. Performances (Fig. 
19.29b), comparable to those of the variable-frequency 
sliding-mode controller show the constant switching 
frequency, but also a steady-state error dependent on 
the operating point. 

To eliminate this error, a new sliding surface (19.93), 
based on (19.83), should be used. The constants kp and 
ky can be calculated, as discussed in Example 19.10. 


Se D= hy [edrthe,=0 099) 


The new constant-frequency sliding-mode current 
controller (Fig. 19.30a), with added antiwindup techni- 
ques (Example 19.6), since a saturation (errMax) is 


Constant switching frequency 


0.015 0.02 


FIGURE 19.29 Performance of the transconductance amplifier; response to a iz, step from —20 A to 20 A at t = 0.001 s and to a Vpc step from 300 V 
to 230 V at t= 0.015 s. 
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needed to keep the frequency constant, now presents no 
steady-state error (Fig. 19.30b). Performances are 
comparable to those of the variable frequency controller, 
and no robustness loss is visible. The applied sliding- 
mode approach led to the derivation of the known 
average current-mode controller. 


Output voltage control 


To obtain a power operational amplifier suitable for 
building uninterruptible power supplies, power filters, 
power gyrators, inductance simulators, or power factor 
active compensators, v, must be the controlled converter 
output. Therefore, using the input-output linearization 
technique, it is seen that the first time derivative of the 
output (dv,/dt) = (i, — i,)/C, = 0, does not explicitly 
contain the control input 6(t)Vpc. Then, the second 
derivative must be calculated. Taking into account 
(19.89), as 0 = (i; — i,)/C,, (19.94) is derived 


dv, d d /i-i 
d? dt dt\ C, 
ae ee R; 1 di, 
ee Ee C, dt 
tr a —— ô(t) Vpc (19.94) 


This expression shows that the second derivative of the 
output depends on the control input ô(t)Vpc. No 
further time derivative is needed, and the state-space 


Limited 
ko Integrator 
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equations of the equivalent circuit, written in the phase 
canonical form, are 


ldi 1 


Òlt) V; 
C, EIC (Voc 


(19.95) 


According to (19.75), (19.95), and (19.89), considering 


that e, is the feedback error e, =v, — Vo a sliding 
surface S(e, > t), can be chosen: 
S t A 
(e, )= 1*v, idr 
ye de, 
=e Bde aT 6S 
C dv ; 
=p oog v9) + Co + i, — 1, =0 
(19.96) 


where f is the time constant of the desired first-order 
response of output voltage ($ >> T > 0), as the strong 
relative degree [9] of this system is 2, and sliding-mode 
operation reduces by one the order of this system (the 
strong relative degree represents the number of times the 
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FIGURE 19.30 (a) Block diagram of the average current-mode controller (sliding mode); (b) performance of the fixed-frequency sliding-mode 
controller with removed steady-state error: response to an i, step from —20 A to 20A at t = 0.001 s and to a Vpc step from 300V to 230V at 


t = 0.015 s. 


FIGURE 19.31 
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output variable must be time differentiated until a 
control input explicitly appears). 

Calculating S(e, „ t) the control strategy (switching 
law) (19.97) can be devised since, if S(e, , t) > 0, di,/dt 
must be positive to obtain Sle; , t) <0, implying 
6(t) = 1. Otherwise, 6(t) = —1. 


1 for S(e, , t) > 0 (pwm = +Vopc) 


A ag (ee ee S(e,,.t) < 0 (Orum = Vo) 


(19.97) 


In the ideal sliding-mode dynamics, the filter input 
voltage Upwy, switches between Vpc and —Vpc with 
infinite frequency. This switching generates the equiva- 
lent control voltage V,, that must satisfy the sliding 
manifold invariance conditions, S(e,,t)=0 and 
S(e,, ,t)=0. Therefore, from Sle, ; as =0, using 
(19. 96) and (19.89), (or from (19.94)), V, 


d*v 1 dv, Vo 
Ve eG or + ——— 
ik F | dt? + B dt as L,C, 


(19.98) 


(BR = Loir i, a 1 di, 
BL,C, BC, Co dt 


This equation shows that only smooth input v,, signals 
(“smooth” functions) can be accurately reproduced at 
the inverter output, as it contains derivatives of the v, 
signal. This fact is a consequence of the stored dekto- 
magnetic energy. The existence of the sliding-mode 
operation implies the following necessary and sufficient 
condition: 


—Vpc < Veg < Voc (19.99) 


Equation (19.99) enables the determination of the mini- 
mum input voltage Vpc needed to enforce the sliding- 
mode operation. Nevertheless, even in the case of 
| Vaq] > |Vpcl the system experiences only a saturation 
transient and eventually reaches the region of sliding- 
mode operation, except if, in the steady state, operating 
point and disturbances enforce |V,,| > |Vpcl- 


a) 
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In the ideal sliding mode, at infinite switching 
frequency, state trajectories are directed toward the 
sliding surface and move exactly along the discontinuity 
surface. Practical power converters cannot switch at 
infinite frequency, so a typical implementation of 
(19.96) (Fig. 19.3la) with neglected D, ) features a 
comparator with hysterisis 2e, switching occurring at 
|S(e,,, t)| > € with frequency depending on the slopes of 
iz. This hysterisis causes phase plane trajectory oscilla- 
tions of width 2¢ around the discontinuity surface 
S(e, , t) = 0, but the V,, voltage is still correctly gener- 
ated, since the resulting duty cycle is a continuous 
variable (except for error limitations in the hardware 
or software, which can be corrected using the approach 
pointed out by (19.82)). 

The design of the compensator and modulator is 
integrated with the same theoretical approach, since 
the signal S(e, , t) applied to a comparator generates 
the pulses for the power semiconductors drives. If short- 
circuit-proof operation is built into the power semicon- 
ductor drives, there is the possibility to measure only the 
capacitor current (iz — i). 


Short-Circuit Protection and Fixed Frequency 
Operation of the Power Operational Amplifier 


If we note that all the terms to the left of i, in (19.96) 
represent the value of i; , a simple way to provide short- 
circuit protection is to bound the sum of all these terms 
(Fig. 19.31la) with i, == 100A). Alternatively, the 
output current controllers of Fig. 19.28 can be used, 
comparing (19.91) to (19.96), to obtain ir = S(e, , t)/ 
kp + ir. Therefore, the block diagram of Fig. 19.3la 
provides the i; output (for k, = 1) to be the input of 
the current controllers (Figs. 19.28 and 19.31a). As seen, 
the controllers of Figs. 19.28b and 19.30a also ensure 
fixed-frequency operation. 

For comparison purposes a proportional integral (PI) 
controller, with antiwindup (Fig. 19.31b) for output 
voltage control, was designed, supposing current mode 
control of the half bridge (modeled considering a small 
delay Ty ir, = 8m; /(1 + sT 4), a pure resistive load R,, 


(a) Implementation of short-circuit-proof, sliding-mode output voltage controller (variable frequency); (b) implementation of 
antiwindup PI current mode (fixed-frequency) controller. 
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Sliding mode (Ro*20) 
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a) Variable frequency sliding mode (nominal load) b) Variable frequency sliding mode (R,x20) 


FIGURE 19.32 Performance of the power operational amplifier; response to av, step from —200 V to 200 V at t = 0.001 s and to a Vpc step from 


300 V to 230V at t = 0.015 s. 


and using the approach outlined in Examples 19.6 and 
19.8 (k,=1, g,=1, C = 0.5, Tj = 600 us)). The 
obtained PI (19.37) parameters are 


T, = R,C, 


19.100 
T, zs 40° gpn kR, Ta : 


Both variable-frequency (Fig. 19.32) and constant 
frequency (Fig. 19.33) sliding-mode output voltage 
controllers present excellent performance and robustness 
with nominal loads. With loads much higher than the 
nominal value (Figs. 19.32b and Fig. 19.33b), the 
performance and robustness are also excellent. The 
sliding-mode _ constant-frequency PWM controller 
presents the additional advantage of injecting lower 
ripple in the load. 

As expected, the PI regulator presents lower perfor- 
mance (Fig. 19.34). The response speed is lower and the 
insensitivity to power supply and load variations (Fig. 


Fixed frequency sliding mode 


19.34b) is not as high as with sliding mode. Never- 
theless, the PI performances are acceptable, since its 
design was carried considering a slow and fast manifold 
sliding mode approach: the fixed-frequency sliding- 
mode current controller (19.93) for the fast manifold 
(the i; current dynamics) and the antiwindup PI for the 
slow manifold (the v, voltage dynamics, usually much 
slower than the current dynamics). 


EXAMPLE 19.12. CONSTANT-FREQUENCY SLIDING-MODE 
CONTROL OF p PULSE PARALLEL RECTIFIERS. This exam- 
ple presents a new paradigm to the control of thyristor 
rectifiers. Since p pulse rectifiers are variable-structure 
systems, sliding-mode control is applied here to 12 pulse 
rectifiers, still useful for very high power applications 
[12]. The design determines the variables to be measured 
and the controlled rectifier presents robustness and much 
shorter response times, even with parameter uncertainty, 
perturbations, noise, and nonmodeled dynamics. These 


Fixed frequency sliding mode (Ro*20) 


a) Fixed frequency sliding mode (nominal load) b) Fixed frequency sliding mode (R,x20) 


FIGURE 19.33 Performance of the power operational amplifier; response to av, step from —200 V to 200 V at t = 0.001 s and to a Vpc step from 
300 V to 230V at t = 0.015 s. 
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Pl current mode (Ro*20) 
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FIGURE 19.34 Performance of the PI controlled power operational amplifier; response to a v, step from —200 V to 200 Vat ¢ = 0.001 s and to a Vpc 


step from 300 V to 230 V at t = 0.015 s. 


performances are not feasible using linear controllers, 
obtained here for comparison purposes. 


Modeling the 12-Pulse Parallel Rectifier 

The 12-pulse rectifier (Fig. 19.35a) is built with four 
three-phase half-wave rectifiers, connected in parallel 
with current-sharing inductances | and } merged with 
capacitors C’, C,, to obtain a second-order LC filter. 
This allows low output-voltage ripple and continuous 
mode of operation (laboratory model with | = 44 mH; 
l = 13 mH; C’ = C, = 10 mF; star-delta connected ac 
sources with Eps © 65 V and power rating 2.2 kW, load 
approximately resistive R, % 3 to 5 Q). 

To control the output voltage v, , given the complex- 
ity of the whole system, the best approach is to derive a 
low-order model. By averaging the four half-wave recti- 
fiers, neglecting the rectifier dynamics and mutual 
couplings, the equivalent circuit of Fig. 19.35b is 


obtained ( =L=hL=]L=) ==; Cı = 
C\, = C’). Since the rectifiers are identical, the equiva- 
lent 12-pulse rectifier model of Fig. 19.35c is derived, 
simplifying the resulting parallel associations (L, = 1/4; 
L, = 1/2; C =2C). 

Considering the load current i, as an external pertur- 
bation and v; the control input, the state-space model of 
the equivalent circuit Fig. 19.3.5c is: 


it, 0 0 <i, 0 i, 
dji, j _] 0 0 I/L, —1/L, || 4, 
dil va |  |1/G SG. 0 0 Va 

va 0 ae 0 0 Ys, 

1/L - 6 
0 0 v; 
+ te (19.101) 
0 0 1, 
(ee —1/G 


FIGURE 19.35 Twelve-pulse rectifier with interphase reactors and intermediate capacitors; (b) rectifier model neglecting the half-wave rectifier 
dynamics; (c) low-order averaged equivalent circuit for the 12-pulse rectifier with the resulting output double LC filter. 
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Sliding-Mode Control of the 12-Pulse Parallel Rectifier 
Since the output voltage v, of the system must follow 
the reference v,,, the system equations in the phase 
canonical (or controllability) form must be written, 
using the error e, = Ve, — Ve and its time derivatives 
as new state error t ariableg as done in Example 19.11. 


1 1 1 er 
+= + e, 
C Li CG L (0 L Cı Li GL 


1 4 1 Yd 1g v; 
CLG “GGL dt Gd? GQLGL 
(19.102) 


The sliding surface S(e,,t), designed to reduce the 
system order, is a linear combination of all the phase 
canonical state variables. Considering (19.102), (19.101), 
and the errors er> > Ep and ep» the sliding surface can 
be expressed as a combination of the rectifier currents, 
voltages, and their time derivatives: 

S(e,,, t) = e, + kgeg + k,e, + kgeg 


= Ve, ab ky 0, + ky, F kgb, 


k, k, 
1 — jv, —p, 
GL, i GL, i 
ko kg š k, di, 
oF E GL) VC at 
kedi is j 
Gde COL” 


kg kp kg 
Cy C C, L, CG Mi 


=0 (19.103) 


Equation (19.103) shows the variables to be measured 
We» Ve» 153 i> and iz). Therefore, it can be concluded 
that the output current of each three-phase half-wave 
rectifier must be measured. 

The existence of the sliding mode implies S(e,., t) = 0 
and Slex,» t)=0. Given the state models (19.101) 
(19.102), and from Slex,» t) = 0, the available voltage 
of the power supply v; must exceed the equivalent 
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average dc input voltage V,, (19.104), which should be 
applied at the filter input, in order that the system state 
slides along the sliding surface (19.103). 


C LGL ; 
Veq =< 6, + koy, + kB, + kgf,) 
B 
GLG L 
fa Ak 
kg 


ky 
+ (cu. + GL) + GL, - CL GQL 7 i), 


di, 


+ (+t) 2 + GLb Se 


(19.104) 


This means that the power supply RMS voltage values 
should be chosen high enough to account for the 
maximum effects of the perturbations. This is almost 
the same criterion adopted when calculating the RMS 
voltage values needed with linear controllers. However, 
as the V, voltage contains the derivatives of the refer- 
ence voltage, the system will not be able to stay in sliding 
mode with a step as the reference. 
The switching law would be derived, considering that, 
from (19.102), b,(e) > 0. oe from (19.81), if 
S(e,., t) > +6, ean v(t) = Vers. o else if S(e,, t) < —€, 
then v(t) = — Vegna However, because of the lack of gate 
turn-off capability of the rectifier thyristors, power recti- 
fiers cannot generate the high-frequency switching voltage 
v(t), since the statistical mean delay time is T/2p and 
reaches T/2 when switching from+V,, t0 —V,, . To 
control mains switched rectifiers, the described constant 
frequency sliding mode operation method is used, in 
which the sliding surface S(e,,5 t), instead of being 
compared to zero, is compared to an auxiliary constant 
frequency function r(t) (Fig. 19.6b) synchronized with 
the mains frequency. The new switching law is: 


If k,S(e,., t) > r(t) + 1 = Trigger the next thyristor 
If k,S(e,,. t) < r(t) — 1 = Do not trigger any thyristor 


=> v(t) (19.105) 


Since now Sex,» t) is not near zero, but around some 
value of r(t), a steady-state error e, appears 
(min[r(t)]/k, < e < max[r(t)]/k,), as seen in Exam- 
ple 19.11. Ineteasing the value of k (toward the ideal 
saturation control) does not Poa this drawback, 
since oscillations would appear even for moderate k 
gains, because of the rectifier dynamics. Instead, the 
sliding surface (19.106), based on (19.83), should be 
used. It contains an integral term, which, given the 
canonical controllability form and the Routh-Hurwitz 
property, is the only nonzero term in steady state, 
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enabling the complete elimination of the steady-state 
error. 


Sie, t) = fear + Kye, + kieo + kie, + kigeg 


(19.106) 


To determine the constants of (19.106) a pole placement 
technique is selected, according to a fourth-order Bessel 
polynomial (Bg(s)„» m = 4, from (19.72c)), in order to 
obtain the smallest possible response time with almost 
no overshoot. For a delay characteristic as flat as 
possible, the delay t, is taken inversely proportional to 
a frequency f,; just below the lowest cutoff frequency 
(fai < 8.44 Hz) of the double LC filter. For this fourth- 
order filter, the delay is t, = 2.8/(27f,;). By choosing 
fa =7 Hz (t, © 64ms), and dividing all the Bessel 
polynomial terms by st,, the characteristic polynomial 
(19.107) is obtained: 


10 35 l 33 


Silex, $) N 2 ass 
(e, s) = s 
a st, 105°" 


(19.107) 


This polynomial must be applied to (19.106) to obtain 
the four sliding functions needed to derive the thyristor 
trigger pulses of the four three phase half wave rectifiers. 
These sliding functions will enable the control of the 
output current (h> i> 4, and i) of each half-wave 
rectifier, improving the current sharing among them 
(Fig. 19.35b). Supposing equal current share, the rela- 
tion between the į, current and the output currents of 
each three-phase rectifier is i, = 47, = 4i, = 4i, = 4i. 
Therefore, for the nth half wave three phase rectifier, 
since for n= 1 and n= 2, v, =v,, and ir, = 2%, and 
for n= 3 and n= 4, v, =0,, and ir, = 2i, the four 
sliding surfaces are (k, = 1): 


45t 1022 t 
os AT cy, +P, 


105” 105 
1 kı 102? 

v v, dt iiy 
+l ar o (4 er) 2 
10¢? 45t, È , 
aa Ug T Inco 1INnNCrr lo 

105GL “4 \105C, 105CL, 
P: 1022 diy | B \ di i 
105C,) dt  (105G,/ de? 
45t, i t f 5 
1 
105C, 105ŒL 105G)“ 


t 
: 
ae eee Sees 
Gace} In 


Si(@,,, Dn =| ht, a 


(19.108) 


463 


If an inexpensive analog controller is desired, the 
successive time derivatives of the reference voltage and 
output current of (19.108) can be neglected, since their 
calculation is noise prone. Nonzero errors on the first-, 
second- and third-order derivatives of the controlled 
variable will appear, worsening the response speed. 
However, the steady-state error is not affected. 

To implement the four equations (19.108), the vari- 
ables v., Vap Ve,» tor tp to to i> ip and i, must be 
measured. Although this could be done easily, it is very 
convenient to further simplify the practical controller, 
keeping its complexity and cost at the level of linear 
controllers, while maintaining the advantages of sliding 
mode. Therefore, the voltages v,, and v,,, are assumed 
almost constant over one period of the filter input 
current, and v., = Va, = Ve, meaning that 4, =], = 
i,/2. With these assumptions, valid as the values of C’ 
and C, are designed to provide an output voltage with 
very low ripple, the new sliding-mode functions are 


Silex On 

1 Bool 
= —v.dt+k 3 j 

3 t, | Ve, ve, ug 1, U, ve) F 105 C GE lo 

4 
i i (19.109) 
SS S. ¢ 
105G, EG) © 


These approximations disregard only the high-frequency 
content of Veo Vey? i> and th and do not affect the 
rectifier steady-state response, but the step response will 
be a little slower (150ms, Fig. 19.39, instead of 
t, © 64 ms), although still much faster than the obtained 
with linear controllers. 

Regardless of all the approximations, the low switching 
frequency of the rectifier would not allow the elimination 
of the dynamic errors. As a benefit of these approxima- 
tions, the sliding-mode controller (Fig. 19.36a) will need 
only an extra current sensor (or a current observer) and an 
extra operational amplifier in comparison with linear 
controllers, derived hereafter (which need four current 
sensors and six operational amplifiers). Compared to the 
total cost of the 12 pulse rectifier plus output filter, the 
control hardware cost is negligible in both cases, even for 
medium-power applications. 


Average Current Mode Control of the 12-Pulse Rectifier 
For comparison purposes a PI-based controller structure 
is designed (Fig. 19.36b), taking into account that small 
mismatches of the line voltages or in the trigger angles 
can completely destroy the current share of the four 
paralleled rectifiers, in spite of the current equalizing 
inductances (J and l’). Output voltage control sensing 
only the output voltage is, therefore, not feasible. 


Sum5 g4 


a) 


il4 kil4 


FIGURE 19.36 


Instead, the slow and fast manifold approach is selected. 
For the fast manifold, four internal current control loops 
guarantee the same dc current level in each three-phase 
rectifier and limit the short-circuit currents. For the 
output slow dynamics, an external cascaded output 
voltage control loop (Fig. 19.36b), measuring the voltage 
applied to the load, is the minimum. 

For a straightforward design, given the much slower 
dynamics of the capacitor voltages compared to the 
input current, the PI current controllers are calculated 
as shown in Example 19.6, considering the capacitor 
voltage constant during a switching period, and r, = 1 Q 
the intrinsic resistance of the transformer windings, 
overlap, and inductor l. From (19.45), T, = l/r, = 
0.044 s. From (19.48), with the common assumptions, 
T, = 0.0066 s (p = 3). These values guarantee a small 
overshoot (*5%) and a current rise time of approxi- 
mately T/3. 

To design the external output voltage-control loop, 
each current-controlled rectifier can be considered a 
voltage-controlled current source ir (s)/4, since each 
half-wave rectifier current response will be much faster 
than the filter output voltage response. Therefore, in the 
equivalent circuit of Fig. 19.35b, the current source ir (s) 
substitutes the input inductor, yielding the transfer 
function v, (s)/iz (s): 


AOE R, 
i, (9) OCR S + CLs + (CR, + CRs +1 
(19.110) 
Given the real pole (p, = —6.7) and two complex poles 


(p23 = —6.65 £j140.9) of (19.110), the PI voltage 
controller zero (1/T,, = pı) can be chosen with a 
value equal to the transfer function real pole. The 
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(a) Sliding-mode controller block diagram; (b) linear control hierarchy for the 12-pulse rectifier. 


integral gain T,, can be determined using a root-locus 
analysis to determine the maximum gain, that still 
guarantees the stability of the closed loop controlled 
system. The critical gain for the PI was found to be 
T/T» © 0.4, then T,, > 0.37. The value T,, * 2 was 
selected to obtain weak oscillations, together with almost 
no overshoot. 

The dynamic and steady-state responses of the output 
currents of the four rectifiers (7, i, i> 4) and the 
output voltage v, were analyzed using a step input from 
2A to 2.5A applied at t = 1.1 s, for the currents, and 
from 40V to 50V for the v, voltage. The PI current 
controllers (Fig. 19.37) show good sharing of the total 
current, a slight overshoot (¢ = 0.7) and response time 
6.6 ms (T/p). 

The open-loop voltage v, presents a rise time of 
0.38s. The PI voltage controller (Fig. 19.38) shows a 
response time of 0.4s no overshoot. The four three- 
phase half-wave rectifier output currents (i> t> i, and 
i) present nearly the same transient and steady-state 
values, with no very high current peaks. These results 
validate the assumptions made in the PI 
design. 

The closed-loop performance of the fixed-frequency 
sliding-mode controller (Fig. 19.39), shows that all the 
i> ij,» 4 and i, currents are almost equal and have peak 
values only slightly higher than those obtained with the 
PI linear controllers. The output voltage presents a much 
faster response time (150 ms) than the PI linear control- 
lers, negligible or no steady-state error, and no over- 
shoot. From these waveforms it can be concluded that 
the sliding-mode controller provides a much more 
effective control of the rectifier, as the output voltage 
response time is much lower than the obtained with PI 
linear controllers, without significantly increasing the 
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FIGURE 19.37 PI current controller performance. 
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FIGURE 19.38 PI voltage controller performance. 


thyristor currents, overshoots, or costs. Furthermore, 
sliding mode is an elegant way to know the variables 
to be measured, and to design all the controller and the 
modulator electronics. 


efficiencies as low as 15-20% with speech or music 
signals. To improve the efficiency of audio systems 
while preserving the quality, PWM switching power 
amplifiers, enabling the reduction of the power-supply 
cost, volume, and weight and compensating the effi- 
ciency loss of modern loudspeakers, are needed. More- 
over, PWM amplifiers can provide a complete digital 
solution for audio power processing. 


EXAMPLE 19.13. SLIDING-MODE CONTROL OF PULSE 
WIDTH MODULATION AUDIO POWER AMPLIFIERS. Linear 
audio power amplifiers can be astonishing, but have 


Chel old 
i eas soe 


t (50ms/div) —> 


(a) (b) 


FIGURE 19.39 Closed-loop constant-frequency sliding-mode controller performance. 
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For high-fidelity systems, PWM audio amplifiers 
must present flat passbands of at least 16 Hz-20kHz 
(+0.05 dB), distortions less than 0.1% at the rated 
output power, fast dynamic response, and signal-to- 
noise ratios above 90dB. This requires fast power 
semiconductors (usually MOSFET transistors), capable 
of switching at frequencies near 500kHz and fast 
nonlinear control methods to provide the precise and 
timely control actions needed to accomplish the 
mentioned requirements and to eliminate the phase 
delays in the LC output filter and in the loudspeakers. 

A low-cost PWM audio power amplifier, able to 
provide over 80 W to 8-Q loads (Vj; = 50 V), can be 
obtained using a half-bridge power inverter (switching 
at fowy © 450 kHz), coupled to an output filter for 
high-frequency attenuation (Fig. 19.40). A low-sensitiv- 
ity, doubly terminated passive ladder (double LC), low- 
pass filter using fourth-order Chebyshev approximation 
polynomials is selected, given its ability to meet, while 
minimizing the number of inductors, the following 
requirements: passband edge frequency 21 kHz, pass- 
band ripple 0.5 dB, stopband edge frequency 300 kHz, 
and 90dB minimum attenuation in the stopband 
(ZL; = 80 uH L =85puH; C,=1.7 uF; G = 82 nF; 
R, = 8 Q; r = 0.47 Q). 


Modeling the PWM Audio Amplifier 


The two half-bridge switches must always be in comple- 
mentary states, to avoid power supply internal short 
circuits. Their state can be represented by the time- 
dependent variable y, which is y = 1 when Q1 is on and 
Q2 is off, and is y = —1 when Q1 is off and Q2 is on. 

Neglecting switch delays, on state semiconductor 
voltage drops, auxiliary networks, and supposing small 
dead times, the half-bridge output voltage is 
Vpwm = Y Vaq. Considering the state variables and circuit 
components shown in Fig. 19.40, and modeling the 
loudspeaker load as a perturbation represented by the 
current i, (ensuring robustness against the frequency 


FIGURE 19.40 PWM audio amplifier with fourth-order Chebyshev 
low-pass output filter and loudspeaker load. 
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dependent impedance of the speaker), the switched 
state-space model of the PWM audio amplifier is 


it, -n/L —-1/L 0 0 i 
d va |_| IC, 0 —1/C 0 Va 
dt | i, 0 -If, 0 l/l, || i, 
v, 0 0 1/0, 0 v, 
1/L 0 
0 0 yV. 
+ Yad (19.111) 
0 0 1, 
0 SG 


This model will be used to define the output voltage v, 
controller. 


Sliding-Mode Control of the PWM Audio Amplifier 


The filter output voltage v, divided by the amplifier gain 
(1/k,) must follow a reference v, . Defining the output 
error as €, =v, — k,v,, and also using its time deriva- 
tives (ep, €p eg) as a new state vector e = le,» Cy €;> epl", 
the system equations, in the phase canonical (or 
controllability) form, can be written in the form 


Tr 
qlee? €p, 8y, ep] = leg, ey, p> = f(e,» €p, ey, ep) 


+ pelt) — yVag/C Li GLI 
(19.112) 


Sliding-mode control of the output voltage will enable a 
robust and reduced order dynamics, independent of 
semiconductors, power supply, and filter and load para- 
meters. According to (19.75) and (19.112), the sliding 
surface is 


Se, > €p» €p, €g, t) 

= 6, + kgeg + kpe, + kgeg 
d(v,, — kvo 
e 


af k d (= = =) 


= Vo, — koto + ko 


dt dt 


k d|d d(v,, =. k,vo) 
FA Ei dt ) 


=0 (19.113) 


In sliding mode, (19.113) confirms the amplifier gain 
(v/V, = 1/k,). To obtain a stable system and the 
smallest possible response time t,, a pole placement 
according to a third-order Bessel polynomial is used. 
Taking t, inversely proportional to a frequency just 
below the lowest cut-off frequency (@,) of the double 
LC filter (t, © 2.8/@, © 2.8/(2m 21 kHz) © 20 us) and 
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FIGURE 19.42 Sliding-mode controlled audio power amplifier performance (upper graphs show > vpyj; lower graphs traces 1 show (v 


using (19.72c) with m = 3, the characteristic polynomial 
(19.114), verifying the Routh—Hurwitz criterion, is 
obtained 


6 1 
S(e, s) = 1 + st, + ASA + Tl (19.114) 


From (19.91) the switching law for the control input at 
time tp, y(t,), must be 


It) = sgn{Sle, t) + esgn[S(e, ti)} (19.115) 


To ensure reaching and existence conditions, the power 
supply voltage Vq must be greater than the maximum 
required mean value of the output voltage in a switching 
period Vig > (Vpwmmax)} The sliding-mode controller 
(Fig. 19.41) is obtained from (19.113), (19.114), and 
(19.115) with ky =t,, k, = 6t;/15, kg = 7/15. The 
derivatives can be approximated by the block diagram 
of Fig. 19.41b, were h is the oversampling period. 
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FIGURE 19.41 
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Figure 19.42a shows the Vvpwm> Vo 0,/10, and the 
error 10 x (v, —v,/10) waveforms for a 20-kHz sine 
input. The overall behavior is much better than the 
obtained with the sigma-delta controllers (Figs. 19.43 
and 19.44) explained below for comparison purposes. 
There is no 0.5-dB loss or phase delay over the entire 
audio band; the Chebyshev filter behaves as a maximally 
flat filter, with higher stopband attenuation. Figure 
19.42b shows vpwx> Vo and 10 x (v,, — v,/10) with a 
1-kHz square input. There is almost no steady-state 
error and almost no overshoot on the speaker voltage 
Uy, attesting to the speed of response (tœ 20 us as 
designed, since, in contrast to Example 19.12, no deri- 
vatives were neglected). The stability, the system order 
reduction, and the sliding-mode controller usefulness 
for the PWM audio amplifier are also shown. 


Sigma Delta Controlled PWM Audio Amplifier 

Assume now the fourth-order Chebyshev low-pass filter, 
as an ideal filter removing the high-frequency content of 
the vpwm voltage. Then, the vpys voltage can be 


Unit Delay 
b) 


(a) Sliding-mode controller for the PWM audio amplifier; (b) implementation of the derivative blocks. 
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a) 


graphs traces 2 show >v,/10, and lower graphs trace 3 show 10 x (v, 
response to 1 kHz square-wave input, at 100 W output power. 


b) 


1 


o, = Vi) lower 


—v,/10)), (a) response to a 20-kHz sine input, at 55 W output power; (b) 
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FIGURE 19.44 First-order sigma delta audio amplifier performance (upper graphs vpyj,3 lower graphs trace 1, (vo, 
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FIGURE 19.43 


considered the amplifier output. However, the discon- 
tinuous voltage vpwm = YV4q is not a state variable and 
cannot follow the almost continuous reference vpyjy - 
The new error variable e pwm = Vpwm, — kyyVaa is 
always far from the zero value. Given this nonzero 
error, the approach outlined in Section 19.3.4 can be 
used. The switching law remains (19.115), but the new 
control law (19.116) is 


Cn E r [orm —kyVy) dt =0 (19.116) 


The x parameter is calculated to impose the maximum 
1/2fowm 

switching frequency fpwm. Since «fy (vp 

k, Vaq)dt = 22, we obtain 


Tmax 


fe k, Vaa)/46) (19.117) 


fowm = K(Upw, 


Assuming that vpy,y, is nearly constant over the switch- 
ing period 1/fpwm> (19. 116) confirms the amplifier gain, 
since Upwa = Upwn,/k,- 

Practical implementation of this control strategy can 
be done using an integrator with gain «x (x œ% 1800), and 
a comparator with hysterisis e(e ~ 6 mV), Fig. 19.43a. 
Such an arrangement is called a first-order sigma delta 
(ZA) modulator. 
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(a) First-order sigma-delta modulator; (b) second-order sigma-delta modulator. 


Figure 19.44a shows the vpwy> Vo and v,/10 wave- 
forms for a 20-kHz sine input. The overall behavior is as 
expected, because the practical filter and loudspeaker are 
not ideal, but notice the 0.5-dB loss and phase delay of 
the speaker voltage v,, mainly due to the output filter 
and speaker inductance. In Fig. 19.44b, the vpw Vo,» 
v,/10, and error 10 x (vo, — v,/10) for a 1-kHz square 
input are shown. Note the oscillations and steady-state 
error of the speaker voltage v,, due to the filter dynamics 
and double termination. 

A second-order sigma-delta modulator is a better 
compromise between circuit complexity and signal-to- 
quantization noise ratio. As the switching frequency of 
the two power MOSFET (Fig. 19.40) cannot be further 
increased, the second-order structure named “cascaded 
integrators with feedback” (Fig. 19.43b) was selected, 
and designed to eliminate the step response overshoot 
found in Fig. 19.44b. 

Figure 19.45b, for 1-kHz square input, shows much 
less overshoot and oscillations than Fig. 19.44b. 
However, the vpwm» Vo» and v,/10 waveforms for a 
20-kHz sine input presented in Fig. 19.45a show 
increased output voltage loss, compared to the first- 
order sigma-delta modulator, since the second-order 
modulator was designed to eliminate the v, output 
voltage ringing (therefore reducing the amplifier band- 
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FIGURE 19.45 Second-order sigma delta audio amplifier performance (upper graphs vpyj,3 lower graphs trace 1, (v,, = v;); lower graphs trace 2, 
v,/10; and lower graphs trace 3, 10 x (vo, — v,/10)); (a) response to a 20-kHz sine input, at 55 W output power; (b) response to 1-kHz square wave 


input, at 100 W output power. 


width). The obtained performances with these and other 
sigma-delta structures are inferior to the sliding-mode 
performances (Fig. 19.43). Sliding mode brings definite 
advantages as the system order is reduced, flatter pass- 
bands are obtained, power supply rejection ratio is 
increased, and the nonlinear effects, together with the 
frequency-dependent phase delays, are cancelled out. 


EXAMPLE 19.14. SLIDING-MODE CONTROL OF NEAR- 
UNITY POWER-FACTOR PWM RECTIFIERS. Boost-type 
voltage-sourced three-phase rectifiers (Fig. 19.46) are 
multiple-input, multiple-output (MIMO) systems 
capable of bidirectional power flow, near unity power 
factor operation, and almost sinusoidal input currents, 
and can behave as ac-dc power supplies or power factor 
compensators. 

The fast semiconductors 


power used (usually 


MOSFETs or IGBTs), can switch at frequencies much 
higher than the mains frequency, enabling the voltage 
controller to provide an output voltage with fast 
dynamic response. 


FIGURE 19.46 Voltage sourced PWM rectifier with IGBTs and test load. 


Modeling the PWM Boost Rectifier 

Neglecting switch delays and dead times, the states of the 
switches of the kth inverter leg (Fig. 19.46) can be 
represented by the time dependent nonlinear variables 
Yp defined as 


n=l 


Consider the displayed variables of the circuit (Fig. 
19.46), where L is the value of the boost inductors, R 
their resistance, C the value of the output capacitor, and 
R, its equivalent series resistance (ESR). Neglecting 
semiconductor voltage drops, leakage currents, and 
auxiliary networks, the application of Kirchhoff laws 
(taking the load current i, as a time-dependent pertur- 
bation) yields the following switched state-space model 
of the boost rectifier: 


1 — if Su, is on and Sl; is off 
(19.118) 
0 — if Su, is off and Sl, is on 


. SR p g ee EY . 
iy L 3L i 
d h 0 = 0 Se Yast os ama hy 
Ae 9° <i. ER See |? 
Vo L 3L Vo 
Ag, Ayp Ag Aga 
1 
7 9 9 oO 0 v 
1 vy 
0 = 0 0 0 
+ L i V3 
0 0 T 0 0 lo 
di 
VR, YR, V3R, =l R ae 
L L L C f 
(19.119) 


1 RR, 
Ay; = Y3 Co Le 
eae —2R.01001 — Yo) + V202 — V3) + 303 — V1) 
44 = 


3L 


Since the input voltage sources have no neutral connec- 
tion, the preceding model can be simplified, eliminating 
one equation. Using the relationship (19.120) between 
the fixed frames x,_,_,; and x, _,, in (19.119), the 
state space model (19.121), in the a—f frame, is 
obtained 


x; J2/3 0 Xy 
= (19.120) 
EA —J1/6 /1/2 || x 
—R — Ya 
i a lire 
a|. : 
a eV =| o Z d has 
dt T T 
Vo Vo 


a a a 
431 A32 A33 


1 
=- 0 0 0 Pa 
L 

1 "8 

0 ao Sh, Ü 

si L 1, 
YR. VBR. =] R di, 

L L C c dt 


(19.121) 


where 


1 RR 1 RR 
431, = te 5- F) Ab = »(ž- Re); 


=R} +79) 
L 


a 
A33 = 
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The model (19.121) is nonlinear and time variant. 
Applying the Park transformation (19.122), using a 
frequency œ rotating reference frame synchronized 
with the mains (with the q component of the supply 
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voltages equal to zero), the nonlinear, time-invariant 
model (19.123) is written: 


l ly l cos(wt) — sin(wt) l l ig l 
d= l (19.122) 
1p sin(@t) cos(ct) ig 


—R = 
T ig | eee ee 
F tq L L tq 
1 — SS q 
dt (Q) T T 
Po d d d Po 
A51 AS) 453 
1 
= 0 o0 0 va 
L 
1 °q 
= 0 0 
+ 0 T i, 
ya, VR = R di, 
L L C $ dt 
(19.123) 
where 


This state-space model can be used to obtain the feed- 
back controllers for the PWM boost rectifier. Consider- 
ing the output voltage v, and the i, current as the 
controlled outputs and y4 y, the control inputs 
(MIMO system), the input-output linearization of 
(19.123), gives the state-space equations in the controll- 
ability canonical form (19.124): 


di R y 1 
q ; ; q 
a lg L“ A pa 
dv, _ 
dt 
d0 _ R+ Ry +73 vat Va , 
dt L LG. S 
Yaa F Yaa Ri, 1 RR,\ di, 
i LC LG et L } dt 
1 RR, di, 
+o C L Yatq Yqla) R, dt2 
(19.124) 
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where 
1 RR soe Rah yp 
s- (Leni RAED, 
R. i, . di, 
HF Oaa +Y) — G- T 


Using the rectifier overall power balance (from Tellegen’s 
theorem, the converter is conservative, e.g. the power 
delivered to the load or dissipated in the converter 
parasitic elements equals the input power), and neglect- 
ing the switching and output capacitor losses, 
Vala + Vgig = Volo + Rij. Supposing unity power factor 
(i,,*0), and the output v, in steady state, 
Yala + Vala oS igs Ug = V3Vems> Ug = 0, Yq ~ Vq/Vo» 
Yq © (va — Rig)/v,. Then, from (19.124) and (19.75), 
the following two sliding surfaces can be derived: 


S,(¢;,+ #) = ke, Cige — 4) = 0 (19.125) 
dv, 1. di 
Say,» €p, t); ci |e", Vo) E Ir + G” + R. =] 
LC Vo 
X 
L — CRR, /3 Vays — Riz 


where f° ' is the time constant of the desired first-order 
response of output voltage v, (P >> T > 0). For the 
synthesis of the closed-loop control system, notice that 
the terms of (19.126) inside the square brackets can be 
assumed as the i, reference current ig. Furthermore, 
from (19.125) and (19.126) it is seen that current control 
loops for ig and i, are needed. Considering (19.122) and 
(19.120), the two sliding surfaces can be written 


Sale t) = i, — i, = 0 (19.127a) 


(19.127b) 


SpE, t) = ig = ig =0 


To power 
switches 
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The switching laws relating the sliding surfaces (19.127) 
with the switching variables y, are 


If S, ple; p £) > € then ig, > iy p hence choose yy 
to increase the i, g current 


If Sy pli, p> t) < —e then i, g, < 1,4 hence choose yy 


to decrease the i, g current 
(19.128) 


The practical implementation of this switching strategy 
could be accomplished using three independent two- 
level hysteresis comparators. However, this might intro- 
duce limit cycles as only two line currents are indepen- 
dent. Therefore, the control laws (19.127) can be 
implemented using the block diagram of Fig. 19.47a, 
with d, q-«, fp (from (19.122)) and 1,2-«, 6 (from 
(19.120)) transformations and two three-level hysteretic 
comparators with equivalent hysterisis € and p to limit 
the maximum switching frequency. A limiter is included 
to bound the i, reference current to ij,,,,. keeping the 
input line currents within a safe value. This helps to 
eliminate the nonminimum-phase behavior (outside 
sliding mode) when large transients are present, while 
providing short-circuit-proof operation. 


a—f Space Vector Current Modulator 
Depending on the values of y,, the bridge rectifier leg 
output voltages can assume only eight possible distinct 
states represented as voltage vectors in the «— reference 
frame (Fig. 19.47b), for sources with isolated neutral. 
With only two independent currents, two three-level 
hysterisis comparators, for the current errors, must be 
used in order to accurately select all eight available 
voltage vectors. Each three-level comparator can be 
obtained by summing the outputs of two comparators 
with two levels each. One of these two comparators (ôr, 
61) has a wide hysterisis width and the other (Ông Ong) 
has a narrower hysterisis width. The hysterisis bands are 
represented by € and p. Table 19.2 represents all possible 
output combinations of the resulting four two-level 


FIGURE 19.47 (a) Sliding-mode PWM controller-modulator for the unity power factor three-phase PWM rectifier; (b) a—f space vector 
representation of the PWM bridge rectifier leg voltages. 
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TABLE 19.2 Two-level and three-level comparator results, showing corresponding vector choice, corresponding yg and vector «f component 
voltages. Vectors are mapped in Fig. 19.47b 


Sin Ona Lp Ong by Op Vector Yı Y2 Y3 Vy Up 
—0.5 —0.5 —0.5 —0.5 =] =i 2 1 1 0 v,/V6 v,/V2 

0.5 —0.5 —0.5 —0.5 0 =1 2 1 1 0 v,/V6 v,/V2 

0.5 0.5 —0.5 —0.5 1 3 0 1 0 —v,/ v6 v,/V2 
—0.5 0.5 —0.5 —0.5 0 -1 3 0 1 0 —v,/ v6 v,/V2 
—0.5 0.5 0.5 —0.5 0 0 0 or7 Oorl Oorl Oorl 0 0 

0.5 0.5 0.5 —0.5 0 4 0 1 —/273 v, 0 

0.5 —0.5 0.5 —0.5 0 0 0 or7 Oorl Oorl Oorl 0 0 
—0.5 —0.5 0.5 —0.5 = 0 1 1 0 0 VIB v, 0 
—0.5 —0.5 0.5 0.5 2 1 6 1 0 v,/V6 —v,/V2 

0.5 —0.5 0.5 0.5 0 1 6 1 0 v,/V6 —v,/V2 

0.5 0.5 0.5 0.5 1 5 0 0 —v,/ v6 —v,/V2 
—0.5 0.5 0.5 0.5 0 1 5 0 0 —v,/V6 —v,/V2 
—0.5 0.5 —0.5 0.5 0 0 0 or7 0 or 1 Oorl Oorl 0 0 

0.5 0.5 —0.5 0.5 0 4 0 1 —/273 v, 0 

0.5 —0.5 —0.5 0.5 0 0 0 or7 0 or 1 0 or 1 Oorl 0 0 
—0.5 —0.5 —0.5 0.5 = 0 1 1 0 0 VIB v, 0 


comparators, their sums giving the two three-level values, ig.» tg (the values of L and C are such that the i, 
comparators (6,, 6g), plus the voltage vector needed to and i, currents usually exhibit a very fast dynamics 
accomplish the current tracking strategy (1, gr — 1,4) compared to the slow dynamics of v,), a first-order 
=0 (ensuring (ip, — 1,5) x dig, — ia p)/dt < 0), model (19.129) of the rectifier output voltage can be 
plus the y, variables and the «—f voltage components. obtained from (19.124). 

From the analysis of the PWM boost rectifier it is 


concluded that, if, for example, the voltage vector 2 is dv, 1 RR, ; . 
applied E ae i A SA a Wata, + Vala, 
pplied (y, = 1, y% = 1, y3 = 0), in boost operation, the dt C L 

currents i, and ig will both decrease. Oppositely, if the ROL +72) R 

voltage vector 5 (yı = 0, y, = 0, y; = 1) is applied, the ue eee Vo +—(ygva + Yata) (19.129) 
; Seite ; L L 

currents i, and ig will both increase. Therefore, vector 2 i di 

should be selected when both i, and ig currents are —-2— eal 

above their respective references, that is for ô, = —l, C dt 

ôf = —1, whereas vector 5 must be chosen when both i, 


and ig currents are under their respective references, or 
for ô, = 1, 6g = 1. Nearly all the outputs of Table 19.2 
can be filled using this kind of reasoning. 

The cases where 6, = 0, Op =-—l, the vector is 
selected upon the value of the i, current error (if 
Or, > 90 and Oy, < 0 then vector 2, if 6,, <0 and 
On, <0 then vector 3). When 6,=0, 6,=1, if 
Or, > 0 and dy, < 0 then vector 6, else if ôr, < 0 and 
Ong > 0 then vector 5. The vectors 0 and 7 are selected 
in order to minimize the switching frequency (if two of 
the three upper switches are on, then vector 7, otherwise 
vector 0). The space vector decoder can be stored in a 


Assuming now a pure resistor load R} = v,/i,, and a 
mean delay T} between the i, current and the reference 
iz, continuous transfer functions result for the ig 
current (ig = ig (1+ sT;)') and for the v, voltage 
(v, = kaig/(1 + skg) with ką and kg obtained from 
(19.129). Therefore, using the same approach as Exam- 
ples 19.6, 19.8, and 19.11, a linear PI regulator, with 
gains K, and K; (19.130), sampling the error between the 
output voltage reference v, and the output v,, can be 
designed to provide a voltage proportional (k;) to the 
reference current iy (ig = (Kp + K;j/s)k,(v,, — v,)). 


Ri +R 

look-up table (or in an EPROM) whose inputs are the K, = 1 i RR 
four two level comparator outputs and the logic result of 4CTIR, Kiya ( = e) 
the operations needed to select between vectors 0 and 7. oe 

2 2 19.130 
PI Output Voltage Control of the Current-Mode PWM Rat Y4 1 (12430) 
Rectifier K= L RC 

1 
Using the «—f current mode hysteresis modulators to 4 TK, (ž- =) 
; : ; dX) 

enforce the i, and i, currents to follow their reference C L 


FIGURE 19.48 
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These PI regulator parameters depend on the load 
resistance R,, on the rectifier parameters (C, R. L, R), 
on the rectifier operating point y4, on the mean delay T}, 
and on the required damping factor ¢. Therefore, the 
expected response can only be obtained with nominal 
load and input voltages, the line current dynamics 
depending on the K, and K; gains. 

Results (Fig. 19.48) obtained with the values 
Vrms © 70V, L% 1.1 mH, R%0.1 Q, C2000 uF 
with equivalent series resistance ESR ~ 0.1 Q 
(R. = 0.19), R =~25Q, R,%~12Q, ß= 0.0012, 
K, = 1.2, K; = 100, k; = 1, show that the a—f space 
vector current modulator ensures the current tracking 
needed (Fig. 19.48). The v, step response reveals a faster 
sliding-mode controller and the correct design of the 
current mode/PI controller parameters. The robustness 
property of the sliding-mode controlled output v, 
compared to the current mode/PI, is shown in Fig. 
19.49. 
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0 0.005 0.01 0.015 0.02 0.025 0.03 
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a) V9-Vor[V] with sliding mode control 


EXAMPLE 19.15. SLIDING-MODE CONTROLLERS FOR 
MULTILEVEL INVERTERS. Multilevel inverters (Fig. 
19.50) are the converters of choice for high-voltage, 
high-power dc—ac or ac—ac (with dc link) applications, 
as the active semiconductors (usually gate turn-off 
thyristors (GTO), or IGBT transistors) of n-level 
power conversion systems, must withstand only a frac- 
tion (normally U,,/(n — 1)) of the total supply voltage 
U.. Moreover, the output voltage of multilevel conver- 
ters, being staircase-like waveforms with n steps, features 
lower harmonic distortion compared to the two-level 
waveforms with the same switching frequency. 

The advantages of multilevel converters are paid into 
the price of the capacitor supply voltage dividers (Fig. 
19.51) and voltage equalization circuits, or into the cost 
of extra power supply arrangements (Fig. 19.51c). This 
example shows how to extend the two-level switching 
law (19.81) to n-level converters, and how to equalize 
the voltage of the capacitive dividers. 


0 0.005 001 0.015 002 5005 0.03 
t[s] 
b) vo -Vvor[V] with current mode/PI control 
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a—f space vector current modulator operation at near unity power factor; (a) simulation result (i,, + 30; i, + 30; 2 x i, — 30; (b) 
experimental result (1 > i» 2 > i, (10 A/div); 3 > i}, 4 > i (5 A/div)). 


FIGURE 19.49 Transition from rectifier to inverter operation (i, from 8 A to —8 A) obtained by switching off IGBT Sa and using 7, = 16 A (Fig. 
19.46). 


474 J. Silva 


n . + 
sul | S21 iL S31 ie 
Th ON w 4 K A 
Cı | 
= = | . + . 
| s2] | s2 32 
o A ] They, ha 
Uce } = 7 ac \ 
4 | : Teh Load / 
13 23 33 a 
af S At | S J 4 S F, 
Ahk O ATTN AN h 
ie i | L 
p 14 S24 ‘| S34 
T Ot ah 4 Th e 
— — =- 
a) b) 


FIGURE 19.50 (a) Single phase, neutral-clamped, three-level inverter with IGBTs; (b) three-phase, neutral-clamped, three-level inverter. 


Considering single-phase three level inverters (Fig. voltage disturbances, semiconductor nonidealities, and 
19.50a), open-loop control of the output voltage can load parameters. 
be made using three-level SWPWM. The two-level 
modulator, seen in Example 19.9, can be easily extended Sliding-Mode Switching Law 
(Fig. 19.52a) to generate the yyy command (Fig. 19.52b) For a variable-structure system where the control input 
to three-level inverter legs, from the two-level yy, signal, u(t) can present n levels, consider the n values of the 
using the following relation: integer variable y, being —(n—1)/2 < y < (n — 1)/2 


and u,(t)=yU,,./(n— 1), dependent on the topology 
and on the conducting semiconductors. To ensure the 
sliding-mode manifold invariance condition (19.76) and 
the reaching mode behavior, the switching strategy 
Y(tk}1) for the time instant t,,,, considering the value 
The required three-level SWPWM modulators for the of y(t) must be 

output voltage synthesis seldom take into account the 

semiconductors and the capacitor voltage divider noni- 

deal characteristics. Consequently, the capacitor voltage 


Vit = Yn, sin(wt)—sgn(m; sin(wt))/2—r(t)/2) 
— 1/2 + sgn(m; sin(wt))/2 (19.131) 


divider tends to drift, one capacitor being overcharged, (te) 
the other discharged, and an asymmetry appears in the y(t) +1 if S(e,, t) > eA Sle, t) > 
currents of the power supply. A steady-state error in the eA y(t) < (n— 1)/2 (19.132) 


output voltage can also be present. Sliding-mode control = 


can provide the optimum switching timing between all a if (egit) aaa < 


the converter levels, together with robustness to supply —EA W(t) > —(n — 1)/2 
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FIGURE 19.51 (a) Five-level (n = 5) diode clamped inverter with IGBTs; (b) five-level (n = 5) flying capacitor converter; (c) multilevel converter 
based on cascaded full bridge inverters. 
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3 level PWM 


FIGURE 19.52 (a) Three-level SWPWM modulator schematic; (b) main three-level SWPWM signals. 
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FIGURE 19.53 (a) Multilevel sliding-mode PWM modulator with n-level hysteresis comparator of quantization interval <e; (b) a four hysterisis 


comparator implementation of a five-level switching law. 


This switching law can be implemented as depicted in 
Fig. 19.53. 


Control of the Output Voltage in Single-Phase Multilevel 
Converters 


To control the inverter output voltage, in a closed 
loop, in diode-clamped multilevel inverters with n 
levels and supply voltage U,,, a control law similar to 


Voltage [V] 
Voltage [V] 
> 


-20 
0.02 0.025 0.03 0.035 0.04 0.325 


(19.116), S(e,, t)=K J(u, — k,y(G)U.-/(n — 1))dt = 0 
is suitable. 

Figure 19.54a shows the waveforms of a five-level 
sliding-mode controlled inverter, namely the input 
sinus voltage, the generated output staircase wave, and 
the sliding-surface instantaneous error. This error is 
always within a band centered around the zero value 
and presents zero mean value, which is not the case of 
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FIGURE 19.54 (a) Scaled waveforms of a five-level sliding-mode controlled single-phase converter, showing the input sinus voltage vpyy,, the 
generated output staircase wave u,, and the value of the sliding surface S(e,,, t); (b) scaled waveforms of a three-level neutral-point clamped inverter 
showing the capacitor voltage unbalance (shown as two near flat lines touching the tips of the PWM pulses); (c) experimental results from a laboratory 
prototype of a three-level single-phase power inverter with the capacitor voltage equalization described. 
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FIGURE 19.55 (a) Multilevel sliding-mode output voltage controller and PWM modulator with capacitor voltage equalization; (b) Sliding-mode 
output current controller with capacitor voltage equalization. 
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FIGURE 19.56 Simulated performance of a five-level power inverter, with a U, voltage dip (from 2 kV to 1.5 kV). Response to a sinusoidal wave of 
frequency 50 Hz. (a) vpyy, input; (b) PWM output voltage uo; (c) the integral of the error voltage, which is maintained close to zero. 


sigma-delta modulators followed by n-level quantizers, 
where the error presents an offset mean value in each 
half period. 

Experimental multilevel converters always show capa- 
citor voltage imbalances (Fig. 19.54b) due to small 
differences between semiconductor voltage drops and , 
circuitry offsets. To obtain capacitor voltage equaliza- oe PEOL Sey 
tion, the voltage error (v, — U,,/2) is fed back to the j HEK 
controller (Fig. 19.55a) to counteract the circuitry 
offsets. Experimental results (Fig. 19.54c) clearly show 
the effectiveness of the correction made. The small 
steady-state error between the voltages of the two 
capacitors still present could be eliminated using an 0 
integral regulator (Fig. 19.55b). 

Figure 19.56 confirms the robustness of the sliding- 
mode controller to power supply disturbances. 
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FIGURE 19.57 Operation of a three-level neutral-point clamped inver- 


Output Current Control in Single-Phase Multilevel ter as a sinusoidal current source: Scaled waveforms of the output current 


Converters sine wave reference i, , the output current i,, showing ripple, together 
nver J 


with the PWM-generated voltage u,, with nearly equal pulse heights, 
Considering an inductive load with current i, the corresponding to the equalized DC capacitor voltages wc, and ucz- 
control law (19.91) and switching law (19.132), should 
be used for single-phase multilevel inverters. Results 
obtained using the capacitor voltage equalization prin- 
ciple just described are shown in Fig. 19.57. 


EXAMPLE 19.16. SLIDING-MODE CONTROLLERS FOR a2 paire 
THREE-PHASE MULTILEVEL INVERTERS. Three-phase n- 

level inverters (Fig. 19.58) are suitable for high-voltage, 

high-power dc-ac applications, such as modern high- ry 
speed railway traction drives, as the controlled turn-off 

semiconductors must block only a fraction (normally FIGURE 19.58 Three-phase, neutral-clamped three-level inverter with 
U,,/(n — 1)) of the total supply voltage U;,. IGBTs. 
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This example presents a realtime modulator for the 
control of the three output voltages and capacitor 
voltage equalization, based on the use of sliding mode 
and space vectors represented in the «f frame. Capacitor 
voltage equalization is done with the proper selection of 
redundant space vectors. 


Output Voltage Control in Multilevel Converters 

For each leg of the three-phase multilevel converter, the 
switching strategy for the k leg (k € {1,2,3}) must 
ensure complementary states to switches S,, and Sg. 
The same restriction must be observed for Sy, Sp. 
Neglecting switch delays, dead times, on-state semicon- 
ductor voltage drops, snubber networks, amd power- 
supply variations, supposing small dead times and equal 
capacitor voltages, and using the time-dependent 
switching variable y,(t), the leg output voltage U, (Fig. 
19.58) will be U, = y,(t)U,,/2, with 


1 if Sy A Sp are ON A S3 A Syq are OFF 


y(t) = 0 if Sp ^ Sp are ON A Sy, A Sp, are OFF 
—1 if Sis A Sy are ON A Sp A Sp are OFF 
(19.133) 


The converter output voltages Ug of vector Us can be 
expressed 


2/3 -1/3 -1/3][, 5 
U= | -1/3 2/3 —1/3 || y z (19.134) 
—1/3 -1/3 2/3 || 7; 


The application of the Concordia transformation 
Usi.2.3 = [C] Usy.p,. (19.135) to (19.134) reduces the 
number of equations 


Us, 5 1 0 1//2 || Us, 

Us, ae —1/2 3/2 1/2 || Us, 

Us, =1/2 —V3/2 1/V¥2] LY, 
(19.135) 


The output voltage vector in the «p coordinates Us, ¢ is 


1 1 
Ao te! T 
=e » Sig. sy = ons 
~ V3 ú NE 05 z 2 
2 2 2 
Ta | Uz 
= : c 19.136 
BE (19.136 
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where 
1 1 1 1 
Pe Sg ge ale 37273737370 
2 1 1 
T; = 32373717372 (19.137) 


The output voltage vector in the «f coordinates Us4,g is 
discontinuous. A suitable state variable for this output 
can be its average value Us,, during one switching 
period: 


Å 1/7 rt Ux 
Us; = zÍ, Us, „dt = zÍ, Vig 2 dt (19.138) 
The controllable canonical form is 
d = Us, b Fa B Uj 
m Se ee 19.13 
di US T T 2 (19.139) 


Considering the control goal Us, = Us, and (19.75) 
the sliding surface is i“ 


j 
S(eap D = D Kag, €a, = Kap, Eup, 
o= 


= k, 6, (Us. = Us, ,) 


k T 
— S28 = 
= | (Us, —Us )dt=0 (19.140) 


T Jo a, Bref 1B 


To ensure reaching mode behavior, and sliding mode 
stability (19.76), as the first derivative of (19.140), 
S(e,.p, t), is 


Us.) (19.141) 


; k 
2,8 
S(e,,p, t) = a US, orp Sap 


the switching law is 


Sle, p; th>0=> S(e, p th<0> Us, > Us pe 


S(e, p, t) < 0 > S(e, g, t)> 0> Us < Us ps 


(19.142) 


This switching strategy must select the proper values of 
Us, from the available outputs. As each inverter leg 
(Fig. 19.58) can deliver one of three possible output 
voltages (U,./2; 0; —U,,/2), all the 27 possible output 
voltage vectors listed in Table 19.3, can be represented in 
the af frame of Fig. 19.59 (in per units, 1 p.u. = Uje). 
There are nine different levels for the « space vector 
component and only five for the f component. 
However, considering any particular value of æ (or f) 
component, there are at most five levels available in the 
remaining orthogonal component. From the load view- 
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point, the 27 space vectors of Table 19.3 define only 19 
distinct space positions (Fig. 19.59). 

To select one of these 19 positions from the control 
law (19.140) and the switching law (19.142), two five- 
level hysteretic comparators (Fig. 19.53b) must be used 


(5? = 25). Their outputs are the integer variables 2, and ane 
Ags denoted Aag (A,, Lp (Ag € {—2; —1; 0; 1; 2}) corre- ie ue 
sponding to the five selectable levels of I, and Ig. 
Considering sliding-mode stability, 1, g, at time step 
j +1, is given by (19.143), knowing their previous values 
at step j. This means that the output level is increased 
(decreased) if the error and its derivative are both FIGURE 19.59 Output voltage vectors (1 to 27) of three-phase, neutral- 
positive (negative), provided the maximum (minimum) clamped three-level inverters, in the «f frame. 
output level is not exceeded. 
apj = Aa,p)j + 1 if Sleg, t) > E minimize the capacitor voltage unbalance, to minimize 
AS(e,, pt) > EA (a, pj <2 the switching frequency, to observe minimum on or off 
Capi = Cap) — 1 if Sle, p, t) <—e aeae a and to equally stress all the semi 
AS(€y,p, t) < —E A (Aap); > —2 Using (19.143) and the control laws S(e, g, t) 
(19.143) (19.140), Tables 19.4 and 19.5 can be used to choose 
the correct voltage vector in order to ensure stability, 
The available space vectors must be chosen not only current tracking, and capacitor voltage equalization. The 
to reduce the mean output voltage errors, but also to vector with «, p components corresponding to the levels 
guarantee transitions only between adjacent levels, to of the pair 4g, A, is selected, provided that adjacent 


TABLE 19.3 Vectors of the three-phase three-level converter, switching variables y, switch states są and the corresponding output voltages, line to 
neutral point, line to line, and «f components in per units 


Vector yı Y2 %3 Str Siz Siz Sig Sa S22 S3 Sq Ssi S32 S33 S34 Ui U U; U2 Uz3 Us; Usx/ Uae Usp / Uae 


1 1 l1 11 1 0 O 1 1 0 O 1 1 0 0 Ug/2  Ugl2 Ugl2 0 0 0 0,00 0,00 
2 1 1 01 1 0 O 1 1 0 0 O 1 1 0 Ujel2  Uge/2 0 0 Ugel2 —Uge/2 0,20 0,35 
3 1 1-11 1 0 0 1 1 0 0 00 1 1 Unl2  Ugl2 —Uyf2 0 Ur —Ure 0,41 0,71 
4 1 0-11 1 00 01 1 00 01 41 Ux/2 0 —U4/2  Ugel/2— Uge [2 —U xe 0,61 0,35 
5 1 0 01 1 0 0 O 1 1 0 O 1 1 0 Ux/2 0 0 Ux/2 0 —U,,/2 0,41 0,00 
6 1 0 11 1 0 0 O 1 1 0 1 1 0 0 Ux/2 0 Uze/2 Uge/2 —Uye[2 0 0,20 —0,35 
7 1-1 11 1 0 0 0 0 1 1 1 1 0 0 Url? —Unel2 Ugl2 Us -Ük 0 0,41 —0,71 
8 1-1 01 1 0 0 0 0 1 1 O 1 1 0 Ugel2 —Uge/2 0 Use —U4e/2 —Uge/2 0,61 —0,35 
9 1 -1 -11 1 0 0 0 O 1 1 0 O ı 1l Unel2 —Ugel2 —Ugl2 Use 0 SÜ 0,82 0,00 
10 0 -1 -10 1 1 0 0 O 1 1 0 O 1 1 0 —Ux/2 —Ux/2  Uxz/2 0 —U,,/2 0,41 0,00 
11 0-1 00 1 1 0 0 O 1 1 O 1 10 0 —U,,/2 0 Unl2 —Un/2 0 0,20 0,35 
12 0-1 10 1 1 0 0 O 1 21 1 1 0 0 0 —Ux/2 U2 Ula —Ute Uge/2 0,00 —0,71 
13 0 0 10 1 1 0 0 1 1 0 1 100 0 0 U,./2 0 —U,,/2  Uy,/2 —0,20 —0,35 
14 0 0 00 1 1 0 0 1 1 0 0 1 1 0 0 0 0 0 0 0 0,00 0,00 
15 0 0-10 1 1 0 0 1 1 00 01 1 0 0 —U,,/2 0 Ux/2 —Ug/2 0,20 0,35 
16 0 1-10 1 1 O 1 1 0 0 0 0 1 1 0 Ugel2 —Ugel2 —Ugel2 Uş  —Uae/2 0,00 0,71 
17 0 100 1 1 0 1 1 0 0 0 1 1 0 0 U,./2 0 -—U,,/2  U,,/2 0 —0,20 0,35 
18 0 1 10 1 1 O 1 1 0 O 1 1 0 0 0 Usel2  Uge/2 —Uge/2 0 Uge/2 —0,41 0,00 
19 -1 1 10 0 1 1 1 1 0 0 1 1 0 0 -Uy/2 Ugl? Ugl? -Ux 0 Uy  —0,81 0,00 
20 -1 1 00 O 1 21 1 1 0 0 0 1 1 0 -U;/2 U,/2 0 Ux Ux /2  Uye/2 —0,61 0,35 
21 =i 1-10 0 1 1 2 21:0 0 0 0 1 1 -Uy/2  Uyj/2 —Un/2 —Use Ur 0 —0,41 0,71 
22 -1 0-10 0 1 1 0 1 1 0 0 0 1 1 =-Uy/2 0 —U,,/2 —Ux/2  Ux/2 0 —0,20 0,35 
23 -1 0 00 0 1 1 0 1 1 0 O 1 1 0 -U;/2 0 0 —U,/2 0 Uye/2 —0,41 0,00 
24 -1 0 10 0 1 1 0 1 1 O 1 1 0 0 -U;,/2 0 Ugel2 —Ugl2 —Ugl2 Uy 0,61 —0,35 
25 -1 -1 10 0 1 1 0 O 1 1 1 1 0 0 -U,j/2 -Uy/2  Uy/2 0 -Ux Uş —0,41 —0,71 
26 -1 -1 00 0 1 1 0 O 1 1 O 1 1 0 —Up/2 —Ux/2 0 0 —U,,/2  U,,/2 —0,20  —0,35 
27 -l1-1-10 0 1 1 0 0 1 1 0 0 1 1 -Uy/2 —Ux/2 —Ug/2 0 0 0 0,00 0,00 
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TABLE 19.4 


Switching Table for Current Control and u,, > uez in the 


Inverter Mode, or ue) < uea in the Regenerative Mode ((Ucı — Uc) 
(Xiii + Y2i2) > 0), Showing Vector Selectioin upon the Variable 7,, 2, 


Ap|day -2 -1 0 1 2 
—2 25 25 12 7 7 
=I 24 13 1356 6 8 
0 19 18 1514527 5 9 
1 20 17 17;2 2 4 
2 21 21 16 3 3 
TABLE 19.5 Switching Table for Current Control and u,, < ue in the 


Inverter Mode, or u > Uea in the Regenerative Mode ((Uc,; — Uco) 
(Xiii + Y2i2) < 0), Showing Vector Selection upon the Variables 7,, A, 


AghAy -2 -1 0 1 2 
-2 25 25 12 7 7 
-1 24 26 26;11 11 8 
0 19 23 1514327 10 9 
1 20 22 22;15 15 4 
2 21 21 16 3 3 


transitions on inverter legs are obtained. If there is no 
directly corresponding vector, then the nearest vector 
guaranteeing adjacent transitions is selected. If more 
than one vector is the nearest, one is selected to equalize 
the capacitor voltages. One of the three vectors (1, 14, 
27) corresponding to the zero vector is selected to 
minimize the switching frequency. 

The discrete values of 1, allow 25 different combi- 
nations. As only 19 are distinct from the load viewpoint, 
the extra ones can be used to select vectors able to 
equalize the capacitor voltages. From circuit analysis it 
can be seen that vectors {2, 5, 6, 13, 17, 18} result in the 
discharge of capacitor C}, if the inverter is operating in 


Sgn(Uct-Uc2y> Levels! 5 Level: 
Sgn(Aii-B inh 


——_— 


Q = u 
“ref 
B regulator HO Bref 


FIGURE 19.60 Block diagram of the multilevel converter and control 


board. 
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the inverter mode, or in the discharge of C, if the 
inverter is operating as a boost rectifier. Similar reason- 
ing can be applied for vectors {10, 11, 15, 22, 23, 26} and 
capacitor C,. Therefore, considering the vector Y; 3 = 
[012/2012 + D = 3/203 + DL if (Uci — Uc) 
x(Yii + Y,i) > 0, then according to 4, p, choose one 
of the vectors {2,5,6,13,17,18} (Table 19.4). If 
(Uc, — Uca) (Yih + Yah) < 0, then according to A, g, 
choose one of the vectors {10, 11, 15, 22, 23, 26} (Table 
19.5). 

As an example, consider the case where Uc; > Ucz. 
Then the capacitor C, must be charged and Table 19.4 
must be used if the multilevel inverter is operating in the 
inverter mode or Table 19.5 for the regenerative mode. 
Addicionally, when using Table 19.4, if 4, = —1 and 
Ap = —1, then vector 13 should be used. 

Experimental results shown in Fig. 19.61 were 
obtained with a low-power, low-voltage laboratory 
prototype (150 V, 3kW) of a three-level inverter (Fig. 
19.60), controlled by two four-level comparators, plus 
described capacitor voltage equalizing procedures and 
EPROM-based lookup Tables 19.3, 19.4 and 19.5. Tran- 
sistors IGBT (MG25Q2YS40) were switched at frequen- 
cies near 4-kHz, with neutral clamp diodes 40HFL, 
Ci % C ~ 20 mF. The load was mainly inductive 
(3 x 10 mH, 2Q). 

The inverter number of levels (three for the phase 
voltage and five for the line voltage), together with the 
adjacent transitions of inverter legs between levels, are 
shown in Fig. 19.61a) and, in detail, in Fig. 19.62a). 

The performance of the capacitor voltage equalizing 
strategy is shown in Fig. 19.62b, where the reference 
current of phase 1 and the output current of phase 3, 
together with the power supply voltage (U,. œ 100 V) 
and the voltage of capacitor C, (Ucz), can be seen. It can 
be noted that the Ucz voltage is nearly half of the supply 
voltage. Therefore, the capacitor voltages are nearly 
equal. Furthermore, it can be stated that without this 
voltage equalization procedure, the three-level inverter 
operates only during a brief transient, during which one 
of the capacitor voltages vanishes to nearly zero volts 
and the other is overcharged to the supply voltage. 
Figure 19.61b shows the harmonic spectrum of the 
output voltages, where the harmonics due to the switch- 
ing frequency (*4.5 kHz) and the fundamental harmo- 
nic can be seen. 


On-line Output Current Control in Multilevel Inverters 
Considering a standard inductive balanced load (R, L) 
with electromotive force (u) and isolated neutral, the 
converter output currents i, can be expressed 


di 
Us, = Ri, + Le + uy (19.144) 
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FIGURE 19.61 (a) Experimental results showing phase and line voltages; (b) Harmonic spectrum of output voltages. 


Now analysing the circuit of Fig. 19.58, the multilevel 
converter switched state-space model can be obtained: 


s 0 0 
i L i 
d R 
di lh =-]| 0 T 0 h 
13 R 13 
0 0 — 
L 
1 T; 
` 0 0 ual 
L uy L 
1 T; Vac 
-!10 = 0 u, | +| — 
L 7 Eo 
1 U3 
0 0 = D 
L L 


(19.145) 


Stopped 1999/11/26 20:37:07 
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The application of the Concordia matrix (19.135) to 
(19.145), reduces the number of the new model (19.146) 
equations to two, since an isolated neutral is assumed 


R 1 
d| i, raed |e qo lle 
dt |in o ElL] |o 4IL” 
L L 
l o 
1 a 
4] 2 : (19.146) 
o —|L Us 
L 


The model (19.146) of this multiple-input, multiple- 
output system (MIMO) with outputs 7,, ig reveals the 
control inputs Us,, Usg, dependent on the control 
variables y,(t). 


Stopped q 1999/11/26 19:44:04 
Haag 5 iv 


FIGURE 19.62 Experimental results showing (a) the transitions between adjacent voltage levels (50 V/div; time 20 us/div); (b) performance of the 


capacitor voltage equalizing strategy; from top trace to bottom: 1, the voltage reference input; 2, the power supply voltage; 3, the midpoint capacitor 
voltage, which is maintained close to Uj,/2; 4, the output current of phase 3 (2 A/div; 50 V/div; 20 ms/div). 
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From (19.146) and (19.75), the two sliding surfaces 
S(e,g,,) are 


Sle, t) = ka pap, = iag) = k, pes,p = 0 (19.147) 


The first derivatives of (19.146), denoted S(e,,5, t), are: 


S(e,,5, t) = kapla p, 7 i, p) 
=k, ple Br +RL i, g +u, pL — Us, pL '] 
(19.148) 


Therefore, the switching law is 


S(e,,p> t >0> S(e, p» t) <0 
> Usy.p > Lis pref + Ri, g + U, g 
Sle, p> t)<0> S(e, p» t)>0 
> Usy.p < Lis Bref + Ri, g + U, g 
(19.149) 


These switching laws are implemented using the same 
aß vector modulator described above in this example. 
Figure 19.63a shows experimental results. The multi- 
level converter and proposed control behavior are 
obtained for step inputs (2A to 4A) in the amplitude 
of the sinus references with frequency near 52Hz 
(Uje ~ 50 V). Observe the tracking ability, the fast 
transient response, and the balanced three phase 
currents. Figure 19.63b shows almost the same test 
(step response from 4A to 2A at the same frequency), 


Stopped q 1999/11/20 17:39:43 
: > CHEESY A : 
pe W01 : o Dw 


i: 
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but now the power supply is set at 150V and the 
inductive load was unbalanced (+30% of resistor 
value). The response remains virtually the same, with 
tracking ability, no current distortions due to dead times 
or semiconductor voltage drops. These results confirm 
experimentally that the designed controllers are robust 
concerning these nonidealities. 


19.4 Fuzzy Logic Control of Power 
Converters 


19.4.1 Introduction 


Fuzzy logic control [17,18,19] is a heuristic approach that 
easily embeds the knowledge and key elements of human 
thinking in the design of nonlinear controllers. Qualitative 
and heuristic considerations, which cannot be handled by 
conventional control theory, can be used for control purposes 
in a systematic form by applying fuzzy control concepts [3]. 
Fuzzy logic control does not need an accurate mathematical 
model, can work with imprecise inputs, can handle nonlinear- 
ity, and can present disturbance insensitivity greater than most 
nonlinear controllers. Fuzzy logic controllers usually outper- 
form other controllers in complex, nonlinear, or undefined 
systems for which a good practical knowledge exists. 

Fuzzy logic controllers are based on fuzzy sets, i.e., classes of 
objects in which the transition from membership to nonmem- 
bership is smooth rather than abrupt. Therefore, boundaries 
of fuzzy sets can be vague and ambiguous, making them useful 
for approximation systems. 


1999/11720 17:51:13 
CH4=20mY = 20ms7div 
DŒ v1 | (20ms/div) 


FIGURE 19.63 Step response of the current control method; (a) step from 2A to 4A in the reference amplitude at 52 Hz. Traces show the reference 
current for phase 1 and the three output currents with 50 V power supply; (b) Step from 4A to 2 A amplitude. Traces show the reference current for 
phase 1 and the three output currents with 150 V power supply (5 A/div; time scale 20 ms/div). 
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The first step in the fuzzy controller synthesis procedure is 
to define the input and output variables of the fuzzy controller. 
This is done accordingly with the expected function of the 
controller. There are not any general rules to select those 
variables, although typically the variables chosen are the states 
of the controlled system, their errors, error variation, and/or 
error accumulation. In power converters, the fuzzy controller 
input variables are commonly the output voltage or current 
error, and/or the variation or accumulation of this error. The 
output variables u(k) of the fuzzy controller can define the 
converter duty cycle (Fig. 19.6), or a reference current to be 
applied in an inner current mode PI or sliding-mode con- 
troller. 

The fuzzy controller rules are usually formulated in linguis- 
tic terms. Thus, the use of linguistic variables and fuzzy sets 
implies the fuzzification procedure, e.g. the mapping of the 
input variables into suitable linguistics values. 

Rule evaluation or decision-making infers, using an infer- 
ence engine, the fuzzy control action from the knowledge of 
the fuzzy rules and the linguistic variable definition. 

The output of a fuzzy controller is a fuzzy set, and thus it is 
necessary to perform a defuzzification procedure, e.g. the 
conversion of the inferred fuzzy result to a nonfuzzy (crisp) 
control action, that better represents the fuzzy one. This last 
step obtains the crisp value for the controller output u(k) (Fig. 
19.64). 

These steps can be implemented on-line or off-line. On-line 
implementation, useful if an adaptive controller is intended, 
performs realtime inference to obtain the controller output 
and needs a fast enough processor. Off-line implementation 
employs a lookup table built according to the set of all possible 
combinations of input variables. To obtain this lookup table, 
input values in a quantified range are converted (fuzzification) 
into fuzzy variables (linguistic). The fuzzy set output, obtained 
by the inference or decision-making engine according to 
linguistic control rules (designed by the expert knowledge), 
is then converted into numeric controller output values 
(defuzzification). The table contains the output for all the 
combinations of quantified input entries. Off-line process can 
actually reduce the controller actuation time since the only 
effort is limited to consulting the table at each iteration. 

This section presents the main steps for the implementation 
of a fuzzy controller suitable for power converter control. A 
meaningful example is provided. 


Pope ee SSS GS A O SSS SS i OCS, 


FUZZY Rule 
, CONTROLLER Base 
à tu(k) 
7 7 Inference A A ' Power Vk 
Fuzzification +» Engine > Defuzzification m> Convéiter > 
7 Data f 
Base 


FIGURE 19.64 Structure of a fuzzy logic controller. 
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19.4.2 Fuzzy Logic Controller Synthesis 


Fuzzy logic controllers consider neither the parameters of the 
power converter or their fluctuations, nor the operating 
conditions, but only the experimental knowledge of the 
power converter dynamics. In this way, such a controller can 
be used with a wide diversity of power converters implying 
only small modifications. The necessary fuzzy rules are simply 
obtained considering roughly the knowledge of the power 
converter dynamic behavior. 


19.4.2.1 Fuzzification 


Assume, as fuzzy controller input variables, an output voltage 
(or current) error, and the variation of this error. For the 
output, assume a signal u(k), the reference input of the 
converter. 


19.4.2.1.1 Quantization Levels Consider the reference r(k) 
of the converter output kth sample, y(k). The tracking error 
e(k) is e(k) = r(k) — y(k) and the output error change 4,(k), 
between the samples k and k — 1, is determined by 4,(k) = 
e(k) — e(k — 1). 

These variables and the fuzzy controller output u(k), usually 
ranging from —10 V to 10V, can be quantified in m levels 
{—(m — 1)/2, +(m — 1)/2}. For off-line implementation, m 
sets a compromise between the finite length of a lookup table 
and the required precision. 


19.4.2.1.2 Linguistic Variables and Fuzzy Sets The fuzzy 
sets for x,, the linguistic variable corresponding to the error 
e(k), for x,,, the linguistic variable corresponding to the error 
variation 4,(k), and for x, the linguistic variable of the fuzzy 
controller output u(k), are usually defined as positive big (PB), 
positive medium (PM), positive small (PS), zero (ZE), nega- 
tive small (NS), negative medium (NM), and negative big 
(NB), instead of having numerical values. 

In most cases, the use of these seven fuzzy sets is the best 
compromise between accuracy and computational task. 


19.4.2.1.3 Membership Functions A fuzzy subset, for exam- 
ple S,(S; = (NB, NM, NS, ZE, PS, PM, or PB)) of a universe E, 
collection of e(k) values denoted generically by {e}, is char- 
acterized by a membership function pg;: E — [0, 1], associat- 
ing with each element e of universe E, a number ug;(e) in the 
interval [0,1], which represents the grade of membership of e 
to E. Therefore, each variable is assigned a membership grade 
to each fuzzy set, based on a corresponding membership 
function (Fig. 19.65). Considering the m quantization levels, 
the membership function [ig (e) of the element e in the 
universe of discourse E, may take one of the discrete values 
included in jig;(e) € {0; 0.2; 0.4; 0.6; 0.8; 1; 0.8; 0.6; 0.4; 0.2; O}. 
Membership functions are stored in the database (Fig. 19.64). 

Considering e(k) = 2 and Ae(k) = —3, taking into account 
the staircase-like membership functions defined in Fig. 19.65, 
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FIGURE 19.65 Membership functions in the universe of discourse. 


it can be said that x, is PS and also ZE, being equally PS and 
ZE. Also, x4 is NS and ZE; being less ZE than NS. 


19.4.2.1.4 Linguistic Control Rules 
control rule has the following form: 


The generic linguistic 


If x(k) is membership of the set S; = (NB, NM, NS, ZE, 
PS, PM, or PB) AND x,,(k) is membership of the set 
S; = (NB, NM, NS, ZE, PS, PM, or PB), THEN the 
output control variable is membership of the set 
Sa = (NB, NM, NS, ZE, PS, PM, or PB). 


Usually, the rules are obtained considering the most common 
dynamic behavior of power converters, the second-order 
system with damped oscillating response (Fig. 19.66). Analyz- 
ing the error and its variation, together with the rough 
linguistic knowledge of the needed control input, an expert 
can obtain linguistic control rules such as the ones displayed in 
Table 19.6. For example, at point 6 of Fig. 19.66 the rule is 
“if x(k) is NM AND x,,(k) is ZE, THEN x,(k+ 1) should 
be NM.” 
Table 19.6, for example, states that: 


if x(k) is NB AND x,,(k) is NB, THEN x,(k+ 1) must be NB, or 
if x,(k) is PS AND x,,(k) is NS, THEN x,(k+ 1) must be NS, or 
if x,(k) is PS AND x,,(k) is ZE, THEN x,,(k + 1) must be PS, or 
if x(k) is ZE AND x,,(k) is NS, THEN x,(k+ 1) must be NS, or 
if x,(k) is ZE AND x,,(k) is ZE, THEN x,(k+ 1) must be ZE, or 
if 3. 


These rules (rule base) alone do not allow the definition of the 
control output, as several of them may apply at the same time. 
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FIGURE 19.66 Reference dynamic model of power converters: second- 
order damped oscillating error response. 


19.4.2.2 Inference Engine 

The result of a fuzzy control algorithm can be obtained using 
the control rules of Table 19.6, the membership functions, and 
an inference engine. In fact, any quantified value for e(k) and 
A ,(k) is often included into two linguistic variables. With the 
membership functions used, and knowing that the controller 
considers e(k) and Ae(k), the control decision generically must 
be taken according to four linguistic control rules. 

To obtain the corresponding fuzzy set, the min—max infer- 
ence method can be used. The minimum operator describes 
the “AND” present in each of the four rules, that is, it 
calculates the minimum between the discrete value of the 
membership function s;(x,(k)) and the discrete value of the 
membership function [Ug;(x4,(k)). The “THEN” statement 
links this minimum to the membership function of the 
output variable. The membership function of the output 
variable will therefore include trapezoids limited by the 
segment min(Jisi(x-(k)), Lgj(%4e(K))). 

The OR operator linking the different rules is implemented 
by calculating the maximum of all the (usually four) rules. 
This mechanism to obtain the resulting membership function 
of the output variable is represented in Fig. 19.67. 


19.4.2.3 Defuzzification 


As shown, the inference method provides a resulting member- 
ship function Us,(x,(k)), for the output fuzzy variable x,, (Fig. 
19.67). Using a defuzzification process, this final membership 
function, obtained by combining all the membership func- 
tions, as a consequence of each rule, is then converted into a 
numerical value, called u(k). The defuzzification strategy can 


TABLE 19.6 Lingquistic control rules 

x(k) NB NM NS ZE PS PM PB 
X4e(k) 

NB NB NB NB NM NM PS PM 
NM NB NB NM NS NM PM PB 
NS NB NB NM NS NS PM PB 
ZE NB NM NS ZE PS PM PB 
PS NB NM PS PS PM PB PB 
PM NB NM PM PS PM PB PB 
PB NM NS PM PM PB PB PB 
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Rule 1: 


Rule 2: i 


1 i f 

L if xe isZero and x qe iş Negative Small then result is Negative Small 

ZE ps ZEps then result NM NS 4 ZE i 
i S: 


FIGURE 19.67 Application of the min-max operator to obtain the 
output membership function. 


be the center of area (COA) method. This method generates 
one output value u(k), which is the abscissa of the gravity 
center of the resulting membership function area, given by the 
following relation: 


TE (= RED sW) / ECO) (19.150) 


This method provides good results for output control. 
Indeed, for a weak variation of e(k) and 4,(k), the center of 
the area will move just a little, and so does the controller 
output value. By comparison, the alternative defuzzification 
method, the mean of maximum strategy (MOM), is advanta- 
geous for fast response, but it causes a greater steady-state 
error and overshoot (considering no perturbations). 


19.4.2.4 Lookup Table Construction 


Using the rules given in Table 19.6, the min—max inference 
procedure, and COA defuzzification, all the controller output 
values for all quantified e(k) and A,(k) can be stored in an 
array to serve as the decision lookup table. This lookup table 
usually has a three-dimensional representation similar to Fig. 
19.68. A microprocessor-based control algorithm just picks up 
output values from the lookup table. 


EXAMPLE 19.17. FUZZY LOGIC CONTROL OF UNITY POWER 
FACTOR BUCK-BOOST RECTIFIERS. Consider the near 
unity power factor buck-boost rectifier of Fig. 19.69. 


eel 

SSIR Y 
$2920 

S799222 


2S 
US 
7 


FIGURE 19.68 Three-dimensional view of the lookup table. 
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The switched state space model of this converter can be 
written 


di, Ry . 1 fa 1 
= 1 v v 
d LG LYI p’ 
doc, 1 . Yp . 
Pa h 1L 
A e (19.151) 
diro pd Yp v yQ iai Yp) V 
de iS i Co 
dV, 1- 1 
Ka = pl i, Vo 
dt C, ° RAG, 
where 
Yp = 


1, (switch 1 and 4 are ON) and (switch 2 and 3 are OFF) 


0, all the switches are OFF 


—1, (switch 2 and 3 are ON) and (switch 1 and 4 are OFF) 


and 


For comparison purposes, a PI output voltage controller 
is designed considering that a current mode PWM 
modulator enforces the reference value for the i, current 
(which usually exhibits a fast dynamics compared with 
the dynamics of Vc, A first-order model, similar to 
(19.129) is obtained. The PI gains are similar to 
(19.100) and load dependent (K, = C,/(2T,), Kj = 
1/(2T,R,)): 

A fuzzy controller is obtained considering the 
approach outlined, with seven membership functions 
for the output voltage error, five for its change, and three 
membership functions for the output. The linguistic 
control rules are obtained as the ones depicted in 
Table 19.6 and the lookup table is similar to Fig. 
19.68. Performances obtained for the step response 
show a fuzzy controlled rectifier behavior close to the 
PI behavior. The advantages of the fuzzy controller 
emerge for perturbed loads or power supplies, where 
the low sensitivity of the fuzzy controller to system 
parameters is clearly seen (Fig. 19.70). Therefore, fuzzy 
controllers are advantageous for power converters with 
changing loads or supply voltage values and other 
external disturbances. 


19.5 Conclusions 


Control techniques for power converters were reviewed. Linear 
controllers based on state-space averaged models or circuits 
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FIGURE 19.69 Unity power factor buck-boost rectifier with 4 IGBTs. 


are well established and suitable for the application of linear 
systems control theory. Obtained linear controllers are useful, 
if the converter operating point is almost constant and 
disturbances are not relevant. For changing operating points 
and strong disturbances, linear controllers can be enhanced 
with nonlinear, antiwindup, soft-start, or saturation techni- 
ques. Current-mode control will also help to overcome the 
main drawbacks of linear controllers. 

Sliding mode is a nonlinear approach well adapted for the 
variable structure of the power converters. The critical 
problem of obtaining the correct sliding surface was high- 
lighted, and examples were given. The sliding-mode control 
law allows the implementation of the power converter control- 
ler, and the switching law gives the PWM modulator. The 
system variables to be measured and fed back are identified. 
The obtained reduced order dynamics is not dependent on 
system parameters or power supply (as long as it is high 
enough), presents no steady-state errors, and has a faster 
response speed (compared with linear controllers), as the 
system order is reduced and nonidealities are eliminated. 
Should the measure of the state variables be difficult, state 
observers may be used, with steady-state errors easily 
corrected. Sliding-mode controllers provide robustness against 
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a) 
FIGURE 19.70 
logic control. 


bounded disturbances and an elegant way to obtain the 
controller and modulator, using just the same theoretical 
approach. Fixed-frequency operation was addressed and 
solved, together with short-circuit-proof operation. Presented 
fixed-frequency techniques were applied to converters that can 
only operate with fixed frequency. Sliding-mode techniques 
were successfully applied to multiple-input multiple-output 
power converters and to multilevel converters, solving the 
capacitor voltage divider equalization. Sliding-mode control 
needs more information from the controlled system than do 
linear controllers, but is probably the most adequate tool to 
solve the control problem of power converters. 

Fuzzy logic controller synthesis was briefly presented. Fuzzy 
logic controllers are based on human experience and intuition 
and do not depend on system parameters or operating points. 
Fuzzy logic controllers can be easily applied to various types of 
power converters having the same qualitative dynamics. Fuzzy 
logic controllers, like sliding-mode controllers, show robust- 
ness against load and power supply perturbations, semicon- 
ductor nonidealities (such as switch delays or uneven 
conduction voltage drops), and dead times. The controller 
implementation is simple, if based on the off-line concept. 
On-line implementation requires a fast microprocessor but 
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Simulated result of the output voltage response to load disturbances (R, = 50 Q to R, = 150 Q at time 0.3 s); (a) PI control; b) fuzzy 
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can include adaptive techniques to optimize the rule base and/ 
or the database. 
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20.1 Introduction 


Power supplies are used in most electrical equipment. Their 
applications cut across a wide spectrum of product types, 
ranging from consumer appliances to industrial utilities, from 
milliwatts to megawatts, from hand-held tools to satellite 
communications. 

By definition, a power supply is a device that converts the 
output from an ac power line to a steady dc output or multiple 
outputs. The ac voltage is first rectified to provide a pulsating 
dc, and then filtered to produce a smooth voltage. Finally, the 
voltage is regulated to produce a constant output level despite 
variations in the ac line voltage or circuit loading. Figure 20.1 
illustrates the process of rectification, filtering, and regulation 
in a dc power supply. The transformer, rectifier, and filtering 
circuits are discussed in other chapters. In this chapter, we will 
concentrate on the operation and characteristics of the regu- 
lator stage of a dc power supply. 

In general, the regulator stage of a dc power supply consists 
of a feedback circuit, a stable reference voltage, and a control 
circuit to drive a pass element (a solid-state device such as 
transistor or MOSFET). The regulation is done by sensing 
variations appearing at the output of the dc power supply. A 
control signal is produced to drive the pass element to cancel 
any variation. As a result, the output of the dc power supply is 
maintained essentially constant. In a transistor regulator, the 
pass element is a transistor, which can be operated in its active 
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region or as a switch, to regulate the output voltage. When the 
transistor operates at any point in its active region, the 
regulator is referred to as a linear voltage regulator. When 
the transistor operates only at cutoff and at saturation, the 
circuit is referred to as a switching regulator. 

Linear voltage regulators can be further classified as either 
series or shunt types. In a series regulator, the pass transistor is 
connected in series with the load as shown in Fig. 20.2. 
Regulation is achieved by sensing a portion of the output 
voltage through the voltage divider network R, and R,, and 
comparing this voltage with the reference voltage Vppp to 
produce a resulting error signal that is used to control the 
conduction of the pass transistor. This way, the voltage drop 
across the pass transistor is varied and the output voltage 
delivered to the load circuit is maintained essentially constant. 

In the shunt regulator shown in Fig. 20.3, the pass transistor 
is connected in parallel with the load, and a voltage-dropping 
resistor R, is connected in series with the load. Regulation is 
achieved by controlling the current conduction of the pass 
transistor such that the current through R, remains essentially 
constant. This way, the current through the pass transistor is 
varied and the voltage across the load remains constant. 

As opposed to linear voltage regulators, switching regulators 
employ solid-state devices, which operate as switches, either 
completely on or completely off to perform power conversion. 
Because the switching devices are not required to operate in 
their active regions, switching regulators enjoy a much lower 
power loss than those of linear voltage regulators. Figure 20.4 
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FIGURE 20.1 Block diagram of a dc power supply. 
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FIGURE 20.2 A linear series voltage regulator. 


shows a switching regulator in a simplified form. The high- 
frequency switch converts the unregulated dc voltage from one 
level to another dc level at an adjustable duty cycle. The output 
of the dc supply is regulated by means of a feedback control 
that employs a pulse-width modulator (PWM) controller, 
where the control voltage is used to adjust the duty cycle of 
the switch. 

Both linear and switching regulators are capable of 
performing the same function of converting an unregulated 
input into a regulated output. However, these two types of 
regulators have significant differences in properties and 
performances. In designing power supplies, the choice of 
using certain type of regulator in a particular design is 
significantly based on the cost and performance of the regu- 
lator itself. In order to use the more appropriate regulator type 
in the design, it is necessary to understand the requirements of 
the application and select the type of regulator that best 
satisfies those requirements. Advantages and disadvantages 
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FIGURE 20.3 A linear shunt voltage regulator. 
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of linear regulators, as compared to switching regulators, are 
given below: 


1. Linear regulators exhibit efficiency of 20 to 60%, 
whereas switching regulators have a much higher 
efficiency, typically 70 to 95%. 

2. Linear regulators can only be used as a step-down 
regulator, whereas switching regulators can be used in 
both step-up and step-down operations. 

3. Linear regulators require a mains-frequency transfor- 
mer for off-the-line operation. Therefore, they are 
heavy and bulky. On the other hand, switching regu- 
lators use high-frequency transformers and can there- 
fore be small in size. 

4. Linear regulators generate little or no electrical noise 
at their outputs, whereas switching regulators may 
produce considerable noise if they are not properly 
designed. 

5. Linear regulators are more suitable for applications of 
less than 20 W, whereas switching regulators are more 
suitable for large power applications. 


In this chapter, we will examine the circuit operation, 
characteristics, and applications of linear and switching regu- 
lators. In Section 20.2, we will look at the basic circuits and 
properties of linear series voltage regulators. Some current- 
limiting techniques will be explained. In Section 20.3, linear 
shunt regulators will be covered. The important characteristics 
and uses of linear IC regulators will be discussed in Section 
20.4. Finally, the operation and characteristics of switching 
regulators will be discussed in Section 20.5. Important design 
guidelines for switching regulators will also be given in this 
section. 


20.2 Linear Series Voltage Regulator 


A Zener diode regulator can maintain a fairly constant voltage 
across a load resistor. It can be used to improve the voltage 
regulation and reduce the ripple in a power supply. However, 
the regulation is poor and the efficiency is low because of the 
nonzero resistance in the Zener diode. To improve the regula- 
tion and efficiency of the regulator, we have to limit the Zener 


Pulse with 
modulator 
y P 
É > 
Unregulated 26 fe 
dc power > ý 
supply T q 


FIGURE 20.4 A simplified form of a switching regulator. 
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current to a smaller value. This can be accomplished by using 
an amplifier in series with the load as shown in Fig. 20.5. The 
effect of this amplifier is to limit the variations of current 
through the Zener diode. This circuit is known as a linear 
series voltage regulator because the transistor is in series with 
the load. 

Because of the current-amplifying properties of the transis- 
tor, the current in the Zener diode is reduced by a factor of 
(P+ 1). Hence there is a little voltage drop across the diode 
resistance and the Zener diode approximates an ideal voltage 
source. The output voltage V, of the regulator is 


V, = V, + Voge (20.1) 
The change in output voltage is 
AV, = AV, + AVpp 
= Alprz + Alr, (20.2) 


where r, is the dynamic resistance of the Zener diode and r, is 
the output resistance of the transistor. Assume that V; and V, 
are constant. With Alp ~% AI,/(f + 1), the change in output 
voltage is then 

AV, © Al, (20.3) 
If V; is not constant, then the current I will change with the 
input voltage. When the change in output voltage is calculated, 
this current change must be absorbed by the Zener diode. 

In designing linear series voltage regulators, it is imperative 
that the series transistor work within the rated SOA and be 
protected from excess heat dissipation because of current 
overloads. The emitter to collector voltage Vog of Q, is 
given by 

Væ = Vi- Vo (20.4) 
Thus, with specified output voltage, the maximum allowable 
Vcg for a given Q, is determined by the maximum input 
voltage to the regulator. The power dissipated by Q, can be 
approximated by 


Poi © (Vi — V) (20.5) 

Unregulated l, | Regulated 
de input 5 = Q, 5: de output 

A Í A 

R Al, 
w kd 
y I I, + A R, V 
Ao, 


z + 
FIGURE 20.5 Basic circuit of a linear series regulator. 
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Consequently, the maximum allowable power dissipated in Q, 
is determined by the combination of the input voltage V; and 
the load current I; of the regulator. For a low output voltage 
and a high loading current regulator, the power dissipated in 
the series transistor is about 50% of the power delivered to the 
output. 

In many high-current, high-voltage regulator circuits, it is 
necessary to use a Darlington-connected transistor pair so that 
the voltage, current, and power ratings of the series element 
are not exceeded. The method is shown in Fig. 20.6. An 
additional desirable feature of this circuit is that the reference 
diode dissipation can be reduced greatly. The maximum base 
current Ip, is then I,/(Mpg; + 1)(hpg, + 1). This current is 
usually of the order of less than 1 mA. Consequently, a low- 
power reference diode can be used. 


20.2.1 Regulating Control 


The series regulators shown in Figs. 20.5 and 20.6 do not have 
feedback loops. Although they provide satisfactory perfor- 
mance for many applications, their output resistances and 
ripples cannot be reduced. Figure 20.7 shows an improved 
form of the series regulator, in which negative feedback is 
employed to improve the performance. In this circuit, tran- 
sistors Q; and Q, form a single-ended differential amplifier, 
and the gain of this amplifier is established by R,. Here Dz is a 
stable Zener diode reference, biased by R,. For higher accuracy, 
Dy, can be replaced by an IC reference such as the REF series 
from Burr-Brown. Resistors R, and R, form a voltage divider 
for output voltage sensing. Finally, transistors Q, and Q, form 
a Darlington pair output stage. The operation of the regulator 
can be explained as follows. When Q, and Q, are on, the 
output voltage increases, and hence the voltage V, at the base 
of Q; also increases. During this time, Q, is off and Q; is on. 
When V, reaches a level that is equal to the reference voltage 
Vzgr at the base of Q,, the base-emitter junction of Q; 
becomes forward-biased. Some Q, base current will divert 
into the collector of Q;. If the output voltage V, starts to rise 
above Vprr, Q; conduction increases to further decrease the 
conduction of Q, and Q,, which will in turn maintain output 
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FIGURE 20.6 A linear series regulator with Darlington-connected 
amplifier. 
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FIGURE 20.7 An improved form of discrete component series regula- 
tor. 


voltage regulation. Figure 20.8 shows another improved series 
regulator that uses an operational amplifier (op-amp) to 
control the conduction of the pass transistor. 

One of the problems in the design of linear series voltage 
regulators is the high-power dissipation in the pass transistors. 
If an excess load current is drawn, the pass transistor can be 
quickly damaged or destroyed. In fact, under short-circuit 
conditions, the voltage across Q, in Fig. 20.7 will be the input 
voltage V;, and the current through Q, will be greater than the 
rated full-load output current. This current will cause Q) to 
exceed its rated SOA unless the current is reduced. In the next 
section, some current-limiting techniques will be presented to 
overcome this problem. 


20.2.2 Current Limiting and Overload Protection 


In some series voltage regulators, overloading causes perma- 
nent damage to the pass transistors. The pass transistors must 
be kept from excessive power dissipation under current over- 
loads or short-circuit conditions. A current-limiting mechan- 
ism must be used to keep the current through the transistors 
to a safe value as determined by the power rating of the 
transistors. The mechanism must be able to respond quickly to 
protect the transistor and yet permit the regulator to return to 
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FIGURE 20.8 An improved form of op-amp series regulator. 
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normal operation as soon as the overload condition is 
removed. One of the current-limiting techniques to prevent 
current overload, called the constant current-limiting method, 
is shown in Fig. 20.9a. Current-limiting is achieved by the 
combined action of the components shown inside the dashed 
line. The voltage developed across the current-limit resistor R, 
and the base-to-emitter voltage of current-limit transistor Q; 
is proportional to the circuit output current J;. During current 
overload, I; reaches a predetermined maximum value that is 
set by the value of R, to cause Q, to conduct. As Q; starts to 
conduct, Q}; shunts a portion of the Q, base current. This 
action, in turn, decreases and limits I, to a maximum value 
Trimax): Since the base-to-emitter voltage Vp of Q; cannot 
exceed 0.7 V, the voltage across R, is held at this value and 
Imax İs limited to 


0.7V 
Ima» = R 
3 


(20.6) 


Consequently, the value of the short-circuit current is selected 
by adjusting the value of R;. The voltage—current characteristic 
of this circuit is shown in Fig. 20.9b. 
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FIGURE 20.9 Series regulator with constant current limiting: (a) 
circuit, (b) voltage—current characteristic. 
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FIGURE 20.10 Voltage—current characteristic of foldback current-limit. 


In many high-current regulators, foldback current-limiting 
is always used to protect against excessive current. This 
technique is similar to constant current-limiting, except that 
as the output voltage is reduced as a result of load impedance 
moving toward zero, the load current is also reduced. There- 
fore, a series voltage regulator that includes a foldback 
current-limiting circuit has the voltage—current characteristic 
shown in Fig. 20.10. The basic idea of foldback current- 
limiting, with reference to Fig. 20.11, can be explained as 
follows. The foldback current-limiting circuit (in dashed 
outline) is similar to the constant current-limiting circuit, 
with the exception of resistors R, and R. At low output 
current, the current-limit transistor Q; is cut off. A voltage 
proportional to the output current I; is developed across the 
current-limit resistor R}. This voltage is applied to the base of 
Q; through the divider network R; and Rẹ. At the point of 
transition into current limit, any further increase in J, will 
increase the voltage across R, and hence across R,, and Q, will 
be progressively turned on. As Q, conducts, it shunts a 
portion of the Q, base current. This action, in turn, causes 
the output voltage to fall. As the output voltage falls, the 
voltage across R, decreases and the current in R, also 
decreases, and more current is shunted into the base of Q}. 
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FIGURE 20.11 Series regulator with foldback current limiting. 
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Hence, the current required in R} to maintain the conduction 
state of Q; is also decreased. Consequently, as the load 
resistance is reduced, the output voltage and current fall, 
and the current-limit point decreases toward a minimum 
when the output voltage is short-circuited. In summary, any 
regulator using foldback current-limiting can have peak load 
current up to Irma: But when the output becomes shorted, 
the current drops to a lower value to prevent overheating of 
the series transistors. 


20.3 Linear Shunt Voltage Regulator 


The second type of linear voltage regulator is the shunt 
regulator. In the basic circuit shown in Fig. 20.12, the pass 
transistor Q, is connected in parallel with the load. A voltage- 
dropping resistor R; is in series with this parallel network. The 
operation of the circuit is similar to that of the series regulator, 
except that regulation is achieved by controlling the current 
through Q,. The operation of the circuit can be explained as 
follows. When the output voltage tries to increase because of a 
change in load resistance, the voltage at the noninverting 
terminal of the operational amplifier also increases. This 
voltage is compared with a reference voltage and the resulting 
difference voltage causes Q, conduction to increase. With 
constant V; and V, I; will decrease and V, will remain 
constant. The opposite action occurs when V, tries to 
decrease. The voltage appearing at the base of Q, causes its 
conduction to decrease. This action offsets the attempted 
decrease in V, and maintains it at an almost constant level. 
Analytically, the current flowing in R; is 


Irs = Ioi + I; (20.7) 
and 
Vi — V, 
lg = — 2 20.8 
ar (20.8) 
Unregulated R. i Regulated 
de input RS de output 
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FIGURE 20.12 Basic circuit of a linear shunt regulator. 
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With I; and V, constant, a change in V; will cause a change in 


Ioi: 
AV; 
Alo, = — 20.9 
a=k (20.9) 
With V; and V, constant, 
Ala = —Al, (20.10) 


Equation (20.10) shows that if Ig, increases, I; decreases, and 
vice versa. Although shunt regulators are not as efficient as 
series regulators for most applications, they have the advan- 
tage of greater simplicity. This topology offers inherent short- 
circuit protection. If the output is shorted, the load current is 
limited by the series resistor R, and is given by 


V. 
Limax) = = (20.11) 
3 


The power dissipated by Q, can be approximated by 


= Vdr — Ir) (20.12) 


For a low value of I,, the power dissipated in Q; is large and 
the efficiency of the regulator may drop to 10% under this 
condition. 

To improve the power handling of the shunt transistor, one 
or more transistors connected in the common-emitter config- 
uration in parallel with the load can be employed, as shown in 
Fig. 20.13. 
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FIGURE 20.13 Linear shunt regulator with two transistors as shunt 
element. 
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20.4 Integrated Circuit Voltage 
Regulators 


The linear series and shunt voltage regulators presented in the 
previous sections have been developed by various solid-state 
device manufacturers and are available in integrated circuit 
(IC) form. Like discrete voltage regulators, linear IC voltage 
regulators maintain an output voltage at a constant value 
despite variations in load and input voltage. 

In general, linear IC voltage regulators are three-terminal 
devices that provide regulation of a fixed positive voltage, a 
fixed negative voltage, or an adjustable set voltage. The basic 
connection of a three-terminal IC voltage regulator to a load is 
shown in Fig. 20.14. The IC regulator has an unregulated 
input voltage V; applied to the input terminals, a regulated 
voltage V, at the output, and a ground connected to the third 
terminal. Depending on the selected IC regulator, the circuit 
can be operated with load currents ranging from milliamperes 
to tens of amperes and output power from milliwatts to tens 
of watts. Note that the internal construction of IC voltage 
regulators may be somewhat more complex and different from 
that previously described for discrete voltage regulator circuits. 
However, the external operation is much the same. In this 
section, some typical linear IC regulators are presented and 
their applications are also given. 


20.4.1 Fixed Positive and Negative Linear Voltage 
Regulators 


The 78XX series of regulators provide fixed regulated voltages 
from 5 to 24V. The last two digits of the IC part number 
denote the output voltage of the device. For example, a 7824 
IC regulator produces a +24 V regulated voltage at the output. 
The standard configuration of a 78XX fixed positive voltage 
regulator is shown in Fig. 20.15. The input capacitor C} acts as 
a line filter to prevent unwanted variations in the input line, 
and the output capacitor C, is used to filter the high- 
frequency noise that may appear at the output. In order to 
ensure proper operation, the input voltage of the regulator 


IC voltage regulator 
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FIGURE 20.14 Basic connection of a three-terminal IC voltage regu- 
lator. 
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FIGURE 20.15 The 78XX series fixed positive voltage regulator. 


must be at least 2 V above the output voltage. Table 20.1 shows 
the minimum and maximum input voltages of the 78XX series 
fixed positive voltage regulator. 

The 79XX series voltage regulator is identical to the 78XX 
series except that it provides negative regulated voltages 
instead of positive ones. Figure 20.16 shows the standard 
configuration of a 79XX series voltage regulator. A list of 
79XX series regulators is provided in Table 20.2. The regula- 
tion of the circuit can be maintained as long as the output 
voltage is at least 2 to 3 V greater than the input voltage. 


20.4.2 Adjustable Positive and Negative Linear 
Voltage Regulators 


IC voltage regulators are also available in circuit configura- 
tions that allow the user to set the output voltage to a desired 


TABLE 20.1 
regulators 


Minimum and maximum input voltages for 78XX series 


Type Number Output Voltage Minimum V; (V) Maximum V; (V) 


VV) 
7805 +5 7 20 
7806 +6 8 21 
7808 +8 10.5 25 
7809 +9 10.5 25 
7812 +12 14.5 27 
7815 +15 17.5 30 
7818 +18 21 33 
7824 +24 27 38 


79XX 
—»——— In Out +————_»— 
Gnd 
+ + 
v| “=o Sa |% 
+ + + 


FIGURE 20.16 The 79XX series fixed negative voltage regulator. 
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TABLE 20.2 Minimum and maximum input voltages for 79XX series 
regulators 


Type Number Output Voltage (V) Minimum V; (V) Maximum V; (V) 


VV) 
7905 —5 -7 —20 
7906 —6 —8 —21 
7908 —8 —10.5 —25 
7909 —9 —11.5 —25 
7912 —12 —14.5 —27 
7915 —15 —17.5 —30 
7918 —18 —21 —33 
7924 —24 —27 —38 


regulated value. The LM317 adjustable positive voltage regu- 
lator, for example, is capable of supplying an output current of 
more than 1.5 A over an output voltage range of 1.2 to 37V. 
Figure 20.17 shows how the output voltage of an LM317 can 
be adjusted by using two external resistors R, and R,. The 
capacitors C} and C, have the same function as those in the 
fixed linear voltage regulator. 

As indicated in Fig. 20.17, the LM317 has a constant 1.25 V 
reference voltage, Vppr, across the output and the adjustment 
terminals. This constant reference voltage produces a constant 
current through R, regardless of the value of R,. The output 
voltage V, is given by 


R, 
Vo = Verh 1+ 5°) + gjo (20.13) 
1 


where J,4; is a constant current into the adjustment terminal 
and has a value of approximately 50 uA for the LM317. As can 
be seen from (20.13), with fixed R,, V, can be adjusted by 
varying R,. 

The LM337 adjustable voltage regulator is similar to the 
LM317 except that it provides negative regulated voltages 
instead of positive ones. Figure 20.18 shows the standard 
configuration of a LM337 voltage regulator. The output 
voltage can be adjusted from —1.2 to —37 V, depending on 
the external resistors R} and R}. 


LM317 
A mma | IF a Out A 
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C —— 
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FIGURE 20.17 The LM317 adjustable positive voltage regulator. 
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FIGURE 20.18 The LM337 adjustable negative voltage regulator. 


20.4.3 Applications of Linear IC Voltage 
Regulators 


Most IC regulators are limited to an output current of 2.5 A. If 
the output current of an IC regulator exceeds its maximum 
allowable limit, its internal pass transistor will dissipate an 
amount of energy more than it can tolerate. As a result, the 
regulator will be shut down. 

For applications that require more than the maximum 
allowable current limit of a regulator, an external pass tran- 
sistor can be used to increase the output current. Figure 20.19 
illustrates such a configuration. This circuit has the capability 
of producing higher current to the load, but still preserving 
the thermal shutdown and short-circuit protection of the IC 
regulator. 

A constant current-limiting scheme, as discussed in Section 
20.2.2, is implemented by using the transistor Q, and the 
resistor R, to protect the external pass transistor Q, from 
excessive current under current-overload or short-circuit 
conditions. The value of the external current-sensing resistor 
R, determines the value of current at which Q, begins to 
conduct. As long as the current is less than the value set by R}, 
the transistor Q, is off, and the regulator operates normally as 
shown in Fig. 20.15. But when the load current I, starts to 
increase, the voltage across R, also increases. This turns on the 
external transistor Q,; and conducts the excess current. The 
value of R, is determined by 


(20.14) 


FIGURE 20.19 A 7800 series regulator with an external pass transistor. 
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where Imax is the maximum current that the voltage regulator 


can handle internally. 


20.5 Switching Regulators 


The linear series and shunt regulators have control transistors 
that are operating in their linear active regions. Regulation is 
achieved by varying the conduction of the transistors to 
maintain the output voltage at a desirable level. The switching 
regulator is different in that the control transistor operates as a 
switch, either in the cutoff or the saturation region. Regulation 
is achieved by adjusting the on time of the control transistor. 
In this mode of operation, the control transistor does not 
dissipate as much power as that in the linear types. Therefore, 
switching voltage regulators have a much higher efficiency and 
can provide greater load currents at low voltage than linear 
regulators. 

Unlike their linear counterparts, switching regulators can be 
implemented by many different topologies such as forward 
and flyback. In order to select an appropriate topology for an 
application, it is necessary to understand the merits and 
drawbacks of each topology and the requirements of the 
application. Basically, most topologies can work for various 
applications. Therefore, we have to determine from the factors 
such as cost, performances, and application that make one 
topology more desirable than the others. However, no matter 
which topology we decide to use, the basic building blocks of 
an off-the-line switching power supply are the same, as 
depicted in Fig. 20.1. 

In this section, some popular switching regulator topolo- 
gies, namely flyback, forward, half-bridge, and full-bridge 
topologies, are presented. Their basic operation is described, 
and the critical waveforms are shown and explained. The 
merits, drawbacks, and application areas of each topology 
are discussed. Finally, the control circuitry and pulse-width 
modulation (PWM) of the regulators are also discussed. 


20.5.1 Single-Ended Isolated Flyback Regulators 


An isolated flyback regulator consists of four main circuit 
elements: a power switch, a rectifier diode, a transformer, and 
a filter capacitor. The power switch, which can be either a 
power transistor or a MOSFET, is used to control the flow of 
energy in the circuit. A transformer is placed between the 
input source and the power switch to provide DC isolation 
between the input and the output circuits. In addition to being 
an energy storage element, the transformer also performs a 
stepping up or down function for the regulator. The rectifier 
diode and filter capacitor form an energy transfer mechanism 
to supply energy to maintain the load voltage and current of 
the supply. Note that there are two distinct operating modes 
for flyback regulators: continuous and discontinuous. However, 
both modes have an identical circuit. It is only the transformer 
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magnetizing current that determines the operating mode of 
the regulator. Figure 20.20a shows a simplified isolated flyback 
regulator. The associated steady-state waveforms, resulting 
from discontinuous-mode operation, is shown in Fig. 20.20b. 
As shown in the figure, the voltage regulation of the regulator 
is achieved by a control circuit, which controls the conduction 
period or duty cycle of the switch, to keep the output voltage 
at a constant level. For clarity, the schematics and operation of 
the control circuit will be discussed in a separate section. 


20.5.1.1 Discontinuous-Mode Flyback Regulators 

Under steady-state conditions, the operation of the regulator 
can be explained as follows. When the power switch Q, is on, 
the primary current J, starts to build up and stores energy in 
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FIGURE 20.20 A simplified isolated flyback regulator: (a) circuit, (b) 
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the primary winding. Because of the opposite-polarity 
arrangement between the input and output windings of the 
transformer, the rectifier diode CR is reverse biased. In this 
period of time, there is no energy transferred from the input to 
the load R;. The output voltage is supported by the load 
current Iz, which is supplied from the output filter capacitor 
C. When Q, is turned off, the polarity of the windings reverses 
as a result of the fact that J, cannot change instantaneously. 
This causes CR to turn on. Now CR is conducting, charging 
the output capacitor C and delivering current to R,. This 
charging action ends at the point where all the magnetic 
energy stored in the secondary winding during the first half- 
cycle is emptied. At this point, CR will cease to conduct and R; 
absorbs energy just from C until Q, is switched on again. 

During the Q; on time, the voltage across the primary 
winding of the transformer is V;. The current in the primary 
winding I, increases linearly and is given by 


Vit, 
L=—% (20.15) 
Lp 


where L, is the primary magnetizing inductance. At the end of 
the on time, the primary current reaches a value equal to Typy) 
and is given by 


V;DT 
Lon = Ea (20.16) 
where D is the duty cycle and T is the switching period. Now 
when Q, turns off, the magnetizing current in the transformer 
forces the reversal of polarities on the windings. At the instant 
of turn-off, the amplitude of the secondary current I,,,) is 


Np 
This current decreases linearly at a rate of 
dl, V, 
3S 20.18 
dt L ( ) 


Ss 


where L, is the secondary magnetizing inductance. 

In the discontinuous-mode operation, Ip will decrease 
linearly to zero before the start of the next cycle. Since the 
energy transfer from the source to the output takes place only 
in the first half-cycle, the power drawn from V; is then 


LP 
Pp = a (20.19) 
Substituting (20.15) into (20.19), we have 
(Viton) 
= 20.20 
in 2TL, ( ) 
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The output power P, may be written as 


E, = NPin 
Vis V2 
2TL, R; 


where 7 is the efficiency of the regulator. Then, from (20.21), 
the output voltage V, is related to the input voltage V; by 


nRT 


2L, 


V, = V;D 


(20.22) 


Since the collector voltage Vg, of Q; is maximum when V; is 
maximum, the maximum collector voltage Voj(maxy» as Shown 
in Fig. 20.20b, is given by 


Np 
Varmas) T Vimaw + N- Vo (20.23) 
s 


The primary peak current Ipp) can be found in terms of P, by 
combining (20.16) and (20.21) and then eliminating L, as 


2V2 
I k) = —— 
mo NV;DR;, 
2P, 
~ nV;D 


(20.24) 


The maximum collector current Lmax) of the power switch Q; 
at turn-on is 


Tomax) = pph 
O 2P, 
— uV;D 


(20.25) 


As can be seen from (20.21), V, will maintain constant by 
keeping the product V;t,„ constant. Since maximum on time 
fon(max) OCCUrs at Minimum supply voltage Vmin) the maxi- 
mum allowable duty cycle for the discontinuous mode can be 
found from (20.22) as 


V 2L 
Dar P (20.26) 
mX Vimin NRT 
and V, at Dmax is then 
nR,T 
V, E Vicmin) Pmax Laas (20.27) 
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20.5.1.2 Continuous-Mode Flyback Regulators 

In the continuous-mode operation, the power switch is turned 
on before all the magnetic energy stored in the secondary 
winding empties itself. The primary and secondary current 
waveforms have a characteristic appearance as shown in Fig. 
20.21. This mode produces a higher power capability without 
increasing I,,. During the on time, the primary current I, rises 
linearly from its initial value I,(0) and is given by 


iton 


Lp 


I, = 1,(0) + (20.28) 


At the end of the on time, the primary current reaches a value 
equal to Typy and is given by 


V,;DT 


i 


In general, 1,(0) > V;DT/L,; thus, (20.29) can be written as 
Ipp © Tp(0) (20.30) 


The secondary current I, at the instant of turn-off is given 
by 
Np 
aoe = |N, j) re 
N, V;DT 
p i 
= (= || 10) + 
GoT) 
N 
P 
= (—*)1,00 
(K)o 


This current decreases linearly at a rate of 


dI 
E 20.32 
dt L ( ) 


(20.31) 


The output power P, is equal to V, times the time average of 
the secondary current pulses and is given by 


Et 


ees (20.33) 


A 
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FIGURE 20.21 The primary and secondary winding currents of a 
flyback regulator operated in the continuous mode. 
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P 
Loy =>—— = (20.34) 
V, zi ton/ T) 


For an efficiency of y, the input power P,, is 


P 
Pi, = 
n 
ton 
= Vil, T 
t 
Vioo (20.35) 
or 
P 
I m = (20.36) 


POD AV tn/T) 


Combining (20.31), (20.34), and (20.36) and solving for Vo, 


we have 
N., V;D 
VA a AE (20.37) 
Nop 1- D 
The output voltage at Dmax is then 
V, = N, N V imin) Pmax (20.38) 
N, 1— Dmax 


The maximum collector current Icmaxy for the continuous 
mode is then given by 


Iama = Appi) 


se (20.39) 


The maximum collector voltage of Q, is the same as that in the 
discontinuous mode and is given by 


Np 
Vorma = Vimax) + N Vo (20.40) 
Ss 


The maximum allowable duty cycle for the continuous mode 
can be found from (20.38) and is given by 


max 
ie N, \ 1Vicnin) 
N,) V, 


(20.41) 
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At the transition from the discontinuous mode to continuous 


mode, the relationships in (20.27) and (20.38) must hold. 
Thus, equating these two equations, we have 


nt RI T N, s D max 
Venim D. | = NV imi 
i(min)™ max 2 b N, 1 D 7 i(min) 


Solving this equation for L,, we have 


(20.42) 


1 Ny? 
Lodimit) = A BAK L — Dma) = 


N. 
SIA 
= rela 
Po 


D Noy’ 20.43 
ma) (20.43) 


sS 


Ss 
2n 
Replacing V, with (20.38) and solving for I,qimit we have 


D PR Viimin) 


P 


o 


1 
Lodimit) = z" 14 (20.44) 


Then, for a given D,,,,, input, and output quantities, the 
inductance value I,qimit) in (20.44) determines the mode of 
operation for the regulator. If L, < I,gimiy, then the circuit 
is operated in the discontinuous mode. Otherwise, if 
Lp > Ipqimit)» the circuit is operated in the continuous mode. 

In designing flyback regulators, regardless of their operating 
modes, the power switch must be able to handle the peak 
collector voltage at turn-off and the peak collector currents at 
turn-on as shown in (20.23), (20.25), (20.39), and (20.40). 
The flyback transformer, because of its unidirectional use of 
the B-H curve, has to be designed so that it will not be driven 
into saturation. To avoid saturation, the transformer needs a 
relatively large core with an air gap in it. 

Although the continuous and discontinuous modes have an 
identical circuit, their operating properties differ significantly. 
As opposed to the discontinuous mode, the continuous mode 
can provide higher power capability without increasing the 
peak current I,,.. It means that, for the same output power, the 
peak currents in the discontinuous mode are much higher 
than those operated in the continuous mode. As a result, a 
higher current rating and, therefore, a more expensive power 
transistor is needed. Moreover, the higher secondary peak 
currents in the discontinuous mode will have a larger transient 
spike at the instant of turn-off. However, despite all these 
problems, the discontinuous mode is still much more widely 
used than its continuous-mode counterpart. There are two 
main reasons. First, as mentioned earlier, the inherently 
smaller magnetizing inductance gives the discontinuous 
mode a quicker response and a lower transient output voltage 
spike to sudden changes in load current or input voltage. 
Second, the continuous mode has a right-half-plane zero in its 
transfer function, which makes the feedback control circuit 
more difficult to design. 
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The flyback configuration is mostly used in applications 
with output power below 100 W. It is widely used for high 
output voltages at relatively low power. The essential attrac- 
tions of this configuration are its simplicity and low cost. Since 
no output filter inductor is required for the secondary, there is 
a significant saving in cost and space, especially for multiple 
output power supplies. Since there is no output filter inductor, 
the flyback exhibits high ripple currents in the transformer 
and at the output. Thus, for higher power applications, the 
flyback becomes an unsuitable choice. In practice, a small L,C 
filter is added after the filter capacitor C in order to suppress 
high-frequency switching noise spikes. 

As mentioned previously, the collector voltage of the power 
transistor must be able to sustain a voltage as defined in 
(20.23). In cases where the voltage is too high for the transistor 
to handle, the double-ended flyback regulator shown in Fig. 
20.22 may be used. The regulator uses two transistors that are 
switched on or off simultaneously. The diodes CR, and CR, 
are used to restrict the maximum collector voltage to V;. 
Therefore, the transistors with a lower voltage rating can be 
used in the circuit. 


20.5.2 Single-Ended Isolated Forward Regulators 


Although the general appearance of an isolated forward 
regulator resembles that of its flyback counterpart, their 
operations are different. The key difference is that the dot 
on the secondary winding of the transformer is so arranged 
that the output diode is forward-biased when the voltage 
across the primary is positive, that is, when the transistor is 
on. Energy is thus not stored in the primary inductance as it 
was for the flyback. The transformer acts strictly as a trans- 
former. An inductive energy storage element is required at the 
output for proper and efficiency energy transfer. 

Unlike the flyback, the forward regulator is very suitable for 
working in the continuous mode. In the discontinuous mode, 
the forward regulator is more difficult to control because of a 
double pole at the output filter. Thus, it is not as much used as 
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FIGURE 20.22 Double-ended flyback regulator. 
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the continuous mode. In view of this, only the continuous 
mode will be discussed here. 

Figure 20.23 shows a simplified isolated forward regulator 
and the associated steady-state waveforms for continuous- 
mode operation. Again, for clarity, the details of the control 
circuit are omitted from the figure. Under steady-state condi- 
tion, the operation of the regulator can be explained as 
follows. When the power switch Q, turns on, the primary 
current 1, starts to build up and stores energy in the primary 
winding. Because of the same-polarity arrangement of the 
primary and secondary windings, this energy is forward- 
transferred to the secondary and onto the L,C filter and the 
load R; through the rectifier diode CR,, which is forward 
biased. When Q, turns off, the polarity of the transformer 
winding voltage reverses. This causes CR, to turn off and CR, 
and CR; to turn on. Now CR; is conducting and delivering 
energy to R; through the inductor L,. During this period, the 
diode CR, and the tertiary winding provide a path for the 
magnetizing current returning to the input. 

When the transistor Q, is turned on, the voltage across the 
primary winding is V;. The secondary winding current is 
reflected into the primary, and the reaction current I,» as 
shown in Fig. 20.24, is given by 


(20.45) 


The magnetizing current in the primary has a magnitude of 


Imag and is given by 


Vit 
Looe (20.46) 
Lp 
The total primary current I, is then 
1 — 
D= 1, + Imag 
N, Vit 
es pio (20.47) 
N, Lp 


The voltage developed across the secondary winding is 


N, 
V, =V, 


Ss 1 


P 


(20.48) 


Neglecting diode voltage drops and losses, the voltage across 
the output inductor is V, — V,. 
The current in L, increases linearly at a rate of 


= (V, at Voter 


a 20.49 
ney (20.49) 
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FIGURE 20.23 A simplified isolated forward regulator: (a) circuit, 
(b) associated waveforms. 
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At the end of the on-time, the total primary current reaches a 
peak value equal to Topy and is given by 


V,DT 
Do = O+- (20.50) 
P 
The output inductor current Iz; is 
(V, — V,)DT 
Irig = In (0) + e ae L 2 (20.51) 
1 


At the instant of turn-on, the amplitude of the secondary 
current has a value of Lpy and is given by 


1 i 
s(pk) — N p(k) 
S 


N, 1 V;DT 
-= (x) Eo 4 a 


During the off-time, the current I, in the output inductor is 
equal to the current I-p; in the rectifier diode CR; and both 
decrease linearly at a rate of 


(20.52) 


dlr crs 
dt dt 
V. 
=——2 (20.53) 
Li 


The output voltage V, can be found from the time integral of 
the secondary winding voltage over a time equal to DT of the 
switch Q,. Thus, we have 


1 [PEN 
o N 


P 
N, 
=—V,D 


Np 


(20.54) 
The maximum collector current Ic(max) at turn-on is equal to 
Type and is given by 


Icm = Inept) 


at haa? 


The maximum collector voltage Voi (max) at turn-off is equal to 
the maximum input voltage Vimax) plus the maximum voltage 
Vmax) across the tertiary winding and is given by 


(20.55) 


Veaicmax) = Vimax) F Vimax) 


N, 
= Vima ET 


(20.56) 
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FIGURE 20.24 The current components in the primary winding. 


The maximum duty cycle for the forward regulator operated 
in the continuous mode can be determined by equating the 
time integral of the input voltage when Q, is on and the 
clamping voltage V, when Q; is off, 


DT T 
| V;dt = | V,dt 
0 DT 


(20.57) 


which leads to 


V,DT = V,(1 — D)T (20.58) 


Grouping the D terms in (20.58) and replacing V,/V; with 
N,/N, we have 


1 


Drax = 20.59 
max 1 + N,/N, ( ) 


Thus, the maximum duty cycle depends on the turn ratio 
between the demagnetizing winding and the primary one. 

In designing forward regulators, the duty cycle must be kept 
below the maximum duty cycle Dmax to avoid saturating the 
transformer. It should also be noted that the transformer 
magnetizing current must be reset to zero at the end of each 
cycle. Failure to do so will drive the transformer into satura- 
tion, which can cause damage to the transistor. There are 
many ways of implementing the resetting function. In the 
circuit shown in Figure 20.23(a), a tertiary winding is added to 
the transformer so that the magnetizing current will return to 
the input source V; when the transistor turns off. The primary 
current always starts at the same value under steady-state 
conditions. 

Unlike flyback regulators, forward regulators require a 
minimum load at the output. Otherwise, excess output voltage 
will be produced. One method commonly used to avoid this 
situation is to attach a small load resistance at the output 


terminals. Of course, with such an arrangement, a certain 
amount of power will be lost in the resistor. 

Because forward regulators do not store energy in their 
transformers, for the same output power level the transformer 
can be made smaller than for the flyback type. The output 
current is reasonably constant owing to the action of the 
output inductor and the flywheel diode; as a result, the output 
filter capacitor can be made smaller and its ripple current 
rating can be much lower than that required for the flybacks. 

The forward regulator is widely used with output power 
below 200 W, though it can be easily constructed with a much 
higher output power. The limitation comes from the capability 
of the power transistor to handle the voltage and current 
stresses if the output power were to increase. In this case, a 
configuration with more than one transistor can be used to 
share the burden. Figure 20.25 shows a double-ended forward 
regulator. Like the double-ended flyback counterpart, the 
circuit uses two transistors that are switched on and off 
simultaneously. The diodes are used to restrict the maximum 
collector voltage to V;. Therefore, transistors with low voltage 
ratings can be used in the circuit. 


L Vo 
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FIGURE 20.25 Double-ended forward regulator. 
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20.5.3 Half-Bridge Regulators 


The half-bridge regulator is another form of an isolated 
forward regulator. When the voltage on the power transistor 
in the single-ended forward regulator becomes too high, the 
half-bridge regulator is used to reduce the stress on the 
transistor. In a half-bridge regulator, the voltage stress 
imposed on the power transistors is subject to only the 
input voltage and is only half of that in a forward regulator. 
Thus, the output power of a half-bridge is double that of a 
forward regulator for the same semiconductor devices and 
magnetic core. 

Figure 20.26 shows the basic configuration of a half-bridge 
regulator and the associated steady-state waveforms. As seen in 
Fig. 20.26a, the half-bridge regulator can be viewed as two 
back-to-back forward regulators, fed by the same input 
voltage, each delivering power to the load at each alternate 
half cycle. The capacitors C} and C, are placed between the 
input and ground terminals. As such, the voltage across the 
primary winding is always half the input voltage. The power 
switches Q; and Q, are switched on and off alternately to 
produce a square-wave ac at the input of the transformer. This 
square-wave is stepped either down or up by the isolation 
transformer and then rectified by the diodes CR, and CR}. 
Subsequently, the rectified voltage is filtered to produce the 
output voltage V,. 

Under steady-state conditions, the operation of the regu- 
lator can be explained as follows. When Q, is on and Q, off, 
CR, conducts and CR, is reverse-biased. The primary voltage 
V, is V;/2. The primary current I, starts to build up and stores 
energy in the primary winding. This energy is forward- 
transferred to the secondary and onto the L,C filter and the 
load Rz, through the rectifier diode CR,. During the time 
interval A, when both Q, and Q, are off, CR, and CR, are 
forced to conduct to carry the magnetizing current that 
resulted in the interval during which Q, is turned on. The 
inductor current Iz; in this interval is equal to the sum of the 
currents in CR, and CR). This interval terminates at half of the 
switching period T, when Q, is turned on. When Q, is on and 
Q, off, CR, is reverse-biased and CR, conducts. The primary 
voltage V, is now —V;/2. The circuit operates in a similar 
manner as during the first half-cycle. 

With Q, on, the voltage across the secondary winding is 


(20.60) 


Neglecting diode voltage drops and losses, the voltage across 
the output inductor is then given by 


(20.61) 
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FIGURE 20.26 A simplified half-bridge regulator: (a) circuit, (b) the 
associated waveforms. 


In this interval, the inductor current I,, increases linearly at a 
rate of 


(20.62) 
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At the end of Q, on-time, Iz, reaches a value that is given by 


1J No (Vi 
Irig = (0) + al * (=) = v. DT 


LLN, \2 


(20.63) 


During the interval A, I,, is equal to the sum of the rectifier 
diode currents. Assuming the two secondary windings are 
identical, Iz; is given by 


Thy = 2Icr = 2Icr (20.64) 
This current decreases linearly at a rate of 
dI,, V; 
= SS 20.65 
dt Li ( ) 


The next half-cycle repeats with Q, on and for the interval A. 
The output voltage can be found from the time integral of 
the inductor voltage over a time equal to T. Thus, we have 


1 DT N. V. T/2+DT 
V,=2x | 3l ( ') V, ar + | z vaa | 
T o N, 2 T/2 


(20.66) 


Note that the multiplier of 2 appears in (20.66) because of the 
two alternate half-cycles. Solving (20.66) for V,, we have 


N, 
V,=—V,D (20.67) 
N, 
p 
The output power P, is given by 
P, = Vh 
= Pin 
Vil av D 
=n aan (20.68) 
or 
2P, 
I (avg) = nV,;D (20.69) 


where I)(qyg) has the value of the primary current at the center 
of the rising or falling ramp. Assuming the reaction current I, 
reflected from the secondary is much greater than the magne- 
tizing current, then the maximum collector currents for Q; 
and Q, are given by 


Ic(max) = I (avg) 


giin (20.70) 
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As mentioned, the maximum collector voltages for Q, and Q, 
at turn-off are given by 

V(max) = Vimax) (20.71) 
In designing half-bridge regulators, the maximum duty cycle 
can never be greater than 50%. When both the transistors are 
switched on simultaneously, the input voltage is short- 
circuited to ground. The series capacitors C} and C, provide 
a dc bias to balance the volt-second integrals of the two 
switching intervals. Hence, any mismatch in devices would 
not easily saturate the core. However, if such a situation arises, 
a small coupling capacitor can be inserted in series with the 
primary winding. A dc bias voltage proportional to the volt- 
second imbalance is developed across the coupling capacitor. 
This balances the volt-second integrals of the two switching 
intervals. 

One problem in using half-bridge regulators is related to the 
design of the drivers for the power switches. Specifically, the 
emitter of Q, is not at ground level, but is at a high ac level. 
The driver must therefore be referenced to this ac level. 
Typically, transformer-coupled drivers are used to drive both 
switches, thus solving the grounding problem and allowing the 
controller to be isolated from the drivers. 

The half-bridge regulator is widely used for medium-power 
applications. Because of its core-balancing feature, the half- 
bridge becomes the predominant choice for output power 
ranging from 200 to 400W. Since the half-bridge is more 
complex, for application below 200 W, the flyback or forward 
regulator is considered to be a better choice and more cost- 
effective. Above 400 W, the primary and switch currents of the 
half-bridge become very high. Thus, it becomes unsuitable. 


20.5.4 Full-Bridge Regulators 


The full-bridge regulator is yet another form of isolated 
forward regulator. Its performance is improved over that of 
the half-bridge regulator because of the reduced peak collector 
current. The two series capacitors that appeared in half-bridge 
circuits are now replaced by another pair of transistors of the 
same type. In each switching interval, two of the switches are 
turned on and off simultaneously such that the full input 
voltage appears at the primary winding. The primary and the 
switch currents are only half that of the half-bridge for the 
same power level. Thus, the maximum output power of this 
topology is twice that of the half-bridge. 

Figure 20.27 shows the basic configuration of a full-bridge 
regulator and the associated steady-state waveforms. Four 
power switches are required in the circuit. The power switches 
Q, and Q, turn simultaneously on and off in one of the half- 
cycles. Q, and Q; also turn simultaneously on and off in the 
other half-cycle, but with the opposite phase to Q, and Q,. 
This produces a square-wave ac with a value of +V; at the 
primary winding of the transformer. Like the half-bridge, this 
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FIGURE 20.27 A simplified full-bridge regulator: (a) circuit, (b) asso- 
ciated waveforms. 


voltage is stepped down, rectified, and then filtered to produce 
a dc output voltage. The capacitor C, is used to balance the 
volt-second integrals of the two switching intervals and 
prevent the transformer from being driven into saturation. 
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Under steady-state conditions, the operation of the full 
bridge is similar to that of the half bridge. When Q, and Q, 
turn on, the voltage across the secondary winding is 


N 
Visa y, (20.72) 
Np 


Neglecting diode voltage drops and losses, the voltage across 
the output inductor is then given by 


(20.73) 


1 o 


ee 
ll jy, “i 
Mp 


In this interval, the inductor current I,, increases linearly at a 
rate of 


ay _ Vis 
dt L 
1|N. 
=—|—V,- V, (20.74) 
Li |N, 


At the end of Q, and Q, on-time, Iz; reaches a value that is 
given by 

1 
L 


(20.75) 


— Ny T 
Ingw = Ir (0) + V; — V, |D 


Np 


During the interval A, I, decreases linearly at a rate of 


dlr; V, 
aa (20.76) 
The next half-cycle repeats with Q, and Q; on and the circuit 
operates in a similar manner as in the first half-cycle. 
Again, as in the half-bridge, the output voltage can be found 
from the time integral of the inductor voltage over a time 
equal to t. Thus, we have 


1Tpot (Nn. T/2+DT 
v,=2xz1| ly — vV, a+ | — V,dt 
T Jo \N, T/2 


P 
(20.77) 
Solving (20.77) for V,, we have 
N, 
V, = —$2V,D (20.78) 
N, 
The output power P, is given by 
P, = NPin 
= NV lya P (20.79) 
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or 


P, 
I (avg) = nV,D (20.80) 
where I)yqyg) has the same definition as in the half-bridge case. 
Comparing (20.80) with (20.69), we see that the output 
power of a full bridge is twice that of a half-bridge with same 
input voltage and current. The maximum collector currents 


for Q Q, Q;, and Q, are given by 


Tocmax) = I (avg) 
P 


=— 2 20.81 
nV,D (20.81) 


1 max 


If we compare (20.81) with (20.70), for the same output 
power, the maximum collector current is only half that of 
the half-bridge. 

As mentioned, the maximum collector voltage for Q} and 
Q, at turn-off is given by 


Ve(max) = Vimax) (20 : 82) 


The design of the full bridge is similar to that of the half- 
bridge. The only difference is the use of four power switches 
instead of two in the full bridge. Therefore, additional drivers 
are required by adding two more secondary windings in the 
pulse transformer of the driving circuit. 

For high-power applications ranging from several hundred 
to a thousand kilowatts, the full-bridge regulator is an inevit- 
able choice. It has the most efficient use of magnetic core and 
semiconductor switches. The full bridge is complex and there- 
fore expensive to build, and is only justified for high-power 
applications, typically over 500 W. 


20.5.5 Control Circuits and Pulse-Width 
Modulation 


In previous subsections, we presented several popular voltage 
regulators that may be used in a switching-mode power 
supply. This section discusses the control circuits that regulate 
the output voltage of a switching regulator by constantly 
adjusting the conduction period t, or duty cycle d of the 
power switch. Such adjustment is called pulse-width modula- 
tion (PWM). 

The duty cycle is defined as the fraction of the period during 
which the switch is on, i.e., 


d=! 


achn (20.83) 
ton + toff 
By adjusting either f,, or tp or both, d can be modulated. 
Thus, PWM-controlled regulators can operate at variable 
frequency as well as fixed frequency. 
Among all types of PWM controllers, the fixed-frequency 
controller is by far the most popular choice. There are two 
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main reasons for their popularity. First, low-cost fixed- 
frequency PWM IC controllers have been developed by 
various solid-state device manufacturers, and most of these 
IC controllers have all the features that are needed to build a 
PWM switching power supply using a minimum number of 
components. Second, because of their fixed-frequency nature, 
fixed-frequency controllers do not have the problem of unpre- 
dictable noise spectrum associated with variable frequency 
controllers. This makes EMI control much easier. 

A PWM fixed-frequency controller consists of four main 
functional components: an adjustable clock for setting the 
switching frequency, an output voltage error amplifier for 
detecting deviation of the output from the nominal value, a 
sawtooth generator for providing a sawtooth signal that is 
synchronized to the clock, and a comparator that compares 
the output error signal with the sawtooth signal. The output of 
the comparator is the signal that drives the controlled switch. 
Figure 20.28 shows a simple PWM controlled forward regu- 
lator operating at fixed frequency. The duration of the on-time 
is determined by the time between the reset of the sawtooth 
generator and the intersection of the error voltage with the 
positive-going ramp signal. 
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FIGURE 20.28 A simplified voltage-mode controlled forward regulator: 
(a) circuit, (b) the associated waveforms. 
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The error voltage v, is given by 


Z 2 
Ve = (14-2) Veer - 2 


From (20.84), the small-signal term can be separated from the 
dc operating point by 


(20.84) 


Z 
Av, = -2 A, (20.85) 
Z 
The dc operating point is given by 
2) Z 
V, = ( 1+2 Viv (20.86) 
( Z,) REg? 


Inspecting the waveform of the sawtooth and the error voltage 
shows that the duty cycle is related to the error voltage by 


(20.87) 


where V, is the peak voltage of the sawtooth. 
Hence, the small-signal duty cycle is related to the small- 
signal error voltage by 


£ (20.88) 


The operation of the PWM fixed-frequency controller can 
be explained as follows. When the output is lower than the 
nominal dc value, a high error voltage is produced. This 
means that Av, is positive. Hence, Ad is positive. The duty 
cycle is increased to cause a subsequent increase in output 
voltage. Such is a typical voltage-mode control operation. The 
feedback dynamics (stability and transient response) is deter- 
mined by the operational amplifier circuit that consists of Z, 
and Z,. Some of the popular voltage-mode control ICs are 
$G1524/25/26/27, TL494/5, and MC34060/63. 

In addition to the voltage-mode control, a control scheme 
known as current-mode control makes use of the current 
information in a regulator to achieve output voltage regula- 
tion. In its simplest form, current-mode control consists of an 
inner loop that samples the inductance current value and 
turns the switches off as soon as the current reaches a certain 
value set by the outer voltage loop. In this way, the current- 
mode control achieves faster response than the voltage mode. 

In current-mode control, no sawtooth generator is needed. 
In fact, the inductance current waveform is itself a sawtooth. 
The voltage analog of the current may be provided by a small 
resistance, or by a current transformer. Also, in practice, the 
switch current is used since only the positive-going portion of 
the inductance current waveform is required. Figure 20.29 
shows a current-mode controlled flyback regulator. 

In Fig. 20.29, the regulator operates at fixed frequency. 
Turn-on is synchronized with the clock pulse, and turn-off 
is determined by the instant at which the input current equals 
the error voltage. 
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FIGURE 20.29 A simplified current-mode controlled flyback regulator: 
(a) circuit, (b) the associated waveforms. 


Because of its inherent peak-current limiting capability, 
current-mode control can enhance reliability of power 
switches. The dynamic performance is improved because of 
the use of the additional current information. Moreover, 
current-mode control makes power factor correction possible. 
Some of the popular current-mode control ICs are UC3840/2, 
UC3825, MC34129, and MC34065. 

It should be noted that current-mode control is particularly 
effective for the flyback and boost-type regulators that have an 
inherent right-half-plane zero. Current-mode control effec- 
tively reduces the system to first order by forcing the inductor 
current to be related to the output voltage, thus achieving 
faster response. In the case of the buck-type regulator, current- 
mode control presents no significant advantage because the 
current information can be derived from the output voltage, 
and hence faster response can still be achieved with a proper 
feedback network. 
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21.1 Introduction 


Electronic ballasts, also called solid-state ballasts, are those 
power electronic converters used to supply discharge lamps. 
The modern age of electronic ballasts began with the intro- 
duction of power bipolar transistors with low storage time, 
allowing supply of fluorescent lamps at frequencies of several 
kilohertz and increasing lamp luminous efficacy by operating 
at these high frequencies. Later, electronic ballasts become very 
popular with the development of low-cost power MOSFETs, 
whose unique features make them very attractive for imple- 
menting solid-state ballasts. The main benefits of electronic 
ballasts are increased lamp and ballast overall efficiency, 
increased lamp life, reduction of ballast size and weight, and 
improvement in lighting quality. This chapter gives a general 
overview of the more important topics related to this type of 
power converters 


21.1.1 Basic Notions 


Discharge lamps generate electromagnetic radiation by means 
of an electric current passing through a gas or metal vapor. 
This radiation is discrete, as opposed to the continuous 
radiation emitted by an incandescent filament. Figure 21.1 
shows the electromagnetic spectrum of an electric discharge, 
which consists of a number of separate spectral lines. 

As can be seen in Fig. 21.1, only the electromagnetic 
radiation emitted within the visible region (380-780 nm) of 
the radiant energy spectrum is useful for lighting. The total 
power in watts emitted by an electric discharge can be 


Copyright © 2001 by Academic Press. 
All rights of reproduction in any form reserved. 


obtained by integrating the spectral energy distribution. 
However, this is not a suitable parameter to measure the 
amount of light emitted by a discharge lamp. 

The human eye responds differently to the different types of 
electromagnetic waves within the visible range. As illustrated 
in Fig. 21.2, there exist two response curves. First, the photopic 
curve, also called V(2), is the characteristic used to represent 
human eye behavior under normal illumination level condi- 
tions or daylight vision. Secondly, the scotopic curve V’(A) is 
the response of the human eye for situations with low 
illumination levels, also known as nocturnal vision. The 
reason for this different behavior is physiologic. The human 
eye consists of two types of photoreceptors: rods and cones. 
Rods are much more sensitive than cones at low lighting levels, 
but they are not sensitive to the different light colors. On the 
other hand, cones are responsible for normal color vision at 
higher lighting levels [5, 7]. Normally, only the photopic 
function is considered in lighting design and used to calibrate 
photometers. 

Because the human eye responds in different ways to the 
different wavelengths or colors, the output power of a lamp 
measured in watts is no longer applicable to represent the 
amount of light generated. Thus, a unit is used that incorpo- 
rates human eye response, which is called the lumen. The total 
light output of a lamp is then measured in lumens and is 
known as lamp luminous flux. The lamp luminous flux is 
obtained by integrating the radiant power as follows: 


780 nm 


= A P(A)V(A)dd (21.1) 
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FIGURE 21.2 Spectral luminous efficiency functions for standard 
photopic and scotopic observers. 


where K,, represents the maximal spectral luminous efficacy, 
which is equal to 683 lumens/watt (at 2 = 555 nm) for photo- 
pic vision and 1700 lumens/watt (at 2 = 507 nm) for scotopic 
vision. The standard photopic and scotopic functions were 
defined by the International Commission on Illumination 
(CIE) in 1924 and 1951, respectively [5]. 

The measurement of the lamp total luminous flux is very 
useful in determining whether the lamp is working properly or 
not. At the laboratory, the measurement of the lamp total 
luminous flux is performed by means of an integrating sphere 
and using the substitution method. The integrating sphere, 
also known as an Ulbricht photometer, is internally coated 
with a perfectly diffusing material. Thus, the sphere performs 
the integral in (21.1) and the illuminance on the internal 
surface is proportional to the total luminous flux. A photo- 
meter with a V(A) filter is placed so that the internal illumi- 
nance can be measured, and a baffle is placed to avoid direct 
illumination of the photometer probe by the lamp. The 
measurement is made in two steps, one with the lamp under 
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FIGURE 21.3 Integrating sphere used for measurement of the lamp 
total luminous flux. 


test in place and the other with a standard lamp of known 
total luminous flux. From the two measurements, the total 
luminous flux of the lamp under test is deduced by a linear 
relationship. Figure 21.3 illustrates an integrating sphere 
photometer. 

An important parameter related to the supply of discharge 
lamps is the luminous efficacy. Luminous efficacy is defined as 
the rate of the lamp’s total luminous flux to the total electric 
power consumed by the lamp, usually expressed in lumens per 
watt. The luminous efficacy of a discharge lamp can be 
increased by proper design of the electronic ballast, which 
also results in energy savings. 


21.1.2 Discharge Lamps 


Basically, discharge lamps consist of a discharge tube inside 
which the electric energy is transformed into electromagnetic 
radiation. The discharge tube is made of a transparent or 
translucent material with a sealed electrode placed in each end, 
as shown in Fig. 21.4. The discharge tube is filled with an inert 
gas and a metal vapor. The electrodes generate free electrons, 
which are accelerated by the electrical field existing in the 
discharge. These accelerated electrons collide with the gas 
atoms, having both elastic and inelastic collisions depending 
on the electron kinetic energy. The basic processes inside the 
discharge tube, illustrated in Fig. 21.4, are the following: 


1. Heat generation. When the kinetic energy of the 
electron is low, an elastic collision takes place and 
only a small part of the electron energy is transferred 
to the gas atom. The result of this type of collision is an 
increase in the gas temperature. In this case, the 
electrical energy is consumed to produce heat dissipa- 
tion. However, this is also an important process 
because the discharge has to set in its optimum 
operating temperature. 

2. Gas atom excitation. Some electrons can have a high 
kinetic energy so that the energy transferred in the 
collision is used to send an electron of the gas atom to 
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electron trends to recover its original level, then emit- process consists of two main phases: 


ting the absorbed energy in the form of electromag- 
netic radiation. This radiation is used to directly 
generate visible light. In other cases, ultraviolet radia- 
tion is first generated and then transformed into visible 
radiation by means of a phosphor coating on the 
inside wall of the discharge tube. 

3. Gas atom ionization. In some cases electrons have 
gained such a high kinetic energy that during a colli- 
sion with a gas atom an electron belonging to the gas 
atom is freed, resulting in a positively charged ion and 
a free electron. This freed electron can play the same 
roles as those generated by the electrodes. This process 
is especially important during both discharge ignition 
and normal operation, because ionized atoms and 
electrons are necessary to maintain the electric current 
through the lamp. 


The number of free electrons in the discharge can increase 
rapidly because of continuing ionization, producing an unlim- 
ited current and finally a short-circuit. This is illustrated in 
Fig. 21.5, which shows how the voltage—current characteristic 
of a gas discharge exhibits a negative differential resistance. 
Therefore, to limit the discharge current the use of an auxiliary 
supply circuit is mandatory. This circuit is called a ballast. 
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FIGURE 21.5 Voltage—current characteristic of an electric discharge. 


1. Breakdown phase. Most gases are very good insulators, 


and an electric discharge is only possible if a sufficient 
concentration of charged particles is present. 
Normally, a high voltage is used to provide electricity 
carriers and to initiate the discharge. The minimum 
voltage applied to initiate the discharge is called the 
starting voltage. The starting voltage mainly depends 
on the type of gas, gas pressure, and distance between 
electrodes. Figure 21.6a represents the starting voltage 
as a function of the product gas pressure multiplied by 
electrode distance, for different gases. These functions 
are known as Paschen curves. 

Usually, auxiliary inert gases are used to decrease the 

starting voltage. There exist some especially inert gas 
mixtures presenting a very low starting voltage, which 
are called Penning mixtures. These Penning mixtures 
are often used as initial starting gases. Figure 21.6a 
shows a typical Penning mixture consisting of neon 
with 0.1% argon. 
Warm-up phase. Once the lamp is ignited, the colli- 
sions between free electrons and atoms generate heat 
and discharge temperature increases until normal 
operating conditions are reached. During this phase 
the heat is used to evaporate the metal atoms existing 
in the discharge tube, and the emitted electromagnetic 
radiation assumes the character of a metal vapor 
discharge instead of that of an inert gas discharge. 
From the electrical point of view, the discharge warm- 
up phase shows initially low discharge voltage and high 
discharge current. As long as more and more metal 
atoms are evaporated, the discharge voltage increases 
and the discharge current decreases. Finally, an equili- 
brium is reached at steady-state operation with the 
normal values of voltage and current. The time 
constant of the warm-up phase strongly depends on 
the lamp type. It varies from seconds for fluorescent 
lamps to minutes for high-intensity discharge lamps. 
Figure 21.6b illustrates some discharge waveforms 
during the warm-up phase. 
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FIGURE 21.6 (a) Paschen curves for different inert gases; and (b) stabilization curve of a discharge lamp. 


The basic elements used in lamps to generate radiation in 
the visible part of the spectrum are sodium and mercury. The 
former generates radiation directly within the visible part of 
the spectrum; the latter generates radiation mainly in the 
ultraviolet region, but this radiation can be easily transformed 
into visible radiation by means of a phosphor coating on the 
internal wall of the discharge volume. Besides the element 
used, a very important parameter related to the efficiency and 
richness of the emitted radiation is the discharge pressure. For 
sodium and mercury elements, there exist two pressure values 
around which the luminous efficacy of the discharge is higher. 
The first is obtained at quite low pressures, about 1 Pa, and the 
second at higher pressures, around 10° Pa (1 atm). This is why 
there exist two main types of discharge lamps: 


1. Low-pressure discharge lamps. This type of lamp oper- 
ates at pressures around 1 Pa and features low current 
density inside the discharge and low power per unit of 
discharge length. Therefore, these lamps normally 
present a quite large discharge volume with a low 
power rating. The most representative examples are 
low-pressure mercury lamps, also known as fluorescent 
lamps, and low-pressure sodium lamps. 

2. High-pressure discharge lamps. The operating pressure 
in this type of lamp is raised to 10° Pa and higher in 
order to achieve a considerable increase in the lumi- 
nous efficacy of the discharge. These lamps present a 
high current density in the discharge and a high power 
per discharge length ratio, thus showing much smaller 
discharge volumes. Examples are high-pressure 
sodium lamps, high-pressure mercury lamps, and 
metal halide lamps. 


Finally, to characterize the light produced by a discharge 
lamp it is necessary to understand two important concepts: the 


correlated color temperature (CCT) and the color rendering 
index (CRI). 

The correlated color temperature is defined as the tempera- 
ture of the blackbody radiator whose perceived color most 
closely resembles that of the discharge lamp. The color of an 
incandescent body changes as its temperature rises from deep 
red to orange, yellow, and finally white. Thus, a cool white 
fluorescent lamp has a CCT around 3500 K and is perceived as 
a white source of light, whereas a high-pressure sodium lamp 
presents a CCT of about 2000 K and appears yellow. 

The color rendering index of a light source is the effect that 
the source has on the color appearance of objects when 
compared to their appearance under a reference source of 
equal CCT. The measurement gives a value lower than 100, 
and a higher CRI means better color rendition. For example, 
daylight and incandescent lamps have CRIs equal to 100. 

To conclude this introduction to discharge lamps, some 
comments regarding the most important types of discharge 
lamps will be given. Table 21.1 provides some additional data 
for the different discharge lamps for comparison. 


1. Fluorescent lamps. These lamps belong to the category 
of low-pressure mercury-vapor discharge lamps. The 
discharge generates two main lines at 185 and 
253.7nm and other weak lines in the visible range of 
the spectrum. A fluorescent powder on the inside wall 
of the discharge tube converts the ultraviolet radiation 
into visible radiation, resulting in a broadband spectral 
distribution and good color rendition. In these lamps 
the optimum mercury vapor pressure (which gives the 
maximum luminous efficacy) is 0.8 Pa. For the tube 
diameters normally used, this pressure is reached at a 
wall temperature of about 40°C, not much higher 
than typical ambient temperature. The heat generated 
inside the discharge is sufficient to attain the required 
operating temperature without the use of an outer 
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TABLE 21.1 Comparison of different discharge lamps 

Lamp Wattage (W) Luminous Efficacy (Lumen-W7!) Life (Hours) CCT (K) CRI 
Fluorescent 4-100 62 20,000 4200 62 
Compact fluorescent 7-30 60-80 10,000 2700-5000 82 
Low-pressure sodium 50-150 110-180 15,000 1800 <0 
Mercury vapor 50-1000 40-70 24,000 4000—6000 15-50 
Metal halide 40-15,000 80-125 10,000 4000 65 
HPS 35-1000 65-140 24,000 2000 22 
HPS (amalgam) 35-1000 45-85 10,000 2200 65 


bulb. However, this structure causes a great variation 
of the lamp lumen output with the temperature, which 
is one important drawback of fluorescent lamps. One 
solution to this problem is the addition of amalgams to 
stabilize the light output. This is especially used in 
compact fluorescent lamps. 

2. Low-pressure sodium lamps. These lamps are a most 
efficient source of light. The reason is the almost 
monochromatic radiation that they generate, with 
two main lines at 589 and 589.6nm, very close to 
the maximum human eye sensitivity. Therefore, the 
color rendition of these lamps is very poor; however, 
contrasts are seen more clearly under this light. This is 
why these lamps are used in situations where the 
recognition of objects and contours is essential for 
safety, such as motorway bridges, tunnels, and inter- 
sections. The optimum pressure for the low-pressure 
sodium discharge is about 0.4 Pa, attained in normal 
discharge tubes at a temperature of 260 °C. An outer 
bulb is normally used to reach and maintain this 
temperature. 

3. High-pressure mercury vapor lamps. The increase in the 
pressure of the mercury vapor produces a radiation 
richer in spectral lines, some of them in the visible part 
of the spectrum (405, 436, 546, and 577/579 nm). This 
leads to an increase in the luminous efficacy, reaching 
values of 40-601mW! at pressures of 10°-107 Pa 
(1-100 atm). These lamps operate with unsaturated 
mercury vapor, which means that all the mercury in 
the discharge volume has evaporated and the number 
of mercury atoms per unit volume remains constant. 
Thus, the operation of this type of lamps is more 
independent of the temperature than that of most 
other discharge lamps. One drawback of these lamps 
is the lack of spectral lines in the long wavelengths 
(reds) of the spectrum, thus giving a low color render- 
ing index. An increase of the color rendition can be 
obtained by adding metal-halide compounds into the 
discharge volume, in order to generate radiation all 
over the visible spectrum. These lamps are known as 
metal halide lamps [3]. 


4. High-pressure sodium lamps. This is a very popular 
source of light because of its high luminous efficacy 
and long life. The increase in the sodium vapor 
pressure produces a very wide spectrum, with good 
color rendition compared with the low-pressure 
sodium lamps. This also leads to a lower luminous 
efficacy that is still higher than those of other high- 
intensity discharge lamps. Some of these lamps also 
incorporate mercury in the form of sodium amalgam 
to increase the field strength of the discharge, thus 
decreasing the discharge current. A lower lamp current 
and a higher lamp voltage allow reduced size and cost 
of the ballast. However, the addition of sodium amal- 
gam greatly reduces the life of the lamp. 


21.1.3 Electromagnetic Ballasts 


Electromagnetic ballasts are commonly used to stabilize the 
lamp at the required operating point by limiting the discharge 
current. The operating point of the lamp is given by the 
intersection of both lamp and ballast characteristics, as shown 
in Fig. 21.7. The ballast line is the characteristic that shows the 
variation of the lamp power versus lamp voltage for a constant 
line voltage; it can be measured during the warm-up phase of 
the lamp. The lamp line is the characteristic that gives the 
variation of the lamp power as a function of the lamp voltage 
for different line voltages and can be measured by varying the 
line voltage. Some lamps, such as high-pressure sodium, 
exhibit a great variation of lamp voltage with changes in the 
lamp wattage. Because of this behavior, trapezoids have been 
established that define maximum and minimum permissible 
lamp wattage versus lamp voltage for purposes of ballast 
design, as shown in Fig. 21.7. 

Figure 21.8 shows basic electromagnetic ballast used to 
supply low- and high-pressure lamps at line frequencies (50- 
60Hz). Figure 21.8a illustrates the typical circuit used to 
supply fluorescent lamps with preheating electrodes, which 
basically uses a series inductor to limit the current through 
the discharge. Initially the glow switch is closed and the 
short-circuit current flows through the circuit, heating the 
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electrodes. A few fractions of a second later, the glow switch is 
opened and the energy stored in the ballast inductor causes a 
voltage spike between the lamp electrodes (about 800V), 
which finally produces the discharge breakdown. Once the 
lamp is ignited, its voltage is lower than the line voltage, and 
the glow switch remains open during normal lamp operation. 
Typical glow switches are based on two bimetal strips inside a 
small tube filled with an inert gas. An external capacitor of 
about 10 nF is used to enhance the glow switch operation and 
also to reduce radio interference during lamp startup. Finally, 
in this type of inductive ballasts a capacitor placed across the 
line input is mandatory to achieve a reasonable value of the 
input power factor. 

Starting voltages of high-pressure discharge lamps are 
normally higher than those of low-pressure discharge lamps 
and can go from 2500V for a lamp at room temperature to 
30-40 kV to reignite a hot lamp. Thus, the simple ignition 
system based on the glow switch is no longer applicable for 
these lamps. Figures 21.8b and 21.8c show two typical 
arrangements for supplying high-intensity discharge lamps. 
A series inductor is also used to limit the lamp current at 
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FIGURE 21.8 Typical electromagnetic ballast used to supply discharge 
lamps at low frequency. 


J. Alonso 


steady-state operation, but autotransformers are used to attain 
higher voltage spikes for lamp ignition. For higher line 
voltages and short distances between starter and lamp, the 
inductor ballast can be used as ignition transformer as shown 
in Fig. 21.8b. In other cases, a separate igniting transformer is 
needed to provide higher voltage spikes and to avoid the effect 
of parasitic capacitance of connection cables (Fig. 21.8c). 

The inductive ballast provides low lamp power regulation 
against line voltage variation, and therefore it is only recom- 
mended in those installations with low voltage fluctuations. 
When good lamp power regulation is necessary, the circuit 
shown in Fig. 21.8d is normally used. This circuit is commonly 
termed a constant wattage autotransformer (CWA) and incor- 
porates a capacitor in series with the lamp to limit the 
discharge current. Compared with the normal inductive 
ballast, the CWA also exhibits a higher input power factor, 
lower line extinguishing voltage, and lower line starting 
currents. 

The main advantage of electromagnetic ballasts is their 
simplicity, which in turn provides low cost and high reliability. 
However, since they operate at line frequencies, typically 50- 
60 Hz, they also feature high size and weight. Other important 
drawbacks of electromagnetic ballasts are the following: 


e Low efficiency, especially for those ballasts featuring 
good lamp power regulation against line voltage varia- 
tion. 

e Low reliability for ignition and reignition. If the voltage 
spike is not located well within the line period, the 
ignition of the lamp can fail. 

e Difficulty in controlling the lamp luminous flux 
(dimming). 

e Lamp operating point changes due to the lamp aging 
process that reduce lamp life. 

e Low input power factor and high harmonic distortion. 
Large capacitors are needed across the line input to 
increase power factor. 

e Overcurrent risk due to ballast saturation caused by the 
rectifying effect of some discharge lamps, especially at the 
end of their life. 

e Flickering and stroboscopic effect due to low-frequency 
supply. The energy radiated by the lamp is a function of 
the instantaneous input power. Therefore, when the 
lamp is supplied from an ac line, an instantaneous 
variation of the light output occurs, which is called 
flicker. For a line frequency of 60 Hz the resulting light 
frequency is 120 Hz. This variation is too fast for the 
human eye, but when rapidly moving objects are viewed 
under these lamps, the objects seem to move slowly or 
even are halted. This is called the stroboscopic effect and 
can be very dangerous in industrial environments. A 
flicker index is defined with values from 0 to 1.0 [1]. The 
higher the flicker index, the greater the possibility of a 
noticeable stroboscopic effect. 
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Unsuitability for dc applications (emergency lighting, 
automobile lighting, etc.). 


21.2 High-Frequency Supply of Discharge 


Lamps 


21.2.1 General Block Diagram of Electronic 


Ballasts 


Figure 21.9 shows the general block diagram of a typical 
electronic ballast. The main stages are the following: 


EMI filter. This filter is mandatory for commercial 
electronic ballasts. Usually it consists of two coupled 
inductors and a capacitor. The input filter is used to 
attenuate the electro magnetic interference (EMI) gener- 
ated by the high-frequency stages of the ballasts. It also 
protects the ballast against possible line transients. 
Ac-dc converter. This stage is used to generate a dc 
voltage level from the ac line. Normally a full-bridge 
diode rectifier followed by a filter capacitor is used. 
However, this simple rectifier provides low input power 
factor and poor voltage regulation. In order to obtain a 
higher power factor and a regulated bus voltage, active 
converters can be used, as discussed later in this chapter. 
Dc-ac inverter and high-frequency ballast. These stages 
are used to supply the lamp at high frequency. The 
inverter generates a high-frequency waveform, and the 
ballast is used to limit the current through the discharge. 
Both inductors and capacitors can be used to perform 
this function, with the advantage of low size and weight 
because they operate at high frequencies. 

Starting circuit. In most electronic ballasts, especially 
those for low-pressure discharge lamps, the high- 
frequency ballast is used to both ignite the lamp and 
limit the lamp current at steady state. Therefore, no extra 
starting circuit is necessary. However, when supplying 
high-pressure discharge lamps, the starting voltages are 
much higher and separate ignition circuits are needed, 
especially if hot reignition is pursued. 

Control and protection circuit. This stage includes the 
main oscillator, error amplifiers to regulate lamp current 
or power, output overvoltage protection, timers to 
control the ignition times, overcurrent protection, lamp 
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FIGURE 21.9 Block diagram of a typical electronic ballast. 
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failure protection, etc. It can go from very simple circuits 
as those used in self-oscillating ballasts to very compli- 
cated ones, which sometimes include a microprocessor- 
based control circuit. 


There are several important topics when designing electro- 
nic ballasts: 


e Operating frequency. The operating frequency should be 


high in order to take advantage of the lower size and 
weight of the reactive elements used to stabilize the 
discharge. Usually, the operating frequency should be 
higher than 20 kHz to avoid audible frequencies, which 
can produce annoying noises. On the other hand, a 
higher frequency produces higher switching losses, and 
a practical limit for the switching frequency is about 
100kHz when MOSFET switches are used. It is also 
important to avoid frequencies in the range 30-40 kHz, 
because these frequencies are normally used in IR remote 
controls and could generate some kind of interference. 
Lamp current waveform. In order to attain the maximum 
lamp life, it is important to drive the lamp with symme- 
trical alternating currents, thus making use of both lamp 
electrodes alternately. Also, an important parameter is 
the lamp current crest factor (CF), which is the ratio of 
the peak value to the rms value of the lamp current. In 
the case of electronic ballasts, the ratio of the peak value 
of the low-frequency modulated envelope to the rms 
value should be used. The higher the CF, the lower the 
lamp life. The ideal situation is to supply the lamp with a 
pure sinusoidal waveform. Usually, a CF lower than 1.7 is 
recommend to avoid early aging of the lamp [11]. 
Lamp starting procedure. This is a very important issue 
when developing commercial electronic ballasts. The 
reason is that the life of the lamp depends greatly on 
how well lamp startup is performed, especially for hot- 
cathode fluorescent lamps. During the starting process, 
the electrodes must be warmed up to the emission 
temperature, about 800 °C, and no high voltage should 
be applied until their temperature is sufficiently high, 
thus avoiding sputtering damage. Once the electrodes 
reach the emission temperature, the starting voltage can 
be applied to ignite the lamp. For lamps with cold 
cathodes, the starting voltage must be applied rapidly 
to prevent harmful glow discharge and cathode sputter- 
ing. In any case, the starting voltage must be limited to 
the minimum value to ignite the lamp, since higher 
voltages could provide undesirable starting conditions 
that would reduce the life of the lamp. 

Dimming. This is an important feature that allows the 
ballast to control lamp power and thereby light output. 
Usually the switching frequency is used in solid-state 
ballasts as a control parameter to provide dimming 
capability. Variations in frequency affect high-frequency 
ballast impedances and allow changes in the discharge 
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current. For example, if an inductor is used as a high- 
frequency ballast, a frequency increase yields an increase 
in the ballast impedance, thus decreasing lamp current. 
Dimming should be carried out smoothly, avoiding 
abrupt changes in lamp power when passing from one 
level to another. In an eventual power cutoff, the lamp 
should be restarted at maximum lighting level and then 
slowly reduced to the required output level. 

e Acoustic resonance. HID lamps exhibit unstable operation 
when they are supplied at high frequency. At a certain 
operating frequencies the arc fluctuates and becomes 
unstable, which can be observed as a high flicker due 
to important changes in the lamp power and thus in the 
lighting output. This can be explained by the dependence 
of the damping of acoustic waves on the plasma compo- 
sition and pressure. More information about this topic 
can be found in [4]. The avoidance of acoustic resonance 
is mandatory to implement commercial electronic 
ballasts. This can be performed by selecting operating 
frequencies in a range free of acoustic resonances, typi- 
cally below 1 kHz and over 100 kHz. Other methods are 
frequency modulation, square-wave operation, and sine- 
wave superposed with the third harmonic frequency 
[12,13]. 


21.2.2 Classification of Electronic Ballast 
Topologies 


Typical topologies used to supply discharge lamps at high 
frequency can be classified into two main groups: nonresonant 
ballasts and resonant ballasts. 


21.2.2.1 Nonresonant Ballasts 

These topologies are usually obtained by removing the output 
diode of dc-to-dc converters, in order to supply alternating 
current to the lamp. Current mode control is normally 
employed to limit the discharge lamp current. The lamp is 
supplied with a square current waveform, which can exhibit a 
dc level in some cases. A small capacitor is used to initially 
ignite the lamp, but its effect at steady-state operation can be 
neglected. 


Lamp 


(a) (b) 
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Examples are shown in Fig. 21.10. Figures 21.10a and 21.10b 
illustrate a boost-based and a flyback-based ballast, respec- 
tively. Other topologies, which can supply symmetric alter- 
nating current through the lamp, are shown in Fig. 21.10c 
(symmetric boost) and 21.10d (push—pull). 

These topologies present several drawbacks, such as high- 
voltage spikes across the switch, which make necessary the use 
of high-voltage transistors, and high switching losses due to 
hard switching, which gives low efficiency, especially for high 
powers. In addition, because the ideal situation is the lamp 
being supplied with a sine wave, these circuits produce early 
aging of the lamp. In conclusion, typical applications of these 
topologies are portable and emergency equipment, where 
lamp power is low and the number of ignitions during its 
life is not very high. Some applications of these circuits can be 
found in [14-17]. 


21.2.2.2 Resonant Ballasts 


These ballasts use a resonant tank circuit to supply the lamp. 
The resonant tank filters the high-order harmonics, thus 
obtaining a sine current waveform through the lamp. Reso- 
nant ballasts can be classified into two categories: current-fed 
and voltage-fed. 


21.2.2.2.1 Current-Fed Resonant Ballasts 

These ballasts are supplied with a dc current source, usually 
obtained by means of a choke inductor in series with the input 
dc voltage source. The dc current is transformed into an 
alternating square current waveform by switching power 
transistors. Typical topologies of this type of ballasts are 
shown in Fig. 21.11. 

The topology shown in Fig. 21.11a corresponds to a class E 
inverter. Inductor Le is used to obtain a dc input current with 
low current ripple. This current supplies the resonant tank 
through the power switch formed by Q1-D1. The resonant 
tank used in this topology can vary from one ballast to 
another; the circuit shown in Fig. 21.lla is one that is 
normally used. The main advantage of this topology is that 
zero-voltage switching (ZVS) can be attained in the power 
switch, thus reducing the switching losses and making possible 
operation at very high frequencies, which can reach several 
megahertz. This allows drastic reductions in the size and 
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FIGURE 21.10 Nonresonant electronic ballasts. 
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FIGURE 21.11 
inverter. 


weight of the ballast. However, the adjustment of the circuit 
parameters to obtain optimum operation is quite difficult, 
especially for mass production. Another important drawback 
is the high voltage stress across the switch, which can reach 
values of three times the dc input voltage. For these reasons, 
the main applications of this circuit are battery supply ballasts 
with low input voltage and low lamp power, such as those used 
in emergency lighting and portable equipment. The typical 
power range of this ballast is 5 to 30 W. Applications of this 
circuit can be found in [18,19]. 

Another typical topology in this group is the current-fed 
push-pull inverter shown in Fig. 21.11b. In this circuit a dc 
input current is obtained by means of the choke inductor Le. 
Transistors are operated with a 50% duty cycle, thus providing 
a current square wave, which supplies the parallel resonant 
circuit formed by the mutual inductance of the transformer 
and capacitor C. This circuit presents the advantage of being 
relatively easy to implement in a self-oscillating configuration, 
avoiding the use of extra control circuits and reducing cost. 
Also, zero-voltage switching (ZVS) can be obtained in the 
power switches. However, the switches also present a high 
voltage stress, about three times the dc input voltage, which 
make this topology unsuitable for power-line applications. 
This circuit is also normally used in battery-operated applica- 
tions in a self-oscillating arrangement. The typical power 
range is 4-100 W. Applications based on this circuit can be 
found in [20,21]. 

Finally, Fig. 21.11c shows a current-fed full-bridge resonant 
inverter, which can be used for higher power ratings. Also, this 
circuit allows control of the output power at constant 
frequency by switching the devices of the same leg simulta- 
neously, generating a quasi-square current wave through the 
resonant tank [6]. 


21.2.2.2.2 Voltage-Fed Resonant Ballasts 

This type of ballast is one of those used most by electronic 
ballast manufacturers at the present time, especially for appli- 
cations supplied from ac mains. The circuit is fed from a dc 
voltage source, normally obtained by line-voltage rectifying. A 
square-wave voltage waveform is then obtained by switching 


Three typical current-fed resonant inverters: (a) class E inverter, (b) current-fed push-pull inverter, and (c) current-fed full-bridge 


the transistors with a 50% duty cycle, and used to feed a series 
resonant circuit. This resonant tank filters the high-order 
harmonics and supplies the lamp with a sine current wave- 
form. One advantage of the voltage-fed series resonant circuit 
is that starting voltage can be easily obtained without using 
extra ignition capacitors by operating close to the resonant 
tank frequency. Figure 21.12 shows electrical diagrams of 
typical voltage-fed resonant ballasts. 

The voltage-fed version of the push-pull inverter is 
illustrated in Fig. 21.12a. This inverter includes a transformer, 
which can be used to step the input voltage up or down in 
order to obtain an adequate rms value of the output square 
wave voltage. This provides greater design flexibility but also 
increases cost. One disadvantage is that voltage across transis- 
tors is twice the input voltage, which can be quite high for line 
applications. Therefore, this inverter is normally used for low- 
voltage applications. Another important drawback of this 
voltage-fed inverter is that any asymmetry in the two primary 
windings (different number of turns) or in the switching times 
of power transistors would provide an undesirable dc level in 
the transformer magnetic flux, which in turn could saturate 
the core or decrease efficiency because of the circulation of dc 
currents. 

Figures 21.12b and 21.12c illustrates two possible arrange- 
ments for the voltage-fed half-bridge resonant inverter. The 
former is normally referred as the asymmetric half-bridge and 
uses one of the resonant tank capacitors (C1 in the figure) to 
block the dc voltage level of the square wave generated by the 
bridge. This means that capacitor C1 will exhibit a dc level 
equal to half the dc input voltage superimposed on its normal 
alternating voltage. A transformer can also be used in this 
inverter to step the input voltage up or down to the required 
level for each application. In this case the use of the series 
capacitor C1 prevents any dc current from circulating through 
the primary winding, thus avoiding transformer saturation. 
This topology is often used by ballast manufacturers to supply 
fluorescent lamps, especially in the self-oscillating version, 
which allows drastic reductions in cost. When supplying hot 
cathode fluorescent lamps, the parallel capacitor C2 is 
normally placed across two electrodes, as shown in Fig. 
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FIGURE 21.12 Typical voltage-fed resonant inverters: 


21.12b, in order to provide a preheating current for the 
electrodes and achieve soft ignition. Figure 21.12c shows 
another version of the half-bridge topology, using two bulk 
capacitors to provide a floating voltage level equal to half the 
input voltage. In this case, capacitor C1 is no longer used to 
block a dc voltage, thus showing lower voltage stress. 

Finally, for the high power range (>200 W), the full-bridge 
topology shown in Fig. 21.12d is normally used. Transistors of 
each half-bridge are operated with a 50% duty cycle and their 
switching signals are phase shifted by 180°. Thus, when 
switches Q1 and Q2 are activated, direct voltage V;„ is applied 
to the resonant tank, and when switches Q3 and Q4 are 
activated the reverse voltage — V; is obtained across the 
resonant circuit. One of the advantages of this circuit is that 
the switching signals of the two branches can be phase shifted 
by angles between 0 and 180°, thus controlling the rms voltage 
applied to the resonant tank in a range from 0 to V;,. This 
provides an additional parameter to control the output power 
at constant frequency, which is useful in implementing 
dimming ballasts. 


21.3 Discharge Lamp Modeling 


The low frequency of the mains is not the most adequate 
power source for supplying discharge lamps. At these low 
frequencies electrons and ionized atoms have enough time to 
recombine at each current reversal. For this reason, the 
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(a) push-pull; (b), (c) half bridge; and (d) full bridge. 


discharge must be reignited twice within each line period. 
Figure 21.13a illustrates the current and voltage waveforms 
and the I-V characteristic of a 150-W HPS lamp operated with 
an inductive ballast at 50 Hz. As can be seen, the reignition 
voltage spike is nearly 50% higher than the normal discharge 
voltage, which is constant during the rest of the half-cycle. 

When lamps are operated at higher frequencies (above 
5kHz), electrons and ions do not have enough time to 
recombine. Therefore, charge carrier density is sufficiently 
high at each current reversal and no extra power is needed 
to reignite the lamp. The result is an increase in the luminous 
flux compared to that at low frequencies, which is especially 
high for fluorescent lamps (10-15%). 

Figure 21.13b shows the lamp waveforms and I-V charac- 
teristic for the same 150-W HPS when supplied at 50 kHz. The 
reignition voltage spikes disappear and the lamp behavior is 
nearly resistive. 

Figure 21.14 illustrates how the voltage waveforms change 
in a fluorescent lamp when increasing the supply frequency. As 
can be seen, at a frequency of 1 kHz the voltage is already 
nearly sinusoidal and the lamp exhibits a resistive behavior. 

Therefore, a resistor can be used to model the lamp at high 
frequencies for ballast design purposes. However, most lamp 
manufacturers provide lamp data only for operation at low 
frequencies, where the lamp behaves as a square-wave voltage 
source. Table 21.2 shows the low-frequency electric data for 
different discharge lamps provided by the manufacturer and 
the measured values at high frequency for the same lamps. As 
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FIGURE 21.13 Waveforms and I-V characteristics of 150-W HPS lamp at (a) 50 Hz; and (b) 50 kHz. 
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FIGURE 21.14 Voltage waveforms for a 36-W linear fluorescent lamp 
supplied through a resistive ballast at nominal power and different 
operating frequencies. Vertical scale: 100 V/div. 


can be seen, a power factor close to unity is obtained at high 
frequency. 

The equivalent lamp resistance at high frequencies can be 
easily estimated from the low-frequency data. Lamp power at 
any operating frequency can be expressed as follows: 

Pra = VialiaFPra (21.2) 
where V,, and Izą are the rms values of lamp voltage and 
current, and FP}; is the lamp power factor. 

At line frequencies the lamp power factor is low (typically 
0.8) because of the high distortion in the lamp voltage wave- 
form. However, at high frequencies the lamp power factor 
reaches nearly 1.0. Then, lamp voltage and current at high 
frequency (V74 a, Tra,nf) can be estimated from the following 
equation: 


Iia nf Via sng = Pra (21.3) 
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TABLE 21.2 Electric data for different discharge lamps 
Manufacturer at 50 Hz Measured at High Frequency 

Lamp” V(Vrms) I(Arms) P(W) PF V(Vrms) I(Arms) P(W) PF 
Fluorescent (TLD-36W) 103 0.44 36 0.79 83.2 0.46 36 0.94 
Compact fluorescent (PLC-26W) 105 0.31 26 0.80 82 0.32 26 0.99 
Low-pressure sodium (SOX-55W) 109 0.59 55 0.86 75 0.76 56 0.98 
Mercury vapor (HPLN-125W) 125 1.15 125 0.87 132 0.92 120 0.99 
Metal halide (MHN-TD-150W) 90 1.80 150 0.93 92 1.63 146 0.97 
High-pressure sodium (SON-T-150W) 100 1.80 150 0.83 105 1.42 148 0.99 


“Lamps aged for 100 hours. 


where P,, is the nominal lamp power provided by the 
manufacturer. 

As can be seen in Table 21.2, fluorescent lamps tend to 
maintain nearly the same rms current at low and high 
frequency, whereas high-pressure discharge lamps tends to 
maintain nearly the same rms voltage. Based on these assump- 
tions, the equivalent lamp resistance at high frequency esti- 
mated from the low-frequency values is shown in Table 21.3. 

Low-pressure sodium lamps seem not to maintain either 
constant voltage or constant current at high frequency, and 
they also exhibit an equivalent resistance that is quite depen- 
dent on the frequency. Therefore, their equivalent resistance 
can only be obtained by laboratory testing. 

Note that the values given in Table 21.3 are only approx- 
imations of the real values, which should be obtained by 
measurement at the laboratory. They can be used as a starting 
point for the design of the electronic ballast, but final adjust- 
ments should be made in the laboratory. 

Another important issue is that lamp equivalent resistance 
is strongly dependent on power delivered to the lamp, which is 
especially important for designing electronic ballasts with 
dimming features. The characteristic lamp resistance versus 
lamp power is different for each discharge lamp type and must 
be obtained by laboratory testing. One of the best possibilities 
for fitting the lamp resistance versus power characteristic is the 
hyperbolic approximation. For example, Mader and Horn 
propose in [8] the following simple approximation: 


Vo 


— 21.4 
Pia + Po ve 


R;4(P LA) = 


where Rz; is the equivalent lamp resistance, P}; is the average 
lamp power, and Vo and Py are two parameters that depend on 


TABLE 21.3 Estimated electric data for discharge lamps at high 
frequency 

Lamp Vang Thang Rea ng 
Fluorescent lamps Pia Thay Tua Pia [Bar 
High-pressure lamps Viray PralViay Viay/Pia 


each lamp. This characteristic has been plotted in Fig. 21.15 
for a particular lamp with V) = 100 V and P) = 1 W. 

This model can be implemented very easily in circuit 
simulation programs, such as SPICE-based programs. Figure 
21.16 shows the electric circuit and the description used to 
model the lamp behavior in a SPICE-based simulation 
program. The voltage-controlled voltage source EL is used to 
model the resistive behavior of the lamp. The voltage source 
VS is used to measure the lamp current so that the instanta- 
neous and average lamp power can be calculated; for this 
reason its voltage value is equal to zero. GP is a voltage- 
controlled power source used to calculate the instantaneous 
lamp power, which is then filtered by RP and CP in order to 
obtain the averaged lamp power. Finally, the hyperbolic 
relationship between lamp resistance and power is implemen- 
ted by means of the voltage-controlled voltage source EK. The 
time constant t = RP - CP is related to the ionization constant 
of the discharge. 

Figure 21.17 illustrates some simulation results at low 
frequency when the lamp is supplied from a sinusoidal voltage 
source and stabilized with an inductive ballast. 

The Mader—Horn model can also be used at high frequen- 
cies to give a resistive behavior for the lamp. The equivalent 
lamp resistance at high frequency will also exhibit a hyperbolic 
variation with the averaged lamp power and with a time 
constant given by t. This model is then useful to simulate 
electronic ballasts with dimming features. 
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FIGURE 21.15 Lamp resistance versus lamp power characteristic. 
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.subckt lamp 10 20 
+ params: Vo=100 Po=1 Tau=0.3m 
EL 10 Value={V(30,20)*I(VS)} 


vs 15 0 
EK 30 


Value={Vo*Vo/ (V (40,20) +Po) } 
RK 30 1 

GP 20 Value={V(10,20) *I (VS) } 

RP 40 t 

CP 40 {Tau} 

.ends 


(b) 


FIGURE 21.16 (a) Mader—Horn linear model for discharge lamps; and (b) SPICE description of the model. 
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FIGURE 21.17 


Discharge lamp modeling has become an important subject, 
because it is very useful in optimizing the electronic ballast 
performance. Some improvements on the Mader—Horn model 
and other interesting models can be found in the literature 
[8-10]. 


21.4 Resonant Inverters for Electronic 
Ballasts 


Most modern domestic and industrial electronic ballasts use 
resonant inverters to supply discharge lamps. They can be 


(a) Example of simulation with an inductive ballast at low frequency; (b) Operating waveforms; and (c) Lamp V characteristic. 


implemented in two basic ways: current-fed resonant inverters 
and voltage-fed resonant inverters. 


21.4.1 Current-Fed Resonant Inverters 


One of the most popular topologies belonging to this category 
is the current-fed push-pull resonant inverter, previously 
shown in Fig. 21.11. For this reason, this inverter will be 
studied here to illustrate the operation of current-fed resonant 
ballasts. 

The current-fed push-pull inverter uses an input choke to 
obtain a dc input current with low current ripple. This current 
is alternately conducted by the switches so that a parallel 
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FIGURE 21.18 (a) Equivalent circuit of a parallel resonant inverter; and 
(b) Operating waveforms. 


resonant tank can be supplied with a current square wave. 
Figure 21.18 shows the equivalent circuit and the operating 
waveforms of a current-fed resonant inverter. 

The input current can be expressed as a Fourier series in the 
following way: 


i(t)= >) I; ,sinnot = 


n=1,3,5... 


(21.5) 


I, , is the peak value of each current harmonic, and I, is the dc 
input current of the inverter. The output voltage for each 
current harmonic is obtained by multiplying the input current 
Is, by the equivalent parallel impedance Zg „: 


1 
1/R + jnwC — j(1/nwL) 


Voi = Is nZE,n = Is 1 (21.6) 


Usually, normalized values are employed in order to provide 
more general results. Then, the output voltage can be 
expressed as follows: 
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Vow ee 
oom SnB IAQ + jnQ — j(1/nQ) 


(21.7) 
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where Zz is the base impedance of the resonant tank, Q is the 
normalized load, Q is the normalized frequency, and œ is the 
natural frequency of the resonant circuit, given by: 


Zg = VL/C, Q= R/Zz, Q= w/a = OVIC, wy = 1/ VLC 
(21.8) 


From (21.7) the peak output voltage V, „ and phase angle p, 
can be obtained for each harmonic: 


1 


V1/@ + (nQ = 1/nQ)? 
P, = — tan! Q(nQ — 1/nQ) 


(21.9) 


Von = Is nZg 
(21.10) 


The total harmonic distortion (THD) of the output voltage 
can be calculated as follows: 


n=3,5,7... 


V 


0,1 


THD(%) = (21.11) 


Based on these equations, the analysis and design of the 
current-fed resonant inverter can be performed. Normally, 
the circuit operates close to the natural frequency œọ, and the 
effect of the high-frequency harmonics can be neglected. To 
probe this, Fig. 21.19a illustrates the THD of the output 
voltage as a function of the normalized load and frequency, 
obtained by plotting (21.11). As can be seen, for values of Q 
greater than 1 and for operation close to the natural frequency 
(Q = 1), the THD is low, which means that the output voltage 
is nearly a sinusoidal waveform. However, for low values of Q 
the output voltage tends to be a square waveform, and the 
THD tends to a value of about 48%, corresponding to the 
THD of a square waveform. Figure 21.19b illustrates the 
normalized output voltage for the fundamental component. 
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FIGURE 21.19 Characteristics of the parallel resonant inverter: (a) THD; and (b) fundamental output voltage. 
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As stated previously, when used as a lamp ballast the parallel 
resonant inverter operates at the natural frequency of the 
resonant tank to both ignite the lamp and limit the current 
in normal operation. If we neglect the effect of high-order 
harmonics, the rms output voltage is given by the fundamental 
component and can be obtained using Q = 1 in (21.9) as 
follows: 


AIR 


0,1(rms) = Is 1(rm)ZBQ = 1/2 (21.12) 


Va rms) ay 


In a current-fed resonant inverter, the dc input current I; is 
supplied from a dc voltage source V;,, with a series choke, as 
stated previously. Then, the dc input current can be obtained, 
assuming 100% efficiency, by equaling input and output 
power as follows: 


Pi, = inks = 5 (21.13) 
and then: 
y2 
Je m) 21.14 
=n (21.14) 


Using (21.14) in (21.12) and solving for the output voltage: 


n/2 


Vorms) =- “a= 1.1 V;n (21.15) 


As can be seen, in operation at the natural frequency, the rms 
output voltage is independent of the resonant tank load. The 
peak output voltage is equal to n% V;„/2. This value is directly 
related to the peak voltage stress in the switches. For a full 
bridge topology such as that shown in Fig. 21.11c, this value is 
equal to the switch voltage stress. However, for the current-fed 
push-pull inverter the voltage stress is twice this value, that is, 
TV; because of the presence of the transformer. This gives a 
very high voltage stress for the switches in this topology, which 
is why the current-fed push—pull is mainly used to implement 
low-input-voltage ballasts. 

On the other hand, the lamp starting voltage can vary from 
5 to 10 times the lamp voltage in normal discharge mode. This 
makes it difficult to use the parallel resonant inverter at 
constant frequency to both ignite the lamp and supply it at 
steady state, since the output voltage is independent of the 
resonant tank load. 

One solution to this problem is to ignite the lamp at the 
resonant tank natural frequency and then change the 
frequency to decrease the output voltage and output current 
to the normal running values of the lamp. This solution makes 
necessary the use of extra circuitry to control the frequency, 
normally in a closed loop to avoid lamp instabilities, which 
increase ballast cost. 
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Another solution, often used in low-cost ballasts, is to 
design the parallel resonant tank to ignite the lamp, and 
limit the lamp current in discharge mode by using an addi- 
tional reactive element in series with the lamp. Normally a 
capacitor is used to limit the lamp current in order to 
minimize the cost of the ballast. This solution is used in 
combination with the self-oscillating technique, which ensures 
operation at a constant frequency equal to the natural 
frequency of the resonant tank. Figure 21.20a illustrates this 
circuit. Normally the effect of the series capacitor is neglected 
and the resonant tank is assumed to behave as a sinusoidal 
voltage source during both ignition and normal operation, as 
shown in Fig. 21.20b. The high lamp starting voltage is 
obtained by means of a step-up transformer, which is why 
typically a push-pull topology is used. If V;,, is the dc input 
voltage and V; is the lamp ignition voltage, then the necessary 
transformer turn ratio is given by the following expression: 


ING Mae 
N, z TVin/2 


(21.16) 


and the rms lamp current in discharge mode can be approxi- 
mated as follows: 


1.1(N3/N1) Vin 
JR +Nf 


(21.17) 


Ia = 


R is the equivalent resistance of the lamp. From (21.17) the 
necessary value of the series capacitor Cs used to limit the 
lamp current to the nominal value Iz; can be easily obtained. 

Finally, Figs. 21.21a and 21.21b illustrate a typical ballast 
based on a current-fed resonant inverter and its equivalent 
circuit, respectively. 


21.4.2 Voltage-Fed Resonant Inverters 


Some voltage-fed resonant inverters used to supply discharge 
lamps were previously shown in Fig. 21.12. Basically, they use 
two or more switches to generate a square voltage waveform. 
The different topologies are mainly given by the type of 
resonant tank used to filter this voltage waveform. There are 
three typical resonant tanks, whose equivalent circuits are 
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FIGURE 21.20 (a) Typical parallel resonant circuit used to supply 
discharge lamps; and (b) Equivalent circuit. 
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FIGURE 21.21 


shown in Fig. 21.22. These circuits are the series-loaded 
resonant tank (Fig. 21.22a), the parallel-loaded resonant 
tank (Fig. 21.22b), and the series—parallel-loaded resonant 
tank (Fig. 21.22c). The typical operating waveforms are 
shown in Fig. 21.22d. 

Similarly to the current-fed resonant inverter, the input 
voltage can be expressed as a Fourier series in the following 
way: 


4V; . 
— sin not 
n=1,3,5... NT 


v(t) = Vs „sin not = (21.18) 


n=1,3,5... 


Vs, is the peak value of each voltage harmonic, and Vs the dc 
input voltage of the inverter. The same methodology used to 
analyze the current-fed resonant inverter will be used here to 
study the behavior of the three basic voltage-fed resonant 
inverters. 


21.4.2.1 Series-Loaded Resonant Circuit 


The output voltage corresponding to the n-order harmonic is 
easily obtained as follows: 


(21.19) 
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(a) Self-oscillating current-fed push-pull electronic ballast. (b) Equivalent circuit. 


where Q; and Q are the normalized load and switching 
frequency given by the following expressions: 


Q; = R/Zg = R(L/C) 2, Q = w/w, = SLC, (21.20) 


Figure 21.23a shows the THD of the series-loaded circuit and 
Fig. 21.23b shows the fundamental output voltage, which is 
normally considered for design purposes. 

In this circuit the input and output current are equal and 
can be calculated by dividing the output voltage by the load 
impedance. This current is also circulating through the inver- 
ter switches and therefore represents an important parameter 
for the design. Another important parameter is the phase 
angle of the input current, which defines the type of com- 
mutations in the inverter switches. For the fundamental har- 
monic, the phase angle of the current circulating through 
the resonant tank can be calculated as follows: 


_, 2-1/0 


21.21 
Q; (21.21) 


p = — tan 


At the natural frequency (œp) the input voltage and current 
will be in phase, which means that no reactive energy is 
handled by the circuit and all the input energy is transferred 
to the load at steady-state operation. For frequencies higher 
than wp, the current is lagged and some reactive energy will be 
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FIGURE 21.22 (a)—(c) Equivalent circuits of voltage-fed resonant inverters; and (d) typical operating waveforms. 
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FIGURE 21.23 Characteristics of series-loaded resonant inverter: (a) THD; and (b) fundamental output voltage. 


handled. In this case the inverter switches will present zero- 
voltage switching (ZVS) [22]. For frequencies lower than @, 
the current is in advance and also some reactive energy will be 
handled. In this case the inverter switches will present zero- 
current switching (ZCS). 

As can be seen in Fig. 21.23a, the THD is lower for the lower 
values of the normalized load and for frequencies close to the 
natural frequency of the resonant tank. For the higher values 
of Q; the THD tends to the value corresponding to a square 
wave. The output voltage is always lower than the input 
voltage, and for frequencies around the natural frequency 
the circuit behaves as a voltage source, especially for high 
values of Qs. This means that the lamp cannot be ignited and 
supplied in discharge mode while maintaining constant 
switching frequency. This behavior is similar to that encoun- 
tered for the current-fed resonant inverter. The use of step-up 
transformers is mandatory to achieve lamp ignition, especially 
for low input voltages. In order to maintain a constant 
operating frequency, a series element will be necessary to 
limit the lamp current at normal discharge operation. A 
capacitor can also be used, as discussed in a previous section. 
In summary, this circuit is mainly used in high-input-voltage, 
low-current applications, and it is not often used to imple- 
ment electronic ballasts. 


21.4.2.2 Parallel-Loaded Resonant Circuit 


In this circuit, the output voltage corresponding to the n-order 
harmonic is given by the following expression: 


(21.22) 


n 20? 
J3 3 Ca _ 1? 


where: 


Qp = R/Zp = R(L/Cp) "”, Q = w/w) = WSLCp (21.23) 


The THD and fundamental output voltage are shown in Fig. 
21.24. This circuit presents characteristics that are much more 
useful in implementing electronic ballasts than the series- 
loaded resonant circuit. First, the THD of the output voltage 
around the natural frequency is in general much lower than 
that of the series circuit. For the lower values of Qp, the THD 
tends to a value of 12%, which corresponds to the THD of a 
triangular wave. As a result, the lamp voltage and current 
waveforms will be very similar to a sine wave, which is the 
more adequate waveform to supply the lamp. Secondly, the 
frequency response of the output voltage (Fig. 21.24b) makes 
it possible to both ignite the lamp and limit the lamp current 
at steady state while maintaining constant operating 
frequency. During ignition the lamp behaves as a very high 
impedance, thus giving a high value of Qp. Under these 
conditions the parallel circuit can generate a very high 
output voltage, provided that the operating frequency is 
close to the natural frequency. Once the lamp is ignited, the 
normalized load Qp decreases and the circuit can limit the 
lamp current without changing the operating frequency. In 
fact, the parallel circuit operating close to the natural 
frequency behaves as a current source for the load, as will be 
shown later. This behavior is very adequate to supply discharge 
lamps because it ensures good discharge stability, keeping the 
lamp from being easily extinguished by transitory power 
fluctuations. 

The maximum value of the voltage gain shown in Fig. 21.24 
can be calculated to be equal to Qp/./1— 1/4Q3, and it 
appears at a frequency Q,, = y1 — 1/2Q3. This means that 
a maximum is only present if Qp is greater than 1/./2 % 0.71. 
For the higher values of Qp, the maximum gain can be 
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approximated by Qp and the frequency of the maximum gain 
can be approximated to the natural frequency cp. 

The input current of the parallel resonant circuit is another 
important parameter to calculate the current handled by the 
inverter switches. Since the operating frequency is normally 
around resonance, only the fundamental component is 
considered. The value of this fundamental current and its 
phase angle can be obtained as follows: 


i= Bg ae 7 
i Zg VQ’ + GQ’ 1) 

-l ign Q (2 = 5) (21.25) 

QQ> j Q f 
The condition for the input voltage being in phase with the 
input current can be obtained by equaling (21.25) to zero. This 
gives a value of the normalized frequency: Q,29 = 
1—1/Q;. For a frequency greater than that value, the 
input current will lag the input voltage and the inverter 
switches will present zero-voltage switching. For frequencies 
lower than that value, the current will be in advance and zero- 
current switching is obtained. The output voltage gain at that 
frequency is equal to Qp. 

Finally, it is very interesting to study the behavior of this 
circuit for frequencies close to the natural frequency 
@y (Q = 1), since this is the normal region selected to operate 
for ballast applications. At this frequency, the output voltage 
gain is equal to Qp and then the output current will be 
Vs /Zp. This means that when operated at the natural 
frequency the parallel circuit behaves as a current source, 
whose value depends only on the input voltage. At the natural 
frequency the input current is equal to V, ıy 1 + Q5/Z, and 
the phase angle is equal to tan~'(—1/Qp). The behavior of the 
circuit is always inductive, with zero-voltage switching, and 
the phase angle decreases with increasing Qp, which means 
that less reactive energy is handled by the circuit. 


(21.24) 


Qz= tan”! 
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(b) 
FIGURE 21.24 Characteristics of parallel-loaded resonant inverter: (a) THD; and (b) fundamental output voltage. 


21.4.2.3 Series—Parallel-Loaded Resonant Circuit 

This circuit is also often used to implement electronic ballasts. 
The fundamental output voltage is given by the following 
expression: 


(21.26) 


where: 


Qsp = R/Zy=RL/ GY, Q = w/w, = oy LCp, 
æ = Cg/Cp = 1 — C,/Cs 
(21.27) 


and Cg = CsCp/(Cs + Cp) is the series equivalent of the two 
capacitors present in this resonant circuit. 

The fundamental input current and its phase angle are the 
following: 


PQ 1/2 
1+— 
eee a? 21.28 
S,1 7 Zg 1 ä 2 Q2 ( * ) 
= Y?- 1 
et rane! Qsp + 180° 
QspQ a Q- 1-2 
Q 
ifQ<Q.=4v1-—4« 
p = 
= OY -1 
tan! £ tan”! Qsp 
QspQ Oo Q = 1-«a 
Q 
fQa>Q,=v/VI-u 


(21.29) 
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Figure 21.25 shows the characteristics corresponding to the 
THD of the output voltage and the fundamental output 
voltage for « = 0.5. As can be seen, the THD is also very 
low around the natural frequency, especially for the higher 
values of the normalized load Qsp. Regarding the output 
voltage, this circuit behaves as a parallel circuit around the 
natural frequency  , with a maximum gain voltage of about 
Qsp/a. Around the natural frequency of the series circuit given 
by Land Cs, @gs = @yV 1 — a, the circuit behaves as a series- 
loaded circuit with a maximum voltage gain equal to unity. 

The series—parallel circuit can also be used to both ignite 
and supply the lamp at constant frequency, since it also 
behaves as a current source at the natural frequency. Besides, 
this circuit allows limiting the ignition voltage by means of the 
factor œ, thus avoiding sputtering damage of lamp electrodes. 
Also, the series capacitor can be used to block any dc 
component of the inverter square output voltage, such as 
that existing in the asymmetric half-bridge. In summary, the 
series—parallel circuit combines the best features of the series- 
loaded and the parallel-loaded circuits, and this is why it is 
often used to implement electronic ballasts. 

When operated at frequency œ the output voltage gain is 
equal to Qsp/% and then the circuit behaves as a current 
source equal to Vs ,/%Zg, which is independent of the load. As 
stated previously, this is very adequate for supplying discharge 
lamps. The input current phase angle at this frequency is equal 
to tan7!(—a«/Qgp), and the input current always lags the input 
voltage, thus showing zero-voltage switching. 

Finally, the condition to have input current in phase with 
the input voltage can be obtained by setting (21.29) equal to 
zero. This gives the following value: 


Q a /O2 —(l—a) 
SP,g=0 — Q E= Q? 


(21.30) 


525 


Equation (21.30) defines the borderline between zero-voltage 
switching and zero-current switching modes. The output 
voltage gain in this borderline can be obtained by using 
(21.30) in (21.26), and it is equal to «/ya(1 — 97). 


21.4.3 Design Issues 


The design methodology of a resonant inverter for discharge- 
lamp supply can be very different depending on the lamp type 
and characteristics, inverter topology, design goals, etc. Some 
guidelines focused especially on supplying fluorescent lamps 
with voltage-fed resonant inverters are presented in this 
section to illustrate the basic design methodology. 

A typical starting process for a hot cathode fluorescent lamp 
is shown in Fig. 21.26. Initially, lamp electrodes are heated up 
to the emission temperature. During this phase, the inverter 
should ensure a voltage applied to the lamp that is not high 
enough to produce sputtering damage in lamp electrodes, thus 
avoiding premature aging of the lamp. Once electrodes reach 
the emission temperature, the lamp can be ignited by applying 
the necessary starting voltage. Following this procedure, soft 
starting is achieved and long lamp life is ensured. 

The best method to perform this soft starting is to control 
the inverter switching frequency so that the lamp voltage and 
current are always under control. During the heating process 
the operating frequency is adjusted to a value over the natural 
frequency of the resonant tank. In this way, the heating current 
can be adjusted to the necessary value, maintaining a lamp 
voltage that is much lower than the starting voltage. Since 
normally MOSFET or bipolar transistors are used, operation 
over the natural frequency is preferable, because it provides 
ZVS and the slow parasitic diodes existing in these transistors 
can be used. After a short period of time, the switching 
frequency is reduced until the starting voltage is obtained; 
then the lamp is ignited. Normally, the final operating point at 


FIGURE 21.25 Characteristics of series—parallel-loaded resonant inverter: (a) THD; and (b) fundamental output voltage. 
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FIGURE 21.26 Typical starting process of discharge lamps. 


steady-state operation is adjusted to be at a switching 
frequency equal to the natural frequency, so that very stable 
operation for the lamp is ensured. 

Figure 21.27a shows a fluorescent lamp supplied using a 
series—parallel resonant tank. The input data for the design are 
normally the fundamental input voltage Vs, the switching 
frequency in normal discharge operation (running) fs, the 
lamp voltage and current at high frequency V;,, Ira the 
electrode heating current Iņ, the maximum lamp voltage 
during heating process Vy, and the lamp starting voltage Vj. 

The equivalent circuit during the heating and ignition phase 
is shown in Fig. 21.27b. The current circulating in this circuit 
is the electrode heating current, which can be calculated by 
using Qsp = œ in (21.28): 


_ _Vs/Zp 


=o- (21.31) 


where the electrode resistance has been neglected for simpli- 
city. For a given heating current Iy, the necessary switching 
frequency is obtained from (21.31) as follows: 
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Regarding the heating voltage, it can be calculated from 
(21.26) using Qsp = œ, and the following value is obtained: 


= a Vs 
o, -1 


Vy (21.33) 


The frequency at which the starting voltage is achieved can 
also be obtained using Qsp =œ in (21.26), giving the 


following value: 
Vs 
Qi = |1 + «=> 
= Vig 


Once the lamp is ignited, the new operating circuit is shown 
in Fig. 21.27c. Normally the switching frequency is selected to 
be very close to the natural frequency, and the circuit char- 
acteristics can be obtained by setting Q = 1. Thus, as stated 
previously, the circuit behaves as a current source of the 
following value: 


(21.34) 


Vs 
Ira = 21.35 
M = 07, ( ) 
From this equation the impedance Zg needed to provide a 
lamp current equal to I,, is easily obtained: 


V. 
Zg =— (21.36) 
alra 
Using Eqs. (21.31)-(21.36), the design procedure can be 
performed as follows: 


Step 1: Steady-state operation. Choose a value for the 
factor æ; normally a value of 0.8-0.9 will be adequate for 
most applications. From (21.36) calculate the value of Zg 
for the resonant tank. Since the natural frequency is equal 
to the switching frequency, the reactive elements of the 
resonant tank can be calculated as follows: 


ee E S 1 
~ Onf.” T 2nfaZg $ Inf — WZ, 
(21.37) 


FIGURE 21.27 
circuit during normal discharge mode. 


(a) Fluorescent lamp supplied with a series—parallel circuit; (b) equivalent circuit during heating and ignition; and (c) equivalent 
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Step 2: Heating phase. From (21.32) calculate the switch- 
ing frequency for a given heating current Iy. Then, 
calculate the value of the heating voltage Vy from (21.33). 
Step 3: Check if the heating voltage is lower than the 
maximum value allowed to avoid electrode sputtering. If 
the voltage is too high, choose a lower value of « and 
repeat steps 1 and 2. Also, the maximum heating 
frequency can be limited to avoid excessive frequency 
variation. The lower the value of «, the lower the 
frequency variation from heating to ignition, since the 
output voltage characteristics are narrower for the lower 
values of a. 


The described procedure to achieve lamp soft ignition 
requires the use of a voltage-controlled oscillator to control 
the switching frequency. This can increase the cost of the 
ballast. A similar soft ignition can be achieved using the 
resonant circuit shown in Fig. 21.28. This circuit is often 
used in self-oscillating ballasts, where the switches are driven 
from the resonant current using a current transformer [23]. 

In the circuit shown in Fig. 21.28, the PTC is initially cold 
and capacitor Cp, is bypassed by the PTC. The resonant tank 
under these conditions is formed by L-C,—Cp,, which can be 
designed to heat the lamp electrodes with a heating voltage 
low enough to avoid lamp cold ignition. Since the PTC is also 
heated by the circulating current, after a certain period of time 
it reaches the threshold temperature and trips. At this 
moment, the new resonant tank is formed by L, Cy, and the 
series equivalent of Cp, and Cp. This circuit can be designed 
to generate the necessary ignition voltage and to supply the 
lamp in normal discharge mode. Once the lamp is ignited, the 
PTC maintains its high impedance since the dominant parallel 
capacitor in this phase is Cp, (usually Cp, « Cp). 
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21.5 High-Power-Factor Electronic 
Ballasts 


As mentioned in a previous section, when electronic ballasts 
are supplied from the ac line an ac—dc stage is necessary to 
provide the dc input voltage of the resonant inverter (see Fig. 
21.9). Since the introduction of harmonic regulations, such as 
IEC 1000-3-2, the use of a full-bridge diode rectifier followed 
by a filter capacitor is no longer applicable for this stage 
because of the high harmonic content of the input current. 
Therefore, the use of an ac—de stage showing a high input 
power factor (PF) and a low total harmonic distortion (THD) 
of the input current is mandatory. The inclusion of this stage 
can greatly increase the cost of the complete ballast, and 
therefore the search for low-cost, high-power-factor electronic 
ballasts is an important field of research at present. 

Figure 21.29a shows a first possibility to increase the input 
power factor of the ballast by removing the filter capacitor 
across the diode rectifier. However, since there are no low- 
frequency storage elements inside the resonant inverter, the 
output power instantaneously follows the input power, thus 
producing an annoying light flicker. Besides, the resulting 
lamp current crest factor is very high, which considerably 
decreases lamp life. 

In order to avoid flicker and increase lamp current crest 
factor, continuous power must be delivered to the lamp. This 
can only be accomplished by using a PFC stage with a low- 
frequency storage element. This solution is shown in Fig. 
21.29b, where capacitor Cp is used as energy storage element. 
The main drawback of this solution is that the input power is 
handled by the two stages, which reduces the efficiency of the 
complete electronic ballast. 


21.5.1 Harmonic Limiting Standards 


The standards IEC 1000-3-2 and EN 61000-3-2 [24] are the 
most popular regulations regarding the harmonic pollution 
produced by electronic equipment connected to mains. These 
standards are a new version of the previous IEC 555-2 
regulation and they are applicable to equipment with less 
than 16A per phase and supplied from low-voltage lines of 
220/380 V, 230/400 V, and 240/415 V at 50 or 60 Hz. Limits 
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FIGURE 21.29 High-power-factor ballasts. 
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TABLE 21.4 IEC 1000-3-2: harmonic limits for class C equipment 


Harmonic order n Maximum Permissible Harmonic Current Expressed 
as a Percentage of the Input Current at the 
Fundamental Frequency 


2 2 
3 301° 
5 10 
A 7 
9 5 
ll<n<39 3 


(odd harmonics only) 


a À is the circuit power factor. 


for equipment supplied from voltages lower than 220 V have 
not yet been established. 

This regulation divides electric equipment into several 
classes from class A to class D. Class C is especially for lighting 
equipment, including dimming devices; the harmonic limits 
for this class are shown in Table 21.4. As shown in the table, 
this regulation establishes a maximum amplitude for each 
input harmonic as a percentage of the fundamental harmonic 
component. The harmonic content established in Table 21.4 is 
quite restrictive, which means that the input current wave 
must be quite similar to a pure sine wave. For example, for a 
typical input power factor equal to 0.9 the total harmonic 
distortion calculated from Table 21.1 is only 32%. 


21.5.2 Passive Solutions 


A first possibility to increase the ballast power factor and to 
decrease the harmonic content of the input current is the use 
of passive solutions. Figure 21.30 shows two typical passive 
solutions, which can be used to improve the input power 
factor of electronic ballasts. 

Figure 21.30a shows the most common passive solution 
based on a filter inductor L. Using a large inductance L a 
square input current can be obtained, with an input power 
factor of 0.9 and a THD of about 48%. A square input 
waveform does not satisfy the IEC 1000-3-2 requirements 
and thus is not a suitable solution. The addition of capacitor 
C across the ac terminals can increase the power factor to 0.95, 
but still the standard requirements are difficult to fulfill. 


L L 
AnA AnA 
gs + _geLyt]- 
AC == C Co 5= AC c Co —=— 
AA - AA - 
(a) (b) 


FIGURE 21.30 Passive circuits to improve input power factor: (a) LC 
filter; and (b) tuned LC filter. 


J. Alonso 


A simple variation of this circuit is shown in Fig. 21.30b, 
where a parallel circuit tuned to the third harmonic of the line 
frequency is used to improve the shape of the line current. The 
input power factor obtained with this circuit can be close to 
unity. 

A third possible solution, known as the valley-fill circuit, is 
shown in Fig. 21.31a. The typical filter capacitor following the 
diode rectifier is split into two different capacitors that are 
alternately charged using three extra diodes. The addition of a 
small series resistor improves the power factor in about two 
points, maintaining low cost for the circuit. An inductor in 
place of the resistor can also be used to improve the power 
factor, but with a higher cost penalty. Figure 21.31b shows the 
output voltage and input current of the valley-fill circuit. The 
main disadvantage of this circuit is the high ripple of the 
output voltage, which produces lamp power and luminous 
flux fluctuation and high lamp current crest factor. 

Passive solutions are reliable, rugged, and cheap. However, 
the size and weight of these solutions are high and their design 
to fulfill the IEC 1000-3-2 requirements is usually difficult. 
Therefore, they are normally applied in the lower power range. 


21.5.3 Active Solutions 


Active circuits are the most popular solutions for implement- 
ing high-power-factor electronic ballasts. They use controlled 
switches to correct the input power factor and in some cases to 
include galvanic isolation via high-frequency transformers. 
Active circuits normally used in electronic ballasts operate at 
a switching frequency well above the line frequency and over 
the audible range. 

Some typical active circuits used in electronic ballasts are 
shown in Fig. 21.32. Buck-boost and flyback converters, 
shown in Figs. 21.32a and 21.32b, respectively, can be operated 
in discontinuous conduction mode (DCM) with constant 
frequency and constant duty cycle in order to obtain an 
input power factor close to unity [25]. 

Figure 21.32c shows the boost converter, which is one of the 
most popular active circuits used to correct the input power 
factor of electronic ballasts [26—28]. If the boost converter is 
operated in DCM, an input power factor close to unity is 
obtained, provided that the output voltage is about twice the 
peak input voltage [26]. The main disadvantage of DCM 
operation, when compared to the CCM mode, is the high 
distortion of the input current (due to the discontinuous 
high-frequency current) and the higher current and voltage 
stresses in the switches. Therefore, DCM operation is only 
used for the lower power range. 

For the medium power range, the operation of the boost 
converter at the DCM-—CCM borderline is preferred. In this 
solution the on time of the controlled switch is maintained 
constant within the whole line period, and the switching 
frequency is adjusted to allow the input current to reach 
zero at the end of the switching period. The typical control 
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Valley-fill circuit: (a) circuit diagram; and (b) waveforms. 
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FIGURE 21.32 Power factor correction circuits for ballasts: (a) buck-boost; (b) flyback; and (c) boost. 


circuit used and the input current waveform are shown in Figs. 
21.33a and 21.33b, respectively. The inductor current is sensed 
using a resistor in series with the switch, and the peak inductor 
current is programmed to follow a sine wave using a multi- 
plier. A comparator is employed to detect the zero-crossing of 
the inductor current in order to activate the switch. Most IC 
manufacturers provide a commercial version of this circuit to 
be used for electronic ballast applications. 

The boost circuit operating with borderline control 
provides a continuous input current, which is easier to filter. 
It also presents low switch turn-on losses and low recovery 
losses in the output diode. The main disadvantages are the 
variable switching frequency and the high output voltage, 
which must be higher than the peak line voltage. 

For the higher power range, the boost converter can be 
operated in continuous conduction mode (CCM) to correct 
the input power factor. The input current in this scheme is 
continuous with very low distortion and easy to filter. The 
current stress in the switch is also lower, which means that 
more power can be handled, maintaining good efficiency. The 
normal efficiency obtained with a boost circuit operating 


either in the DCM—CCM borderline or in CCM can be as 
high as 95%. 


21.6 Applications 


Electronic ballasts are widely used in lighting applications such 
as portable lighting, emergency lighting, automotive applica- 
tions, home lighting, and industrial lighting. They provide low 
volume and size, making it possible to reduce the luminaire 
size as well, with very interesting results for the new trends in 
lighting design. 


21.6.1 Portable Lighting 


In this application a battery is used as power source and then a 
low input voltage is available to supply the lamp. Examples are 
hand lanterns and back-lighting for laptop computers. Typical 
input voltages in these applications range from 1.5 to 48 V. 
Therefore, a step-up converter is necessary to supply the 
discharge lamp, and then electronic ballasts are the only 
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suitable solution. Since the converter is supplied from a 
battery, the efficiency of the ballast should be as high as 
possible in order to optimize the use of the battery energy, 
thus increasing the operation time of the portable lighting. 
Typical topologies used are the class E inverter and the push- 
pull resonant inverter, providing efficiencies up to 95%. 


21.6.2 Emergency Lighting 


Emergency lighting is used to provide a minimum lighting 
level in case of a main supply cutoff. Batteries are employed to 
store energy from the mains and to supply the lamp in case of 
a main supply failure. A typical block diagram is shown in Fig. 
21.34. An ac—dc converter is used as battery charger to store 
energy during normal line operation. A control circuit 
continuously measures the line voltage and activates the 
inverter in case of a main supply failure. Normally a minimum 
operating time of 1 hour is required for the system in 
emergency state; thus the use of high-efficiency electronic 
ballasts is mandatory to reduce battery size and cost. Typical 
topologies used include class E inverters, push-pull resonant 
inverters, and half-bridge resonant inverters. Fluorescent 
lamps are mainly used in emergency ballasts, but high- 
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FIGURE 21.34 Block diagram of an emergency lighting system. 
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(a) Boost power factor corrector with borderline control; and (b) input current waveform. 


intensity discharge lamps, such as metal halide lamps or 
high-pressure sodium lamps, are also used in some special 
applications. 


21.6.3 Automotive Lighting 


Electronic ballasts are used in automotive applications such as 
automobiles, buses, trains, and aircraft. Normally a low- 
voltage dc bus is available to supply the lamps, and then 
these applications are similar to the portable and emergency 
lighting previously discussed. In modern aircraft a 120/208 V, 
400 Hz, three-phase electrical system is also available and can 
be employed for lighting. Fluorescent lamps are typically used 
for automotive indoor lighting, whereas high-intensity 
discharge lamps are preferred in exterior lighting, for example, 
in automobile headlights. 


21.6.4 Home and Industrial Lighting 


Electronic ballasts, especially for fluorescent lamps, are also 
often used in home and industrial applications. The higher 
efficiency of fluorescent lamps supplied at high frequency 
provides significant energy savings when compared to incan- 
descent lamps. A typical application is the use of compact 
fluorescent lamps with the electronic ballast inside the lamp 
base, which can directly substitute for an incandescent lamp, 
reducing the energy consumption by a factor of 4 or 5. A self- 
oscillating half-bridge inverter is typically used in these 
energy-saving lamps, since it allows reduced size and cost. 
The power of these lamps is normally below 25 W. 

Other applications for higher power include more devel- 
oped ballasts based on a power factor correction stage followed 
by a resonant inverter. Hot cathode fluorescent lamps are the 
most used in these electronic ballasts. Also, with the develop- 
ment of modern HID lamps such as metal halide lamps and 
very high pressure sodium lamps (both showing very good 
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FIGURE 21.35 Block diagram of microprocessor-based lighting. 


color rendition), the use of HID lamps is becoming more 
frequent in home, commercial, and industrial lighting. 


21.6.5 Microprocessor-Based Lighting 


The use of microprocessors in combination with electronic 
ballasts is very interesting from the point of view of energy 
savings [29-31]. The inclusion of microprocessor circuits 
allows incorporation of control strategies for dimming such 
as scheduling, task tuning, and daylighting [2]. Using these 
strategies, the energy savings achieved can be as great as 35- 
40%. Another advantage of using microprocessors is the 
possibility of detecting lamp failure or bad operation, thus 
increasing reliability and decreasing the maintenance cost of 
the installation. Most advanced electronic ballasts can include 
a communication stage to send and receive information 
regarding the state of the lighting to or from a central control 
unit. In some cases communications can be performed via 
power line, thus reducing installation costs. Figure 21.35 
shows the block diagram of a microprocessor-based electronic 
ballast. 
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22.1 Introduction 


Conventional dc power supplies are designed to operate at a 
given output voltage into a constant or near-constant load. 
Pulse lasers, flashlamps, railguns, and other pulse power 
systems, however, require short but intense bursts of energy 
that may be derived from rapidly charging an energy storage 
capacitor. The rate at which the capacitor is discharged is 
called the repetition rate and may vary from 0.01 Hz for large 
capacitor banks to a few kilohertz for certain lasers. After the 
energy storage capacitor is discharged, it must be recharged to 
a specified voltage using a capacitor charging power supply 
(CCPS). The utilization of power electronics in capacitor 
charging applications is presented in this chapter. 

Figure 22.1 shows the voltage across the energy storage 
capacitor connected to the output of a CCPS. As seen in this 
figure, the CCPS has three modes of operation. The first mode 
is the charging mode, in which the capacitor is charged from 
an initial voltage of zero to a specified final voltage. The 
duration of the charging mode is determined by the capaci- 
tance of the energy storage capacitor. The next mode of 
operation is the refresh mode, which can be considered a 
“standby mode.” When the output voltage drops below a 
predetermined value, the CCPS should turn on and deliver 
the energy necessary to compensate for capacitor leakage. The 
duration of the refresh mode is determined by the load’s 
repetition rate (1/T). The final mode of operation is the 
discharge mode, where the load is discharging the capacitor. 
The CCPS does not supply any energy to the load in this 
mode. The amount of time the CCPS remains in this mode 
is determined by how quickly the load can discharge the 
capacitor. 
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The instantaneous output power for a CCPS varies over a 
wide range in comparison to a conventional dc power supply, 
which supplies a constant or near-constant power to its load. 
This is shown in Fig. 22.2; the output power for the pulsed 
power load is drawn as linear for illustration purposes only. 
The charging mode is characterized by high peak power. At the 
beginning of this mode, the output power is zero (i.e., there is 
no voltage present but current is flowing). Thus, the load 
capacitor is equivalent to a short circuit. Additionally, at the 
end of the charging mode, the output power is again zero (i.e., 
there is an output voltage present but no current is flowing). 
Now the load capacitor is equivalent to an open circuit. The 
refresh mode is typically a low-power mode, because the 
current required to compensate for capacitor leakage is 
small. The CCPS does not supply any power during the 
discharge mode when the energy storage capacitor is being 
discharged by the pulsed load. 

The average output power for a CCPS depends on the 
repetition rate of the load. It is a maximum when the energy 
storage capacitor is discharged at the end of the charging 
mode, which corresponds to operation without a refresh 
mode. Since the average output power is affected by the 
repetition rate of the load, the rating of a CCPS is often 
given in kJ/s instead of kW. The kJ/s rating indicates how fast 
a particular capacitor can be charged to a given voltage. 


22.2 High-Voltage dc Power Supply with 
Charging Resistor 


In this technique, the energy storage capacitor is charged by a 
high-voltage dc power supply through a charging resistor as 
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FIGURE 22.2 Power requirements for pulsed power and constant 
power loads. 
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FIGURE 22.3 High-voltage dc power supply and charging resistor. 


illustrated in Fig. 22.3. The charging mode ends when the 
capacitor voltage equals the output voltage of the power 
supply. The capacitor is continually refreshed by the power 
supply. During the discharge mode, the charging resistor 
isolates the power supply from the pulse load. The advantages 
of this technique are its simplicity, reliability, and low cost. 

The major disadvantage of this technique is its poor 
efficiency. In the charging mode, the energy dissipated in the 
charging resistor is equal to the energy stored in the capacitor 
in the ideal case; therefore, the maximum efficiency is 50%. As 
a result, this technique is utilized only in applications where 
the charge rate is low, i.e., 200J/s. Another disadvantage of 
this technique is related to the charge time, which is deter- 
mined by the RC time constant. Some laser applications 
require that the output voltage be within 0.1% of a target 
voltage. For this technique, more than five time constants are 
required for the capacitor voltage to meet this voltage speci- 
fication. 
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22.3 Resonance Charging 


The basic resonance charging technique is illustrated in Fig. 
22.4. An ac input voltage is stepped up with a transformer, 
rectified, and filtered with capacitor C, to produce a high dc 
voltage V,. In this circuit, C, is much greater than C). 
Thyristor T, is gated and current flows through the inductor 
and diode D}, transferring energy from C, to C,. The voltage 
v(t) and current i(t) are described by the following equations 
assuming that C, >> C,. The charge time, t, for this circuit 
can be calculated by finding the time at which the current 
described by Eq. (22.2) reaches zero and is given below. The 
voltage v(t) has a value of 2V) at the end of the charging 
mode. 


v(t) = V(1 — cos wot) (22.1) 
i(t) = Voy) sin Mot (22.2) 
1 
Oy = 2273 
0 JIG ( ) 
t = a/LG, = = (22.4) 
0 


Even though this technique is simple and efficient, it is not 
without its limitations. A high-voltage capacitor with a large 
capacitance value is needed for C,, which increases the cost. A 
single thyristor is shown in Fig. 22.4. Multiple thyristors 
connected in series or a thyratron may be required, depending 
on the voltage level. The repetition rate of the pulse load 
should be such that C, is fully charged and i(t) has reached 
zero before the load discharges to prevent latch-up of T. It is 
not possible for this circuit to operate in the refresh mode 
because of the switch characteristics. Therefore, v(t) will drift 
as a result of capacitor leakage. The charge time is a function 
of the circuit parameters and will drift as they change with 
temperature or due to aging. 

Since all of the energy stored in C; is transmitted from C, in 
a single pulse, it can be difficult to achieve a very small voltage 
regulation with the resonance charging technique. However, 
regulation can be improved with the addition of a dequeing 
circuit as shown in Fig. 22.5. The voltage v(t) is monitored 
with a sensing network. Just before v(t) reaches the desired 
level, thyristor T, is fired, which terminates the charging 
mode. The remaining energy stored in the inductor is dissi- 
pated in R. The addition of the dequeing circuit reduces circuit 
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FIGURE 22.4 
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Resonance charging with dequeing. 


FIGURE 22.5 


efficiency and increases the circuit complexity and cost, but 
does not enable a refresh mode to compensate for capacitor 
leakage. 

Boost charging, another variation on the resonance char- 
ging technique, is shown in Fig. 22.6 [1]. An extra switch is 
added to the circuit of Fig. 22.4 to improve the voltage gain. 
With switches S, and S, closed, the current i(t) is given by 


Vo 
t) = —t 
D= 


(22.5) 
At some time t = t, 


‘on? 52 is opened, and the current is now 
described by 


[C 
i(t) = I) cos wot + Vo = sin Wot (22.6) 
where 
Vo 

h=—t, 22.7 
0 L on ( ) 

The voltage v(t) is given by 

L. 
v(t) = h ao Mgt + Vo(1 — cos wot) (22.8) 
1 


The time required for the current to reach zero and for the 
voltage u(t) to reach its peak value can be calculated from 


ae es 
OG 


tan(@ t.) =e V. = =O 0 bon 
0 


(22.9) 


This is also the charge time, t., or the length of the charging 
mode. Note from Eq. (22.9) that the charge time depends on 
tony Which is the on time of switch S,. In addition, the peak 
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FIGURE 22.6 Boost charging. 
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capacitor voltage is a function of tn. The peak capacitor 
voltage is limited to 2V) without S,; voltage gains as high as 
20 are possible with the addition of S, [1]. 

The switching elements in Figs. 22.4 and 22.5 are realized 
with thyristors. Simple switches are shown for the boost 
charging technique in Fig. 22.6. Switch S, could be imple- 
mented with a thyristor. The boost capability provided by 
switch S, is best realized with a gate-controlled semiconductor 
device such as a GTO or an IGBT. 


22.4 Switching Converters 


The poor efficiency when charging a capacitor through a 
resistor from a high-voltage power supply limits its application 
to low charging rates. In the resonance charging concepts, the 
energy is transferred to the load capacitor in a single pulse, 
and it is not possible to compensate for capacitor leakage. 
Energy storage capacitors may be charged utilizing the same 
power electronic technology that has been applied in switching 
converters for constant power loads. Instead of charging the 
energy storage capacitor with a single pulse, switching conver- 
ters can charge the capacitor with a series of pulses, or pulse 
train. The peak current is reduced when charging with a series 
of pulses, thus improving the efficiency of the charging 
process. In addition, soft-switching techniques may be 
employed in the switching converter to increase the efficiency. 
The regulation of the output voltage is also improved with the 
pulse train, because the energy is passed to the energy storage 
capacitor as small packets. Common control techniques such 
as pulse-width modulation can be used to control the size of 
the energy packet. This capability to control the size of the 
energy packet permits the CCPS to operate in the refresh 
mode and compensate for capacitor leakage. As a result, the 
CCPS may operate over a broad range of load repetition rates 
and still maintain the desired output voltage. During the 
refresh mode, energy lost as a result of capacitor leakage 
may be replaced in a burst fashion [2] or in a continuous 
fashion similar to trickle charging a battery [3]. In the switch- 
ing converter, semiconductor switches may be operated on the 
low side of the transformer, permitting the use of MOSFETs or 
IGBTs in the CCPS. Since the CCPS begins the charging mode 
with a short circuit across its output, the switching converter 
must be capable of operating under this severe load condition. 
This may require the implementation of a current-limiting 
scheme in the converter control circuit. 

One switching converter topology that may be employed in 
capacitor charging applications is the series resonant converter 
in Fig. 22.7. Note that the MOSFETs and resonant components 
L, and C, are connected on the low-voltage side of the 
transformer. Only the rectifier diodes and energy storage 
capacitor must have high voltage ratings. When the output 
rectifier is conducting, the energy storage capacitor C} is 
connected in series with the resonant capacitor C,. For a 
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FIGURE 22.7 


Series resonant converter. 


transformer turns ratio of 1:N, reflecting C, through the 
transformer yields a capacitance of N?C,. Since N is typically 
large, this reflected capacitance is much larger than C,; thus, 
the resonant frequency, which is defined in Eq. (22.10), is not 
affected by C}. For high-voltage, high-frequency operation, the 
leakage inductance of the transformer may be utilized as L, 


1 
L NC,C, 
"\C, + NC, 

One characteristic of this converter that makes it attractive 
for capacitor charging is the ability to operate under the short 
circuit conditions present at the beginning of the charging 
mode. The voltage across C, is zero at the beginning of this 
mode. The current flowing in the converter is limited by the 
input voltage and the impedance Z}, which is defined in Eq. 


(22.11). The current may be limited to a safe maximum value; 
however, the charge time will be increased 


(22.10) 


(22.11) 


Another method for current limiting is to vary the ratio of f, 
the switching frequency of the MOSFETs, and the resonant 
frequency, f,, which is w,/27. This effectively controls the flow 
of energy from the source to C,. The switching frequency may 
be held constant at some value such as 0.5f,. Alternatively, the 
ratio of f, to f, may be set to a low value at the beginning of the 
charging mode and increased toward 1 as the voltage across C, 
builds up. This limits the current when the voltage across C, is 
low and allows increased energy transfer as the voltage 
approaches the target voltage. The disadvantage of this 
approach is that all circuit components must be designed for 
variable-frequency operation. 

The flyback converter [4, 5], shown in Fig. 22.8, also may be 
utilized for capacitor charging applications. When the 
MOSFET is turned on, current builds up in the primary 
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FIGURE 22.8 Flyback converter. 


winding, storing energy in the magnetic field. When it reaches 
a specified level, the MOSFET is turned off and energy is 
transferred from the magnetic field to C,. This energy transfer 
is terminated when the MOSFET is turned on again. 

Sokal and Redl [4] have investigated different control 
schemes for charging capacitors using the flyback converter. 
Their recommendation is to charge C, with current pulses that 
are nearly flat-topped. This strategy results in higher average 
current for a given peak current. The capacitor is charged 
faster, because the charge delivered to it during a pulse is 
directly proportional to the average current. This desired pulse 
shape is achieved by turning on the MOSFET to terminate the 
transfer of energy to C, soon after the MOSFET is turned off. 
When the primary current reaches the desired level, the 
MOSFET is again turned off. 

Another converter for capacitor charging applications is the 
Ward converter [6-8] shown in Fig. 22.9. When the MOSFET 
is on, energy is stored in the inductor and capacitor C, 
transfers energy to the energy storage capacitor C, and 
capacitor C,. The energy stored in the inductor is transferred 
to C, when the MOSFET is off. The leakage inductance of the 
transformer and C, resonate, producing a sinusoidal current 
that flows in the primary winding of the transformer and the 
MOSFET. When the primary current reaches zero and starts 
negative, the diode turns on, which allows the MOSFET to be 
turned off at zero current. 

In some converter operating conditions, the voltage across 
C, is very small because most of the energy has been 
transferred from C, to C}. The energy stored on C, may be 
too small to ensure zero-current turn-off of the MOSFET. In 
this case, the energy stored on C, helps to ensure that the 
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FIGURE 22.9 Ward converter. 
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amplitude of the current is large enough for zero-current turn- 
off of this device. 
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23.1 Introduction 


The Kyoto agreement on global reduction of greenhouse gas 
emissions has prompted renewed interest in renewable energy 
systems worldwide. Many renewable energy technologies 
today are well developed, reliable, and cost competitive with 
the conventional fuel generators. The cost of renewable energy 
technologies is on a falling trend and is expected to fall further 
as demand and production increases. There are many renew- 
able energy sources such as biomass, solar, wind, minihydro, 
and tidal power. However, solar and wind energy systems 
make use of advanced power electronics technologies and, 
therefore the focus in this chapter will be on solar photovoltaic 
and wind power. 

One of the advantages offered by renewable energy sources 
is their potential to provide sustainable electricity in areas not 
served by the conventional power grid. The growing market 
for renewable energy technologies has resulted in a rapid 
growth in the need for power electronics. Most of the renew- 
able energy technologies produce dc power, and hence power 
electronics and control equipment are required to convert the 
dc into ac power. 

Inverters are used to convert dc to ac. There are two types of 
inverters: stand-alone and grid-connected. The two types have 
several similarities, but are different in terms of control 
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functions. A stand-alone inverter is used in off-grid applica- 
tions with battery storage. With backup diesel generators 
(such as PV—diesel hybrid power systems), the inverters may 
have additional control functions such as operating in parallel 
with diesel generators and bidirectional operation (battery 
charging and inverting). Grid-interactive inverters must follow 
the voltage and frequency characteristics of the utility-gener- 
ated power presented on the distribution line. For both types 
of inverters, the conversion efficiency is a very important 
consideration. Details of stand-alone and grid-connected 
inverters for PV and wind applications are discussed in this 
chapter. 

Section 23.2 covers stand-alone PV system applications such 
as battery charging and water pumping for remote areas. This 
section also discusses power electronic converters suitable for 
PV-diesel hybrid systems and grid-connected PV for rooftop 
and large-scale applications. 

Among all the renewable energy options, wind-turbine 
technology is maturing very fast. A marked rise in installed 
wind power capacity has been noticed worldwide in the last 
decade. Per-unit generation cost of wind power is now quite 
comparable with conventional generation. Wind turbine 
generators are used in stand-alone battery charging applica- 
tions, in combination with fossil fuel generators as a part of 
hybrid systems, and as grid-connected systems. As a result of 
advancements in blade design, generators, power electronics, 
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and control systems, it has been possible to increase drama- 
tically the availability of large-scale wind power. Many wind 
generators now incorporate speed control mechanisms such as 
blade pitch control or use converters/inverters to regulate 
power output from variable speed wind turbines. In Section 
23.3, we discuss electrical and power conditioning aspects of 
wind energy conversion systems. 


23.2 Power Electronics for Photovoltaic 
Power Systems 


23.2.1 Basics of Photovoltaics 


The density of power radiated from the sun (referred to as the 
“solar energy constant”) at the outer atmosphere is 
1.373 kW/m. Part of this energy is absorbed and scattered 
by the earth’s atmosphere. The final incident sunlight on 
earth’s surface has a peak density of 1 kW/m? at noon in the 
tropics. The technology of photovoltaics (PV) is essentially 
concerned with the conversion of this energy into usable 
electrical form. The basic element of a PV system is the 
solar cell. Solar cells can convert the energy of sunlight directly 
into electricity. Consumer appliances used to provide services 
such as lighting, water pumping, refrigeration, telecommuni- 
cations, and television can be run from photovoltaic electri- 
city. Solar cells rely on a quantum-mechanical process known 
as the “photovoltaic effect” to produce electricity. A typical 
solar cell consists of a p—n junction formed in a semiconduc- 
tor material similar to a diode. Figure 23.1 shows a schematic 
diagram of the cross section through a crystalline solar cell [1]. 
It consists of a 0.2-0.3mm thick monocrystalline or poly- 
crystalline silicon wafer having two layers with different 
electrical properties formed by “doping” it with other impu- 
rities (e.g., boron and phosphorus). An electric field is estab- 
lished at the junction between the negatively doped (using 
phosphorus atoms) and the positively doped (using boron 
atoms) silicon layers. If light is incident on the solar cell, the 
energy from the light (photons) creates free charge carriers, 
which are separated by the electrical field. An electrical voltage 
is generated at the external contacts, so that current can flow 
when a load is connected. The photocurrent (n) which is 


light 


negative electrode 


negative doped silicon 


PN junction 


positive doped silicon 


positive electrode 


FIGURE 23.1 


Principle of the operation of a solar cell [21]. 
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internally generated in the solar cell, is proportional to the 
radiation intensity. 

A simplified equivalent circuit of a solar cell consists of a 
current source in parallel with a diode as shown in Fig. 23.2a. 
A variable resistor is connected to the solar cell generator as a 
load. When the terminals are short-circuited, the output 
voltage and also the voltage across the diode are both zero. 
The entire photocurrent (J,,) generated by the solar radiation 
then flows to the output. The solar cell current has its 
maximum (J,.). If the load resistance is increased, which 
results in an increasing voltage across the p-n junction of 
the diode, a portion of the current flows through the diode 
and the output current decreases by the same amount. When 
the load resistor is open-circuited, the output current is zero 
and the entire photocurrent flows through the diode. The 
relationship between current and voltage may be determined 
from the diode characteristic equation: 

T= In — beT- D =], a (23.1) 
where q is the electron charge, k is the Boltzmann constant, Iyn 
is photocurrent, Iy is the reverse saturation current, I, is diode 
current, and T is the solar cell operating temperature (K). The 
current versus voltage (I—V) of a solar cell is thus equivalent 
to an “inverted” diode characteristic curve shown in Fig. 
23.2b. 

A number of semiconductor materials are suitable for the 
manufacture of solar cells. The most common types using 
silicon semiconductor material (Si) are: 


e Monocrystalline Si cells 
e Polycrystalline Si cells 
e Amorphous Si cells 


A solar cell can be operated at any point along its char- 
acteristic current-voltage curve, as shown in Fig. 23.3. Two 
important points on this curve are the open circuit voltage 
(Voc) and short-circuit current (J,.). The open-circuit voltage 
is the maximum voltage at zero current, whereas the short- 
circuit current is the maximum current at zero voltage. For a 
silicon solar cell under standard test conditions, V,, is typically 
0.6-0.7V, and I,. is typically 20-40mA for every square 


centimeter of the cell area. To a good approximation, Ie is 
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FIGURE 23.2 Simplified equivalent circuit for a solar cell. 
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FIGURE 23.3 Current vs voltage (J-V) and current vs power ([—-P) 
characteristics for a solar cell. 


proportional to the illumination level, whereas V. is propor- 
tional to the logarithm of the illumination level. 

A plot of power (P) against voltage (V) for this device (Fig. 
23.3) shows that there is a unique point on the I-V curve at 
which the solar cell will generate maximum power. This is 
known as the maximum power point (V mp> Imp). To maximize 
the power output, steps are usually taken during fabrication to 
maximize the three basic cell parameters: open-circuit voltage, 
short-circuit current, and fill factor (FF) —a term describing 
how “square” the I-V curve is, given by 


Fill factor = (VinpImp)/(Voclse) (23.2) 


For a silicon solar cell, FF is typically 0.6-0.8. 

Because silicon solar cells typically produce only about 
0.5V, a number of cells are connected in series in a PV 
module. A panel is a collection of modules physically and 
electrically grouped together on a support structure. An array 
is a collection of panels (see Fig. 23.4). 

The effect of temperature on the performance of a silicon 
solar module is illustrated in Fig. 23.5. Note that [,. slightly 
increases linearly with temperature, but V,, and the maximum 
power P, decrease with temperature [1]. 

Figure 23.6 shows the variation of PV current and voltages 
at different insolation levels. From Figs. 23.5 and 23.6, it can 
be seen that the I-V characteristics of solar cells at a given 
insolation and temperature consist of a constant-voltage 
segment and a constant-current segment [2]. The current is 
limited, as the cell is short-circuited. The maximum power 
PV Cell 


PV Module PYV Panel 


PV Array 


FIGURE 23.4 PV generator terms. 
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condition occurs at the knee of the characteristic where the 
two segments meet. 


23.2.2 Types of PV Power Systems 
Photovoltaic power systems can be classified as follows: 


e Stand-alone 
e Hybrid 
e Grid connected 


Stand-alone PV systems, shown in Fig. 23.7a, are used in 
remote areas with no access to a utility grid. Conventional 
power systems used in remote areas often based on manually 
controlled diesel generators operating continuously or for a 
few hours. Extended operation of diesel generators at low load 
levels significantly increases maintenance costs and reduces 
their useful life. Renewable energy sources such as PV can be 
added to remote area power systems using diesel and other 
fossil fuel powered generators to provide 24-hour power 
economically and efficiently. Such systems are called “hybrid 
energy systems.” Figure 23.7b shows a schematic of a PV- 
diesel hybrid system. In grid-connected PV systems, as shown 
in Fig. 23.7c, PV panels are connected to a grid through 
inverters without battery storage. These systems can be classi- 
fied as small systems, such as residential rooftop systems or 
large grid-connected systems. The grid interactive inverters 
must be synchronized with the grid in terms of voltage and 
frequency. 


23.2.3 Stand-Alone PV Systems 
The two main stand-alone PV applications are: 


e Battery charging 
e Solar water pumping 


23.2.3.1 Battery Charging 


23.2.3.1.1 Batteries for PV Systems A stand-alone photo- 
voltaic energy system requires storage to meet the energy 
demand during periods of low solar irradiation and nighttime. 
Several types of batteries are available, such as lead-acid, 
nickel-cadmium, lithium, zinc bromide, zinc chloride, 
sodium-sulfur, nickel-hydrogen, redox and vanadium 
batteries. The provision of cost-effective electrical energy 
storage remains one of the major challenges for the develop- 
ment of improved PV power systems. Typically, lead-acid 
batteries are used to guarantee several hours to a few days of 
energy storage. Their reasonable cost and general availability 
has resulted in the widespread application of lead-acid 
batteries for remote area power supplies despite their limited 
lifetime compared to other system components. Lead acid 
batteries can be deep or shallow cycling, gelled batteries, 
batteries with captive or liquid electrolyte, sealed and 
nonsealed batteries, etc. [3]. Sealed batteries are valve regu- 
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FIGURE 23.5 Effects of temperature on silicon solar cells. 


lated to permit evolution of excess hydrogen gas (although 
catalytic converters are used to convert as much evolved 
hydrogen and oxygen back to water as possible). Sealed 
batteries need less maintenance. 

The following factors are considered in the selection of 
batteries for PV applications [1]: 


e Deep discharge (70-80% depth discharge) 

Low charging/discharging current 

Long-duration charge (slow) and discharge (long duty 
cycle) 

Irregular and varying charge/discharge 

Low self-discharge 

Long lifetime 

Less maintenance requirement 

High energy storage efficiency 

Low cost 


Battery manufacturers specify the nominal number of 
complete charge and discharge cycles as a function of the 
depth-of-discharge (DOD), as shown in Fig. 23.8. Although 


Current in A 
3.5 


this information can be used reliably to predict the lifetime of 
lead-acid batteries in conventional applications, such as unin- 
terruptable power supplies or electric vehicles, it usually results 
in an overestimation of the useful life of the battery bank in 
renewable energy systems. 

Two of the main factors that have been identified as limiting 
criteria for the cycle life of batteries in photovoltaic power 
systems are incomplete charging and prolonged operation at a 
low state-of-charge (SOC). The objective of improved battery 
control strategies is to extend the lifetime of lead-acid batteries 
to achieve the typical number of cycles shown in Fig. 23.8. If 
this is achieved, an optimum solution for the required storage 
capacity and the maximum depth-of-discharge of the battery 
can be found by referring to the manufacturer’s information. 
Increasing the capacity will reduce the typical depth-of- 
discharge and therefore prolong the battery lifetime. Conver- 
sely, it may be more economic to replace a smaller battery 
bank more frequently. 


23.2.3.1.2 PV Charge Controllers Blocking diodes in series 
with PV modules are used to prevent the batteries from being 
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FIGURE 23.6 Typical current/voltage (/—V) characteristic curves for different insolation levels. 
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FIGURE 23.7 (a) Stand-alone PV system; (b) PV—diesel hybrid system; 
(c) grid-connected PV system. 
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FIGURE 23.8 Nominal number of battery cycles vs depth-of-discharge. 


discharged through the PV cells at night when there is no sun 
available to generate energy. These blocking diodes also 
protect the battery from short circuits. In a solar power 
system consisting of more than one string connected in 
parallel, if a short-circuit occurs in one of the strings, the 
blocking diode prevents the other PV strings from discharging 
through the short-circuited string. 

The battery storage in a PV system should be properly 
controlled to avoid catastrophic operating conditions like 
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overcharging or frequent deep discharging. Storage batteries 
account for most PV system failures and contribute signifi- 
cantly to both the initial and the eventual replacement costs. 
Charge controllers regulate the charge transfer and prevent the 
battery from being excessively charged and discharged. Three 
types of charge controllers are commonly used: 


e Series charge regulators 
e Shunt charge regulators 
e Dc-dc Converters 


23.2.3.1.2.1 Series Charge Regulators The basic circuit for the 
series regulators is given in Fig. 23.9. In the series charge 
controller, the switch S, disconnects the PV generator when a 
predefined battery voltage is achieved. When the voltage falls 
below the discharge limit, the load is disconnected from the 
battery to avoid deep discharge beyond the limit. The main 
problem associated with this type of controller is the losses 
associated with the switches. This extra power loss has to come 
from the PV power, and this can be quite significant. Bipolar 
transistors, MOSFETs, or relays are used as the switches. 


23.2.3.1.2 Shunt Charge Regulators In this type, as illustrated 
in Fig. 23.10, when the battery is fully charged the PV 
generator is short-circuited using an electronic switch (S4). 
Unlike series controllers, this method works more efficiently 
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FIGURE 23.9 Series charge regulator. 
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FIGURE 23.10 Shunt charge regulator. 
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even when the battery is completely discharged, as the short- 
circuit switch need not be activated until the battery is fully 
discharged [1]. 

The blocking diode prevents short-circuiting of the battery. 
Shunt charge regulators are used for small PV applications 
(less than 20 A). 

Deep-discharge protection is used to protect the battery 
against deep discharge. When the battery voltage reaches 
below the minimum set point for the deep-discharge limit, 
switch S, disconnects the load. Simple series and shunt 
regulators allow only relatively coarse adjustment of the 
current flow and seldom meet the exact requirements of PV 
systems. 


23.2.3.1.2.3 De-de Converter Type Charge Regulators Switch 
mode dc-to-dc converters are used to match the output of a 
PV generator to a variable load. There are various types of dc— 
dc converters: 


e Buck (step-down) converter 
e Boost (step-up) converter 
e Buck-boost (step-down/up) converter 


Figures 23.11a, 23.11b, and 23.11c show simplified diagrams 
of these three basic types of converters. The basic concepts are 
an electronic switch, an inductor to store energy, and a 
“flywheel” diode, which carries the current during that part 
of switching cycle when the switch is off. The dc—dc converters 
allow the charge current to be reduced continuously in such a 
way that the resulting battery voltage is maintained at a 
specified value. 


23.2.3.1.3 Maximum-Power-Point-Tracking (MPPT) A con- 
troller that tracks the maximum-power-point locus of the PV 
array is known as an MPPT. In Fig. 23.12, the PV power 
output is plotted against the voltage for insolation levels from 
200 W/m? to 1000 W/m’. The points of maximum array 
power form a curve termed as the maximum power locus. 
Because of the high cost of solar cells, it is necessary to operate 
the PV array at its maximum power point. For overall optimal 
operation of the system, the load line must match the PV 
array’s maximum-power-point locus. 

Referring to Fig. 23.13, the load characteristics can be either 
curve OA or curve OB, depending on the nature of the load 
and its current and voltage requirements. If load OA is 
considered and the load is directly coupled to the solar 
array, the array will operate at point Al, delivering only 
power P1. The maximum array power available at the given 
insolation is P2. In order to use PV array power P2, a power 
conditioner coupled between the array and the load is needed. 

There are two ways of operating PV modules at the 
maximum power point: 


(a) Open-loop control. The open-loop method is based on 
the assumption that the maximum-power-point voltage VMmpp 
is a linear function of the open-circuit voltage Voc. For 
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FIGURE 23.11 
converter. 


(a) Buck converter; (b) boost converter; (c) Buck-boost 


example, Vmpp = k Voc, where k © 0.76. This assumption is 
reasonably accurate even for large variations in the cell short- 
circuit current and temperature. This type of MPPT is prob- 
ably the most common type. A variation to this method 
involves periodically open-circuiting the cell string and 
measuring the open-circuit voltage. The appropriate value of 
Vupp can then be obtained with a simple voltage divider. 

(b) Closed-loop control. The closed-loop control involves 
varying the input voltage around the optimum value by giving 
it a small increment or decrement alternately. The effect on the 
output power is then assessed and a further small correction is 
made to the input voltage. This type of control is called a hill- 
climbing control. The power output of the PV array is sampled 
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Constant power Points many stand-alone photovoltaic installations, alternating 
P1 P2 current is needed to operate 230V (or 110V), 50Hz (or 
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FIGURE 23.13 PV array and load characteristics. 


at an every definite sampling period and compared with the 
previous value. In the event, when power is increased, the solar 
array voltage is stepped in the same direction as the previous 
sample time, but if the power is reduced, the array voltage is 
stepped in the opposite way, in order to try to operate the PV 
array at its optimum/maximum power point. 


To operate the PV array at the maximum power point, 
perturb and adjust methods can be used in which the current 
drawn is sampled every few seconds and the resulting power 
output of the solar cells is monitored at regular intervals. 
When an increased current results in a higher power, it is 
further increased until the power output starts to decrease. But 
if the increased PV current results in a lesser amount of power 
than in the previous sample, then the current is reduced until 
the maximum power point is reached. 


23.2.3.2 Inverters for Stand-Alone PV Systems 

Inverters convert power from dc to ac, while rectifiers convert 
it from ac to dc. Many inverters are bi-directional, i.e., they are 
able to operate in both inverting and rectifying modes. In 


60 Hz) appliances. Generally stand-alone inverters operate at 
12, 24, 48, 96, 120, or 240 V dc, depending on the power level. 

Ideally, an inverter for a stand-alone photovoltaic system 
should have the following features: 


e Sinusoidal output voltage 

e Voltage and frequency within the allowable limits 

e Cable to handle large variation in input voltage 

e Output voltage regulation 

e High efficiency at light loads 

e Less harmonic generation by the inverter to avoid 
damage to electronic appliances such as televisions, 
additional losses, and heating of appliances 

e Ability to withstand overloading for a short term to take 
care of higher starting currents from pumps, refrigera- 
tors, etc. 

e Adequate protection arrangement for over/undervoltage 
and frequency, short-circuit, etc. 

e Surge capacity 

e Low idling and no load losses 

e Low battery voltage disconnect 

e Low audio and RF noise 


Several different semiconductor devices, such as MOSFETs 
(metal oxide semiconductor field-effect transistors) and IGBTs 
(insulated-gate bipolar transistors) are used in the power stage 
of inverters. Typically MOSFETs are used in units up to 5kVA 
and 96 V dc. They have the advantage of low switching losses 
at higher frequencies. Because the on state voltage drop is 2V 
dc, IGBTs are generally used only in systems above 96 V dc. 
Voltage source inverters are usually used in stand-alone 
applications. They can be single-phase or three-phase. There 
are three switching techniques commonly used: square wave, 
quasi-square-wave, and pulse-width modulation. Square-wave 
or modified square-wave inverters can supply power tools, 
resistive heaters, or incandescent lights, which do not require a 
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FIGURE 23.14 Single-phase inverter. (a) Half bridge; (b) full bridge. 


high-quality sine wave for reliable and efficient operation. 
However, many household appliances require low-distortion 
sinusoidal waveforms. The use of true sine-wave inverters is 
recommended for remote area power systems. Pulse-width 
modulated (PWM) switching is generally used for obtaining 
sinusoidal output from the inverters. 

A general layout of a single-phase system, both half-bridge 
and full bridge, is shown in Fig 23.14. In single-phase half 
bridge (Fig. 23.14a) with two switches, S} and S,, the capaci- 
tors C} and C, are connected in series across the dc source. 
The junction between the capacitors is at the mid-potential. 
Voltage across each capacitor is Vy./2. Switches Sı and S, can 
be switched on/off periodically to produce ac voltage. A filter 
(L; and Cr) is used to reduce high-switch-frequency compo- 
nents and to produce sinusoidal output from the inverter. The 
output of the inverter is connected to the load through a 
transformer. Figure 23.14b shows the similar arrangement for 
a full-bridge configuration with four switches. For the same 
input source voltage, the full-bridge output is twice as high, 
and the switches carry less current for the same load power. 

The power circuit of a three phase, four-wire inverter is 
shown in Fig. 23.15. The output of the inverter is connected to 
load via a three-phase transformer (delta/star). The star point 


FIGURE 23.15. 


of the transformer secondary gives the neutral connection. 
Three-phase or single-phase can be connected to this system. 
Alternatively, a center-tap dc source can be used to supply the 
converter and the midpoint can be used as the neutral. 

Figure 23.16 shows the inverter efficiency for a typical 
inverter used in remote-area power systems. It is important 
to consider that the system load is typically well below the 
nominal inverter capacity Phom» which results in low conver- 
sion efficiencies at loads below 10% of the rated inverter 
output power. Optimum overall system operation is achieved 
if the total energy dissipated in the inverter is minimized. The 
high conversion efficiency at low power levels of recently 
developed inverters for grid-connected PV systems shows 
that there is a significant potential for further improvements 
in efficiency. 

Bidirectional inverters convert dc power to ac power 
(inverter) or AC power to DC power (rectifying) and are 
becoming very popular in remote area power systems [4, 5]. 
The principle of a stand-alone single-phase bi-directional 
inverter used in a PV/Battery/Diesel hybrid system can be 
explained with reference to Fig. 23.17. A charge controller is 
used to interface the PV array and the battery. The inverter has 
a full-bridge configuration realized using four power electro- 
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FIGURE 23.16 Typical inverter efficiency curve. 


nic switches (MOSFET or IGBTs) S,—S,. In this scheme, the 
diagonally opposite switches (S,, S4) and (S,, $3) are switched 
using sinusoidally pulse-width modulated gate pulses. The 
inverter produces sinusoidal output voltage. The inductors X}, 
X, and the ac output capacitor C, filter out the high-switch- 
frequency components from the output waveform. Most 
inverter topologies use a low-frequency (50 or 60 Hz) trans- 
former to step up the inverter output voltage. In this scheme, 
the diesel generator and the converter are connected in parallel 
to supply the load. The voltage sources, diesel and inverter, are 
separated by the link inductor X,,. The bidirectional power 
flow between inverter and the diesel generator can be estab- 
lished. The power flow through the link inductor, Xm» is 


Sm = Vers (23.3) 
Pa = (Va V: sin ô)/Xn (23.4) 
Qn = (Vin/Xm)(Vin — V. cos ô) (23.5) 

ô = sin [(Xa Pa) / (Va Vol (23.6) 


where ô is the phase angle between the two voltages. From Eq. 
(4), it can be seen that the power supplied by the inverter from 
the batteries (inverter mode) or supplied to the batteries 
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(charging mode) can be controlled by controlling the phase 
angle ô. The PWM pulses separately control the amplitude of 
the converter voltage, V., while the phase angle with respect to 
the diesel voltage is varied for power flow. 


23.2.3.3 Solar Water Pumping 


In many remote and rural areas, hand pumps or diesel driven 
pumps are used for water supply. Diesel pumps consume fossil 
fuel, affect the environment, need more maintenance, and are 
less reliable. Photovoltaic (PV)-powered water pumps have 
received considerable attention because of major develop- 
ments in the field of solar-cell materials and power electronic 
systems technology. 


23.2.3.3.1 Types of Pumps Two types of pumps are 
commonly used for water-pumping applications: Positive 
displacement and centrifugal. Both centrifugal and positive- 
displacement pumps can be further classified into those with 
motors that are surface mounted, and those that are 
submerged into the water (“submersible”). 

Displacement pumps have water output directly propor- 
tional to the speed of the pump, but almost independent of 
head. These pumps are used for solar water pumping from 
deep wells or bores. They may be piston-type pumps or use a 
diaphragm driven by a cam or rotary screw, or use a progres- 
sive cavity system. The pumping rate of these pumps is 
directly related to the speed, and hence constant torque is 
desired. 

Centrifugal pumps are used for low-head applications, 
especially if they are directly interfaced with the solar panels. 
Centrifugal pumps are designed for fixed-head applications, 
and the pressure difference generated increases in relation to 
the speed of the pump. These pumps are of the rotating- 
impeller type, which throws the water radially against a casing 
shaped so that the momentum of the water is converted into 
useful pressure for lifting [3]. The centrifugal pumps have 
relatively high efficiency, but it decreases at lower speeds, 
which can be a problem for a solar water-pumping system 


FIGURE 23.17 Bidirectional inverter system. 
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at times of low light levels. The single-stage centrifugal pump 
has just one impeller, whereas most borehole pumps are 
multistage types where the outlet from one impeller goes 
into the center of another and each one keeps increasing the 
pressure difference. 

From Fig. 23.18a, it is quite obvious that the load line is 
located far away from the Pmax line. It has been reported that 
the daily utilization efficiency for a dc motor drive is 87% for a 
centrifugal pump compared to 57% for a constant-torque 
characteristic load. Hence, centrifugal pumps are more 
compatible with PV arrays. The system operating point is 
determined by the intersection of the I-V characteristic of the 
PV array and that of the motor, as shown in Fig. 23.18a. The 
torque-speed slope is normally large because of the armature 
resistance being small. At the instant of starting, the speed and 
the back emf are zero. Hence the motor starting current is 
approximately the short-circuit current of the PV array. 
Matching the load to the PV source through a maximum- 
power-point tracker increases the starting torque. 
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The matching of a dc motor depends on the type of load 
being used. For instance, a centrifugal pump is characterized 
by having the load torque proportional to the square of speed. 
The operating characteristics of the system (i.e., PV source, 
PM dc motor, and load) are at the intersection of the motor 
and load characteristics as shown in Fig. 23.18b (ie., points 
a, b, c, d, e, and f for the centrifugal pump). From Fig. 23.18b, 
the system utilizing the centrifugal pump as its load tends to 
start at low solar irradiation (point a) level. However, for 
systems with an almost constant torque characteristic (Fig. 
23.18b, line 1), the start is at almost 50% of one sun (full 
insolation), which results in a short period of operation. 


23.2.3.3.2 Types of Motors There are various types of 
motors available for the PV water pumping applications: dc 
motors and ac motors. Dc motors are preferred where direct 
coupling to photovoltaic panels is desired, whereas ac motors 
are coupled to the solar panels through inverters. Ac motors in 
general are cheaper than dc motors and are more reliable, but 
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FIGURE 23.18 (a): J-V characteristics of a PV array and two mechanical loads: (1) constant torque and (2) centrifugal pump. (b) Speed torque 
characteristics of a dc motor and two mechanical loads: (1) helical rotor, (2) centrifugal pump. (c) Block diagram for dc motor-driven pumping 


scheme. (d): Block diagram for brushless dc motor for PV application. 
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dc motors are more efficient. The dc motors used for solar 
pumping applications are permanent-magnet dc motors with 
or without brushes. 

In dc motors with brushes, the brushes are used to deliver 
power to the commutator and need frequent replacement 
because of wear and tear. These motors are not suitable for 
submersible applications unless long transmission shafts are 
used. Brushless dc permanent-magnet motors have been 
developed for submersible applications. 

The ac motors are of the induction motor type, which is 
cheaper than dc motors and available worldwide. However, 
they need inverters to change dc input from the PV to ac 
power. A comparison of the different types of motors used for 
PV water pumping is given in Table 23.1. 


23.2.3.3.3 Power Conditioning Units for PV Water 
Pumping Most PV pump manufacturers include power 
conditioning units (PCUs), which are used for operating the 
PV panels close to their maximum power point over a range of 
load conditions and varying insolation levels, and also for 
power conversion. Dc or ac motor pump units can be used for 
PV water pumping. In its simplest from, a solar water 
pumping system comprises of PV array, PCU and DC water 
pump unit as shown in Figure 23.18(c). 

In case of lower light levels, high currents can be generated 
through power conditioning to help in starting the motor- 
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pump units, especially for reciprocating positive-displacement 
type pumps with constant torque characteristics requiring 
constant current throughout the operating region. In posi- 
tive-displacement type pumps, the torque generated by the 
pumps depends on the pumping head, friction, pipe diameter, 
etc., and requires a certain level of current to produce the 
necessary torque. Some systems use electronic controllers to 
assist in starting and operating the motor under low solar 
radiation. This is particularly important when using positive- 
displacement pumps. The solar panels generate dc voltage and 
current. Solar water pumping systems usually have dc or ac 
pumps. For dc pumps, the PV output can be directly 
connected to the pump through maximum power point 
tracker, or a dc-dc converter can also be used for interfacing 
for controlled dc output from PV panels. To feed the ac 
motors, a suitable interface is required for the power condi- 
tioning. These PV inverters for the stand-alone applications 
are very expensive. The aim of power conditioning equipment 
is to supply the controlled voltage/current output from the 
converters/inverters to the motor-pump unit. 

These power-conditioning units are also used for operating 
the PV panels close to their maximum efficiency for fluctuat- 
ing solar conditions. The speed of the pump is governed by the 
available driving voltage. Current lower than the acceptable 
limit will stop the pumping. When the light level increases, the 
operating point will shift from the maximum-power point, 


TABLE 23.1 Comparison of the different types of motors used for PV water pumping 

Types of Motor Advantages Disadvantages Main Features 

Brushed dc e Simple and efficient for PV e Brushes need to be replaced e Requires maximum power point 
applications periodically (typical replacement tracker for optimum performance 


interval is 2000 to 4000h or 2 years) 


No complex control circuit is 
required, as the motor starts without 
high current surge; these motors will 
run slowly but do not overheat with 
reduced voltage 


e Efficient 
e Less maintenance is required 


Brushless dc 


Available only in small motor sizes 


Available only in small motor sizes 


Increasing current (by paralleling PV 
modules) increases the torque; 
increasing voltage (by series PV 
modules) increases the speed 


Electronic computation adds to extra e Growing trend among PV pump 
cost, complexity, and increased risk of 
failure/malfunction 


manufacturers to use brushless dc 
motors, primarily for centrifugal-type 
submersible pumps 


In most cases, oil cooled, cannot be 


submerged as deeply as water-cooled 
ac units 


Ac induction motors e No brushes to replace e Needs an inverter to convert DC 
output from PV to AC, adding cost 
and complexity 

Less efficient than dc motor-pump 
units 


e Can use existing ac motor/pump 
technology, which is cheaper and 
easily available worldwide; these 
motors can handle larger pumping 


Available for single or three supply 

e Inverters are designed to regulate 
frequency to maximize power to the 
motor in response to changing insola- 
tion levels 


requirements e Prone to overheating if current is not 
adequate to start the motor or if the 
voltage is too low 
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leading to a reduction in efficiency. For centrifugal pumps, 
there is an increase in current at increased speed, and the 
matching of I-V characteristics is closer for a wide range of 
light intensity levels. For centrifugal pumps, the torque is 
proportional to the square of the speed, and the torque 
produced by the motors is proportional to the current. 
Because of the decrease in PV current output, the torque 
from the motor and consequently the speed of the pump are 
reduced, resulting in a decrease in back emf and the required 
voltage for the motor. A maximum-power-point tracker 
(MPPT) can be used for controlling the voltage/current 
outputs from the PV inverters to operate the PV close to the 
maximum operating point for smooth operation of motor- 
pump units. The dc—dc converter can be used to keep the PV- 
panel output voltage constant and to help in operating the 
solar arrays close to the maximum-power point. In the 
beginning, a high starting current is required to produce a 
high starting torque. The PV panels cannot supply this high 
starting current without adequate power conditioning equip- 
ment such as a dc-dc converter or by using a starting 
capacitor. The dc—dc converter can generate the high starting 
currents by regulating the excess PV array voltage. The dc—dc 
converter can be a boost or buck converter. 

Brushless dc motors (BDCM) and helical rotor pumps can 
also be used for PV water pumping [20]. BDCMs are a self- 
synchronous type of motor characterized by trapezoidal wave- 
forms for back emf and air flux density. They can operate off 
a low-voltage dc supply that is switched through an inverter 
to create a rotating stator field. The current generation of 
BDCMs use rare earth magnets on the rotor to give high air- 
gap flux densities and are well suited to solar application. The 
block diagram of such an arrangement, shown in Fig. 23.18d, 
consists of PV panels, a dc-dc converter, an MPPT, and a 
brushless dc motor. 

The PV inverters are used to convert the dc output of the 
solar arrays to an ac quantity so as to run the ac motor-driven 
pumps. These PV inverters can be of the variable-frequency 
type, which can be controlled to operate the motors over a 
wide range of loads. The PV inverters may involve impedance 
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matching to match the electrical characteristics of the load and 
array. The motor—pump unit and PV panels operate at their 
maximum efficiencies [7]. The MPPT is also used in the power 
conditioning. To keep the voltage stable for the inverters, the 
dc-dc converter can be used. The inverter/converter has the 
capability of injecting high-switch-frequency components, 
which can lead to overheating and losses, care must be taken 
in doing this. The PV arrays are usually connected in series, 
parallel, or a combination of series and parallel configurations. 
The function of power electronic interface, as mentioned 
before, is to convert the dc power from the array to the 
required voltage and frequency to drive the ac motors. The 
motor-pump system load should be such that the array 
operates close to its maximum power point at all solar 
insolation levels. There are mainly three types solar powered 
water pumping systems, as shown in Fig. 23.19. 

The first system shown in Fig 23.19a is an imported 
commercially available unit, which uses a specially wound 
low-voltage induction-motor-driven submersible pump. Such 
a low-voltage motor permits the PV array voltage to be 
converted to ac without using a step-up transformer. The 
second system, shown in Fig. 23.19b, makes use of a conven- 
tional “off-the-shelf” 415-V, 50-Hz, induction motor [6]. This 
scheme needs a step-up transformer to raise inverter output 
voltages to high voltage. The third scheme as shown in Fig. 
23.19c comprises of a dc-to-dc converter, an inverter that 
switches at high frequency, and a mains-voltage motor-driven 
pump. To get the optimum discharge (Q) at a given insolation 
level, the efficiency of the dc-dc converter and the inverter 
should be high. So the purpose should be to optimize the 
output from the PV array, motor, and pump. The principle 
used here is to vary the duty cycle of a dc-to-dc converter so 
that the output voltage is maximum. The dc-to-dc converter is 
used to boost the solar array voltage to eliminate the need for a 
step-up transformer and to operate the array at the maximum 
power point. The three-phase inverter used in the interface is 
designed to operate in a variable-frequency mode over the 
range of 20 to 50-Hz, which is the practical limit for most 50- 
Hz induction motor applications. The block diagram for 


FIGURE 23.19 Block diagrams for various ac motor-driven pumping schemes. 


23 Power Electronics for Renewable Energy Sources 


Converter 


551 


Inverter 


Processor 


FIGURE 23.20 Block diagram for voltage/frequency control. 


frequency control is given in Fig. 23.20. This inverter would be 
suitable for driving permanent-magnet motors by incorporat- 
ing additional circuitry for position sensing of the motor’s 
shaft. Also, the inverter could be modified, if required, to 
produce higher output frequencies for high-speed per- 
manent-magnet motors. The inverter has a three-phase 
full-bridge configuration implemented by MOSFET power 
transistors. 


23.2.4 PV-Diesel Systems 


Photovoltaic—diesel hybrid energy systems generate ac electri- 
city by combining a photovoltaic array with an inverter, which 
can operate alternately or in parallel with a conventional 
engine-driven generator. They can be classified according to 
their configuration as follows [8]: 


1. Series hybrid energy systems 
2. Switched hybrid energy systems 
3. Parallel hybrid energy systems 


An overview of the three most common system topologies is 
presented by Bower [9]. In the following comparison, typical 
PV-diesel system configurations are described. 


23.2.4.1 Series Configuration 


Figure 23.21 shows a series PV—diesel hybrid energy system. To 
ensure reliable operation of series hybrid energy systems, both 
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FIGURE 23.21 Series PV—diesel hybrid energy system. 


the diesel generator and the inverter have to be sized to meet 
peak loads. This results in a typical system operation where a 
large fraction of the generated energy is passed through the 
battery bank, resulting in increased cycling of the battery bank 
and reduced system efficiency. Ac power delivered to the load 
is converted from dc to regulated ac by an inverter or a motor 
generator unit. The power generated by the diesel generator is 
first rectified and subsequently converted back to ac before 
being supplied to the load, which leads to significant conver- 
sion losses. 

The actual load demand determines the amount of electrical 
power delivered by the photovoltaic array, the battery bank, or 
the diesel generator. The solar controller prevents overcharging 
of the battery bank from the PV generator when the PV power 
exceeds the load demand and the batteries are fully charged. It 
may include maximum power point tracking to improve the 
utilization of the available photovoltaic energy, although the 
energy gain is marginal for a well-sized system. The system can 
be operated in manual or automatic mode, with the addition 
of appropriate battery voltage sensing and start/stop control 
of the engine-driven generator. 

The advantages of such a system include the following: 


e The engine-driven generator can be sized to be optimally 
loaded while supplying the load and charging the battery 
bank, until a battery state-of-charge (SOC) of 70-80% is 
reached. 

e No switching of ac power between the different energy 
sources is required, which simplifies the electrical output 
interface. 

e The power supplied to the load is not interrupted when 
the diesel generator is started. 

e The inverter can generate a sine-wave, modified square 
wave, or square wave, depending on the application. 


The disadvantages are: 


e The inverter cannot operate in parallel with the engine- 
driven generator; therefore, the inverter must be sized to 
supply the peak load of the system. 
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e The battery bank is cycled frequently, which shortens its 
lifetime. 

e The cycling profile requires a large battery bank to limit 
the depth-of-discharge. 

e The overall system efficiency is low, since the diesel 
cannot supply power directly to the load; 

e Inverter failure results in complete loss of power to the 
load, unless the load can be supplied directly from the 
diesel generator for emergency purposes. 


23.2.4.2 Switched Configuration 


Despite its operational limitations, the switched configuration 
as shown in Fig. 23.22 remains one of the most common 
installations today. It allows operation with either the engine- 
driven generator or the inverter as the ac source, yet no parallel 
operation of the main generation sources is possible. The 
diesel generator and the renewable energy source can charge 
the battery bank. The main advantage compared with the 
series system is that the load can be supplied directly by the 
engine-driven generator, which results in a higher overall 
conversion efficiency. Typically, the diesel generator power 
will exceed the load demand, with excess energy being used 
to recharge the battery bank. During periods of low electricity 
demand the diesel generator is switched off and the load is 
supplied from the PV array together with stored energy. 
Switched hybrid energy systems can be operated in manual 
mode, although the increased complexity of the system makes 
it highly desirable to include an automatic controller, which 
can be implemented with the addition of appropriate battery 
voltage sensing and start/stop control of the engine-driven 
generator. 
The advantages of this system are: 


e The inverter can generate a sine-wave, modified square 
wave, or square wave, depending on the particular 
application. 

e The diesel generator can supply the load directly, there- 
fore improving the system efficiency and reducing the 
fuel consumption. 
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FIGURE 23.22 Switched PV-diesel hybrid energy system. 
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The disadvantages are: 


e Power to the load is interrupted momentarily when the 
ac power sources are transferred. 

e The engine-driven alternator and inverter are typically 
designed to supply the peak load, which reduces their 
efficiency at part-load operation. 


23.2.4.3 Parallel Configuration 


The parallel configuration shown in Fig. 23.23 allows all energy 
sources to supply the load separately at low or medium load 
demand, as well as supplying peak loads from combined 
sources by synchronizing the inverter with the alternator 
output waveform. The bidirectional inverter can charge the 
battery bank (rectifier operation) when excess energy is avail- 
able from the engine-driven generator, as well as act as a dc—ac 
converter (inverter operation). The bidirectional inverter may 
provide “peak shaving” as part of the control strategy when the 
engine-driven generator is overloaded. 

Parallel hybrid energy systems are characterized by two 
significant improvements over the series and switched 
system configurations. 


1. The inverter plus the diesel generator capacity rather 
than their individual component ratings limit the 
maximum load that can be supplied. Typically, this 
will lead to a doubling of the system capacity. The 
capability to synchronize the inverter with the diesel 
generator allows greater flexibility to optimize the 
operation of the system. Future systems should be 
sized with a reduced peak capacity of the diesel 
generator, which results in a higher fraction of directly 
used energy and hence higher system efficiencies. 

2. By using the same power electronic devices for both 
inverter and rectifier operation, the number of system 
components is minimized. Additionally, wiring and 
system installation costs are reduced through the 
integration of all power conditioning devices in one 
central power unit. This highly integrated system 
concept has advantages over a more modular approach 
to system design, but it may prevent convenient system 
upgrades when the load demand increases. 


PV Array 


li 2: 


DC BUS AC BUS Diesel Generator 
“| Controller 


A 
Bi-directional 
> Inverter 


AC Load 


Battery Bank 


FIGURE 23.23 Parallel PV—diesel hybrid energy system. 
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The parallel configuration offers a number of potential 
advantages over other system configurations. These objectives 
can only be met if the interactive operation of the individual 
components is controlled by an “intelligent” hybrid energy 
management system. Although today’s generation of parallel 
systems includes system controllers of varying complexity and 
sophistication, they do not optimize the performance of the 
complete system. Typically, both the diesel generator and the 
inverter are sized to supply anticipated peak loads. As a result, 
most parallel hybrid energy systems do not utilize their 
capability of parallel, synchronized operation of multiple 
power sources. 

The advantages of this system include the following: 


e The system load can be met in an optimal way. 

e Diesel generator efficiency can be maximized. 

e Diesel generator maintenance can be minimized. 

e A reduction in the rated capacities of the diesel genera- 
tor, battery bank, inverter, and renewable resources is 
feasible, while also meeting the peak loads. 


The disadvantages are: 


e Automatic control is essential for the reliable operation 
of the system. 

e The inverter has to be a true sine-wave inverter with the 
ability to synchronize with a secondary ac source. 

e System operation is less transparent to the untrained user 
of the system. 


23.2.4.4 Control of PV—Diesel Hybrid Systems 


The design process of hybrid energy systems requires the 
selection of the most suitable combination of energy sources, 
power-conditioning devices, and energy-storage system, 
together with the implementation of an efficient energy- 
dispatch strategy. System simulation software is an essential 
tool to analyze and compare possible system combinations. 
The objective of the control strategy is to achieve optimal 
operational performance at the system level. Inefficient opera- 
tion of the diesel generator and “dumping” of excess energy is 
common for many remote-area power supplies operating in 
the field. Component maintenance and replacement contri- 
butes significantly to the life-cycle cost of systems. These 
aspects of system operation are clearly related to the selected 
control strategy and have to be considered in the system design 
phase. 

Advanced system control strategies seek to reduce the 
number of cycles and the depth-of-discharge for the battery 
bank, run the diesel generator in its most efficient operating 
range, maximize the utilisation of the renewable resource, and 
ensure high reliability of the system. Because of the varying 
nature of the load demand, the fluctuating power supplied by 
the photovoltaic generator, and the resulting variation of 
battery SOC, the hybrid energy system controller has to 
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respond to continuously changing operating conditions. 
Figure 23.24 shows different operating modes for a PV 
single-diesel system using a typical diesel dispatch strategy. 


Mode (I): The base load, which is typically experienced at 
night and during the early morning hours, is 
supplied by energy stored in the batteries. 
Photovoltaic power is not available and the 
diesel generator is not started. 

PV power is supplemented by stored energy to 
meet the medium load demand. 

Excess energy is available from the PV generator, 
which is stored in the battery. The medium load 
demand is supplied from the PV generator. 
The diesel generator is started and operated at its 
nominal power to meet the high evening load. 
Excess energy available from the diesel generator 
is used to recharge the batteries. 

The diesel generator power is insufficient to meet 
the peak load demand. Additional power is 
supplied from the batteries by synchronizing 
the inverter ac output voltage with the alternator 
waveform. 

The diesel generator power exceeds the load 
demand, but it is kept operational until the 
batteries are recharged to a high state-of-charge 
level. 


Mode (II): 


Mode (III): 


Mode (IV): 


Mode (V): 


Mode (VI): 


In principle, most efficient operation is achieved if the 
generated power is supplied directly to the load from all 
energy sources, which also reduces cycling of the battery 
bank. However, since diesel generator operation at light 
loads is inherently inefficient, it is common practice to operate 
the engine-driven generator at its nominal power rating and to 
recharge the batteries from the excess energy. The selection of 
the most efficient control strategy depends on fuel, mainte- 
nance and component-replacement cost, the system config- 
uration, and environmental conditions, as well as constraints 
imposed on the operation of the hybrid energy system. 
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FIGURE 23.24 Operating modes for a PV single-diesel hybrid energy 
system. 
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23.2.5 Grid Connected PV Systems 


Utility interactive inverters not only condition the power 
output of the photovoltaic arrays but ensure that the PV 
system output is fully synchronized with the utility power. 
These systems can be batteryless or with battery backup. 
Systems with battery storage (or a flywheel) provide additional 
power-supply reliability. The grid connection of photovoltaic 
systems is gathering momentum because of various rebate and 
incentive schemes. This system allows the consumer to feed its 
own load utilizing the available solar energy, and the surplus 
energy can be injected into the grid under the energy buy-back 
scheme to reduce the payback period. Grid-connected PV 
systems can become a part of the utility system. The contribu- 
tion of solar power depends on the size of system and the load 
curve of the house. When the PV system is integrated with the 
utility grid, a two-way power flow is established. The utility 
grid will absorb excess PV power and will feed the house at 
night and at instants when the PV power is inadequate. The 
utility companies are encouraging this scheme in many parts 
of the world. The grid-connected system can be classified as 
follows: 


e Rooftop application of grid-connected PV system 
e Utility-scale large system 


For small household PV applications, a roof-mounted PV 
array can be the best option. Solar cells provide an environ- 
mentally clean way of producing electricity, and rooftops have 
always been the ideal place to put them. With a PV array on 
the rooftop, the solar-generated power can supply residential 
load. The rooftop PV systems can help in reducing the peak 
summer load to the benefit of utility companies by feeding the 
household lighting, cooling, and other domestic loads. The 
battery storage can further improve the reliability of the 
system at times of low insolation level, at night or on cloudy 
days. But the battery storage has some inherent problems, such 
as maintenance and higher cost. 

For roof-integrated applications, the solar arrays can be 
either mounted on the roof or directly integrated into the roof. 
If the roof integration does not allow for an air channel behind 
the PV modules for ventilation purposes, then it can increase 
the cell temperature during the operation, consequently lead- 
ing to some energy losses. The disadvantage of the rooftop 
application is that the PV array orientation is dictated by the 
roof. In cases, where the roof orientation differs from the 
optimal orientation required for the cells, the efficiency of the 
entire system would be suboptimal. 

Utility interest in PV has centered around the large grid- 
connected PV systems. In Germany, the United States, Spain, 
and several other parts of the world, some large PV-scale 
plants have been installed. The utilities are more inclined 
toward large-scale, centralized power supplies. The PV systems 
can be centralized or distributed systems. 
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Grid-connected PV systems must observe the islanding 
situation, when the utility supply fails. In case of islanding, 
the PV generators should be disconnected from mains. PV 
generators can continue to meet only the local load, if the PV 
output matches the load. If the grid is reconnected during 
islanding, transient overcurrents can flow through the PV 
system inverters, and protective equipment such as circuit 
breakers may be damaged. Islanding control can be achieved 
through inverters or via the distribution network. Inverter 
controls can be designed on the basis of detection of grid 
voltage or measurement of impedance, frequency variation, or 
increase in harmonics. Protection must be designed for island- 
ing, short circuits, over/under voltages/currents, grounding 
and lightning etc. 

The importance of the power generated by the PV system 
depends on the time of the day, especially when the utility is 
experiencing peak load. The PV plants are well suited to 
summer peaking, but it depends upon the climatic condition 
of the site. PV systems being investigated for use as peaking 
stations would be competitive for load management. The PV 
users can defer their load by adopting load management to get 
the maximum benefit out of the grid-connected PV plants 
and feeding more power into the grid at the time of peak 
load. 

The assigned capacity credit is based on the statistical 
probability that the grid can meet peak demand [3]. The 
capacity factor during peaks is very similar to that of conven- 
tional plants, and similar capacity credit can be given for PV 
generation, except at times when the PV plants are generating 
very much less power, unless adequate storage is provided. 
With the installation of PV plants, the need for extra transmis- 
sion lines and transformers can be delayed or avoided. The 
distributed PV plants can also contribute in providing reactive 
power support to the grid and reduce the burden on VAR 
compensators. 


23.2.5.1 Inverters for Grid-Connected Applications 


The power conditioner is the key link between the PV array 
and mains in the grid-connected PV system. It acts as an 
interface that converts dc current produced by the solar cells 
into utility-grade ac current. The PV system behavior relies 
heavily on the power-conditioning unit. The inverters must 
produce good-quality sine-wave output, must follow the 
frequency and voltage of the grid, and must extract maximum 
power from the solar cells with the help of a maximum-power- 
point tracker. The inverter input stage varies the input voltage 
until the maximum power point on the J—V curve is found. 
The inverter must monitor all the phases of the grid, and 
inverter output must be controlled in terms of voltage and 
frequency variation. A typical grid-connected inverter may use 
a pulse-width modulation (PWM) scheme and operate in the 
range of 2kHz up to 20kHz. 
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23.2.5.2 Inverter Classifications 


The inverters used for grid interfacing are broadly classified as 
voltage-source inverters (VSI) and current-source inverters 
(CSI); whereas the inverters based on the control schemes 
can be classified as current-controlled inverters (CCI) and 
voltage-controlled inverters (VCI). The source is not necessa- 
rily characterized by the energy source for the system. It is a 
characteristic of the topology of the inverter. It is possible to 
change from one source type to another source type by the 
addition of passive components. In the voltage-source inverter 
(VSI), the dc side is made to appear to the inverter as a voltage 
source. The voltage-source inverters have a capacitor in 
parallel across the input, whereas the current-source inverters 
have an inductor in series with the dc input. In the current- 
source inverter (CSI), the dc source appears as a current 
source to the inverter. Solar arrays are fairly good approxima- 
tion to a current source. Most PV inverters are voltage source, 
even though the PV is a current source. Current-source 
inverters are generally used for large motor drives although 
there have been some PV inverters built using a current source 
topology. The voltage-source inverter is more popular, with 
the PWM voltage-source inverter (VSI) dominating the sine- 
wave inverter topologies. 

Fig 23.25a shows a single-phase full bridge bidirectional 
voltage source inverter (VSI) with (a) voltage control and 
phase shift (ô) control. The active power transfer from the PV 
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panels is accomplished by controlling the phase angle 6 
between the converter voltage and the grid voltage. The 
converter voltage follows the grid voltage. Figure 23.25b 
shows the same voltage source inverter operated as a 
current-controlled inverter (CSI). The objective of this 
scheme is to control active and reactive components of the 
current fed into the grid using pulse-width modulation 
techniques. 


23.2.5.3 Inverter Types 


Various types of inverters are in use for grid-connected PV 
applications, including the following: 


e Line-commutated inverter 
e Self-commutated inverter 
e PV inverter with high-frequency transformer 


23.2.5.3.1 Line-Commutated Inverter Line-commutated in- 
verters are generally used for electric-motor applications. The 
power stage is equipped with thyristors. A maximum-power 
tracking control is required in the control algorithm for solar 
application. The basic diagram for a single-phase line- 
commutated inverter is shown in Fig. 23.26 [2]. 

The driver circuit has to be changed to shift the firing angle 
from rectifier operation (0° < h < 90°) to inverter operation 
(90° < @ < 180°). Six-pulse or 12-pulse inverters are used for 
grid interfacing, but 12-pulse inverters produce fewer harmo- 


(a) Grid-interactive VSI; (b) grid-interactive CSI. 
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FIGURE 23.26 Line-commutated single-phase inverter. 


nics. Thyrsistor-type inverters require a low-impedance grid 
interface connection for commutation purposes. If the maxi- 
mum power available from the grid connection is less than 
twice the rated PV inverter power, then the line-commutated 
inverter should not be used [2]. The line-commutated inver- 
ters are cheaper but can lead to poor power quality. The 
harmonics injected into the grid can be large unless taken care 
of by employing adequate filters. These line-commutated 
inverters also have poor power factors that require additional 
control to improve them. Transformers can be used to provide 
electrical isolation. To suppress the harmonics generated by 
these inverters, tuned filters are employed and reactive power 
compensation is required to improve the lagging power factor. 


23.2.5.3.2 Self-Commutated Inverter A switch-mode inver- 
ter using pulse-width modulated (PWM) switching control 
can be used for the grid connection of PV systems. The basic 
block diagram for this type of inverter is shown in Fig. 23.27. 

The inverter bridges may consist of bipolar transistors, 
MOSFET transistors, IGBTs, or GTOs, depending on the 
type of application. GTOs are used for higher-power applica- 
tions, whereas IGBTs can be switched at higher frequencies, 
i.e., 20kHz, and are generally used for many grid-connected 
PV applications. Most present-day inverters are self-commu- 
tated sine-wave inverters. 

Based on the switching control, voltage-source inverters can 
be further classified as follows: 


e PWM (pulse width modulated) inverters 

e Square-wave inverters 

e Single-phase inverters with voltage cancellations 
e Programmed harmonic elimination switching 

e Current-controlled modulation 


FIGURE 23.27 


Self-commutated inverter with PWM switching. 


23.2.5.3.3 PV Inverter with High-Frequency Transformer 
The 50-Hz transformer for a standard PV inverter with 
PWM switching scheme can be very heavy and costly. When 
using frequencies more than 20 kHz, a ferrite core transformer 
can be a better option [2]. A circuit diagram of a grid- 
connected PV system using high frequency transformer is 
shown in Fig. 23.28. 

The capacitor on the input side of the high-frequency 
inverter acts as a filter. The high-frequency inverter with 
pulse-width modulation is used to produce a high-frequency 
ac across the primary winding of the high-frequency transfor- 
mer. The secondary voltage of this transformer is rectified 
using a high-frequency rectifier. The dc voltage is interfaced 
with a thyristor inverter through a low-pass inductor filter and 
hence connected to the grid. The line current is required to be 
sinusoidal and in phase with the line voltage. To achieve this, 
the line voltage (V,) is measured to establish the reference 
waveform for the line current I. This reference current Jj* 


FIGURE 23.29 Half-bridge diode-clamped three-level inverter. 
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FIGURE 23.30 


multiplied by the transformer ratio gives the reference current 
at the output of the high-frequency inverter. The inverter 
output can be controlled using current-controls technique 
[10]. These inverters can be used with low-frequency or 
high-frequency transformer isolation. The low-frequency 
(50/60 Hz) transformer of a standard inverter with pulse- 
width modulation is a very heavy and bulky component. For 
residential grid interactive rooftop inverters below 3-kW 
rating, high-frequency transformer isolation is often preferred. 


23.2.5.3.4 Other PV Inverter Topologies In this section, 
some of the inverter topologies discussed in various research 
papers are discussed. 


Multilevel Converters Multilevel converters can be used with 
large PV systems where multiple PV panels can be configured 
to create voltage steps. These multilevel voltage source conver- 
ters can synthesize the ac output terminal voltage from 
different levels of dc voltages and can produce staircase wave- 
forms. This scheme involves less complexity and needs less 
filtering. One of the schemes (half-bridge diode-clamped 
three-level inverter [11]) is given in Fig. 23.29. There is no 
transformer in this topology. Multilevel converters can be 
beneficial for large systems in terms of cost and efficiency. 
Problems associated with shading and malfunction of PV units 
need to be addressed. 


Noninsulated Voltage Source In this scheme [12], a string of 
low-voltage PN panels or one high-voltage unit can be coupled 
with the grid through a dc-to-dc converter and voltage-source 
inverter. This topology is shown in Fig. 23.30. A PWM 
switching scheme can be used to generate ac output. A filter 
has been used to reject the switching components. 


Non-insulated Current Source This type of configuration is 
shown in Fig. 23.31. Non-insulated current source inverters 
[12] can be used to interface the PV panels with the grid. This 
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Noninsulated voltage source. 


FIGURE 23.31 


Noninsulated current source. 


topology involves low cost and can provide better efficiency. 
Appropriate controllers can be used to reduce current harmo- 
nics. 


Buck Converter with Half-bridge Transformer Link PV panels 
are connected to grid via a buck converter and half-bridge as 
shown in Fig. 23.32. In this, high-frequency PWM switching 
has been used at the low-voltage photovoltaic side to generate 
an attenuated rectified 100-Hz sine wave current waveform 
[13]. A half-wave bridge is utilized to convert this output to a 
50-Hz signal suitable for grid interconnection. To step up the 
voltage, the transformer has also been connected before the 
grid connection point. 


Flyback Converter This converter topology steps up the PV 
voltage to dc bus voltage. The PWM-operated converter has 
been used for grid connection of a PV system in Fig. 23.33. 
This scheme is less complex and has fewer switches. Flyback 
converters can be beneficial for remote areas because of their 
complex power-conditioning components. 


Interface using Paralleled PV Panels A low-voltage ac bus 
scheme [14] can be a comparatively efficient and cheaper 
option. One of the schemes is shown in Fig. 23.34. A number 
of smaller PV units can be paralleled together and then 
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FIGURE 23.32 Buck converter with half-bridge transformer link. 


FIGURE 23.33 Flyback converter. 


connected to a single low-frequency transformer. In this 
scheme, PV panels are connected in parallel rather than 
series to avoid problems associated with shading or malfunc- 
tion of one of panels in series connection. 


23.2.5.4 Power Control through PV Inverters 

The system shown in Fig. 23.35a shows control of power flow 
onto the grid. This control can be analog or a microprocessor 
system. This control system generates the waveforms and 
regulates the waveform amplitude and phase to control the 
power flow between the inverter and the grid. The grid- 
interfaced PV inverters, voltage-controlled (VCI) or current- 
controlled (CCI), have the potential of bidirectional power 
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flow. They not only can feed the local load, but also can export 
the excess active and reactive power to the utility grid. An 
appropriate controller is required in order to avoid any error 
in power export due to errors in synchronization, which can 
overload the inverter. A simple grid—inverter interface with a 
first-order filter and the phasor diagram [15] are shown in 
Figs. 23.35a and 23.35b. 

In the case of voltage controllers, the power equation can be 
written as [10]: 


S$ =P +iQ 
wm wm y2 

or S = —? sind-+ jf pom cos 6 | 
L L X 


FIGURE 23.34 Converter using parallel PV units. 
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(a) Simple grid interface system; (b) phasor diagram of 


whereas for the current controllers [16]: 


1sin 0] (23.7) 


wim 


S = Vywml cos 0 + jV, 
It has been observed that the inverter rated power export is 
achieved at 6 = 5°. When using a voltage controller for grid 
connected PV inverter, it has been observed that a slight error 
in the phase of synchronising waveform can grossly overload 
the inverter whereas a current controller is much less suscept- 
ible to voltage phase shifts [15]. For this reason, the current 
controllers are better suited for the control of power export 
from the PV inverters to the utility grid since they are less 
sensitive to errors in synchronizing sinusoidal voltage wave- 
forms. 

A prototype current-controlled-type power conditioning 
system has been developed by the first author and tested on 
a weak rural feeder line at Kalbarri in Western Australia [17]. 
The choice may be between additional conventional generat- 
ing capacity at a centralized location or adding smaller 
distributed generating capacities using renewable energy 
sources such as PV. The latter option can have a number of 
advantages: 


e The additional capacity is added wherever it is required 
without adding power-distribution infrastructure. This 
is a critical consideration where the power lines and 
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transformers are already at or close to their maximum 
ratings. 

e The power conditioning system can be designed to 
provide much more than just a source of real power, 
for minimal extra cost. A converter providing real power 
needs only a slight increase in ratings to handle signifi- 
cant amounts of reactive or even harmonic power. The 
same converter that converts dc photovoltaic power to ac 
power can simultaneously provides reactive power 
support to the weak utility grid. 


The block diagram of the power conditioning system used in 
the Kalbarri project is shown in the Fig. 23.36. This CC-VSI 
operates with a relatively narrow switching frequency band 
near 10 kHz. The control diagram indicates the basic operation 
of the power conditioning system. The two outer control loops 
operate to independently control the real and reactive power 
flow from the PV inverter. The real power is controlled by an 
outer maximum-power-point tracking (MPPT) algorithm 
with an inner dc link voltage-control loop providing the real 
current magnitude request. i and hence the real power 
export through PV converter are controlled through the dc 
link-voltage regulation. The dc link voltage is maintained at a 
reference value by a PI control loop, which gives the real 
current reference magnitude as its output. At regular intervals, 
the dc link voltage is scanned over the entire voltage range to 
check that the algorithm is operating on the absolute MPP and 
is not stuck around a local MPP. During the night, the 
converter can still be used to regulate reactive power of the 
grid-connected system, although it cannot provide active 
power. During this time, the PI controller maintains a mini- 
mum dc link voltage to allow the power-conditioning system 
to continue to operate, providing the necessary reactive power. 

The ac line voltage regulation is provided by a separate 
reactive power control, which provides the reactive current 
magnitude reference I}. The control system has a simple 
transfer function, which varies the reactive power command 
in response to ac voltage fluctuations. Common to the outer 
real and reactive power control loops is an inner higher 
bandwidth ZACE current control loop. if is in phase with 


FIGURE 23.36 Block diagram of Kalbarri power-conditioning system. 
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FIGURE 23.37 Central-plant inverter. 


the line voltages, and I& is at 90° to the line voltages. These are 
added together to give one (per phase) sinusoidal converter 
current reference waveform (I*.). The CC-VSI control consists 
of analog and digital circuitry that acts as a ZACE transcon- 
ductance amplifier in converting I* into ac power currents 
[18]. 


23.2.5.5 System Configurations 


The utility-compatible inverters are used for power condition- 
ing and synchronization of PV output with the utility power. 
In general, four types of batteryless grid connected PV system 
configurations have been identified: 


e Central-plant inverter 

e Multiple-string dc-dc converter with single-output 
inverter 

e Multiple-string inverter 

e Module-integrated inverter 


23.2.5.5.1 Central-Plant Inverter In the central-plant inver- 
ter, usually a large inverter is used to convert dc power output 
of PV arrays to ac power. In this system, the PV modules are 
serially strung to form a panel (or string), and several such 
panels are connected in parallel to a single dc bus. The block 
diagram of such a scheme is shown in Fig. 23.37. 


23.2.5.5.2 Multiple-String dc/dc Converter In the multiple- 
string dc—dc converter, as shown in Fig. 23.38, each string will 
have a boost dc-dc converter with transformer isolation. 
There will be a common dc link, which feeds a transformer- 
less inverter. 


23.2.5.5.3 Multiple-String Inverter Figure 23.39 shows the 
block diagram of a multiple-string inverter system. In this 
scheme, several modules are connected in series on the dc side 
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FIGURE 23.39 Multiple-string inverter. 


to form a string. The output from each string is converted to 
ac through a smaller individual inverter. Many such inverters 
are connected in parallel on the ac side. This arrangement is 
not badly affected by shading of the panels. It is also not 
seriously affected by inverter failure. 


23.2.5.5.4 Module-Integrated Inverter In the module-inte- 
grated inverter system (Fig. 23.40), each module (typically 
50W to 300W) will have a small inverter. No cabling is 
required. It is expected that a high volume of small inverters 
will bring down the cost. 


23.2.5.6 Grid-Compatible Inverter Characteristics 
The characteristics of the grid-compatible inverters are: 


e Response time 

e Power factor 

e Frequency control 

e Harmonic output 

e Synchronization 

e Fault current contribution 
e Dc current injection 

e Protection 


The response time of the inverters must be extremely fast and 
governed by the bandwidth of the control system. The absence 
of rotating mass and the use of semiconductor switches allow 
inverters to respond in a millisecond time frame. The power 
factor of the inverters is traditionally poor because of the 
displacement power factor and harmonics. But with the latest 
developments in inverter technology, it is possible to maintain 
a power factor close to unity. The converters/inverters have 


FIGURE 23.38 Multiple-string dc/dc converter. 


FIGURE 23.40 Module-integrated inverter. 
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the capability of creating large voltage fluctuations by drawing 
reactive power from the utility rather than supplying it [19]. 
With proper control, inverters can provide voltage support by 
importing/exporting reactive power to push/pull toward a 
desired set point. This function would be of more use to the 
utilities as it can assist in the regulation of the grid system at 
the domestic consumer level. 

The frequency of the inverter output waveshape is locked to 
the grid. Frequency bias is where the inverter frequency is 
deliberately made to run at, say, 53Hz. When the grid is 
present, this will be pulled down to the nominal 50 Hz. If the 
grid fails, it will drift upward toward 53Hz and trip on 
overfrequency. This can help in preventing islanding. 

Harmonic output from inverters has traditionally been very 
poor. Old thyristor-based inverters operated with slow switch- 
ing speeds and could not be pulse-width modulated. This 
resulted in inverters known as six-pulse or 12-pulse inverters. 
The harmonics so produced from the inverters can be injected 
into the grid, resulting in losses, heating of appliances, tripping 
of protection equipment, and poor power quality, the number 
of pulses being the number of steps in a sine-wave cycle. With 
the present advances in power-electronics technology, inverter 
controls can be made very good. PWM inverters produce 
high-quality sine waves. The harmonic levels are very low and 
can be lower than those of common domestic appliances. If 
harmonics are present in the grid voltage waveform, harmonic 
currents can be induced in the inverter. These harmonic 
currents, particularly those generated by a voltage-controlled 
inverter, will in fact help in supporting the grid. These are 
good harmonic currents. This is the reason that the harmonic 
current output of inverters must be measured onto a clean 
grid source so that only the harmonics being produced by the 
inverters are measured. 

Synchronization of inverters with the grid is performed 
automatically and typically uses zero-crossing detection on the 
voltage waveform. An inverter has no rotating mass and hence 
has no inertia. Synchronization does not involve the accelera- 
tion of a rotating machine. Consequently, the reference wave- 
forms in the inverter can be jumped to any point required 
within a sampling period. If phase-locked loops are used, the 
jump could take up a few seconds. Phase-locked loops are used 
to increase the immunity to noise. This allows the synchroni- 
zation to be based on several cycles of zero-crossing informa- 
tion. The response time for this type of locking will be slower. 

PV panels produce a current that is proportional to the 
amount of light falling on them. The panels are normally rated 
to produce 1000 W/m? at 25°C. Under these conditions, the 
short circuit current possible from these panels is typically 
only 20% higher than the nominal current, whereas it is 
extremely variable for wind. If the solar radiation is low 
then the maximum current possible under short circuit is 
going to be less than the nominal full-load current. Conse- 
quently, PV systems cannot provide short-circuit capacity to 
the grid. If a battery is present, the fault current contribution 
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is limited by the inverter. With battery storage, it is possible for 
the battery to provide the energy. However, inverters are 
typically limited to between 100% and 200% of nominal 
rating under current-limit conditions. The inverter needs to 
protect itself against short circuits because the power electro- 
nic components will typically be destroyed before a protection 
device such as a circuit breaker trip. 

In case of inverter malfunction, inverters have the capability 
to inject the dc components into the grid. Most utilities have 
guidelines for this purpose. A transformer must be installed at 
the point of connection on the ac side to prevent dc from 
entering the utility network. The transformer can be omitted 
when a dc detection device is installed at the point of 
connection on the ac side in the inverter. The dc injection is 
essentially caused by the reference or power electronics device 
producing a positive half-cycle that is different from the 
negative half-cycle resulting into the dc component in the 
output. If the dc component can be measured, it can then be 
added into the feedback path to eliminate the dc quantity. 


23.2.5.6.1 Protection Requirements A minimum require- 
ment to facilitate the prevention of islanding is that the 
inverter energy system protection operates and isolates the 
inverter energy system from the grid if any of the following 
occurs: 


e Overvoltage 

e Undervoltage 
Overfrequency 
e Underfrequency 


These limits may be either factory-set or site-programmable. 
The protection voltage operating points may be set in a 
narrower band if required, e.g., 220 V to 260V. In addition 
to the passive protection detailed above, and to prevent the 
situation where islanding may occur because multiple inverters 
provide a frequency reference for one another, inverters must 
have an accepted active method of islanding prevention 
following grid failure, e.g., frequency drift or impedance 
measurement. Inverter controls for islanding can be designed 
on the basis of detection of grid voltage, measurement of 
impedance, frequency variation, or increase in harmonics. 
This function must operate to force the inverter output 
outside the protection tolerances specified previously, thereby 
resulting in isolation of the inverter energy system from the 
grid. The maximum combined operation time of both passive 
and active protections should be 2 seconds after grid failure 
under all local load conditions. If frequency shift is used, it is 
recommended that the direction of shift be down. The inverter 
energy system must remain disconnected from the grid until 
the reconnection conditions are met. Some inverters produce 
high-voltage spikes, especially at light load, which can be 
dangerous for the electronic equipment. IEEE P929 gives 
some idea of the permitted voltage limits. 
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If the inverter energy system does not have the preceding 
frequency features, the inverter must incorporate an alternate 
antiislanding protection feature that is acceptable to the 
relevant electricity distributor. If the protection function 
above is to be incorporated in the inverter, it must be type 
tested for compliance with these requirements and accepted by 
the relevant electricity distributor. Otherwise, other forms of 
external protection relaying are required that have been type 
tested for compliance with these requirements and approved 
by the relevant electricity distributor. The inverter must have 
adequate protection against short-circuit, other faults, and 
overheating of inverter components. 


23.3 Power Electronics for Wind Power 
Systems 


In the rural United States, the first windmill to generate 
electricity was commissioned in 1890. Today, large wind 
generators are competing with utilities in supplying clean 
power economically. The average wind turbine size has been 
300-600 kW until recently. New wind generators of 1-3 MW 
have been developed and are being installed worldwide, and 
prototypes of even higher capacity are under development. 
Improved wind turbine designs and plant utilization have 
resulted in significant reduction in wind energy generation 
cost from 35 cents per kWh in 1980 to less than 5 cents per 
kWh in 1999 in locations where wind regime is favorable. At 
this generation cost, wind energy has become one of the 
cheapest power sources. The main factors that have contrib- 
uted to the wind power technology development are: 


e High-strength fiber composites for manufacturing large, 
low-cost blades 

e Variable-speed operation of wind generators to capture 
maximum energy 

e Advances in power electronics and decreased associated 
cost 

e Improved plant operation and efficiency 

e Economy of scale due to availability of large wind 
generation plants 

e Accumulated field experience improving the capacity 
factor 

e Computer prototyping by accurate system modeling and 
simulation 


Table 23.2 is for wind sites with average annual wind speed 
of 7 m/s at 30 m hub height. Since the 1980s, wind technology 
capital costs have been reduced by 80% worldwide. Operation 
and maintenance costs have declined by 80%, and the avail- 
ability factor of grid-connected wind plants has increased to 
95%. At present, the capital cost of wind generator plants has 
dropped to about $600 per kW and the electricity generation 
cost has reduced to 6 cents per kWh. It is expected that the 
generation cost will fall below 4 cents per kWh. Keeping this in 
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TABLE 23.2 Wind power technology developments 


1980 1999 Future 
Cost per kWh $0.35-0.40  $0.05—0.07 <$0.04 
Capital cost per kW $2000-3000 $500-700 <$400 
Operating life 5-7 years 20 years 30 years 
Capacity factor (average) 15% 25-30% >30% 
Availability 50-65% 95% >95% 
Wind turbine unit size range 50-150kW = 300-1000 kW 500-2000 kW 


view, the wind generation is going to be highly competitive 
with the conventional power plants. In Europe, the United 
States, and Asia, wind power generation is increasing rapidly, 
and this trend is going to continue because of the economic 
viability of wind power. 

The technical advancement in power electronics is playing 
an important part in the development of wind power technol- 
ogy. The contribution of power electronics to the control of 
fixed-speed/variable-speed wind turbines and interfacing to 
the grid is of extreme importance. Because of the fluctuating 
nature of wind speed, the power quality and reliability of 
the wind-based power system needs to be evaluated in 
detail. Appropriate control schemes require power con- 
ditioning. 


23.3.1 Basics of Wind Power 


The ability of a wind turbine to extract power from wind is a 
function of three main factors: 


e Wind power availability 
e Power curve of the machine 
e Ability of the machine to respond to wind perturbations 


The mechanical power produced by a wind turbine is given by 
Pa = 0.59 C,AU° (watts) 


Where tip speed ratio A = rw,/U, p = air density (kgm~*), 
C, = power coefficient, A= wind turbine rotor swept area 
(m°), U = wind speed (m/sec). The power from the wind is a 
cubic function of wind speed. The curve for power coefficient 
C, and / is required to infer the value of C, for 2 based on 
wind speed at that time. 

The case of a variable-speed wind turbine with a pitch 
mechanism that alters the effective rotor dynamic efficiency 
can be easily considered if an appropriate expression for C, as 
a function of the pitch angle is applied. The power curve of a 
typical wind turbine is given in Fig. 23.41 as a function of 
wind speed. 

The C,—A curve for a 150-kW Windmaster machine is given 
in Fig. 23.42, which has been inferred from the power curve of 
the machine. The ratio of shaft power to the available power in 
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Power curve of wind turbine as a function of wind speed. 
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FIGURE 23.42 C,-A curve of wind machine. 


the wind is the efficiency of conversion, known as the power 
coefficient C,: 


P 


m 


© = T7240) 


The power coefficient is a function of the ratio f of turbine- 
blade tip speed to wind speed. A tip-speed ratio of 1 means the 
blade tips are moving at the same speed as the wind, and when 
P is 2 the tips are moving at twice the speed of the wind and so 
on [22]. Solidity (ø) is defined as the ratio of the sum of the 
width of all the blades to the circumference of the rotor. 
Hence, 


o = Nd/(27R) 


where N = number of blades, d = width of the blades. 

The power from a wind turbine doubles as the area swept by 
the blades doubles. But doubling of the wind speed increases 
the power output eight times. Figure 23.43 gives a family of 
power curves for a wind turbine. If the loading of the turbine 
is controlled such that the operating point is along the 
maximum power locus at different wind speeds, then the 
wind energy system will be more efficient. 


23.3.1.1 Types of Wind Turbines 
There are two types of wind turbines available: 


e Horizontal-axis wind turbines (HAWTs) 
e Vertical-axis wind turbines (VAWTs) 


The horizontal-axis turbines are generally used. Horizontal- 
axis wind turbines are, by far, the most common design. A 
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large number of designs are commercially available, ranging 
from 50 W to 1.8 MW. The number of blades ranges from one 
to many in the familiar agriculture windmill. The best 
compromise for electricity generation, where high rotational 
speed allows use of a smaller and cheaper electric generator, is 
two or three blades. The mechanical and aerodynamic balance 
is better for a three-bladed rotor. In small wind turbines, three 
blades are common. Multiblade wind turbines are used for 
water pumping on farms. 

Vertical-axis wind turbines (VAWTs) have an axis of rota- 
tion that is vertical, and so, unlike the horizontal wind 
turbines, they can capture winds from any direction without 
the need to reposition the rotor when the wind direction 
changes. The vertical-axis wind turbines have also been used in 
some applications because they do not depend on the direc- 
tion of the wind. It is relatively easier to extract power. But 
there are some disadvantages, such as no self-starting system, 
smaller power coefficient than obtained in the horizontal-axis 
wind turbines, strong discontinuation of rotations due to 
periodic changes in the lift force, and still-unsatisfactory 
regulation of power. 

Based on the pitch control mechanisms, wind turbines can 
also be classified as fixed-pitch or variable-pitch wind turbines. 
Different manufacturers offer fixed-pitch and variable-pitch 
blades. Variable pitch is desirable on large machines because 
the aerodynamic loads on the blades can be reduced, and when 
used in fixed-speed operation they can extract more energy. 
But necessary mechanisms require maintenance, and for small 
machines, installed in remote areas, fixed pitch seems more 
desirable. In some machines, power output regulation involves 
yawing blades so that they no longer point into the wind. One 
such system designed in Western Australia has a tail that 
progressively tilts the blades in a vertical plane so that they 
present a small surface to the wind at high speeds. 


23.3.1.2 Types of Wind Generators 


The three most common electric generators used for isolated 
wind-power generation are: 


e Dc generators 

e Synchronous generators or permanent-magnet synchro- 
nous generators 

e Asynchronous generators 


The dc generator and field-wound alternators have mainte- 
nance problems associated with commutators and brush gear. 
Schemes based on permanent-magnet alternators and induc- 
tion generators are receiving close attention because of quali- 
ties such as ruggedness, low cost, manufacturing simplicity, 
and low maintenance requirements. Despite many positive 
features over the conventional synchronous generators, the 
PMSG has not been used widely [23]. However, the advances 
in power electronics has made it possible to control the variable- 
voltage, variable-frequency output of PMSGs. The permanent- 
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magnet machine is generally favored for developing new 
designs, because of its higher efficiency and the possibility of 
a somewhat smaller diameter. These PMSG machines are now 
being used with variable-speed wind machines [24]. 

In the large power system networks, generally the synchro- 
nous generators are used. The synchronous generators can 
supply both active and reactive power, and their reactive 
power flow can be controlled. The synchronous generators 
can operate at any power factor. For an induction generator 
driven by wind turbines, it is a well-known fact that it can 
deliver only active power and requires reactive power, 
although reactive power can be provided from an advanced 
static var compensator (ASVC). 

Squirrel-cage induction generators are widely used with 
fixed-speed wind turbines. In some applications, wound- 
rotor induction generators have also been used with adequate 
control schemes for regulating speed by external rotor resis- 
tance. This allows the shape of the torque-slip curve to be 
controlled to improve the dynamics of the drive train. In the 
case of PMSG, the converter/inverter can be used to control 
the variable-voltage—variable-frequency signal of the wind 
generator at varying wind speed. The converter converts this 
varying signal to the dc signal, and the output of converter is 
converted to an ac signal of desired amplitude and frequency. 

Induction generators are not locked to the frequency of the 
network. Cyclic torque fluctuations at the wind turbine can be 
absorbed by a very small change in the slip speed. In the case 
of the capacitor-excited induction generators, they obtain the 
magnetizing current from capacitors connected across their 
output terminals [25-27]. 


23.3.2 Types of Wind Power Systems 
Wind power systems can be classified as: 


e Stand-alone 
e Hybrid 
e Grid-connected 


23.3.3 Stand-Alone Wind Energy Systems 


Stand-alone wind energy systems are being used for the 
following purposes in remote-area power systems: 


e Battery charging 
e Household power supply 


23.3.3.1 Battery Charging with Stand-Alone Wind 
Energy Systems 

The basic elements of a stand-alone wind energy conversion 

system are: 


e Wind generator 
e Tower 
e Charge control system 
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e Battery storage 
e Distribution network 


In a remote-area power supply, an inverter and a diesel 
generator are more reliable and sophisticated systems. Most 
small isolated wind energy systems use batteries as a storage 
device to level out mismatch between the availability of the 
wind and the load requirement. Batteries are a major cost 
component in an isolated power system. 


23.3.3.2 Wind Turbine Charge Controller 


The basic block diagram of a stand-alone wind generator and 
battery charging system is shown in Fig. 23.44. The function of 
the charge controller is to feed the power from the wind 
generator to the battery bank in a controlled manner. In the 
commonly used permanent-magnet generators, this is usually 
done by using controlled rectifiers [28]. The controller should 
be designed to limit the maximum current into the battery, 
reduce charging current for a high battery state of charge, and 
maintain a trickle charge during full-state-of-charge periods. 


23.3.4 Wind-Diesel Hybrid Systems 


The details of hybrid systems have been covered in Section 
23.2.4. Diesel systems without batteries in a remote area are 
characterized by poor efficiency and high maintenance and 
fuel costs. The diesel generators must be operated above a 
certain minimum load level to reduce cylinder wear and tear 
due to incomplete combustion. It is a common practice to 
install dump loads to dissipate extra energy. More efficient 
systems can be devised by combining the diesel generator with 
a battery inverter subsystem and incorporating renewable 
energy sources, such as wind/solar where appropriate. An 
integrated hybrid energy system incorporating a diesel genera- 
tor, wind generator, battery or flywheel storage, and inverter 
will be cost-effective at many sites with an average daily energy 
demand exceeding 25 kWh [29]. These hybrid energy systems 
can serve as a minigrid as a part of distributed generation 
rather than extending the grid to the remote rural areas. The 
heart of the hybrid system is a high-quality sine-wave inverter, 
which can also be operated in reverse as a battery charger. The 
system can cope with loads ranging from zero (inverter-only 
operation) to approximately three times greater capacity 
(inverter and diesel operating in parallel). 
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FIGURE 23.44 Block diagram for wind turbine charge controller. 
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A decentralized form of generation can be beneficial in a 
remote-area power supply. Because of the high cost of PV 
systems and the problems associated with storing electricity 
over longer periods (such as maintenance difficulties and 
costs), wind turbines can be a viable alternative in hybrid 
systems. Systems with battery storage, however, provide better 
reliability. Wind power penetration can be high enough to 
make a significant impact on the operation of diesel genera- 
tors. 

High wind penetration also poses significant technical 
problems for the system designer in terms of control and 
transient stability [30]. In earlier stages of wind—diesel 
systems, they were installed without assessment of system 
behavior, because of the lack of design tools/software. With 
the continual research in this area, there is now software 
available to assist in this process. Wind-diesel technology 
has now matured because of research and development in 
this area. Now there is a need to utilize this knowledge in 
designing cost-effective and reliable hybrid systems [30]. In 
Western Australia, dynamic modeling of a wind diesel hybrid 
system has been developed in Curtin/MUERI, supported by 
the Australian Cooperative Research Centre for Renewable 
Energy (ACRE) program 23.5.21. 


23.3.5 Grid-Connected Wind Energy Systems 


Wind turbines connected to the grid (weak or strong) are 
discussed here. Wind-diesel systems have received attention in 
many remote parts of the world. Remote-area power supplies 
are characterized by low inertia, low damping, and poor 
reactive power support. Such weak power systems are more 
susceptible to sudden changes in network operating conditions 
[31]. In this weak-grid situation, the significant power fluctua- 
tions in the grid would lead to reduced quality of supply to 
users. This may manifest itself as voltage and frequency 
variations or spikes in the power supply. These weak grid 
systems need appropriate storage and control systems to 
smooth out these fluctuations without sacrificing the peak 
power tracking capability. These systems can have two storage 
elements. The first is the inertia of rotating mechanical parts, 
which includes blades, gearbox, and the rotor of the genera- 
tors. Instead of wind-speed fluctuation causing a large and 
immediate change in the electrical output of the generator, as 
in a fixed-speed machine, the fluctuation will cause a change 
in shaft speed and not create a significant change in generator 
output. The second energy storage element is the small battery 
storage between the dc-dc converter and the inverter. The 
energy in a gust could be stored temporarily in the battery 
bank and released during a lull in the wind speed, thus 
reducing the size of fluctuations. 

The addition of inverter control would further reduce the 
fluctuations and increase the total output power. Thus the 
total output of the wind energy system can be stabilized or 
smoothed to track the average wind speed and may not show 
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every gust. The system controller should track the peak power 
to keep the output of the wind energy system constant. It 
should monitor the stator output and adjust the inverter to 
smooth the total output. The amount of smoothing would 
depend on the state of charge of the battery. The nominal total 
output would be adjusted to keep the battery bank state of 
charge at a reasonable level. In this way, the total wind energy 
system will track the long-term variations in the wind speed 
without having fluctuations caused by the wind. The storage 
capacity of the battery bank need only be several minutes to 
smooth out the gusts in the wind, which can be easily handled 
by the weak grid. In cases where the weak grid is powered by 
diesel generators, the conventional wind turbine can cause the 
diesel engines to operate at low capacity. In case of strong 
wind applications, the fluctuations in the output of the wind 
energy generator system can be readily absorbed by the grid. 
The main aim here is to extract the maximum energy from the 
wind. The basic block layout of such a system [32] is shown in 
Fig. 23.45. 

The function of the dc-dc converter will be to adjust the 
torque on the machine and hence ensure by measurement of 
wind speed and shaft speed that the turbine blades are 
operating so as to extract optimum power. The purpose of 
the inverter is to feed the energy gathered by the rotor and dc— 
dc converter, in the process of peak power tracking, to the grid 
system. The interaction between the two sections would be 
tightly controlled so as to minimize or eliminate the need for a 
battery bank. The control must be fast enough that the 
inverter output power set point matches the output of the 
dc-dc converter. For a wound rotor induction machine 
operating over a two-to-one speed range, the maximum 
power extracted from the rotor is equal to the power rating 
of the stator. Thus, the rating of the generator from a 
traditional point of view is only half that of the wind turbine 
[32]. Since half the power comes from the stator and half from 
the rotor, the power electronics of the dc-dc converter and 
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FIGURE 23.45 System block diagram of grid-connected wind energy 
system. 
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inverter need to handle only half the total wind-turbine 
output, and no battery would be required. 


23.3.5.1 Soft Starters for Induction Generators 


When an induction generator is connected to a load, a large 
inrush current flows. This is something similar to the direct 
on-line starting problem of induction machines [24]. It has 
been observed that the initial time constants of an induction 
machine are higher when it tries to stabilize initially at the 
normal operating conditions. There is a need to use some type 
of soft-starting equipment to start the large induction genera- 
tors. A simple scheme to achieve this is shown in Fig. 23.46. 
Two thyristors are connected in each phase, back to back. 
Initially, when the induction generator is connected, the 
thyristors are used to control the voltage applied to the 
stator and to limit the large inrush current. As soon as the 
generator is fully connected, the bypass switch is used to 
bypass the soft-starter unit. 


23.3.6 Control of Wind Turbines 


Theory indicates that operation of a wind turbine at fixed tip- 
speed ratio (Cpmax) ensures enhanced energy capture [33]. 
Wind energy systems must be designed so that above the rated 
wind speed, the control system limits the turbine output. In 
normal operation, medium- to large-scale wind turbines are 
connected to a large grid. Various wind turbine control 
policies have been studied around the world. Grid-connected 
wind-turbine generators can be classified as fixed-speed and 
variable-speed. 


23.3.6.1 Fixed-Speed Wind Turbines 


In case of a fixed-speed wind turbine, synchronous or squirrel- 
cage induction generators are employed and are characterized 
by stiff power-train dynamics. The rotational speed of the 
wind turbine generator in this case is fixed by the grid 
frequency. The generator is locked to the grid, thereby permit- 
ting only small deviations of the rotor shaft speed from the 
nominal value. The speed is very responsive to wind-speed 
fluctuations. The normal method to smooth the surges caused 
by the wind is to change the turbine aerodynamic character- 
istics, either passively by stall regulation or actively by blade- 
pitch regulation. Wind turbines often are subjected to wind 
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FIGURE 23.46 Soft starting for wind turbine coupled with induction 
generator. 
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FIGURE 23.47 C,/4 curves for different pitch settings. 


speeds that are very low (below cut-in speed) or high (above 
rated value). Sometimes they generate below rated power. No 
pitch regulation is applied when the wind turbine is operating 
below rated speed, but pitch control is required when the 
machine is operating above rated wind speed to minimize the 
stress. Figure 23.47 shows the effect of blade pitch angle on the 
torque speed curve at a given wind speed. 

Blade pitch control is a very effective way of controlling 
wind turbine speed at high wind speeds, hence limiting the 
power and torque output of the wind machine. An alternative 
but cruder control technique is based on airfoil stall [33]. A 
synchronous link maintaining a fixed turbine speed in combi- 
nation with an appropriate airfoil can be designed so that, at 
higher than rated wind speeds, the torque is reduced because 
of airfoil stall. This method does not require external inter- 
vention or complicated hardware, but it captures less energy 
and has greater blade fatigue. 

The aims of variable pitch control of medium- and large- 
scale wind turbines were to help in startup and shut-down 
operation, to protect against overspeed, and to limit the load 
on the wind turbine [34]. The turbine is normally operated 
between the lower and upper limits of wind speed (typically 
4.5 to 26 m/s). When the wind speed is too low or too high, 
the wind turbine is stopped to reduce wear and damage. The 
wind turbine must be capable of being started and run up to 
speed in a safe and controlled manner. The aerodynamic 
characteristics of some turbines are such that they are not 
self-starting. The required starting torque may be provided by 
motoring or by changing the pitch angle of the blade [35]. In 
the case of grid-connected wind turbine system, the rotational 
speed of the generator is locked to the frequency of the grid. 
When the generator is directly run by the rotor, the grid acts as 
an infinite load. When the grid fails, the load rapidly decreases 
to zero, causing the turbine rotor to accelerate quickly. Over- 
speed protection must be provided by rapid braking of the 
turbine. A simple mechanism of blade pitch-control techni- 
ques is shown in Fig. 23.48. 


FIGURE 23.48 Pitch-control block diagram. 


In this system, the permanent-magnet generator has been 
used without any gearbox. Direct connection of generator to 
the wind turbine requires the generator to have a large number 
of poles. Both induction generators and wound filed synchro- 
nous generators of high pole number require a large diameter 
for efficient operation. Permanent-magnet synchronous 
generators allow a small pole pitch to be used [36]. The 
power output, P...,, of any turbine depends mainly on the 
wind speed, which dictates the rotational speed of the wind 
turbine rotor. From the wind speed and the rotational speed of 
the turbine, the tip speed ratio / is determined. Based on the 
computed 4, the power coefficient C, is inferred. In the 
control strategy just given, the torque output, T,ctuap of the 
generator is monitored for a given wind speed and compared 
with the desired torque, T,¢tya1, depending on the load require- 
ment. The generator output torque is passed through the 
measurement filter. The pitch controller then infers the modi- 
fied pitch angle based on the torque error. This modified pitch 
angle demand and computed / decide the new C, resulting in 
a modified wind generator power and torque output. The 
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controller will keep adjusting the blade pitch angle until the 
desired power and torque output are achieved. 

Some wind-turbine generatora include a gearbox for inter- 
facing the turbine rotor and the generator. The general drive 
train model [34] for such a system is shown in Fig. 23.49. This 
system also contains the blade-pitch angle control provision. 

The drive train converts the input aerodynamic torque on 
the rotor into torque on the low-speed shaft. This torque is 
converted to high-speed shaft torque using the gearbox and 
fluid coupling. The speed of the wind turbine here is low and 
the gearbox is required to increase the speed so as to drive the 
generator at the rated rpm, e.g., 1500 rpm. The fluid coupling 
works as a velocity-in—torque-out device and transfer the 
torque [34]. The actuator regulates the tip angle based on 
the control system applied. The control system here is based 
on a pitch regulation scheme where the blade-pitch angle is 
adjusted to obtain the desired output power. 


23.3.6.2 Variable-Speed Wind Turbines 


Variable-speed, constant-frequency turbine drive trains are not 
directly coupled to the grid. The power-conditioning device is 
used to interface the wind generator to the grid. The output of 
the wind generator can be variable voltage and variable 
frequency, which is not suitable for grid integration, and 
appropriate interfacing is required. The wind turbine rotor 
in this case is permitted to rotate at any wind speed by the 
power-generating unit. 

A number of schemes have been proposed in the past that 
allow wind turbines to operate with variable rotor speed while 
feeding the power to a constant frequency grid. Some of the 
benefits that have been claimed for variable-speed, constant- 
frequency wind turbine configuration follow [32]. 

Variable-speed operation results in increased energy capture 
by maintaining the ratio of blade-tip speed to wind speed near 
the optimum value. By allowing the wind turbine generator to 
run at variable speed, the torque can be fixed and the shaft 
power allowed to increase. This means that the rated power of 
the machine can be increased with no structural changes. 

A variable-speed turbine is capable of absorbing energy in 
wind gusts as it speeds up and giving back this energy to the 
system as it slows down. This reduces turbulence-induced 
stresses and allows capture of a large percentage of the 
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turbulent energy in the wind. More efficient operation can 
be achieved by avoiding aerodynamic stall over most of the 
operating range. 

Progress in power electronics conversion systems has given a 
major boost to implementing the concept of variable-speed 
operation. Research studies have shown that the most signifi- 
cant potential advancement for wind turbine technology is in 
the area of power-electronic-controlled variable-speed opera- 
tion. There is much research underway in the United States 
and Europe on developing variable-speed wind turbines as 
cost-effectively as possible. In the United States, the NASA 
MOD-0 and MOD-5B were operated as variable-speed wind 
turbines [32]. Companies in the United States and Enercon 
(Germany) made machines incorporate a variable-speed 
feature. An Enercon variable-speed wind machine is already 
in operation in Denham, Western Australia. 

The ability to operate at varying rotor speed effectively adds 
compliance to the power-train dynamics of the wind turbine. 
Although many approaches have been suggested for variable- 
speed wind turbines, they can be grouped into two main 
classes: (a) discretely variable speed and (b) continuously 
variable speed [32, 37]. 


23.3.6.3 Discretely Variable Speed Systems 

The discretely variable speed category includes electrical 
systems where multiple generators are used, either with 
different numbers of poles or connected to the wind rotor 
through different gearing ratios. It also includes those genera- 
tors that can use different number of poles in the stator or can 
approximate the effect by appropriate switching. Some of the 
generators in this category are those with consequent poles, 
dual winding, or pole amplitude modulation. A brief 
summary of some of these concepts is presented next. 


23.3.6.3.1 Pole-Changing Type Induction Generators These 
generators provide two speeds, a factor of two apart, such as 
four-pole/eight-pole (1500/750 rpm at a supply frequency of 
50 Hz or 1800/900 rpm at 60 Hz). They do this by using one- 
half of the poles at the higher speed. These machines are 
commercially available and cost about 50% more than the 
corresponding single-speed machines. Their main disadvan- 
tage, in comparison with other discretely variable machines, is 
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FIGURE 23.49 Block diagram of drive train model. 
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that the 2-to-1 speed range is wider than the optimum range 
for a wind turbine [38]. 


23.3.6.3.2 Dual Stator Winding Two Speed Induction Gener- 
ators These machines have two separate stator windings, 
only one of which is active at a time. Thus, a variety of speed 
ranges can be obtained depending on the number of poles in 
each winding. As in the consequent pole machines, only two 
speeds may be obtained. These machines are significantly 
heavier than single-speed machines and their efficiency is 
less, since one winding is always unused, which leads to 
increased losses. These machines are commercially available. 
Their cost is approximately twice that of single-speed 
machines [38]. 


23.3.6.3.3 Multiple Generators This configuration is based 
on the use of a multiple generator design. In one case, there 
may simply be two separate generators (as used on many 
European wind turbines). Another possibility is to have two 
generators on the same shaft, only one of which is electrically 
connected at a time. The gearing is arranged such that the 
generators reach synchronous speed at different turbine rotor 
speeds. 


23.3.6.3.4 Two-Speed Pole-Amplitude Modulated (PAM) 
Induction Generator This configuration consists of an 
induction machine with a single stator, which may have two 
different operating speeds. It differs from conventional genera- 
tors only in the winding design. Speed is controlled by 
switching the connections of the six stator leads. The winding 
is built in two sections that will be in parallel for one speed 
and in series for the other. The result is the superposition of 
one alternating frequency on another. This causes the field to 
have an effectively different number of poles in the two cases, 
resulting in two different operating speeds. The efficiency of 
the PAM is comparable to that of a single-speed machine. The 
cost is approximately twice that of conventional induction 
generators. 

The use of a discretely variable speed generator will result in 
some of the benefits of continuously variable speed operation, 
but not all of them. The main effect will be in increased energy 
productivity, because the wind turbine will be able to operate 
close to its optimum tip speed ratio over a great range of wind 
speeds than will a constant speed machine. On the other hand 
it will perform as a single-speed machine with respect to rapid 
changes in wind speed (turbulence). Thus it could not be 
expected to extract the fluctuating energy as effectively from 
the wind as would the continuously variable speed machine. 
More importantly, it could not use the inertia of the rotor to 
absorb torque spikes. Thus, this approach would not result in 
improved fatigue life of the machine and it could not be an 
integral part of an optimized design such as one using 
yaw/speed control or pitch/speed control. 
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23.3.6.4 Continuously Variable Speed Systems 


The second main class of systems for variable-speed operation 
are those that allow the speed to be varied continuously. For 
the continuously variable speed wind turbine, there may be 
more than one control, depending on the desired control 
action: 


e Mechanical control 

e Combination of electrical/mechanical 
e Electrical 

e Electrical/power electronics control 


The mechanical methods include hydraulic and variable ratio 
transmissions. An example of an electrical/mechanical system 
is one in which the stator of the generator is allowed to rotate. 
The all-electrical category includes high-slip induction genera- 
tors and the tandem generator. The power electronic category 
contains a number of possible options. One option is to use a 
synchronous generator or a wound rotor induction generator, 
although a conventional induction generator may also be used. 
The power electronics is used to condition some or all of the 
power to a form appropriate to the grid. The power electronics 
may also be used to rectify some or all of the power from the 
generator, to control the rotational speed of the generator, 
or to supply reactive power. These systems are discussed 
below. 


23.3.6.4.1 Mechanical Systems 

Variable-Speed Hydraulic Transmission One method of 
generating electrical power at a fixed frequency, while allowing 
the rotor to turn at variable speed, is the use of a variable- 
speed hydraulic transmission. In this configuration, a hydrau- 
lic system is used in the transfer of the power from the top of 
the tower to ground level (assuming a horizontal-axis wind 
turbine). A fixed-displacement hydraulic pump is connected 
directly to the turbine (or possibly gearbox) shaft. The 
hydraulic fluid is fed to and from the nacelle via a rotary 
fluid coupling. At the base of the tower is a variable-displace- 
ment hydraulic motor, which is governed to run at constant 
speed and drive a standard generator. 

One advantage of this concept is that the electrical equip- 
ment can be placed at ground level, making the rest of the 
machine simpler. For smaller machines, it may be possible to 
dispense with a gearbox altogether. On the other hand, there 
are a number of problems using hydraulic transmissions in 
wind turbines. For one thing, pumps and motors of the size 
needed in wind turbines of greater than about 200 kW are not 
readily available. Multiples of smaller units are possible, but 
this would complicate the design. The life expectancy of many 
of the parts, especially seals, may well be less than 5 years. 
Leakage of hydraulic fluid can be a significant problem, 
necessitating frequent maintenance. Losses in the hydraulics 
could also make the overall system less efficient than conven- 
tional electric generation. Experience over many years has not 
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shown great success with wind machines using hydraulic 
transmissions. 


Variable-Ratio Transmission A variable-ratio transmission 
(VRT) is one in which the gear ratio may be varied continu- 
ously within a given range. One type of VRT suggested for 
wind turbines is using belts and pulleys, such as are used in 
some industrial drives [32, 39]. These have the advantage of 
being able to drive a conventional fixed-speed generator, while 
being driven by a variable-speed turbine rotor. On the other 
hand, they do not appear to be commercially available in 
larger sizes, and those that do exist have relatively high 
losses. 


23.3.6.4.2 Electrical/Mechanical Variable Speed Systems 
Rotating Stator Induction Generator This system uses a 
conventional squirrel-cage induction generator whose shaft 
is driven by a wind turbine through a gearbox [33, 40]. 
However, the stator is mounted to a support, which allows 
bidirectional rotation. This support is in turn driven by a dc 
machine. The armature of the dc machine is fed from a 
bidirectional inverter, which is connected to the fixed- 
frequency ac grid. If the stator support allowed to turn in 
the same direction as the wind turbine, the turbine will turn 
faster. Some of the power from the wind turbine will be 
absorbed by the induction generator stator and fed to the 
grid through the inverter. Conversely, the wind turbine will 
turn more slowly when the stator support is driven in the 
opposite direction. The amount of current (and thus the 
torque) delivered to or from the dc machine is determined 
by a closed-loop control circuit whose feedback signal is 
driven by a tachometer mounted on the shaft of the dc 
machine. 

One of the problems with this system is that the stator slip 
rings and brushes must be sized to take the full power of the 
generator. They would be subjected to wear and would require 
maintenance. The dc machine also adds to cost, complexity, 
and maintenance. 


23.3.6.4.3 Electrical Variable-Speed Systems 

High-Slip Induction Generator This is the simplest variable- 
speed system, which is accomplished by having a relatively 
large amount of resistance in the rotor of an induction 
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generator. However, the losses increase with increased rotor 
resistance. Westwind Turbines in Australia investigated such a 
scheme on a 30-kW machine in 1989. 


Tandem Induction Generator A tandem induction generator 
consists of an induction machine fitted with two magnetically 
independent stators, one fixed in position and the other able 
to be rotated, and a single squirrel-cage rotor whose bars 
extend the length of both stators [32, 41]. Torque control is 
achieved by physical adjustment of the angular displacement 
between the two stators, which causes a phase shift between 
the induced rotor voltages. 


23.3.6.4.4 Electrical/Power Electronics ‘The general config- 
uration, shown in Fig. 23.50, consists of the following compo- 
nents: 


e Wind generator 
e Converter 
e Inverter 


The generator may be dc, synchronous (wound-rotor or 
permanent-magnet type), squirrel-cage, wound-rotor, or 
brushless doubly fed induction generator. The input converter 
is used to convert the variable-voltage, variable-frequency 
voltage to the dc voltage. This dc voltage is converted into 
ac of constant voltage and frequency of desired amplitude. The 
inverter will also be used to control the active/reactive power 
flow from the inverter. In the case of a dc generator, the 
converter may not be required or when a cycloconverter is 
used to convert the ac directly from one frequency to another. 


23.3.6.5 Generator Options for Variable-Speed Wind 
Turbines using Power Electronics 


Power electronics may be applied to three types of generators 
to facilitate variable-speed operation: 


e Synchronous generators 
e Squirrel-cage induction generators 
e Wound-rotor induction generators 


23.3.6.5.1 Synchronous Generator In this configuration, the 
synchronous generator is allowed to run at variable speed, 
producing power of variable voltage and frequency. Control 


Rectifier 


Inverter 


FIGURE 23.50 Grid-connected wind energy system through dc/ac converter. 
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may be facilitated by adjusting an externally supplied field 
current. The most common type of power conversion uses a 
bridge rectifier (controlled/uncontrolled), a dc link, and 
inverter as shown in Fig. 23.50. The disadvantages of this 
configuration include the relatively high cost and maintenance 
requirements of synchronous generators and the need for the 
power conversion system to take the full power generated (as 
opposed to the wound-rotor system). 


23.3.6.5.2 Squirrel-Cage Induction Generator Possible arc- 
hitectures for systems using conventional induction generators 
that have a solid squirrel-cage rotor have many similarities to 
those with synchronous generators. The main difference is that 
the induction generator is not inherently self-exciting and it 
needs a source of reactive power. This could be done by a 
generator-side self-commutated converter operating in the 
rectifier mode. A significant advantage of this configuration 
is the low cost and low maintenance requirements of induc- 
tion generators. Another advantage of using the self-commu- 
tated double converter is that it can be on the ground, 
completely separate from the wind machine. If there is a 
problem in the converter, it could be switched out of the 
circuit for repair and the wind machine could continue to run 
at constant speed. The main disadvantage with this config- 
uration is that, as with the synchronous generator, the power 
conversion system would have to take the full power generated 
and could be relatively costly compared to some other config- 
urations. There would also be additional complexities asso- 
ciated with the supply of reactive power to the generator. 


23.3.6.5.3 Wound-Rotor Induction Generator A wound- 
rotor induction rotor has three-phase winding on the rotor, 
accessible to the outside via slip rings. The possible methods of 
accessing the rotor can have the following configurations: 


e Slip power recovery 
e Use of cycloconverter 
e Rotor resistance chopper control 


Slip Power Recovery (Static Kramer System) ‘The slip power 
recovery configuration behaves similarly to a conventional 
induction generator with very large slip, but in addition 
energy is recovered from the rotor. The rotor power is first 
carried out through slip rings, then rectified and passed 
through a dc link to a line-commutated inverter and into 
the grid. The rest of the power comes directly from the stator 
as it normally does. A disadvantage with this system is that it 
can only allow supersynchronous variable-speed operation. 
Its possible use in wind power was reported by Smith and 
Nigim [42]. 

In this scheme (as shown in Fig. 23.51), the stator is directly 
connected to the grid. The power converter has been 
connected to the rotor of the wound-rotor induction genera- 
tor to obtain the optimum power from the variable-speed 
wind turbine. The main advantage of this scheme is that the 
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power conditioning unit has to handle only a fraction of the 
total power so as to obtain full control of the generator. This is 
very important when wind turbine sizes are increasing for 
grid-connected applications for higher penetration of wind 
energy, and a smaller converter can be used in this scheme. 


Cycloconverter (Static Scherbius System) A cycloconverter is a 
converter that converts ac voltage of one frequency to another 
frequency without an intermediate dc link. When a cyclocon- 
verter is connected to the rotor circuit, sub- and supersyn- 
chronous operation variable-speed operation is possible. In 
supersynchronous operation, this configuration is similar to 
slip power recovery. In addition, energy may be fed into the 
rotor, thus allowing the machine to generate at subsynchro- 
nous speeds. For that reason, the generator is said to be doubly 
fed [43]. This system has a limited ability to control reactive 
power at the terminals of the generator, although as a whole it 
is a net consumer of reactive power. On the other hand, if 
coupled with capacitor excitation, this capability could be 
useful from the utility point of view. Because of its ability to 
rapidly adjust phase angle and magnitude of the terminal 
voltage, the generator can be resynchronized after a major 
electrical disturbance without going through a complete 
stop/start sequence. With some wind turbines, this could be 
a useful feature. 


Rotor Resistance Chopper Control A fairly simple scheme for 
extracting rotor power in the form of heat has been proposed 
in [44]. 


23.3.6.6 Isolated Grid Supply System with Multiple 
Wind Turbines 

An isolated grid supply system with a wind park is shown in 
Fig. 23.52. Two or more wind turbines can be connected to 
this system. A diesel generator can be connected in parallel. 
The converter-connected wind generators will work in parallel 
and the supervisory control block will control the output of 
these wind generators in conjunction with the diesel generator. 
This type of decentralized generation can be a better option 
where high penetration of wind generation is sought. The 
individual converter will control the voltage and frequency of 
the system. The supervisory control system will play an 
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FIGURE 23.51 Schematic diagram of doubly fed induction generator. 


FIGURE 23.52 Schematic diagram of isolated grid system having a wind 
park. 


important part in coordination between multiple power 
generation systems in a remote-area power supply having 
weak grid. 
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24.1 Introduction 


High-voltage direct current (HVDC) transmission [1-3] is a 
major user of power electronics technology. HVDC technology 
first made its mark in the early undersea cable interconnec- 
tions of Gotland (1954) and Sardinia (1967), and then in long- 
distance transmission with the Pacific Intertie (1970) and 
Nelson River (1973) schemes using mercury-arc valves. A 
significant milestone development occurred in 1972 with the 
first back-to-back (BB) asynchronous interconnection at Eel 
River between Quebec and New Brunswick; this installation 
also marked the introduction of thyristor valves to the tech- 
nology and replaced the earlier mercury-arc valves. 

To understand the rapid growth of dc transmission (Table 
24.1) [4] in the past 50 years, it is first necessary to compare it 
to conventional ac transmission. 


Copyright © 2001 by Academic Press. 
All rights of reproduction in any form reserved. 


24.1.1 Comparison of ac and de Transmission 


Making a planning selection between ac and dc transmission is 
based on an evaluation of transmission costs, technical consid- 
erations, and the reliability/availability offered by the two 
transmission alternatives. 


24.1.1.1 Evaluation of Transmission Costs 


The cost of a transmission line comprises the capital invest- 
ment required for the actual infrastructure [i.e., right-of-way 
(RoW), towers, conductors, insulators, and terminal equip- 
ment] and costs incurred for operational requirements (i.e. 
losses). Assuming similar insulation requirements for peak 
voltage levels for both ac and dc lines, a dc line can carry as 
much power with two conductors (having positive/negative 
polarities with respect to ground) as an ac line with three 
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TABLE 24.1 Listing of HVDC installations 
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HVDC Supplier’ Year Comm. Rating (MW) Dc Voltage (kV) Line and/or Cable (km) Location 
Gotland I” A 1954 20 +100 96 Sweden 
English Channel A 1961 160 +100 64 England—France 
Volgograd—Donbass“ 1965 720 +400 470 Russia 
Inter-Island A 1965 600 +250 609 New Zealand 
Konti-Skan I A 1965 250 250 180 Denmark—Sweden 
Sakuma A 1965 300 2x125 B-B° Japan 
Sardinia I 1967 200 200 413 Italy 
Vancouver I A 1968 312 260 69 Canada 
Pacific Intertie JV 1970 1440 +400 1362 U.S.A. 
1982 1600 
Nelson River I4 I 1972 1620 +450 892 Canada 
Kingsnorth I 1975 640 +260 82 England 
Gotland A 1970 30 +150 96 Sweden 
Eel River C 1972 320 2 x 80 B-B Canada 
Skagerrak I A 1976 250 250 240 Norway-Denmark 
Skagerrak II A 1977 500 +250 Norway—Denmark 
Skagerrak III A 1993 est 440 350 240 Norway—Denmark 
Vancouver II C 1977 370 —280 77 Canada 
Shin-Shinano D 1977 300 2x125 Japan 
1992 est 600 3 x 125 B-B 
Square Butte C 1977 500 +250 749 U.S.A. 
David A. Hamil C 1977 100 50 B-B U.S.A. 
Cahora Bassa J 1978 1920 +533 1360 Mozambique-S. Africa 
Nelson River II J 1978 900 +250 930 Canada 
1985 1800 +500 
CU A 1979 1000 +400 710 U.S.A. 
Hokkaido—Honshu E 1979 150 125 168 Japan 
E 1980 300 250 
1993 est 600 +250 
Acaray G 1981 50 25.6 B-B Paraguay 
Vyborg F 1981 355 1 x 170(+85) B-B Russia—Finland 
F 1982 710 2 x 170 
1065 3 x 170 
Duernrohr J 1983 550 145 B-B Austria 
Gotland II A 1983 130 150 100 Sweden 
Gotland III A 1987 260 +150 103 Sweden 
Eddy County C 1983 200 82 B-B U.S.A. 
Chateauguay J 1984 1000 2 x 140 B-B Canada 
Oklaunion C 1984 200 82 B-B U.S.A. 
Itaipu A 1984 1575 +300 785 Brazil 
A 1985 2383 
A 1986 3150 +600 
Inga-Shaba A 1982 560 +500 1700 Zaire 
Pac Intertie upgrade A 1984 2000 +500 1362 U.S.A. 
Blackwater B 1985 200 57 B-B U.S.A. 
Highgate A 1985 200 +56 B-B U.S.A. 
Madawaska C 1985 350 140 B-B Canada 
Miles City C 1985 200 +82 B-B U.S.A. 
Broken Hill A 1986 40 2 x 17(+8.33) B-B Australia 
Intermountain A 1986 1920 +500 784 U.S.A. 
Cross-Channel 
(Les Mandarins) H 1986 1000 +270 72 France- 
(Sellindge) I 1986 2000 2 x +270 England 
DesCantons-Comerford C 1986 690 +450 172 Canada-U.S.A. 
Sacoi! H 1986 200 200 415 Corsica Island 
8 1992 est 300 Italy 
Itaipu II A 1987 3150 +600 805 Brazil 
Sidney (Virginia Smith) G 1988 200 55.5 B-B U.S.A. 
Gezhouba-Shanghai B+G 1989 600 500 1000 China 
1990 1200 +500 
Konti-Skan II A 1988 300 285 150 Sweden—Denmark 
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HVDC Supplier? Year Comm. 


Vindhyachal A 1989 500 
Pac Intertie expansion B 1989 1100 
Mcneill I 1989 150 
Fenno-Skan A 1989 500 
Sileru—Barsoor K 1989 100 
200 
400 
Rihand-Delhi A 1991 750 
1991 1500 

HydroQuebec—New Eng. A 1990 2000" 
Nicolet tap A 1992 3000 
Welch—Monticello 995 est 600 
Etzenricht G 993 est 600 
Vienna South-East G 993 est 550 
DC Hybrid Link AB 992 est 992 
Chandrapur—Padghe 997 est 1500 
Chandrapur-Ramagundum 996 est 1000 
Gazuwaka-—Jeypore 997 est 500 
Leyte—Luzun 997 est 1600 
Haenam-—Cheju I 993 est 300 
Baltic Cable Project AB 994 est 600 
Victoria—Tasmania 300 
Kontek HVDC Intercon. 995 est 600 
Scotland-N. Ireland 996 est 250 
Greece-Italy 997 est 500 
Tsq—Beijao 997 est 1800 
Iceland—Scotland link 2000 
Sarawak—Malaysia 1600 


Rating (MW) 
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Dc Voltage (kV) Line and/or Cable (km) Location 
2 x 69.7 B-B India 
+500 1362 U.S.A. 
42 B-B Canada 
400 200 Finland—Sweden 
+100 196 India 
+200 
+200 
+500 910 India 
+500 
+450 1500 Canada-U.S.A. 
Canada 
B-B U.S.A. 
160 B-B Germany—Czech Republic 
145 B-B Austria-Hungary 
+270/ — 350 617 New Zealand 
+500 900 India 
2 x 205 B-B India 
B-B India 
400 440 Philippines 
+180 100 South Korea 
450 Sweden—Germany 
300 Australia 
400 Denmark 
250 United Kingdom 
Italy 
500 903 China 
950 
620 


“A, ASEA; B, Brown Boveri; C, General Electric; D, Toshiba; E, Hitachi; F, Russian; G, Siemens; H, CGEE Alsthom; I, GEC (Former Eng. Elec.); 
J, HVDC W.G. (AEG, BBC, Siemens); K, Independent; AB, ABB Brown Boveri; JV, Joint Venture (GE and ASEA). 


Retired from service. 
2 V.G.s replaced with thyristors in 1977. 
“2 V.G.s in Pole 1 replaced with thyristors by GEC in 1991. 
“Back-to-back HVDC system. 
450 MW thyristor tap. 
SUp-rated w/thyristor valves. 


conductors of the same size. Therefore, for a given power level, 
a dc line requires smaller RoW, simpler and cheaper towers, 
and reduced conductor and insulator costs. As an example, 
Fig. 24.1 shows the comparative case of ac and dc systems 
carrying 2000 MW. 


Right-of-Way 
Typical DC and AC Transmission Line Structures 
for approx. 2000 MW 


+ 500 kv DC 800 kV AC 2 x 500 kV AC 
ROW: 60 m ROW: 85 m ROW: 100 m 
FIGURE 24.1 Comparison of RoW for ac and dc transmission systems. 


With the dc option, since there are only two conductors 
(with the same current capacity as three ac conductors), the 
power transmission losses are also reduced to about two-thirds 
of those of the comparable ac system. The absence of skin 
effect with dc is also beneficial in reducing power losses 
marginally, and the dielectric losses in the case of power 
cables are also very much less for dc transmission. 

Corona effects tend to be less significant for dc than for ac 
conductors. The other factors that influence line costs are the 
costs of compensation and terminal equipment. Dc lines do 
not require reactive power compensation but the terminal 
equipment costs are increased because of the presence of 
converters and filters. 

Figure 24.2 shows the variation of costs of transmission with 
distance for ac and dc transmission. Ac tends to be more 
economical than dc for distances less than the “breakeven 
distance” but is more expensive for longer distances. The 
breakeven distances can vary from 500 to 800 km in overhead 
lines depending on the per-unit line costs. With a cable 
system, this breakeven distance approaches 50 km. 
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| breakeven distance 
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distance 
FIGURE 24.2 Comparison of ac-dc lines. 


24.1.1.2 Evaluation of Technical Considerations 


Because of its fast controllability, dc transmission has full 
control over transmitted power and the ability to enhance 
transient and dynamic stability in associated ac networks. It 
can also limit fault currents in the dc lines. Furthermore, dc 
transmission overcomes some of the following problems 
associated with ac transmission. 


24.1.1.2.1 Stability Limits The power transfer in an ac line 
is dependent on the angle difference between the voltage 
phasors at the two line ends. For a given power transfer 
level, this angle increases with distance. The maximum 
power transfer is limited by the considerations of steady- 
state and transient stability. The power-carrying capability of 
an ac line is inversely proportional to transmission distance, 
whereas the power-carrying ability of dc lines is unaffected by 
the distance of transmission. 


24.1.1.2.2 Voltage Control Voltage control in ac lines is 
complicated by line charging and voltage drops. The voltage 
profile in an ac line is relatively flat only for a fixed level of 
power transfer corresponding to its surge impedance loading 
(SIL). The voltage profile varies with the line loading. For 
constant voltage at the line ends, the midpoint voltage is 
reduced for line loadings higher than SIL and increased for 
loadings less than SIL. 

The maintenance of constant voltage at the two ends 
requires reactive power control as the line loading is increased. 
The reactive power requirements increase with line length. 

Although dc converter stations require reactive power 
related to the power transmitted, the dc line itself does not 
require any reactive power. 

The steady-state charging currents in ac cables pose serious 
problems and make the breakeven distance for cable transmis- 
sion around 50 km. 


24.1.1.2.3 Line Compensation Line compensation is neces- 
sary for long-distance ac transmission to overcome the 
problems of line charging and stability limitations. An increase 
in power transfer and voltage control is possible through the 
use of shunt inductors, series capacitors, static var compensa- 
tors (SVCs) and, lately, the new-generation static compensa- 
tors (STATCOMs). 
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In the case of dc lines, such compensation is not needed. 


24.1.1.2.4 Problems of ac Interconnection The interconnec- 
tion of two power systems through ac ties requires the 
automatic generation controllers of both systems to be coor- 
dinated using tie line power and frequency signals. Even with 
coordinated control of interconnected systems, the operation 
of ac ties can be problematic because of (i) the presence of 
large power oscillations that can lead to frequent tripping, (ii) 
an increase in fault level, and (iii) transmission of disturbances 
from one system to the other. 

The fast controllability of power flow in dc lines eliminates 
all of the above problems. Furthermore, the asynchronous 
interconnection of two power systems can only be achieved 
with the use of dc links. 


24.1.1.2.5 Ground Impedance In ac transmission, the exis- 
tence of ground (zero sequence) current cannot be permitted 
in steady state because of the high magnitude of ground 
impedance, which will not only affect efficient power transfer, 
but also result in telephonic interference. 

The ground impedance is negligible for dc currents, and a 
dc link can operate using one conductor with ground return 
(monopolar operation). The ground return is objectionable 
only when buried metallic structures (such as pipes) are 
present and are subject to corrosion with dc current flow. It 
is to be noted that even while operating in the monopolar 
mode, the ac network feeding the dc converter station operates 
with balanced voltages and currents. Hence, single-pole opera- 
tion of dc transmission systems is possible for an extended 
period, whereas in ac transmission, single-phase operation (or 
any unbalanced operation) is not feasible for more than a 
second. 


24.1.1.2.6 Problems of dc Transmission The application of 
dc transmission is limited by factors such as the following: 


High cost of conversion equipment 

Inability to use transformers to alter voltage levels 
Generation of harmonics 

Requirement of reactive power 

Complexity of controls 
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Over the years, there have been significant advances in dc 
technology, which have tried to overcome the disadvantages 
just listed above, except for item 2. These are: 


1. Increase in the ratings of a thyristor cell that makes up 
a valve 

Modular construction of thyristor valves 
Twelve-pulse operation of converters 

Use of force-commutation 

Application of digital electronics and fiber optics in the 
control of converters 
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Some of the preceding advances have resulted in improving 
the reliability and reduction of conversion costs in dc systems. 
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24.1.2 Evaluation of Reliability and Availability 
Costs 


Statistics on the reliability of HVDC links are maintained by 
CIGRE and IEEE Working Groups. The reliability of dc links 
has been very good and is comparable with that of ac systems. 
The availability of dc links is quoted in the upper 90%. 


24.1.3 Applications of dc Transmission 


Because of their costs and special nature, most applications of 
dc transmission generally fall into one of the following four 
categories: 


Underground or underwater cables. In the case of long 
cable connections over the breakeven distance of about 
40-50 km, the dc cable transmission system has a marked 
advantage over ac cable connections. Examples of this 
type of application were the Gotland (1954) and Sardinia 
(1967) schemes. 

The recent development of voltage-source converters 
(VSC) and the use of rugged polymer dc cables, with the 
so-called “HVDC Light” option, is being increasingly 
considered. An example of this type of application is the 
180-MW Directlink connection (2000) in Australia. 
Long-distance bulk power transmission. Bulk power trans- 
mission over long distances is an application ideally suited 
for dc transmission and is more economical than ac 
transmission whenever the breakeven distance is exceeded. 
Examples of this type of application abound from the 
earlier Pacific Intertie to the recent links in China and 
India. 

The breakeven distance is being effectively decreased by 

the reduced cost of new compact converter stations made 
possible by the recent advances in power electronics 
(discussed in a later section). 
Asynchronous interconnection of ac systems. In terms of an 
asynchronous interconnection between two ac systems, 
the dc option reigns supreme. There are many instances of 
BB connections where two ac networks have been tied 
together for the overall advantage to both ac systems. 
With recent advances in control techniques, these inter- 
connections are being increasingly made at weak ac 
systems. The growth of BB interconnections is best illu- 
strated with the example of North America, where the 
four main independent power systems are interconnected 
with 12 BB links. 

In the future, it is anticipated that these BB connections 
will also be made with VSCs offering the possibility of full 
four-quadrant operation and the total control of active/ 
reactive power coupled with the minimal generation of 
harmonics. 

Stabilization of power flows in integrated power systems. In 
large interconnected systems, power flow in ac ties (parti- 
cularly under disturbance conditions) can be uncontrolled 
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and lead to overloads and stability problems, thus endan- 
gering system security. Strategically placed dc lines can 
overcome this problem because of the fast controllability 
of dc power and provide much needed damping and 
timely overload capability. The planning of dc transmis- 
sion in such applications requires detailed study to 
evaluate the benefits. Examples are the IPP link in the 
United States and the Chandrapur—Padghe link in India. 


Presently the number of dc lines in a power grid is very 
small compared to the number of ac lines. This indicates that 
dc transmission is justified only for specific applications. 
Although advances in technology and introduction of multi- 
terminal dc (MTDC) systems are expected to increase the 
scope of application of dc transmission, it is not anticipated 
that a dc power grid will replace the ac grid in the future. 
There are two major reasons for this. First, the control and 
protection of MTDC systems is complex and the inability of 
voltage transformation in dc networks imposes economic 
penalties. Second, the advances in power electronics technol- 
ogy have resulted in the improvement of the performance of ac 
transmissions using FACTS devices, for instance through 
introduction of static var systems and static phase shifters. 


24.1.4 Types of HVDC Systems 
Three types of dc links are considered in HVDC applications. 


24.1.4.1 Monopolar Link 


A monopolar link (Fig. 24.3a) has one conductor and uses 
either ground and/or sea return. A metallic return can also be 
used where concerns for harmonic interference and/or corro- 
sion exist. In applications with dc cables (i.e., HVDC Light), a 
cable return is used. Since the corona effects in a dc line are 
substantially less with negative polarity of the conductor as 
compared to positive polarity, a monopolar link is normally 
operated with negative polarity. 


24.1.4.2 Bipolar Link 


A bipolar link (Fig. 24.3b) has two conductors, one positive 
and the other negative. Each terminal has two sets of conver- 
ters of equal rating, in series on the dc side. The junction 
between the two sets of converters is grounded at one or both 
ends by the use of a short electrode line. Since both poles 
operate with equal currents under normal operation, there is 
zero ground current flowing under these conditions. Mono- 
polar operation can also be used in the first stages of the 
development of a bipolar link. Alternatively, under faulty 
converter conditions, one dc line may be temporarily used 
as a metallic return with the use of suitable switching. 
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(b) 


FIGURE 24.3 Types of HVDC links: (a) monopolar link, (b) bipolar link, and (c) homopolar dc link. 


24.1.4.3 Homopolar Link 


In this type of link (Fig. 24.3c) two conductors having the 
same polarity (usually negative) can be operated with ground 
or metallic return. 

Because of the undesirability of operating a dc link with 
ground return, bipolar links are mostly used. A homopolar 
link has the advantage of reduced insulation costs, but the 
disadvantages of earth return outweigh the advantages. 


24.2 Main Components of HVDC 
Converter Station 


The major components of an HVDC transmission system are 
the converter stations at the ends of the transmission system. 
In a typical two-terminal transmission system, both a rectifier 
and an inverter are required. The role of the two stations can 
be reversed, as controls are usually available for both functions 
at the terminals. The major components of a typical 12-pulse 
bipolar HVDC converter station (Fig. 24.4) are discussed next. 


24.2.1 Converter Unit 


This usually consists of two three-phase converter bridges 
connected in series to form a 12-pulse converter unit. The 


Smoothing reactor 


AC Breaker 


Electrode line 


Converter 


AC filters transformers 
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FIGURE 24.4 Typical HVDC converter station equipment. 
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design of valves is based on a modular concept where each 
module contains a limited number of series-connected 
thyristor levels. The valves can be packaged as a single-valve, 
double-valve, or quadruple-valve arrangement. Converter 
transformers connected in star/star and star/delta arrange- 
ments to form a 12-pulse pair feed the converter. 

Air, oil, water or Freon may be used to cool the valves. 
However, cooling using deionized water is more modern and 
considered efficient and reliable. The ratings of a valve group 
are limited more by the permissible short-circuit currents than 
by the steady-state load requirements. Valve firing signals are 
generated in the converter control at ground potential and are 
transmitted to each thyristor in the valve through a fiber-optic 
light-guide system. The light signal received at the thyristor 
level is converted to an electrical signal using gate-drive 
amplifiers with pulse transformers. Recent trends in the 
industry indicate that direct optical firing of the valves with 
LTT thyristors is also feasible. 

The valves are protected using snubber circuits, protective 
firing, and gapless surge arrestors. 


24.2.1.1 Thyristor Valves 


Many individual thyristors are connected in series to build up 
an HVDC valve. To distribute the off-state valve voltage 
uniformly across each thyristor level and protect the valve 
from di/dt and dv/dt stresses, special snubber circuits are 
used across each thyristor level (Fig. 24.5). 

The snubber circuit is composed of the following compo- 
nents: 


e A saturating reactor is used to protect the valve from 
di/dt stresses during turn-on. The saturating reactor 
offers a high inductance at low current and a low 
inductance at high currents. 

e A dc grading resistor RG distributes the direct voltage 
across the different thyristor levels. It is also used as a 
voltage divider to measure the thyristor level voltage. 

e RC snubber circuits are used to damp out voltage 
oscillations varying from power frequency to a few kilo- 
hertz. 
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FIGURE 24.5 Electrical circuit of the thyristor level [2]. 


e A capacitive grading circuit Cpg is used to protect the 
thyristor level from voltage oscillations at a much higher 
frequency. 


A firing pulse sent via a fiber-optic cable from the valve base 
electronics (VBE) unit at earth potential triggers a thyristor 
on. A gate electronic unit (GEU), which receives its power 
from the RC snubber circuit during the valve’s off period, 
amplifies the fiber-optic signal. The GEU can also effect the 
protective firing of the thyristor independent of the central 
control unit. This is achieved by a breakover diode (BOD) via 
a current-limiting resistor that triggers the thyristor when the 
forward voltage threatens to exceed the rated voltage for the 
thyristor. This may arise in a case when some thyristors may 
block forward voltage while others may not. 

It is normal to include some extra redundant thyristor levels 
to allow the valve to remain in service after the failure of some 
thyristors. A metal-oxide surge arrestor is also used across each 
valve for overvoltage protection. 

The thyristors produce considerable heat loss, typically 30 
to 40 W/cm? (or over 1 MW for a typical quadruple valve), 
and so an efficient cooling system is essential. 


24.2.2 Converter Transformer 


The converter transformer (Fig. 24.6) can have different 
configurations: (i) three-phase, two-winding, (ii) single- 
phase, three-winding, and (iii) single-phase, two-winding. 
The valve-side windings are connected in star and delta with 
neutral point ungrounded. On the ac side, the transformers 
are connected in parallel with the neutral grounded. The 
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FIGURE 24.6 Spare converter transformer in the switchyard of an 
HVDC station. 


leakage impedance of the transformer (typical values vary 
between 15 and 18%) is chosen to limit the short-circuit 
current through any valve. 

The converter transformers are designed to withstand dc 
voltage stresses and increased eddy-current losses due to 
harmonic currents. One problem that can arise is due to the 
dc magnetization of the core due to unsymmetrical firing of 
valves. 


24.2.3 Filters 


Because of the generation of characteristic and noncharacter- 
istic harmonics by the converter, it is necessary to provide 
suitable filters on the ac—dc sides of the converter to improve 
the power quality and meet telephonic and other require- 
ments. Generally, three types of filters are used for this 
purpose: ac, dc, and high-frequency (RF/PLC) filters. 


24.2.3.1 AC Filters 


AC filters (Fig. 24.7) are passive circuits used to provide low- 
impedance shunt paths for ac harmonic currents. Both tuned 
and damped filter arrangements are used. In a typical 12-pulse 
station, filters at the 11th and 13th harmonics are required as 
tuned filters. Damped filters (normally tuned to the 23rd 
harmonic) are required for the higher harmonics. In recent 
years, filters such as C-type filters have also been used since 
they provide more economic designs. Double- or even triple- 
tuned filters exist to reduce the cost of the filter (see the 
example system discussed in Section 24.6). 

The availability of cost-effective active ac filters will change 
the scenario in the future. 


24.2.3.2 DC Filters 


These are similar to ac filters and are used for the filtering of 
dc harmonics. Usually a damped filter at the 24th harmonic is 
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FIGURE 24.7 Installation of an ac filter in the switchyard. 


utilized. Modern practice is to use active dc filters (see also the 
application example system presented later). Active dc filters 
are increasingly being used for efficiency and space-saving 
purposes. 


24.2.3.3 High-Frequency (RF/PLC) Filters 


These are connected between the converter transformer and 
the station ac bus to suppress any high-frequency currents. 
Sometimes such filters are provided on the high-voltage dc bus 
connected between the dc filter and dc line and also on the 
neutral side. 


24.2.4 Reactive Power Source 


Converter stations consume reactive power that is dependent 
on the active power loading (typically about 50% to 60% of 
the active power). The ac filters provide part of this reactive 
power requirement. In addition, shunt (switched) capacitors 
and static var systems are also used. 
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24.2.5 DC Smoothing Reactor 


A sufficiently large series reactor is used on the dc side of the 
converter to smooth the dc current and for converter protec- 
tion from line surges. The reactor (Fig. 24.8) is usually 
designed as a linear reactor and may be connected on the 
line side, on the neutral side, or at an intermediate location. 
Typical values of the smoothing reactor are in the 300-600 mH 
range for long-distance transmission and about 30mH for a 
BB connection. 


24.2.6 DC Switchgear 


This is usually modified ac equipment and used to interrupt 
only small dc currents (i.e. employed as disconnecting 
switches). Dc breakers or metallic return transfer breakers 
(MRTB) are used, if required, for the interruption of rated 
load currents. 

In addition to the equipment described above, ac switchgear 
and associated equipment for protection and measurement are 
also part of the converter station. 


24.2.7 DC Cables 


In contrast to the use of ac cables for transmission, dc cables 
do not have a requirement for continuous charging current. 
Hence the length limit of about 50 km does not apply. More- 
over, dc voltage gives less aging and hence a longer lifetime for 
the cable. The new design of HVDC Light cables from ABB are 
based on extruded polymeric insulating material instead of 
classic paper—oil insulation, which has a tendency to leak. 
Because of their rugged mechanical design, flexibility, and low 
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FIGURE 24.8 Installation of an air-cooled smoothing reactor. 
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weight, polymer cables can be installed underground cheaply 
with a plowing technique, or in submarine applications can be 
laid in very deep waters and on rough sea-bottoms. Since dc 
cables are operated in bipolar mode, one cable with positive 
polarity and one cable with negative polarity, very limited 
magnetic fields result from the transmission. HVDC Light 
cables have successfully achieved operation at a stress of 
20kV/mm. 


24.3 Analysis of Converter Bridges 


To consider the theoretical analysis of a conventional six-pulse 
bridge (Fig. 24.9), the following assumptions are made: 


e The dc current I, is considered constant 
e Valves are ideal switches 
e The ac system is strong (infinite) 


Because of the leakage impedance of the converter trans- 
former, commutation from one valve to the next is not 
instantaneous. An overlap period is necessary and, depending 
on the leakage, two, three, or four valves may conduct at any 
time. In the general case, with a typical value of converter 
transformer leakage impedance of about 13-18%, either two 
or three valves conduct at any one time. 

The analysis of the bridge gives the following dc output 
voltages: 


For a rectifier: 
Var = Vaor © cosa — Ra Ig (24.1) 


where Vago, = 3/7 - V2- Viz and Ra = (3/n)wLa 


For an inverter: There are two options possible, depending 
on choice of either the advance angle f or extinction angle 
y as the control variable. 


— Vai = Vai cos P + RG Ta 
— Vai = —Vaoi Cosy + Ra Ly 


(24.2) 
(24.3) 


where 


Var and Vg; are the dc voltage at the rectifier and inverter, 
respectively 


FIGURE 24.9 Six-pulse bridge circuit. 
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Vaor and Vg; are the open-circuit dc voltage at the 
rectifier and inverter, respectively 

Vdor = (3/7)*1.414* Vitr 

Vaoi = (3/7)*1.414* Vixi 

Viir and V,,; are the line-line voltages at the rectifier and 
inverter, respectively 

Ra and R; are the equivalent commutation resistance at 
the rectifier and inverter, respectively 

La and L are the leakage inductances of the converter 
transformer at rectifier and inverter, respectively 

Ry = (3/n)*w*L, 

Rg = (3/2)*w* La 

I, is dc current 

a is delay angle 

f is advance angle at the inverter ($ = n — a) 

y is extinction angle at the inverter (y = n — a — u) 

u is overlap angle at the inverter 


24.4 Controls and Protection 


In a typical two-terminal dc link connecting two ac systems 
(Fig. 24.10), the primary functions of the dc controls are as 
follows: 


e Control power flow between the terminals 

e Protect the equipment against the current/voltage stres- 
ses caused by faults 

e Stabilize the attached ac systems against any operational 
mode of the dc link 


The dc terminals each have their own local controllers. A 
centralized dispatch center will communicate a power order to 
one of the terminals that will act as a Master Controller and 
has the responsibility to coordinate the control functions of 
the dc link. Besides the primary functions, it is desirable that 
the dc controls have the following features: 


e Limit the maximum dc current. Because of the limited 
thermal inertia of the thyristor valves to sustain over- 
currents, the maximum dc current is usually limited to 
less than 1.2 pu for a limited period of time. 


Méster Controls Ci | Dispatch centre 


FIGURE 24.10 Typical HVDC system linking two ac systems. 
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e Maintain a maximum dc voltage for transmission. This 
reduces the transmission losses and permits optimization 
of the valve rating and insulation. 

e Minimize reactive power consumption. This implies that 
the converters must operate at a low firing angle. A 
typical converter will consume reactive power between 
50 and 60% of its MW rating. This amount of reactive 
power supply can cost about 15% of the station cost and 
comprise about 10% of the power loss. 


The desired features of the dc controls are as follows: 


1. Limit maximum dc current: Since the thermal inertia 
of the converter valves is quite low, it is desirable to 
limit the dc current to prevent failure in the valves. 

2. Maintain maximum dc voltage for transmission 
purposes to minimize losses in the dc line and conver- 
ter valves. 

3. Keep the ac reactive power demand low at either 
converter terminal. This implies that the operating 
angles at the converters must be kept low. Additional 
benefits of doing this are to reduce the snubber losses 
in the valves and reduce the generation of harmonics. 

4. Prevent commutation failures at the inverter station 
and hence improve the stability of power transmission. 

5. Other features, i.e., the control of frequency in an 
isolated ac system or enhancement of power system 
stability, are also desirable. 


In addition to these desired features, the dc controls will have 
to cope with the steady-state and dynamic requirements of the 
dc link, as shown in Table 24.2. 


TABLE 24.2 Requirements of the dc link 


Steady-State Requirements Dynamic Requirements 


Limit the generation of non- Step changes in dc current or 


characteristic harmonics power flow 
Maintain the accuracy of the Startup and fault-induced 
controlled variable, i.e., dc current transients 


and/or constant extinction angle 

Cope with the normal variations in 
the ac system impedance due to 
topology changes 


Reversal of power flow 
Variation in frequency of attached 
ac system 


TABLE 24.3 Choice of control strategy for two-terminal dc link 


Condition # Desirable Features Reason 
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24.4.1 Basics of Control for a Two-Terminal 
de Link 


From converter theory, the relationship between the dc voltage 
V, and dc current I is given as in Eqs. (24.1)—(24.3). These 
three characteristics represent straight lines on the Vy—Iy 
plane. Notice that Eq. (24.2), i.e., the beta characteristic, has 
a positive slope, while Eq. (24.3), i.e., the gamma character- 
istic, has a negative slope. The choice of the control strategy 
for a typical two-terminal dc link is made according to 
conditions in Table 24.3. 

Condition 1 implies the use of the rectifier in constant- 
current control mode; condition 3 implies the use of the 
inverter in constant extinction angle (CEA) control mode. 
Other control modes may be used to enhance the power 
transmission during contingency conditions depending on 
applications. This control strategy is illustrated in Fig. 24.11. 

The rectifier characteristic is composed of two control 
modes: alpha-min (line AB) and constant-current (line BC). 
The alpha-min mode of control at the rectifier is imposed by 
the natural characteristics of the rectifier ac system and the 
ability of the valves to operate at alpha equal to zero, i.e., in the 
limit the rectifier acts a diode rectifier. However, since a 
minimum positive voltage is desired before firing of the 
valves to ensure conduction, an alpha-min limit of about 2- 
5° is imposed. 

The inverter characteristic is composed of two modes: 
gamma-min (line PQ) and constant-current (line QR). The 
operating point for the dc link is defined by the crossover 
point X of the two characteristics. In addition, a constant- 
current characteristic is also used at the inverter. However, the 
current demanded by the inverter J; is usually less than the 
current demanded by the rectifier I4, by the current margin AI 
that is typically about 0.1 pu. The current margin is selected to 
be large enough that the rectifier and inverter constant-current 
modes do not interact because of any current harmonics 
which may be superimposed on the dc current. This control 
strategy is termed the current margin method. 

The advantage of this control strategy becomes evident if 
there is a voltage decrease at the rectifier ac bus. The operating 
point then moves to point Y. Consequently, the current 
transmitted will be reduced to 0.9pu of its previous value 
and voltage control will shift to the rectifier. However, the 


Control Implementation 


1 Limit the maximum de current, Jy 

2 Employ the maximum dc voltage, Va 

3 Reduce the incidence of commutation 
failures 

4 Reduce reactive power consumption at the 


converters 


For the protection of valves 
For reducing power transmission losses 
For stability purposes 


For voltage regulation and economic reasons 


Use constant current control at the rectifier 

Use constant voltage control at the inverter 

Use minimum extinction angle control at 
inverter 

Use minimum firing angles 
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(a) 


FIGURE 24.11 


power transmission will be largely maintained near to 90% of 
its original value. 

The control strategy usually employs the following other 
modifications to improve the behavior during system distur- 
bances: 


1. At the rectifier: 


e Voltage-dependent current limit (VDCL). This 
modification is made to limit the dc current as a 
function of either the dc voltage or, in some cases, 
the ac voltage. This modification assists the dc link 
to recover from faults. Variants of this type of VDCL 
do exist. In one variant, the modification is a simple 
fixed value instead of a sloped line. 

e J3-min limit. This limitation (typically 0.2-0.3 pu) 
is to ensure a minimum dc current to avoid the 
possibility of dc current extinction caused by the 
valve current dropping below the hold-on current 
of the thyristors, an eventuality that could arise 
transiently because of harmonics superimposed on 
the low value of the dc current. The resultant 
current chopping would cause high overvoltages 
to appear on the valves. The magnitude of Iy-min 
is affected by the size of the smoothing reactor 
employed. 


2. At the inverter: 


e Alpha-min limit at inverter. The inverter is usually 
not permitted to operate inadvertently in the recti- 
fier region, i.e., a power reversal occurring because 
of, say, an inadvertent current margin sign change. 
To ensure this, an alpha-minimum limit in inverter 
mode of about 100-110° is imposed. 

e Current error region. When the inverter operates 
into a weak ac system, the slope of the CEA control 
mode characteristic is quite steep and may cause 
multiple crossover points with the rectifier charac- 
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(b) 


Static Vj—I, characteristic for a two-terminal link: (a) unmodified and (b) modified. 


teristic. To avoid this possibility, the inverter CEA 
characteristic is usually modified into either a 
constant beta characteristic or constant voltage 
characteristic within the current error region. 


24.4.2 Control Implementation 
24.4.2.1 Historical Background 


The equidistant pulse firing control systems used in modern 
HVDC control systems were developed in the mid-1960s [5,6]; 
although improvements have occurred in their implementa- 
tion since then, such as the use of microprocessor-based 
equipment, their fundamental philosophy has not changed 
much. The control techniques described in [5,6] are of the 
pulse-frequency control (PFC) type as opposed to the now- 
out-of-favor pulse-phase control (PPC) type. All these 
controls use an independent voltage-controlled oscillator 
(VCO) to decouple the direct coupling between the firing 
pulses and the commutation voltage, V.,.,. This decoupling 
was necessary to eliminate the possibility of harmonic instabil- 
ity detected in the converter operation when the ac system 
capacity became nearer to the power transmission capacity of 
the HVDC link, i.e., with the use of weak ac systems. Another 
advantage of the equidistant firing pulse controls was the 
elimination of noncharacteristic harmonics during steady- 
state operation. This was a prevalent feature during the use 
of the earlier individual phase control (IPC) system where the 
firing pulses were directly coupled to the commutation 
voltage, Veom: 


24.4.2.2 Firing Angle Control 


To control the firing angle of a converter, it is necessary to 
synchronize the firing pulses emanating from the ring counter 
to the ac commutation voltage, which has a frequency of 60 Hz 
in steady state. However, it was noted quite early on (early 
1960s) that the commutation voltage (system) is not constant 
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either in frequency or amplitude during a perturbed state. 
However, it is the frequency that is of primary concern for the 
synchronization of firing pulses. For strong ac systems, the 
frequency is relatively constant and distortion free to be 
acceptable for most converter-type applications. But, as 
converter connections to weak ac systems became required 
more often than not, it was necessary to devise a scheme for 
synchronization purposes that would be decoupled from the 
commutation voltage frequency for durations when there were 
perturbations occurring on the ac system. The most obvious 
method is to utilize an independent oscillator at 60 Hz that 
can be synchronously locked to the ac commutation voltage 
frequency. This oscillator would then provide the (phase) 
reference for the generation of firing pulses to the ring counter 
during the perturbation periods, and would use the steady- 
state periods for locking in step with the system frequency. The 
advantage of this independent oscillator would be to provide 
an ideal (immunized and clean) sinusoid for synchronizing 
and timing purposes. There are two possibilities for this 
independent oscillator: 


e Fixed-frequency operation 
e Variable-frequency operation 


Use of a fixed-frequency oscillator (although feasible and 
called a pulse-phase control oscillator) is not recommended, 
since it is known that the system frequency does drift between, 
say, 55-65Hz because of the rotating machines used to 
generate electricity. Therefore, it is necessary to use a 
variable-frequency oscillator (called a pulse-frequency control 
oscillator) with a locking range of between, say, 50 and 70 Hz 
and a center frequency of 60 Hz. This oscillator would then 
need to track the variations in the system frequency, and a 
control loop of some sort would be used for this tracking 
feature; this control loop would have its own gain and time 
parameters for steady-state accuracy and dynamic perfor- 
mance requirements. 

The control loop for frequency-tracking purposes would 
also need to consider the mode of operation for the dc link. 
The method widely adopted for dc link operation is the 
so-called current margin method. 


24.4.3 Control Loops 
Control loops are required to track the following variables: 


1. The ordered current I at the rectifier and the inverter 
2. The ordered extinction angle (y,) at the inverter 


24.4.3.1 Current Control Loops 

In conventional HVDC systems, a PI regulator is used (Fig. 
24.12) for the rectifier current controller. The rectifier plant 
system is inherently nonlinear and has the relationship given 


FIGURE 24.12 Control loop for the rectifier. 


in Eq. (24.1). For constant J, and for small changes in &, we 
have 
AV4/Aa = — Vior Sin & (24.4) 

It is obvious from Eq. (24.4) that the maximum gain 
(AV,/Ac) occurs when « = 90°. Thus the control loop must 
be stabilized for this operation point, resulting in slower 
dynamic properties at normal operation with a within the 
range 12—18°. Attempts have been made to linearize this gain 
and have met with some limited success. However, in practical 
terms, it is not always possible to have the dc link operating 
with the rectifier at 90° because of harmonic generation and 
other protection elements coming into operation also. There- 
fore, optimizing the gains of the PI regulator can be quite 
arduous and take a long time. For this reason, the controllers 
are often pretested in a physical simulator environment to 
obtain appropriate settings. Final (often very limited) adjust- 
ments are then made on site. 

Other problems with the use of a PI regulator include the 
following: 


e It is mostly used with fixed gains, although some 
possibility for gain scheduling exists. 

e It is difficult to select optimal gains, and even then they 
are optimal over a limited range only. 

e Since the plant system is varying continually, the PI 
controller is not optimal. 


A similar current control loop is used at the inverter (Fig. 
24.13). Since the inverter also has a gamma controller, 
the selection between these two controllers is made via a 
MINIMUM SELECT block. Moreover, in order to bias the 
inverter current controller off, a current margin signal AI is 
subtracted from the current reference I, received from the 
rectifier via a communication link. 


J 
: = 
a OZOLS KA + sT) 
l 


FIGURE 24.13 


fiom gamma controller 
Oy 3 
Ring 
Counter 
MINIVAM 
SELECT 


Current controller at the inverter. 
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24,4.3.1.1 Telecommunication Requirements As discussed 
earlier, the rectifier and inverter current orders must be 
coordinated to maintain a current margin of about 10% 
between the two terminals at all times; otherwise, there is a 
risk of loss of margin and the dc voltage could run down. 
Although it is possible to use slow voice communication 
between the two terminals, and maintain this margin, the 
advantage of fast control action possible with converters may 
be lost for protection purposes. For maintaining the margin 
during dynamic conditions, it is prudent to raise the current 
order at the rectifier first followed by the inverter; in terms of 
reducing the current order, it is necessary to reduce at the 
inverter first and then at the rectifier. 


24.4.3.2 Gamma Control Loop 


At the inverter end, there are two known methods for a 
gamma control loop. The two variants are different only in 
the method of determining the extinction angle: 


e Predictive method for the indication of extinction angle 
(gamma) 

e Direct method for actual measurement of extinction 
angle (gamma) 


In either case, a delay of one cycle occurs from the indication 
of actual gamma and the reaction of the controller to this 
measurement. Since the avoidance of a commutation failure 
often takes precedence at the inverter, it is normal to use the 
minimum value of gamma measured for the six- or twelve- 
inverter valves for the converter(s). 


24.4.3.2.1 Predictive Method of Measuring Gamma The 
predictive measurement tries to maintain the commutation 
voltage-time area after commutation larger than a specified 
minimum value. Since the gamma prediction is only approx- 
imate, the method is corrected by a slow feedback loop that 
calculates the error between the predicted value and actual 
value of gamma (one cycle later) and feeds it back. 

The predictor calculates continuously, by a triangular 
approximation, the total available voltage-time area that 
remains after commutation is finished. Since an estimate of 
the overlap angle u is necessary, it is derived from a well- 
known fact in converter theory that the overlap commutation 
voltage—time area is directly proportional to direct current and 
the leakage impedance (assumed constant and known) value 
of the converter transformer. 

The prediction process is inherently of an individual phase 
firing character. If no further measure were taken, each valve 
would fire on the minimum margin condition. To counteract 
this undesired property, a special firing symmetrizer is used; 
when one valve has fired on the minimum margin angle, the 
following two or five valves fire equidistantly. (The choice of 
either two or five symmetrized valves is mainly a stability 
question). 
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24.4.3.2.2 Direct Method of Measuring Gamma In this 
method, the gamma measurement is derived from a measure- 
ment of the actual valve voltage. Waveforms of the gamma 
measuring circuit are shown in Fig. 24.14. An internal timing 
waveform, consisting of a ramp function of fixed slope, is 
generated after being initiated from the instant of anode 
current zero. This value corresponds to a direct voltage 
proportional to the last value of gamma. From the gamma 
values of all (either 6 or 12) valves, the smallest value is 
selected to produce the indication of measured gamma for use 
with the feedback regulator (Fig. 24.15). 

This value is compared to a gamma-ref value and a PI 
regulator defines the dynamic properties for the controller. 
Inherently, this method has an individual phase control 
characteristic. One version of this type of control implementa- 
tion overcomes this problem by using a symmetrizer for 
generating equidistant firing pulses. The 12-pulse circuit 
generates 12 gamma measurements; the minimum gamma 
value is selected and then used to derive the control voltage for 
the firing pulse generator with symmetrical pulses. 


24.4.4 Hierarchy of de Controls 


Since HVDC controls are hierarchical in nature, they can be 
subdivided into blocks, which follow the major modules of a 
converter station (Fig. 24.16). The main control blocks are as 
follows: 


1. The bipole (master) controller is usually located at one 
end of the dc link and receives its power order from a 
centralized system dispatch center. The bipole control- 
ler derives a current order for the pole controller using 
a local measurement of either ac or dc voltage. Other 
inputs may also be used by the bipole controller, such 
as frequency control for damping or modulation 
purposes. A communication to the remote terminal 


N l firing pulse, valve 3 
sE anode current, valve 1 


ñode-cathode voltage, valve 1 


gamma timing waveform 


- t So oe 
7 control voltage value 


FIGURE 24.14 Waveforms for the gamma measuring circuit [5]. 
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from current controller 


12 valve voltages 


FIGURE 24.15 Gamma feedback controller. 


of the dc link is also necessary to coordinate the 
current references to the link. 

2. The pole controller then derives an alpha order for the 
next level. This alpha order is sent to both the positive 
and negative poles of the bipole. 

3. The valve group controllers generate the firing pulses 
for the converter valves. Controls also receive measure- 
ments of dc current, dc voltage, and ac current into the 
converter transformer. These measurements assist in 
the rapid alteration of firing angle for protection of the 
valves during perturbations. A slow loop for control of 
tap changer position as a function of alpha is also 
available at this level. 


24.4.5 Monitoring of Signals 


As described earlier, monitoring of the following signals is 
necessary for the controls (Fig. 24.17) to perform their func- 
tions and assist in the protection of the converter equipment: 


Va Ia: Dc voltage and dc current, respectively 
Lo Le Ac current on line-side and converter-side of the 


ac? a 
converter transformer 


V, Ac voltage at the ac filter bus 


Hierarchy of controllers 


FIGURE 24.16 Hierarchy of controllers. 
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FIGURE 24.17 Monitoring points for the protection circuits. 


24.4.6 Protection Against Overcurrents 


Faults and disturbances can be caused by either malfunction- 
ing equipment or insulation failures due to lightning and 
pollution. First, these faults need to be detected with the help 
of monitored signals. Second, the equipment must be 
protected by control or switching actions. Since dc controls 
can react within one cycle, control action is used to protect 
equipment against overcurrent and overvoltage stresses and 
minimize loss of transmission. In a converter station, the 
valves are the most critical (and most expensive) equipment 
that need to be protected rapidly because of their limited 
thermal inertia. 

The basic types of faults that the station can experience are: 


e Current extinction (CE). CE can occur if the valve 
current drops below the holding current of the thyristor. 
This can happen at low current operation accompanied 
by a transient leading to current extinction. Because of 
the phenomenon of current chopping of an inductive 
current, severe overvoltages may result. The size of the 
smoothing reactor and the rectifier Inin setting help to 
minimize the occurrence of CE. 

e Commutation failure (CF) or misfire. In line-commutated 
converters, the successful commutation of a valve 
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requires that the extinction angle y-nominal be main- 
tained more than the minimum value of the extinction 
angle y-min. Note that y-nominal = 180 — & — u. The 
overlap angle is a function of the commutation voltage 
and the dc current. Hence, a decrease in commutation 
voltage or an increase in dc current can cause an increase 
in u, resulting in a decrease in y. If y < y-min, a CF may 
result. In this case, the outgoing valve will continue to 
conduct current, and when the incoming valve is fired in 
sequence, a short circuit of the bridge will occur. 

A missing firing pulse can also lead to a misfire (at a 
rectifier) or a CF (at an inverter). The effects of a single 
misfire are similar to those of a single CF. Usually a 
single CF is self-clearing, and no special control actions 
are necessary. However, a multiple CF can lead to the 
injection of ac voltages into the dc system. Control 
action may be necessary in this case. 

The detection of a CF is based on the differential 
comparison of dc current and the ac currents on the 
valve side of the converter transformer. During a CF, the 
two valves in an arm of the bridge are conducting. 
Therefore, the ac current goes to zero while the dc 
current continues to flow. 

Protection features employed to counteract the impact 
of a CF are indicated in Table 24.4. 

e Short circuits: internal or dc line. An internal bridge fault 
is rare as the valve hall is completely enclosed and is 
air-conditioned. However, a bushing can fail, or valve- 
cooling water may leak, resulting in a short circuit. The 
ac breaker may have to be tripped to protect against 
bridge faults. 

The protection features employed to counteract the 
impact of short circuits are indicated in Table 24.4. 


The fast-acting HVDC controls (which operate within one 
cycle) are used to regulate the dc current for protection of the 
valves against ac and dc faults. 

The basic protection (Fig. 24.17) is provided by the VGP 
differential protection, which compares the rectified current 
on the valve side of the converter transformer with the dc 
current measured on the line side of the soothing reactor. This 
method is applied because of its selectivity, made possible by 


TABLE 24.4 Protection against overcurrents 
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the high impedances of the smoothing reactor and converter 
transformer. 

The OCP is used as a backup protection in case of 
malfunction in the VGP. The level of overcurrent is set 
higher than the differential protection. 

The pole differential protection (PDP) is used to detect 
ground faults, including faults in the neutral bus. 


24.4.7 Protection against Overvoltages 


The typical arrangement of metal-oxide surge arrestors for 
protecting equipment in a converter pole is shown in Fig. 
24.18. In general, the ac bus arrestors limit overvoltages 
entering from the ac bus; similarly, the dc arrestor limits 
overvoltages entering the converter from the dc line. The ac 
and dc filters have their respective arrestors also. Critical 
components such as the valves have their own arrestors 
placed close to these components. The protective firing of a 
valve is used as a backup protection for overvoltages in the 
forward direction. Owing to their varied duty, these arrestors 
are rated accordingly for the location used. For instance, the 
converter arrestor for the upper bridge is subjected to higher 
energy dissipation than that for the lower bridge. 

Since the evaluation of insulation coordination is quite 
complex, detailed studies are often required with dc simulators 
to design an appropriate insulation coordination strategy. 


24.5 MTDC Operation 


Most HVDC transmission systems are two-terminal systems. 
A multiterminal dc system (MTDC) has more than two 
terminals, and there are two existing installations of this 
type. There are two possible ways of tapping power from an 
HVDC link, i.e., with series or parallel taps. 


24.5.1 Series Tap 


A monopolar version of a three-terminal series dc link is 
shown in Fig. 24.19. The system is grounded at only one 
suitable location. In a series dc system, the dc current is set by 
one terminal and is common to all terminals; the other 


Fault Type Occurrence Fault Current Level Protection Method 
Internal faults Infrequent 10 pu Valve is rated to withstand this surge 
De line faults Frequent 2-3 pu e Forced retard of firing angle 

e Dynamic VDCL deployment 

e Trip ac breaker CB after third attempt 
Commutation failures: single or multiple Very frequent 1.5-2.5 pu Single CF: 


e Self-clearing 

Multiple CF: 
e Beta angle advanced in stages 
e Static VDCL deployment 
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FIGURE 24.18 Typical arrangement of surge arrestors for a converter pole. 


FIGURE 24.19 Series tap. 


terminals are operated at a constant delay angle for a rectifier 
and constant extinction angle for inverter operation with the 
help of transformer tap changers. 

Power reversal at a station is achieved by reversing the dc 
voltage with angle control. 

No practical installation of this type exists in the world at 
present. From an evaluation of ratings and costs for series taps, 
it is not practical for the series tap to exceed 20% of the rating 
for a major terminal in the MTDC system. 


24.5.2 Parallel Tap 


A monopolar version of a three-terminal parallel dc link is 
shown in Fig. 24.20. In a parallel MTDC system, the system 
voltage is common to all terminals. There are two variants 
possible for a parallel MTDC system: radial or mesh. In a 
radial system, disconnection of one segment of the system will 
interrupt power from one or more terminals. In a mesh 


system, the removal of one segment will not interrupt power 
flow, provided the remaining links are capable of carrying the 
required power. 

Power reversal in a parallel system will require mechanical 
switching of the links, as the dc voltage cannot be reversed. 

From an evaluation of ratings and costs for parallel taps, it is 
not practical for the parallel tap to be less than 20% of the 
rating for a major terminal in the MTDC system. 

There are two existing installations of parallel taps in the 
world. The first is the Sardinia—Corsica—Italy link where a 
50-MW parallel tap at Corsica is used. Since the principal 
terminals are rated at 200 MW, a commutation failure at 
Corsica can result in very high overcurrents (typically 7 pu); 
for this reason, large smoothing reactors (2.5H) are used in 
this link. 

The second installation is the Quebec-New Hampshire 
2000-MW link where a parallel tap is used at Nicolet. Since 
the rating of Nicolet is at 1800 MW, the size of the smoothing 
reactors was kept to a modest size. 


FIGURE 24.20 Parallel tap: (a) radial type and (b) mesh type. 
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24.5.3 Control of MTDC Systems 


Although several control methods exist for controlling MTDC 
systems, the most widely utilized method is the so-called 
current margin method that is an extension of the control 
method used for two-terminal dc systems. 

In this method, the voltage setting terminal (VST) operates 
at the angle limit (minimum alpha or minimum gamma) 
while the remaining terminals are controlling their respective 
currents. The control law that is used sets the current reference 
at the voltage setting terminal according to 

Sisal (24.5) 
where AI is known as the current margin. 

The terminal with the lowest voltage ceiling acts as the VST. 

An example of the control strategy is shown in Fig. 24.21 for 
a three-terminal dc system with one rectifier REC and two 
inverters, INV1 at 40% and INV2 at 60% rating. The REC1 
and INV2 terminals are maintained in current control, and 
INV1 is the VST oerating in CEA mode. 

Because of the requirement to maintain current margin for 
the MTDC system at all times, a centralized current controller, 
known as the current reference balancer (CRB) (Fig. 24.22), is 
required. With this technique, reliable two-way telecommuni- 
cation links are required for current reference coordination 
purposes. The current orders, Lef1—Lef3», at the terminals must 
satisfy the control law according to Eq. (24.5). The weighting 
factors (K,, K,, and K;) and limits are selected as a function of 
the relative ratings of the terminals. 


Va à RECI V è INV1 Va INV2 


I 


FIGURE 24.21 Current margin method of control for MTDC system. 


FIGURE 24.22 Current reference balancer. 
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24.6 Applications 


24.6.1 HVDC Interconnection at Gurun 
(Malaysia) 


The 300/600-MW HVDC interconnection between Malaysia 
and Thailand (Fig. 24.23) is a major first step in implementing 
electric power network interconnections in the ASEAN region. 
It is jointly undertaken by two utilities, Tenaga Nasional 
Berhad (TNB) of Malaysia and Electricity Generating Author- 
ity of Thailand (EGAT). This will be the first HVDC project 
for both these utilities. The HVDC interconnection consists of 
a 110-km HVDC line (85km owned by TNB, and 25 km 
owned by EGAT) with the dc converter stations at Gurun on 
the Malaysian side and Khlong Ngae on the Thailand side. The 
scheme is scheduled for commercial operation in July 2000. 
The interconnection will provide a range of diverse benefits: 


e Spinning reserve sharing 

e Economic power exchange — commercial transactions 
e Emergency assistance to either ac system 

e Damping of ac system oscillations 

e Reactive power support (voltage control) 

e Deferment of generation plant-up 


24.6.1.1 Power Transmission Capacity 

The converter station is presently constructed for monopolar 
operation for power transfer of 300 MW in both directions 
with provisions for future extensions to a bipole configuration 
giving a total power-transfer capability of 600 MW. The 
HVDC line is constructed with two pole conductors to cater 
for the second 300 MW pole. Full-length neutral conductors 
are used instead of ground electrodes because of high land 
costs and inherently high values of soil resistivity. 

The monopole is rated for a continuous power of 300 MW 
(300 kV, 1000 A) at the dc terminal of the rectifier station. In 
addition, there is a 10-minute overload capability of up to 
450 MW that may be utilized once per day when all redundant 
cooling equipment is in service. 

The HVDC interconnection scheme is capable of contin- 
uous operation at a reduced dc voltage of 210kV (70%) over 
the whole load range up to the rated dc current of 1000 A with 
all redundant cooling equipment in service. 


24.6.1.2 Performance Requirements 


A high degree of energy availability was a major design 
objective. Guaranteed targets for both stations are: 


>99.5% 
<0.43% 
<5.4 outages per year 


e Energy availability: 
e Forced energy unavailability: 
e Forced outage rates: 
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FIGURE 24.23 One-line diagram of HVDC interconnection between Malaysia and Thailand. 


24.6.1.3 Major Technical Features 
The station incorporates the latest state-of-the-art technology 
in power electronics and control equipment: 


e A fully decentralized control and protection system 
e Active dc filter technology 

e Hybrid dc current shunt measuring devices 

e Triple-tuned ac filter 


24.6.1.4 Technical Information 
See Fig. 24.23. 


24.7 Modern Trends 


24.7.1 Converter Station Design of the 2000s 


The 1500-MW, +500-kV Rihand—Delhi HVDC transmission 
system (commissioned in 1991) serves as an example of a 
typical design of the last decade. Its major design aspects were 
the following: 


e Stations employ water-cooled valves of indoor design 
with the valves arranged as three quadruple valves 
suspended from the ceiling of the valve hall. 


e Converter transformers are one-phase, three-winding 
units situated close to the valve hall with their bushings 
protruding into the valve hall. 

e Ac filtering is done with conventional, passive, double- 
tuned and high-pass units employing internally fused 
capacitors and air-cored reactors; these filters are 
mechanically switched for reactive power control. 

e Dc filtering is done with conventional, passive units 
employing a split smoothing reactor consisting of both 
an oil-filled reactor and an air-cored reactor. 

e DCCT measurement is based on a zero-flux principle. 

e Control and protection hardware is located in a control 
room in the service building in between the two valve 
halls. The controls still employ some analog parts, 
particularly for the protection circuits. The controls 
were duplicated with an automatic switchover to hot 
stand-by for reliability reasons. 


This design was done in the 1980s to meet the requirements 
of the day for increased reliability and performance require- 
ments, i.e., availability, reduced losses, higher overload 
capability, etc. However, these requirements led to increased 
costs for the system. 

The next generation equipment is now being spearheaded 
by a desire to reduce costs and make HVDC as competitive as 
ac transmission. This is being facilitated by the major devel- 
opments of the past decade that have taken place in power 
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electronics. Therefore, the following will influence the next 
generation HVDC equipment. 


24.7.1.1 Thyristor Development 

HVDC thyristors are now available with a diameter of 150 mm 
at a rating of 8-9 kV and power-handling capacity of 1500 kW, 
which will lead to a dramatic decrease in the number of series- 
connected components for a valve, with consequential cost 
reductions and improvement in reliability. 

The development of the light-triggered thyristor (LTT) 
(Figs. 24.24 and 24.25) is likely to eliminate the electronic 
unit (with their high number of electronic components) for 
generating the firing pulses for the thyristor (Fig. 24.26). The 
additional functional requirements of monitoring and protec- 
tion of the device are being incorporated also. 


FIGURE 24.24 Silicon wafer and construction of the LTT. The light 
guides appear in the bottom right-hand corner of the photo. 


Light pipe 


Cu fı Mo 


FIGURE 24.25 Cross section of the LTT with the light pipe entry. 


Electrical triggered Light triggered 


Gate Electronics Unit 


Optica! fibre 


Optical Pulse Generator 
and Control Electronics 


FIGURE 24.26 Conventional firing vs light triggered firing. 
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Both of the preceding developments present the possibility 
of achieving compact valves that can be packaged for outdoor 
construction, thereby reducing the overall cost and reliability 
of the station. 


24.7.1.2 Higher dc Transmission Voltages 

For long-distance transmission, there is a tendency to use a 
high voltage to minimize the losses. The typical transmission 
voltage has been +500 kV, although the Itaipu project in 
Brazil uses 600 kV. The transmission voltage has to be balanced 
against the cost of insulation. The industry is considering 
raising the voltage to +800 kV. 


24.7.1.3 Controls 


It is now possible to operate an HVDC scheme into an 
extremely weak ac system, even with short-circuit capacity 
down to unity. 

Using programmable DSPs has resulted in a compact and 
modular design that is low cost; furthermore, the number of 
control cubicles has decreased by a factor of 10 times in the 
past decade. Now all control functions are implemented on 
digital platforms. The controls are fully integrated, having 
monitoring, control, and protection features. The design 
incorporates self-diagnostic and supervisory characteristics. 
The controls are optically coupled to the control room for 
reliable operation. Redundancy and duplication of controls 
results in very high reliability and availability of the equip- 
ment. 


24.7.1.4 Outdoor Valves 


The introduction of air-insulated, outdoor valves will reduce 
the costly requirement for a valve hall. The use of a modular, 
compact design, which will be preassembled in the manufac- 
turing plant, will save installation time and provide for a 
flexible station layout. This design has been feasible because of 
development of a composite insulator for dc applications, 
which is used as a communications channel for fiber optics, 
cooling water, and ventilation air between the valve unit and 
ground. 


24.7.1.5 Active dc Filters 


This development, made possible by advances in power 
electronics and microprocessors, has resulted in a more 
efficient dc filter operating over a wide spectrum of frequen- 
cies and provides a compact design (Fig. 24.27). 


24.7.1.6 Ac Filters 


Conventional ac filters used passive components for tuning 
out certain harmonic frequencies. Because of the variations in 
frequency and capacitance, physical aging and thermal char- 
acteristics of these tuned filters, the quality factors for the 
filters were typically about 100-125, which means that the 
filters could not be too sharply tuned for efficient harmonic 
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FIGURE 24.28 
Malaysia. 


Installation of triple-tuned filter at the Gurun Station in 


filtering. The advent of electronically tunable inductors based 
on the transductor principle means that the Q-factors can now 
approach the natural one of the inductor. This will lead to a 
much more enhanced filtering capacity. (See Fig. 24.28). 


24.7.1.7  Ac-de Current Measurements 

The new optical current transducers utilize a precision shunt 
at high potential. A small optical-fiber link between ground 
and high potential is utilized, resulting in a lower probability 
of a flashover. The optical power link transfers power to high 
potential for use in electronics equipment. The optical data 
link transfers data to ground potential. This transducer results 
in high reliability, compact design, and efficient measurement 
(Fig. 24.29). 


24.7.1.8 New Topologies 
Two new topological changes to the converter design will have 
a great impact on future designs. 


1. Series-compensated commutation. There are two 
variants to this topology: the capacitor commutated 
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FIGURE 24.29 The optical current transducer. 


converter (CCC) and the controlled series capacitor 
converter (CSCC). Essentially, the behavior of the two 
variants is very similar. The insertion of a capacitor in 
series with the converter transformer results in a major 
reduction in the commutation impedance of the conver- 
ter, resulting in a reduction in the reactive power 
requirement of the converter. The increase in the size 
of the series capacitor can even result in the operation at 
leading power factor if so desired. However, the negative 
impact of lower commutation impedance results in 
additional stresses on the valves and transformers and 
additional cost implications. The first CCC back-to-back 
converter station (2 x 550 MW) has been put into 
service at Garabi, on the Brazilian side of the Uruguay 
River. The system interconnects the electrical systems of 
Argentina and Brazil. 

2. Voltage-source converters (VSC). The use of self- 
commutation with the new generation devices (i.e., 
GTOs and IGBTs) has resulted in the topology of a 
voltage-source converter (VSC) as opposed to the 
conventional converter using ordinary thyristors and 
current-source converter (CSC) topology. The VSC, 
being self-commutated, can control active/reactive 
power, and with PWM techniques, control harmonic 
generation as well. The switching losses and ratings of 
available devices presently limit the application of such 
circuits. The ongoing advances in power electronic 
devices are expected to have a major impact on the 
application of this type of converter on HVDC trans- 
mission. New application areas particularly in distri- 
bution systems are being actively investigated with this 
topology. Table 24.5 provides a list of the HVDC links 
in operation using this technique. 


One major difficulty in using the VSC is the threat posed to 
the valves from a short circuit on the dc line, unlike the CSC, 
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TABLE 24.5 Applications of HVDC light technology 


# Project Rating Distance Application Commissioned 
(MVA kV) (km) 

1 Hellsjon 3 +10 10 Ac-dc conversion Mar. 1997 

2 Gotland 50 +80 70 Feed from wind power generation June 1999 

3 Tjaereborg 7 +10 4 Feed from wind power generation Aug. 1999 

4 Directlink 180 +140 65 Asynchronous interconnection Dec. 1999 


where the valves are inherently protected against short-circuit 
currents by the presence of the smoothing reactor. For this 
reason, VSC applications are almost always used with dc cables 
where the dc line short-circuit risk is greatly reduced. 


24.7.1.9 Compact Station Layout 

The advances discussed previously have resulted in marked 
improvement of the footprint requirement of the compact 
station of the year 2000, which has about 30% of the space 
requirement of the comparable HVDC station designed in the 
past decade (Fig. 24.30) [7]. 


24.8 DC System Simulation Techniques 


Modern HVDC systems incorporate complex control and 
protection equipment. The testing and optimization of these 
equipment require powerful tools that are capable of modeling 


Converter Transformers 


Outdoor HVDC Valves 
Smoothing reactor 


AC Filters 


all facets of the system and have the flexibility to do the 
evaluation in a rapid, effective, and cost-efficient manner. 


24.8.1 De Simulators and TNAs 


For decades, this has been achieved with the aid of physical 
power system simulators or transient network analyzers 
(TNAs) [8]. These incorporate scaled physical models of all 
power-system elements [three-phase ac network lines/cables, 
sources as emf behind reactances, model circuit breakers for 
precisely timed ac system disturbances, transformers (system 
and convertor transformers with capacity to model saturation 
characteristics), filter capacitors, reactors, resistors, arrestors, 
and machines]. Until the 1970s, these were built with analog 
components. However, with the developments in micropro- 
cessors, it is now feasible to utilize totally digital simulators 
operating in realtime for even the most complex HVDC 
system studies. The operating scale of most simulators is in 


ConTune and HP 
Pa Filters 


Control & 
Service Building 


Valve cooling 


Active DC Filter 


FIGURE 24.30 Graphic layout of a compact HVDC station (graphic reproduced here courtesy of ABB). 
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the range 20-100 V dc, 0.2-1.0 A ac and at a power frequency 
of 50 or 60Hz. The stray capacitance and inductance are, 
however, not normally represented, since the simulator is 
primarily used to assess control system behavior and tempor- 
ary overvoltages of frequencies below 1000 Hz. Because of the 
developments of flexible ac transmission systems (FACTS) 
application, most modern simulators now include scaled 
models of HVDC converters, static compensators, and other 
thyristor-controlled equipment. The controls of these equip- 
ments are usually capable of realistic performance during 
transients such as ac faults and commutation failure. The 
limited availability of adequate models of some of the system 
elements restricts the scope of the studies that can be 
completed entirely by means of the simulator. Because of the 
scaling problems, losses in the simulator may be dispropor- 
tionately high and need to be partly compensated by electronic 
circuits (negative resistances) to simulate appropriate damping 
of overvoltages and other phenomena. 


24.8.2 Digital Computer Analysis 


The main type of program employed for studies is an electro- 
magnetic transient program (EMTP), which solves sets of 
differential equations by step-by-step integration methods. 
The digital program must allow for modeling of both the 
linear and nonlinear components (single- and three-phase) 
and of the topological changes caused, for example, by valve 
firing or by circuit-breaker operation. Detailed modeling of 
the converter control system is necessary depending on the 
type of study. 

The main advantage of digital studies is the possibility of 
correct representation of the damping present in the system. 
This feature permits more accurate evaluation of the nature 
and rate of decay of transient voltages following their peak 
levels in the initial few cycles, and also a more realistic 
assessment of the peak current and total energy absorption 
of the surge arrestors. The digital program also allows model- 
ing of stray inductance and capacitance and can be used to 
cover a wider frequency range of transients than the dc 
simulator. 

The main disadvantage of the digital studies is the lack of 
adequate representation of commutation failure phenomena 
with the use of power electronic converters. However, with the 
increasing capacity of computers, this is likely to be overcome 
in the future. 

The models used in the simulators and digital programs 
depend on the assumptions made and on the proper under- 
standing of the component and system characteristics; there- 
fore, they require care in their usage to avoid unrealistic results 
in inexperienced hands. 
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24.9 Conclusion 


HVDC technology is now mature, reliable, and accepted all 
over the world. From its modest beginning in the 1950s, the 
technology has advanced considerably and maintained its 
leading-edge image. The encroaching technology of flexible 
ac transmission systems (FACTS) has learned and gained from 
the technological enhancements made initially by HVDC 
systems. FACTS technology may challenge some of the tradi- 
tional roles for HVDC applications, since the deregulation of 
the electrical utility business will open up the market for 
increased interconnection of networks. HVDC transmission 
has unique characteristics that will provide it with new 
opportunities. Although the traditional applications of 
HVDC transmission will be maintained for bulk power trans- 
mission in places such as China, India, South America and 
Africa, the increasing desire for the exploitation of renewable 
resources will provide both a challenge and an opportunity for 
innovative solutions in the following applications: 


e Connection of small dispersed generators to the grid 
e Alternatives to local generation 
e Feeding to urban city centers 
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BOD Break-over diode 

CCC Capacitor-commutated converter 
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CEA Constant extinction angle 

CF Commutation failure 
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CSC Current source converter 

CSCC Controlled series capacitor commutated 
converter 

DSP Digital signal processors 

EGAT Electricity Generating Authority of Thailand 

EMTP Electromagnetics transient program 

FACTS Flexible alternating current transmission 
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GEU 
GTO 
HVDC 
IPC 
LTT 
MRTB 
MTDC 
OCP 
PDP 
PFC 
PPC 
PWM 
SIL 
STATCOM 
SVC 
TNA 
TNB 
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VDCL 
VGP 
VSC 
VST 


Gate electronic unit 

Gate turn-off thyristor 
High-voltage direct current 
Individual phase control 
Light-triggered thyristor 
Metallic return transfer breaker 
Multiterminal direct current 
Overcurrent protection 

Pole differential protection 
Pulse frequency control 
Pulse phase control 
Pulse-width modulated 
Surge impedance loading 
Static compensator 

Static var compensator 
Transient network analyzer 
Tenaga Nasional Berhad 
Valve base electronics 
Voltage-controlled oscillator 
Voltage-dependent current limit 
Valve group protection 
Voltage source converter 
Voltage setting terminal 
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25.1 Introduction 


Reactive power has no real physical meaning, but is recognized 
as an essential factor in the design and good operation of 
power systems. Real and reactive power on a transmission line 
in an integrated network is governed by the line impedance, 
voltage magnitudes, the angle difference at the line ends, and 
the role the line plays in maintaining network stability under 
dynamic contingencies. Power transfer in most integrated 
transmission systems is constrained by transient stability, 
voltage stability, and/or power stability. Reactive power 
(VAR) compensation or control is an essential part in a 
power system to minimize power transmission losses, to 
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maximize power transmission capability, and to maintain 
the supply voltage. 

It is increasingly becoming one of the most economic and 
effective solutions to both traditional and new problems in 
power transmissions systems. It is a well-established practice 
to use reactive power compensation to control the magnitude 
of the voltage at a particular bus bar in any electric power 
system. In the past, synchronous condensers, mechanically 
switched capacitors and inductors, and saturated reactors have 
been applied to control the system voltage in this manner 
[1, 2]. Since the late 1960s, thyristor-controlled reactor (TCR) 
devices together with fixed capacitors (FCs) or thyristor- 
switched capacitor (TSCs) have been used to inject or 
absorb reactive power [3, 4]. 
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Series compensation is the control of the equivalent line 
impedance of a transmission line. The induction of external 
components (either capacitive or inductive) is used to change 
the apparent reactance of the line. A controllable series 
compensator such as the thyristor-controlled series compensa- 
tion (TCSC) has been developed to change the apparent 
impedance of a line by either inductive or capacitive compen- 
sation, facilitating active power transfer control. The thyristors 
control the conduction period of the reactor to vary the overall 
effective Z of the circuit. The TCSC suffers from the dis- 
advantage that it generates low-order harmonic components 
into the power system. 

TCSCs are usually connected in series to conventional line 
series capacitors. They may consist of one or several identical 
modules. Each module has a small thyristor-controlled reactor 
in parallel to the segment series capacitor. Although the TCSC 
is primarily used for regulating the power flow, though varying 
its effective reactance inserted in series with the transmission 
line, it may also be used for voltage stabilization. In this case, 
the o/p reads terminal voltage within a tight band. 

Voltage source converters using GTO thyristor have been 
developed to operate as static VAR compensators [5-7]. These 
are known as ASVCs. Such converters may resemble the 
operation of synchronous condensers, but in a static 
manner. For these devices, a converter transformer is always 
needed to complement the function of the P.E. switches to 
perform system VAR compensation and may also be used to 
connect the device to the HV bus. The converter supplies 
reactive power to the network by increasing the synthesized 
inverter o/p voltage. Similarly, the ASVC absorbs VARs from 
the network by reducing the o/p voltage below the network 
voltage, i.e., no large power components such as capacitor 
banks or reactors are used. Only a small capacitor is employed 
to provide the required reference voltage level to the inverter. 
In contrast to the TCR/FC or TCR/TSC schemes, bulky and 
experimental passive elements are not required. The possibility 
of PWM voltage source converters with high switching 
frequency for reactive power compensation has also been 
reported [8, 9]. However, the high-switching-frequency opera- 
tion of GTOs is not available. In order to apply large-scale 
reactive power compensation, new svc systems with low- 
switching-frequency PWM operation have been reported 
[10-12]. 

The conventional GTO inverters have dc link voltage 
limitations of about 2kV. Hence, the series connections of 
the existing GTO thyristors have been essential in realizing 
high voltage, about 4 KV. So there has been great interest in the 
multilevel level inverter topology, which can overcome series 
connection problems. The multilevel level inverters are able to 
generate multiple level outputs line to line voltage without 
output transformers or reactors, i.e., the harmonics compo- 
nents of the phase voltage are fewer than those of the 
conventional two-level inverter at the same switching 
frequency. 
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Each alternative has its technical and economical advan- 
tages, limitations, and drawbacks, and it is the scope of this 
article to provide a thorough comparison of the various 
alternatives. 


25.2 Reactive Power Phenomena and 
Their Compensation 


In an ideal electroenergetic system, the voltage and frequency 
in the various points of power distribution must be constant, 
presenting only the fundamental component (harmonics 
contents nil) and a near-unity power factor. In particular, 
these parameters must be independent of the size and char- 
acteristics of the consumer loads; this can be obtained only if 
these loads are equipped with reactive power compensators to 
make the network independent from probable changes that 
appear in the distribution points [1]. 

Compensation of the loads is one of the techniques for the 
controlling reactive power, so to improve the quality of the 
energy in the ac transmission lines; this technique is generally 
used for the compensation of individual or a group of loads. 
This has three essential objectives: 


e Power factor correction 
e Improvement of the voltage regulation 
e Load balancing 


It is noted that power factor correction and load balancing are 
desired even when the supply voltage is virtually constant and 
independent of the load. 


25.2.1 Power Factor Correction 


This is the capacity of generating or absorbing the reactive 
power to a load without the use of the supply. The major 
industrial loads have an inductive power factor (they absorb 
reactive power); hence the current tends to go beyond the 
necessary value to active power absorption alone. But active 
power is usually used for the power conversion, and an 
excessive load current represents a loss for the consumer, 
who not only pays for the over-dimensioning of the cable, 
but also for the excess power loss in the cables. The electric 
companies do not want to transport the useless reactive power 
of the alternators toward the loads, these and the distribution 
network cannot be used at high efficiency, and the voltage 
regulation in the various points becomes complicated. The 
pricing used by these electric companies almost always pena- 
lizes the low power factor of the clients; hence the great 
development of systems for power-factor improvement for 
industrial processes. 
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25.2.2 Voltage Regulation 


Voltage regulation is an important and even the only option in 
the presence of loads when the demand of the reactive power 
varies considerably, which will lead to variations of the supply 
voltage that would destroy industrial processes. 


25.2.3 Load Balancing 


Most of power systems are three-phased and are designed for a 
balanced operation. An unbalanced operation will lead to the 
presence of negative and zero sequences. These sequences have 
a bad effect on the quality of energy, such as additional losses 
and pulsating torques in electric motors and saturation in 
transformers. 


25.2.4 Classical Solutions for Compensating the 
Reactive Power 


25.2.4.1 Synchronous Compensator 


A synchronous compensator is a synchronous machine made 
to rotate at synchronous speed with no mechanical torque 
given to the shaft; the active power delivered by the network 
corresponds to the power loss of the machine. With excitation, 
the operating point will move practically on the axis of the 
reactive power and the machine will behave as a condenser 
Q; < AFNL), or as an inductance Q; > AFNL) as illustrated 
by Fig. 25.1. However, for this type of compensator to be used 
at full efficiency, it should be driven in a closed chamber full of 
hydrogen so as to reduce the losses by ventilation and to 
increase the specific power. The cost of such system is high and 
encumbering [13]. This has led the way to the development of 
a new type of static compensator controlled by thyristors. 


25.2.4.2 Bank of Capacitors 


Such capacitors are generally designed for compensating 
parameters that vary slowly, and the capacitors are usually 
fractioned so as to adjust the reactive power to be compen- 
sated. 


I; >AFNL I < AFNL 
4 } 
VARS VARS H 


(a) Over excitation (b) Under excitation 


FIGURE 25.1 
modes. 


Synchronous compensator: inductive and capacitative 
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Since the capacitors are elements that have discrete varia- 
tions, the techniques for shunt compensation may not allow 
the rapid variation in the reactive power to be followed. It is 
better then to have a more elaborate means of compensation. 


25.2.4.3  Thyristor-Switched Capacitor 

This type of compensator consists of switching capacitors on 
and off by using static switches. But this type of switching will 
be possible only for a maximum value of supply voltage, which 
makes the waveform of the current sinusoidal at half the 
period at steady state. This means that the capacitors should 
be kept at maximum level obtained when the current goes to 
zero. The TSC shown in Fig. 25.2 may be commuted at zero 
voltage through the commuting of the thyristors and switched 
off when the current goes to zero; this type of control may be 
slow, since equating the supply capacitors voltages will lead to 
a delay in the action. 


25.2.4.4 Thyristor-Controlled Reactor 


This type of compensator is made up of an inductance 
supplied through an ac—ac converter made of two thyristors 
in antiparallel, as illustrated by Fig. 25.3. The TCR current is 
always inductive; it absorbs only reactive power. In general, 
TCR is associated with batteries so that it can absorb or supply 
reactive power, as shown by Fig. 25.4, which illustrates the 
characteristics of TCR. 

The thyristor-controlled inductor, also called the thyristor- 
controlled reactor (TCR), is of considerable practical impor- 
tance in an application area of power electronics in ac power 
systems that is commonly described as static- VAR compensa- 
tion. VAR stands for “volt ampere reactive.” In ac power 
networks, lagging reactive currents are undesirable because 
they cause excessive voltage drops and adversely affect stable 
operation. Therefore, steps are taken to compensate for 
lagging reactive currents by introducing leading reactive 
currents. In such schemes, it is now common to use 
thyristor-controlled inductors in a manner that we shall 


FIGURE 25.2 Configuration of the TSC. 
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FIGURE 25.3 Configuration of the TCR. 


V Capacitor + Inductor 
Capacitor alone 


Inductor alone 


—, 


Tomax 


FIGURE 25.4 Characteristics: voltage—current TCR. 


explain. Practical systems are three-phase. But it is best to 
describe the technique using the single-phase version. 

The thyristor-controlled inductor is shown in Fig. 25.5a. It 
is a particular case, for R = 0, of the R—L load controlled by 
an ac switch that we considered earlier. When R = 0, the phase 
angle of the load ¢ = 2/2. Therefore, from the results of the 
case of R-L load, we find that phase control range of « is from 
m/2 to n Taking the reference zero of time as the instant 


FIGURE 25.5a Thyristor-controlled reactor. 
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labeled 0 in Fig. 25.5b and treating resistance as negligible, the 
voltage and the loop equation may be written as 


v= —V,,sinot 
di Vy. 
— = —"sin wt 
d L 


The expression for the current can be obtained by integration 
as 


Van 
i = — coswæt + A 
wL 


where the constant A can be obtained from the initial condi- 
tion, which may be stated (for « > 2/2) as 


i=0 at wt=-(n-2) 


This gives 


A V, 
= — cos a 
wL 


With the constant A determined on this basis, the final 
expression for the current becomes 


S Va 
= —” (cos a + cos wt 
i= zrs% + ) 


The TCI is used primarily as a means of obtaining an 
adjustable value of the fundamental lagging current. The 
waveform of the current can be sketched, and from symmetry 
considerations, we can see that Fourier analysis will give a 
cosine component that is a current lagging by 2/2 with respect 
to the voltage. The amplitude of this fundamental component 
may be found by Fourier analysis as follows: 


2,7" VY, 
n==| —" (cosa + cos 0) cos 0 d0 
T —(n—4) wL 


Vn2(1. 
=—-—|=sn2a0+7-«4 
wLr \2 


FIGURE 25.5b 
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FIGURE 25.6 Static VAR compensation using TSC and TCI. 


From this, we see that the maximum amplitude of I, occurs 
for « = 1/2 and is equal to V,,/@L = /2V/oL. This corre- 
sponds to an rms value of V/@L. The minimum value is zero 
at a = n. Between these limits, the lagging current and so the 
lagging reactive VA are adjustable by variation of «. 


25.2.4.5 Static VAR Compensation Circuit 


Figure 25.6 shows the typical method of static VAR compensa- 
tion. The leading reactive current necessary for VAR compen- 
sation is actually supplied by connecting capacitor banks 
across the ac lines. Before the development of thyristors, this 
was done using electromechanical circuit breakers. With the 
advent of thyristors, bidirectional ac switches using them were 
developed for connecting and disconnecting the capacitor 
banks. A capacitor bank connected in this way is called a 
thyristor-switched capacitor (TSC). The problem to be faced 
when connecting the capacitor to the high-voltage lines is the 
large inrush current that will flow at the moment of contact if 
there is a large instantaneous voltage differential between the 
line and the capacitor. It is relatively easy to overcome this 
difficulty, because the TSC uses static thyristor switches that 
can be gated at any desired instant in an ac cycle by means of a 
switching controller that will sense the voltage differential and 
gate the thyristor at the correct instant in the ac cycle when the 
voltage differential is within permissible limits. 

If only TSCs are employed for VAR compensation, the 
leading VAR to be introduced can only be adjusted in steps, 
because the switching is to be done one capacitor bank at a 
time. For precise adjustments of VAR, as dictated by the 
system requirements, a continually variable feature is desir- 
able. This is achieved in the scheme in Fig. 25.6 by having a 
thyristor-controlled reactor in parallel with the capacitor bank. 
If the maximum lagging current drawn by the TCI is equal to 
the leading reactive VA of the capacitor, the two will cancel and 
the net reactive VA will be zero. From this point, the lagging 
VAR of the TCI can be progressively decreased by phase 
control, thereby increasing the net leading VAR. After the 
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maximum is reached, a further increase can be made by 
switching in another capacitor bank. In this manner, the 
TSCs provide VAR in steps, while the TCI will provide the 
continuous adjustment between steps. This scheme enables 
precise and fast automatic adjustment of the VAR by means of 
closed-loop control. A practical system will be invariably a 
three-phase network, although we have used the single-phase 
equivalent to describe the technique. Also, in a practical high- 
voltage system the TSCs and TCIs may be connected to the 
secondary side of a transformer. In this way, the maximum 
voltage requirements of the thyristors and the capacitors can 
be lowered. 


25.3 Modeling and Analysis of an 
Advanced Static VAR Compensator 


After introducing classical methods for compensating the 
reactive power, we propose a new concept, the advanced 
static VAR compensator [14], based on the exact equivalence 
with the classical rotating synchronous compensator. This type 
of compensator uses a source voltage type inverter with a 
capacitor in the dc side used as energy storage element. First 
a modeling and analysis of the compensator, which uses a 
programmed PWM with a constant conversion ratio, is under- 
taken. Then, the dynamic behavior of the system in the open- 
loop condition will be identified. Moreover, we apply this new 
concept of advanced static VAR compensation to improve the 
stability of a power system network, and prove this through a 
series of simulation tests. 

The proposed ASVC system is modeled using the d— q 
transform [7] and employs a programmed PWM voltage 
wave-shaping pattern, which can be easily stored in an 
EPROM to simplify the logic software and hardware require- 
ments. The programmed PWM has the advantage that there 
are fewer harmonic components in the current, a better power 
factor, and lower switching frequencies, and thus less stress on 
switching devices and reduction of switching losses. At first, an 
identification of the dynamic behavior of the system in open 
loop will be the key to the synthesis of such an approach to 
control, and it will be shown that this control approach is 
more efficient for industry applications [15-16]. 

The control of the static VAR compensator (ASVC) system 
with self-controlled dc bus, which employs a three-phase 
PWM voltage source inverter, will be modeled and analyzed. 
Such an SVC is made up of a two-level voltage-source inverter 
and presents a fast response time and reduced harmonic 
pollution. 


25.3.1 Main Operating Principles of the ASVC 
25.3.1.1 Main Circuit Configuration 


The major ASVC system component is a three-phase PWM 
forced commutated voltage source inverter as shown in 
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FIGURE 25.8 Equivalent circuit. 


Fig. 25.7. The ac terminals of the inverter are connected to the 
ac mains through a first-order low-pass filter. Its function is to 
minimize the damping of current harmonics on utility lines. 
The dc side of the converter system is connected to a dc 
capacitor, which carries the input ripple current of the inverter 
and is the main reactive energy storage element. The dc supply 
provides a constant dc voltage and the real power necessary to 
cover the losses of the system. 
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FIGURE 25.9 Equivalent single-phase circuit of the ASVC. 
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FIGURE 25.10 ASVC single phase diagram as a combination of two 
converters. 


Figure 25.8 shows a simplified equivalent circuit of the 
ASVC. In this representation, the series inductance L, accounts 
for the leakage of the transformer and R, represents the active 
losses of the inverter and transformer. C is the capacitor on the 
dc side. The inverter is assumed to be lossless. V,, and V,, are 
the amplitude of the fundamental of the output voltage of the 
converter and phase voltage of the supply, respectively. 


25.3.1.2 Operating Principles 
The operating principles of the ASVC can be explained by 
using its equivalent single-phase circuit given by Fig. 25.9, 
which is inherently a combination of two converters as shown 
in Fig. 25.10 after rearrangement of the circuit of Fig. 25.9. 
If the fundamental component of the output voltage of the 
inverter V, is in phase with the supply voltage V,,, the current 
flowing out the ASVC or toward the ASVC is always at 90° to 
the network voltage because of reactive coupling. According to 
the circuit shown in Fig. 25.10, converter 1 operates as an 
uncontrollable rectifier through which a small quantity of real 
power flows from the ac to dc side, and converter 2 operates as 
an inverter when the real power flows in the reverse direction. 
Initially, when the converter 2 is not conducting, the capacitor 
C is charged up to the peak value of supply voltage through 
converter 1, and remains at this voltage for as long as there is 
no real power transfer between the circuit and the supply. If 
the switches of converter 2 are operated to obtain the funda- 
mental of the ASVC output voltage slightly leading the ac 
main voltage, converter 2 conducts for a superior period to the 
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FIGURE 25.11 Phasor diagram for leading and lagging mode. 
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one of the converter 1, causing a transfer of real power from 
the dc side to the ac side. In this way the dc capacitor voltage is 
decreased, and a reactive power is absorbed by the ASVC 
system (lagging mode). 

The inverse is true when the fundamental of the ASVC 
output voltage slightly lags the supply voltage: The dc capa- 
citor voltage is increased, and a reactive power is generated by 
the ASVC (leading mode). We can conclude that the reactive 
power either generated or absorbed by the ASVC can be 
controlled only by one parameter: the phase angle between 
the ASVC output voltage and the supply voltage. 

Thus, as indicated by the phasor diagram shown in 
Fig. 25.11, when the amplitude of the inverter output voltage 
Va is smaller than the supply voltage V,a, the reactive power is 
absorbed by the ASVC. Otherwise, the ASVC generates the 
reactive power when the amplitude of the supply voltage is 
larger than the output voltage of the inverter. 


25.3.2 Modeling of the ASVC System 


To achieve an easier modeling of the system [24], the original 
circuit is subdivided in several basic subcircuits as shown in 
Fig. 25.8. 


25.3.2.1 Transform of Part A 


The three-phase supply voltages are given by the following 
equation: 


Vsa sin(cot — a) 
Vs abe = | Usp | = ¥2/3V,] sin(@t — 27/3 — a) (25.1) 
Vee sin(wt + 27/3 — a) 


where « is the phase angle difference between the source 
voltages and those of the inverter. In the d — q frame: 


— sing 
Vs qdo = KV; abc = Vs} cosa (25.2) 
0 
With: 
cos(@t) cos(œwt — 27/3) cos(wt + 27/3) 
K=/2/3} sin(œwt) sin(wt—2rn/3 sin(œwt + 27/3) 


Lin? 1/2 1/2 


25.3.2.2 Transform of Part B 


The relationship between the voltage and the current in the 
part of the resistor 


Vs abc = Rsiave T Vabe (25.3) 


605 
The d — q transform of (25.3) yields 


Us qdo = Rsigdo + Vodo (25.4) 


25.3.2.3 Transform of Part C 


The relationship between the voltage and the current in the 
part of inductor L, is 


(25.5) 


d. 
L, gg (abe) = Vabe — Vo, abe 


The d — q transform of (25.5) yields 


d. d f; 
L; g; Cado) = L, g E)K- shade + Vado = Vo, qdo (25.6) 


d. 
Lea Ma) = —OL,ig + Vg — Voq (25.7) 
d. ; 
L, gi» — oL,i, + Ug = Vod (25.8) 
Assembling parts B and C: 
R; 
d S Ea 1 
Eas EC a EE L, t |4| atoa] (25.9) 
dt 1q oO 2 R, 1g L Ugg = Uo 


25.3.2.4 Transform of Parts D and E 

Under the assumption that harmonic components generated 
by the switching pattern are negligible, the switching function 
S can be defined as follows: 


Sa sin(@t) 
S= | s | = V2/3m| sin(@t — 27/3) (25.10) 
Se sin(cot + 27/3) 


The modulation index, being constant for a programmed 
PWM, is given by: 


IM = 04 peak/ Vae = /2/3m (25.11) 
The inverter output voltages are given by 
Vo.abe = SVdc (25.12) 
In the d — q axis: 
0 
Vo, qdo = KSvg- = M| 1 | v4 (25.13) 
0 
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So Eq. 25.9 can be written as follows: 


R, 
d ig — L, $ ig a —V, sin o 
dt | 14 oe _R | ig | L| V.cosa — mi 
L, 
(25.14) 
The dc side current in the capacitor is given by 
Las Say (25.15) 
In the d — q axis 
tq 
ige = STK iao = mO 1 Olle (25.16) 
i, 
lic = mig (25.17) 


The relationship between the voltage and the current in the dc 
side is given by: 


=C 25.18 
lac dt ( ) 
Thus, replacing Eq. (25.17) in (25.18), we will have: 
dvo m 


Collecting all parts of the system, while introducing the third 
equation (25.19) (the model of the dc part in the system), the 
complete mathematical model of the ASVC in the d — q axis 
will be as follows: 


R, 
ST —æw 0 
d\ ‘4 3 ig — sing 
: _ R m v 
P7 t4 | = w sae ae t4 | t+—] cosa 
Vdc ii È s Vdc z 0 
0 — 0 
C 
(25.20) 
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From equation system (25.20), we can extricate the following 
expressions: 


sin & R, . (00) m . 
V1 P2 +p Sing COS += Sin & 


L Le Le 
i,(p) = S z S E S < 
{ops Spp o E) 
Ps TPT 2 F7 TLC) T "RC 
(25.21) 
v COVEY R, oO, 
COS & sin & 
f (p) s P2 L, P R L, 
1q = 
Ps + 2p 
R, R My R, 
= ma == (25.22 
E+ o(m ++ Te Pigo aed 
COS: R, oO. 
COS & sin & 
PEG Be LC 
VaclP) ae mV, 


+2p, =+ E LA E 
w m 
P3 2 P 2 2 ; 2 2 


$ 


(25.23) 

Expressions of real and reactive power are given by 
PAP) = Vsglg + Vsata = — ViCi Sin — ig cos a) (25.24) 
GAP) = Vsqig — Vsalg = —V(iq sin & + 1, cos æ) (25.25) 


25.3.3 The ASVC Behavior in Steady State 


Equations governing the steady-state behavior of the ASVC 
can be obtained by equating the term of derivatives in the 
mathematical model given by Eq. (25.20) to zero, which is 
similar to short-circuiting the inductors and opening the 
capacitor, so we will have: 


V, sin & 
i= — (25.26) 
R, 
i= 0 (25.27) 
V, wL 
Vie = — (cos a — sin a) (25.28) 
m R, 
V2 sin? a 
p- = (25.29) 
c R, 
V? sin & cos & 
ga ee (25.30) 


R, 

We note that the active and reactive power depend only on the 
square of the supply voltage and the resistor of coupling of the 
ASVC to the ac mains, and are independent of the other 
parameters of the circuits (L, and C). In addition, the dc side 


25 Multilevel Converters and VAR Compensation 


600 


500 H---75hz-- +- 


400F------+------ 


300}------H------ 


200$------H -+--+ -1-214 


do 
(= 
i 
ha 
(=) 
i 
HN 
= 
ol---- 
= 
= 
ha 
(=) 
ies) 
= 


=] 
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voltage depends on g, the modulation index, and the resistor 
and inductor of the coupling, but is independent of the value 
of the dc capacitor. The system parameters are given by 


Supply: V, = 220 V, f=50Hz, R,=1Q, L,=5mH 
DC side: C = 500 uF m= 1.12/73 


By varying the angle « in an interval of —30° to +30° which is 
the linear zone for sine and cosine, we obtain the following 
responses. Figure 25.12 shows i,, ig, and vg, values for different 
values of æ, where we can note that the real current ij is always 
zero; on the other hand, the reactive current ig and the dc 
voltage vy. are linear according to «. 

Figure 25.13 shows the real and the reactive power flowing 
from or to the ASVC for different values of «, where it is clear 
that the reactive power has a linear variation according to 2, 
and the real power always exists to cover the losses in the 
system and to maintain the dc side voltage at the operating 
level. 


25.3.4 ASVC Behavior in Transient State 


Taking as an initial condition for the dc side voltage the 
maximum voltage of the supply, a series of dynamic responses 
of the system to step changes of +10° of the angle « have 
been established [17]: Figure 25.14 shows the response of the 
reactive current 7, to a step change of x = —10° for Fig. 25.14a 
and « = +10° for Fig. 25.14b, which after a short transient 
state attains a stable value of 38 A supplied to the network. 
Figure 25.15 shows the response of the dc side voltage vz, to 
a step change of (x = —10° for Fig. 25.15a and « = +10° for 
Fig. 25.15b, in which attains a value greater than that of the 
network: capacitive mode. Figure 25.16 shows the response of 
the active current i; (x = —10° for Fig. 25.16a and « = +10° 
for Fig. 25.16b), which, after the voltage vj, reaches its stable 
value, it goes to zero, because its action on the transient state is 
only for charging and discharging the dc side capacitor. Figure 


iq [4] iq [A] 

40 0 r r r r 
35} 25 
30} -10 
25F -15H 
20} -20 } 

15} -25} 

10} -30} 

5t -35} 

OF -40} 

-5 -45 


0 0.02 0.04 0.08 0.08 
temps [s] 


0.1 


o 0o02 004 006 008 01 
temps [5] 


FIGURE 25.14 Transient reactive current response. 
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FIGURE 25.17 Reactive power response to change of «. 


TABLE 25.1 Switching angles 


va a a3 %4 as %6 a7 ag Xo Xio Oy 


4.4° 10.8° 14.1° 21.1° 23.4° 31.6° 33° 42.3° 43.1° 65.9° 66.3° 
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FIGURE 25.18 Switching pattern and line to neutral voltage. 
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FIGURE 25.19 Harmonic spectrum of line—neutral voltage. 


25.17 shows the behavior of the reactive power to a step 
change of « = —10° for Fig. 25.17a and « = +10° for Fig. 
25.17b), which after two cycles reaches a stable value of 
—8.47 kVar supplied to the network capacitive mode and 
+8.47 kVar for the inductive mode. 

A programmed PWM switching pattern, which allows the 
elimination of a selected number of harmonics, is continu- 
ously applied to the six controlled switches (Table 25.1). This 
method is used because it offers better voltage utilisation and 
lower switching frequencies, and thus less stress on switching 
devices and reduction of the switching losses (increase of the 
efficiency of the converter). For our work, we use a 
programmed PWM with the parameters given by MI (modu- 
lation index) = 1.12. 

Figure 25.18 shows the switching pattern, and the corre- 
sponding line to neutral output inverter voltage. Figure 25.19 
shows the harmonic spectrum of the output inverter voltage, 
where it is clear that the elimination of harmonics is verified. 
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The advantages of this programmed PWM over the classical 
PWM are as follows: 


1. Nearly 50% reduction of switching frequency 

2. Possibility of high voltage gain due to overmodulation 

3. Dc side-current ripples low because of high quality of 
current and voltage waveforms 

4. Reduction of the PWM frequency, which lowers the 
switching losses and thus can be used for high-power 
applications 

5. Elimination of low-order harmonics, which allows 
avoiding resonance. 


25.3.5 Controller Design 


The controller design of the ASVC is based on the linearized 
model of the system under the following assumptions: 


e Disturbance æq is small. 
e The second-order terms are dropped. 
e The quiescent operating a is near zero. 


The trigonometric nonlinearities are treated as follows: 
COS(% + X4) = COS % COS X4 — SIN &ọ SIN HA 


(25.31) 
sin(% + %4) = COS Xp SiN &4 + SIN Hy COS XA 


After development and simplification, the linearized model in 
state space is given by 


Xa = AX, + BU, 


(25.32) 
qea = CX 


with 


2 ORY 
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FIGURE 25.20 PI design criteria by root locus. 


The transfer function relating the reactive power q., to the 
angle a, is given by 


GaP) 1 
G(p) = = Calpl — AB 
Dag ee 
p R mw 
Gp) = ele tac 
P +2 A me 
Pee ee Ec)" PC 
(25.33) 


Thus the PI controller is conceived so that the ASVC has a 
desired dynamic performance. The PI transfer function is 


Fp(p) = K(i + 7) (25.34) 
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FIGURE 25.21 


Main and control circuit for the proposed system. 
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FIGURE 25.22 Details of the control block diagram. 


The closed-loop transfer function of PI associated with the 
transfer function of the ASVC is given by 


[Fp G]px(p) = 1+ FG 


(25.35) 


If we take T; = 0.003, Fig. 25.20 shows the root locus for K 
varying from zero to infinity. The value of K that gives us a 
closed loop response with a damping factor ¢ = 0.7 is 


K =7.5 x 107° 


Qref, Qmes [kV ar] 
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FIGURE 25.23 Simulated reactive power response. 
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FIGURE 25.24 Simulated current and voltage waveforms. 
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FIGURE 25.25 Simulated inverter dc bus voltage. 


The parameters of the PI controller are 


KK S75 x 1076 


K —3 
K, =—=2.5 x 10 
ie 


i 


25.3.6 Proposed Control Block Diagram 


Figure 25.21 shows the main control circuit of the system, 
representing the different blocks constituting the control 
system. Details of the control block are illustrated by 
Fig. 25.22. The source voltage and the ASVC currents are 
transformed in the d— q axis for calculating the reactive 
power generated by the system, which is compared to the 
reference; the vector PLL detects the phase angle of the supply, 
which is added to the control variable x (output of the PI 
controller). This sum adjusts the reading frequency of the 
counter connected to the EPROM where the switching pattern 
is stored. 

To verify key analytical results and the validity of the 
proposed control scheme [10,18], the aforementioned ASVC 
structure was tested on a Pentium personal computer. 
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FIGURE 25.26 Simulated inverter line to neutral and source voltage. 
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Computer simulation was carried out using Matlab, with the 
system parameters given by 


Supply: V, = 220 V, f =50 Hz, 
dc side: C = 500 pF; 
PI controller: Kp = 7.5 x 107°, 


R,=1Q, L,=5 mH; 


K; = 2.5 x 107° 


Testing of the ASVC system shown in Fig. 25.21 was 
performed for dynamic response. The amplitude of the refer- 
ence was adjusted to cause the system to swing from leading to 
lagging mode. Figure 25.23 shows the simulated reactive 
power response to a reference change from 10kVar lagging 
to 10kVar leading. Performance evaluation of the subject 
model was also tested for current and voltage responses to 
step changes. Figure 25.24 shows the simulated current and 
voltage waveforms to a step reference change from 10 kVar 
lagging to 10 kVar; leading, this figure confirms that the 
compensator time response is fast (about 10 ms). 

The dc side voltage response to the same change is depicted 
in Fig. 25.25. Figure 25.26 shows the simulated inverted 
output voltage and voltage source waveforms to a step refer- 
ence change from 10 kVar lagging to 10 kVar leading and how 
the inverter output voltage responds during transients. 


25.3.7 Conclusion 


A new model of advanced static VAR compensator has been 
developed. A fast control approach of the ASVC system has 
been implemented for applications that require leading or 
lagging power compensation. The proposed control strategy is 
based on an explicit control of the reactive power implicit in 
the voltage amplitude of the capacitor of the dc side and is 
more flexible. The simulation results show that this control 
strategy has good dynamic performance for generating or 
consuming of the reactive power. 


FIGURE 25.27 Schematic diagram of the network ASVC. 
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25.4 Static VAR Compensator for the 
Improvement of Stability of a Turbo 
Alternator 


The requirement to design and operate power systems with the 
highest degree of efficiency, security, and reliability has been 
the central focus for the power system designer ever since 
interconnected networks came into existence. To satisfy these 
requirements, various advances in the technology of ac power 
transmission have taken place in the context of effective 
control of reactive power and its compensation. The static 
VAR compensator (SVC’s ) is a dynamic reactive power 
compensation device. Recent developments in solid-state 
VAR compensators have led to the hope of achieving very 
efficient control of reactive power. This stems from the fact 
that the voltage is maintained constant within a specified level, 
to improve the dynamic stability of the power system and its 
power factor as well as correcting the phase unbalance. In this 
section, we will study the case when disturbances occur at the 
studied machine without affecting the behavior of the other 
machines (that is, speed and emf are constants). This means 
that the voltage and frequency of the network can be consid- 
ered constant. The turbo-alternator is then connected to a 
distribution network called “infinite.” 


25.4.1 Mathematical Model of the Network 
ASVC 


Based on Fig. 25.27 we can establish the following equations: 
e Machine side: 


Va = —p®y — ©, — D, på — Raisa (25.36) 
V, = —p®, + 0; + Papë — Raiga l 
e Network side: 
Via = Va — Ria — Lpig, — Loig — Lig pd (25.37) 
Vig = Vq— Riy — LPign + Loig, + Lig pd l 
e ASVC side: 
Vad = Va Rstuc L.Plac L,@igc (25 38) 
Vaq = Vi = Rgtgc a L.Pigc + L,@tac ` 
; 1 : : 
Pia = 7 [Va — Vea — Relac — Lerige] 
i (25.39) 
Pige = gla = Va ~ Reigc + L@iac] 
S 
with 
in =i, —i 
BES eee 5 ae (25.40) 


tat = Iga — bac 
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By putting (25.40) into (25.37), we get 


Via = Va — Raa — tac) — LpCiaa — tac) 

Lofia — iyc) — Liga ops (25.41) 
Vig = Va — R(tga — tac) — LPiga + LPigc 

Lo(iaa — iac) — Lliga — iac) pò 


By developing (25.41) and replacing by (25.39) and after a 
tedious calculation, we obtain the complete model of the 
infinite bus bar network with ASVC (or ASVC) : 


; B D . 
20, sind’ — (e(r tit =) + R) iJa 


pija = do do 
® P 
re(-v0, F = + a) 
Tdo Tdo 
; C CE ke 
—ow'(L + CF )iga = (+ + =), + Algo 
L do do (L +4 EA) 
= L UCd 
(25.42) 
/ G : 
4/20, cos ô' — l (« + s) + r) laa 
. qo 
Plaga = 
qA P, 
“EG o'n 7 wo’ D4 oe q"! 
qo 
/ ; } L 
+ 0 (L + EA)iga + Aic — Era J(L+éF) (25.43) 
p®y = (BigCve — O )/Tho (25.44) 
PIa = (Dig + Evs — Da3)/Tho (25.45) 
PI = (Gi, — ®y)/T ho (25.46) 
pd = w — w (25.47) 
po’ = (C,, — Ce) /J (25.48) 
with 


L R, 
e= (142) and i=(R-13) 


The model of the ASVC is established by taking the voltage of 
the bus bar as a reference. Hence, we get 


sin & 
Vc, dqo = KSvge = M| cosa | v4 
0 


(25.49) 
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Control block 


C 


FIGURE 25.28 Main circuit of the control strategy. 


FIGURE 25.29 Details of the control block. 


with 
Sa sin(œt + a) 
S= | s, | =2/3m| sin(wt + « — 27/3) (25.50) 
Se sin(@t + « + 27/3) 


The current of the dc side capacitor is given (in the Park axis) 
by 


= STK" igdo = m(i, sin & + ig cos) (25.51) 
Hence, the dc side voltage is given by 
” (ig sin ot + i ) (25.52) 
Vac = — (i,c sin a + igg cos % : 
ac = 5c Mac dc 
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Thus, the model of the ASVC is given as 
Plac = (—R;i4c mi o'Lic — mac sin(«,) F vq)/L, (25.53) 
Pic = (—Reigc — @'Lyigc — mac COS(%,) + U,)/L, (25.54) 
Pac = Mage sin(x.) + igo cos(%,))/C (25.55) 


with «, = «+ 6, since we have taken the voltage of the bus bar 
as a reference for the ASVC, i.e., on the phasor diagram the 
voltages of the ASVC are synchronized to those of the bus bar 
considered. Hence, our model will be made up of 10 differ- 
ential equations, seven for the alternator and three for the 
ASVC. For the initialization of the system, we take for the 
machine the same conditions given in [13-21], and for the 
ASVC the following initial conditions: 


J2v 


v Eu 
dC m 
lac = 0 
lc =0 


25.4.2 Proposed Control Strategy 


Figure 25.28 shows the main principles of the proposed 
control of the ASVC: the reactive power demanded is always 
compensated partly by the capacitive reactive power generated 
by the ASVC. This method of compensation help ease the 
alternator and increase the security boundary for the heating 
of the rotor circuit. Figure 25.29 gives the details of the control 
block diagram. The reactive power demanded, being inductive, 
must be compensated by the capacitive reactive power gener- 
ated by the ASVC. 

A PI regulator controls this compensation, which synthe- 
sizes the control variable «, which is added to the angle 6 that 
is necessary for synchronizing with the voltages of the bus bar 
considered. This sum, being «,, is applied to the ASVC to 
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FIGURE 25.30 Load angle variation. 
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FIGURE 25.33 Load angle variation of the turbo-alternator. 
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generate the necessary reactive power; the control variable « is 
limited by two upper and lower levels, which allows preserving 
the stability of the compensator. If we suppose that the 
reference is always the voltage of the bus bar connected to 
the ASVC, the transfer function relating the reactive power to 
the control angle « is given by [17] 


= ++ al 


a) LC 
P= ate) +2 48 ra + mie 
p Py i LC)" PC 


As for the PI regulator, it is designed similarly as given in 
Section 25.2, with the same constant of time of integration, 
but the voltage level will change. Hence, by using the root- 
locus method, the parameters of the regulator are given as 
follows: 


K, = 2.3 x 107° 
K; =7.7 x 107 


25.4.3 Simulation Results 


To analyse the performance of the stability of the turbo- 
alternator with ASVC, a series of simulation tests have been 
carried out, by taking the compensator parameters as follows: 
ac side: R, = 1 Q, L, = 5 mH; dc side: C = 500 uF. 

The results obtained for the turbo alternator and ASVC are 
compared with those of the turbo alternator alone. Figure 
25.30 represents the variation of the load angle of the turbo 
alternator group with and without compensation after clearing 
the fault of 0.08 s. We notice that the response with the 
compensation is more damped and the load angle is smaller 
than that of the turbo alternator without compensation. 
Figure 25.31 represents the variation of the angular speed 
centered on the turbo alternator with and without compensa- 
tion after clearing the fault of 0.08 s. We notice that the 
response with compensation is more damped than without 
compensation. 

Figure 25.32 represents the variation of the voltage of the 
first bus bar with and without compensation. The voltage of 
the compensated system is higher than that without compen- 
sation. This is due to the decrease in reactive power in the lines 
by the ASVC, which generates a capacitive reactive current that 
nullifies a part of the inductive reactive current absorbed by 
the line. Figure 25.33 shows the variation of the load angle of 
the turbo-alternator with and without compensation after the 
clearing of the fault of 0.3 s, which is the critical time for 
clearing the fault for the alternator without compensation. We 
notice that the introduction of the ASVC has allowed improve- 
ment of this clearing time and an increase in the level of 
stability of the system. 
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25.4.4 Conclusion 


In this section a new approach to improve the stability of a 
turbo-alternator using static VAR compensator has been 
presented. The mathematical model derived and the transient 
simulated results obtained are included to confirm the applic- 
ability of the proposed control scheme. This control approach 
is more suitable for industrial applications, which require 
continuous control of the reactive power. Analysis of the 
simulation results allows us to conclude that the use of the 
inverter as a compensator of reactive power brings better 
performance than classical methods and gives to the electro- 
energetic system better flexibility. 


25.5 Multilevel Inverters 


Recent advances in the power-handling capabilities of static 
switch devices such as IGBTs with voltage rating up to 4.5kV 
commercially available, has made the use of the voltage source 
inverters (VSI) feasible for high-power applications. High- 
power and high-voltage conversion systems have become very 
important issues for the power electronic industry handling 
the large ac drive and electrical power applications at both the 
transmission and distribution levels. As a result, a variety 
of VSI-based equipment such as static compensators 
(STATCOM) is used to make flexible ac transmission systems 
(FACTS) possible. The ability of this FACTS equipment to 
control reactive power systems as well as to improve system 
stability may required the use of VSI with high-voltage and 
high-power capabilities. 

This is not possible for a two-level inverter, as the semi- 
conductor devices must be connected in series to obtain the 
required high-voltage operation. This can be achieved by 
summing the outputs of several two-level converters with 
transformers or inductors, or direct series connection, or by 
more complex topologies such as the diode clamped inverter 
and the flying capacitor inverter. 

The multilevel pulse-width modulation (PWM) converter 
topology has drawn tremendous interest in the power industry 
since it can easily provide the high-power required for high- 
power applications for such uses as static VAR compensation 
and active power filters, and so that large motors can also be 
controlled by high-power adjustable-frequency drives. The 
most popular structure proposed as a transformerless voltage 
source inverter is the diode-clamped converter based on the 
neutral point clamped (NPC) converter proposed by Nabae et 
al. [22]. It has the advantages that the blocking voltage of each 
switching device is one-half of the dc link voltage and the 
harmonics contents output voltage is far less than those of 
two-level inverters at the same switching frequency. A general 
trend of replacing existing conventional inverter by neutral 
point clamped (NPC) inverters in high-power applications is 
taking place. The multilevel voltage source inverters’ unique 
structure allows them to reach high voltages with low harmo- 
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yayays 


FIGURE 25.34 Schematic diagram of an inverter with 6N pulses by 
transformers. 


nics without the use of transformers or series-connected 
synchronized switching devices, a benefit that many contribu- 
tors have been trying to appropriate for high-voltage, high- 
power applications. 

The general structure of the multilevel converter, which has 
a multiple of the usual six switches found in a three-phase 
inverter, is to synthesize a sinusoidal voltage from several levels 
of voltages, typically obtained from capacitor voltage sources. 
The main motivation for such converters is that current is 
shared among these multiple switches, allowing a higher 
converter power rating than the individual switch VA rating 
would otherwise allow with low harmonics. As the number of 
levels increases, the synthesized output waveform, a staircase- 
like wave, approaches a desired waveform with decreasing 
harmonic distortion, approaching zero as the number of 
levels increases. The structure of the multilevel inverter starts 
from three-level, also known as a neutral clamped converter 
[23-25], and consists of two capacitor voltages in series and 
uses the center tap as the neutral. Each phase leg of the three- 
level converters has two pairs of switching devices in series. 
The center of each device pair is clamped to the neutral 
through clamping diodes. The waveform obtained from the 
three-level converters is a quasi-square-wave output. 


25.5.1 Different Structures of the Multilevel 
Inverters 


There are roughly three main types of transformerless multi- 
level inverter topologies, which have been studied and received 
considerable interest from high-power inverter system manu- 
facturers: the flying-capacitor inverter, the diode-clamped 
inverter, and the cascaded H-bridge inverter. A detailed over- 
view and comparison of characteristics and their implementa- 
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(©) 


FIGURE 25.35 Schematic diagram of: (a) one leg of converter; (b) three-level converter; (c) one leg of M multilevel converter. 


TABLE 25.2 States of the switches for one leg of converter 


States of the Switches 


Symbols 

of States Slx S2x S3x S4x Output Voltages 
P ON ON OFF OFF Vd 
(0) OFF ON ON OFF Vd/2 
N OFF OFF ON ON 0 


tion issues is given next. All share the same property, which is 
that the output filter can be dramatically reduced, and the 
usual bandwidth limit induced by the switching frequency can 


be reconsidered. 


25.5.1.1 Multilevel Inverters with Transformer 


An inverter with M levels that has P = 6M pulses is obtained 
from an inverter with six pulses at the fundamental thanks to 


t + 
\ \ 
pH — pH 


E= A a | 


FIGURE 25.36 Switching states. 


the following operating structure. We operate the inverters 
through a common dc source with successive phase displace- 
ment of 27/6M. 
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0 


FIGURE 25.37 Current flow. 


The transformer secondary windings have appropriate 
configurations and connections to obtain the three-phase 
voltage by connecting the primary winding of the transformer 
in series and parallel, which displaces each waveform of the 
output voltage likewise obtained. Figure 25.34 shows a model 
with N pulses used as reactive power generator (SVG) made of 
eight (8) inverters with six (6) pulses using the transformers 
with particular connection so to eliminate harmonics and 
reduce the total harmonic distortion. This first type of multi- 
level inverter presents the following drawbacks: 


1. Total pricing of the system is related mainly to the 
transformers used. 

2. They produce roughly 50% of the total losses of the 
system. 

3. They occupy 40% of the total surface allowed for the 
system. 

4. They make the control difficult because of problems 
related to overvoltages caused by saturation in the 
transient state. 


25.5.1.2 Neutral-Point-Clamped Inverter 

Figure 25.35a shows a schematic diagram of the structure of 
a three-level (Neutral-point clamped) inverter. It may be 
coupled directly to a level of voltage of 3.3kV by using a 
GTO of 4.5kV [26, 27]. Taking for reference one leg of the 
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FIGURE 25.38 Schematic diagram of a three-level flying capacitor type 
converter. 


converter as shown in Fig. 25.35b, Table 25.2 gives overall 
switching states of the GTO, to obtain the voltages 0, E/2, and 
E three (3) states per leg; thus, for a three-phase converter 
there are 27 states in total. 

Figure 25.36 shows a structure of an M multilevel converter; 
in this case we use (M — 1) x 2 x 3 GTO, (M—-1)x 2x3 
diodes in anti-parallel, (M—1) x (M-—2)x3 clamping 
diodes, and (M — 1) capacitors. Figure 25.37 represents the 
transitions of the switches of one leg according to the 
indicated states in Table 25.2. Figure 25.37 also shows the 
direction of the current flow for each state. 

(S11, S14); (S21, $24); (S31, S34) are the main switches; 
they are switched directly by control pulses. (S12, $13); (S22, 
$23); (S32, S33) are the auxiliary switches and allow connec- 
tion of the output of each phase to neutral point (0). (D11- 
D32) intervene in this operation. 

As an example, for M = 51 for a direct connection with a 
69-kV_ network, 300 GTOs and diodes in antiparallel, 50 
capacitors, and 7350 clamping diodes are needed. This 
second type of converter presents the following advantages: 


1. When M is very high, the distortion level is so low that 
the use of filters is unnecessary. 

2. Constraints on the switches are low because the 
switching frequency may be lower than 500 Hz (there 
is a possibility of switching at the line frequency). 

3. Reactive power flow can be controlled. 


The main disadvantages are: 


1. The number of diodes becomes excessively high with 
the increase in level. 

2. It is more difficult to control the power flow of each 
converter. 


25.5.1.3 Flying Capacitors 

Figure 25.38 shows the structure of a flying-capacitor type 
converter. We notice that compared to NPC-type converters a 
high number of auxiliary capacitors are needed, for M level 
(M — 1) main capacitors and (M — 1) x (M — 2)/2 auxiliary 
capacitors. The main advantages of this type of converter are: 
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FIGURE 25.40 ‘Topology of a three-level inverter. 


1. For a high M level, the use of a filter is unnecessary. 
2. Control of active and reactive power flow is possible. 


The drawbacks are: 


1. The number of capacitors is very high. 
2. Control of the system becomes difficult with the 
increase of M. 


25.5.1.4 Cascaded-Type Multilevel Inverter 


Figure 25.39 represents the structure of a three-phase 
cascaded-type converter with separate dc sources; it shows 
an example of a 9-level converter. This type of converter does 
not need any transformer clamping diodes, or flying capaci- 
tors; each bridge converter generates three levels of voltages 
(E, 0, and —E). For a three-phase configuration, the cascaded 
converters can be connected in star or delta. It has the 
following advantages: 
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Schematic diagram of a 9-level cascaded-type converter. 


1. It uses fewer components than the other types. 
2. It has a simple control, since the converters present the 
same structure. 


However, the main drawback is that it needs separate dc 
sources for the conversion of the active power, which limits 
its use. 


25.5.2 Conclusion 


Among these inverter topologies, the flying capacitor inverter 
is difficult to realize because each capacitor must be charged 
with different voltages as the voltage level increases. Moreover, 
the diode-clamped inverter is difficult to expand to multilevel 
because of the natural problem of the dc link voltage unbalan- 
cing, the increase in the number of clamping diodes, and the 
difficulty of the disposition between the dc link capacitors and 
the devices as the voltage increases. Though the cascaded 
inverter has the disadvantage of needing separate dc sources, 
the modularized circuit layout and package are possible, and 
the problem of the dc link voltage unbalancing is not 
occurred. Therefore it is easily expanded to multilevel. Because 
of these advantages, the cascaded inverter bridge has been 
widely applied to such areas as HVDC, SVC, stabilizers, and 
high-power motor drives. 
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FIGURE 25.41 Voltage waveforms of one leg of inverter for R = 8. (a) 
Pulses for S11, (b) pulses for $21, (c) pulses for S31, (d) pulses for S41, (e) 
voltage between phases. 


25.6 The Harmonics Elimination Method 
for a Three-Level Inverter 


In this section the use of a harmonics elimination method 
applied to a three-level inverter is shown. The method to 
calculate the switching angles is exposed. Simulations results 
using the Pspice program are carried out to validate the 
mathematical model. It is well known that for a classical 
inverter, voltages are generated with harmonics of the order 
(6K +1)f, and the input current at steady state contains 
frequency components equal to 6K f, with f the output 
fundamental frequency and K = 1,2,3.... One of the solu- 
tions applied is the use of multilevel inverter topology. Figure 
25.40 shows the structure of a three-level inverter used as a 
compensator [28, 29]. Each leg of the inverter is made up of 
four pairs of diode GTOs, each representing a bidirectional 
switch and two auxiliary diodes, allowing zero voltage at the 
output of the inverter. The system obtained is connected to an 
R, L load; the dc side is composed of two capacitors behaving 
as a voltage divider supplied from a dc source. 
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25.6.1 PWM Control for Harmonics Elimination 


The switching angles are fixed by the intersection of a 
reference wave and a modulating signal, in the PWM case, 
or full-wave control [30]. A third alternative control method is 
possible when we use a system controlled by microprocessor 
for switching through precalculated sequences stored in 
memory. The determination of the control angles may then 
be done based on complex criteria, since the angles have 
already been calculated. The performances of the system 
depend on the choice of the criteria used for calculating the 
angles; it is interesting to note that any method used will 
always consist of eliminating the effect obtained by the 
presence of harmonics on the output voltage of the inverter. 

Figure 25.41 shows the control signals of the four switches 
of one leg of the three-phase, three-level inverter and the phase 
voltage to the neutral point M. The pulses given in Figs. 25.41a 
and 25.41b control the switches S11 and $21. The comple- 
mentary pulses to S11 and S12, respectively, in Figs. 25.41c 
and 25.41d control the switches $13 and $14. The voltage 
between a phase and neutral point M is illustrated by 
Fig. 25.4le. We notice that the voltage Vay is symmetrical 
with respect to M. 

Fourier coefficients for such a signal Vay, are given by 


a, = = Po sostra) (25.56) 


with R the harmonics range (1,2... R). 

These equations are nonlinear, and multiple solutions are 
possible. But all the solutions of Eq. 25.56 must satisfy the 
following constraint: 


T 
1 < M3 < A3 << ARG (25.57) 


The nonlinear equations to eliminate R — 1 harmonics that 
are not multiples of three, such as 5, 7, and 11, are written as 
follows: 


COS,  —COS A, (—1)/*! cos at ta, /4 

cos5a, —cos 5a, (—1)/*! cos 5%; 1 

COS XÆ] COS XX, (=)! COS XO; 1 
(25.58) 


with x = 3R — 1 for R even and x = 3R — 2 for R odd. 

To solve the system of equations (25.58) we use the 
Newton-Raphson method, from a program developed in 
Pascal language. The algorithm may be summarized as follows: 
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We define: 


hj(a;, ..., &p) = 0, i=1,2,..., R (25.59) 
These R equations are obtained by equating to zero all R — 1 
equations of harmonics to be eliminated. Hence, Eq. 25.58 is 


written 


h(a) = 0 (25.60) 
where 
h=(h h hel” 
O= [ii a ... ap] 
Equation (25.58) may be solved around the solution. 
1. Initialise the values of «;: 
P= od... ay” 
2. Determine the values of 
h(a?) = h° (25.61) 
3. Fragmenting (25.61) around «°: 
any” 
W? + BE da = 0 (25.62) 
dot 
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FIGURE 25.42 Evolution of the modulation index as a function of the 
number of harmonics eliminated. 
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FIGURE 25.43 Simplified model of the switch with its antiparallel diode 
by PSPICE. 
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where 


oh, oh, ðh 
əx, 3w ddr 
an]? Oo, 00, Op 
gj 
dhu hy aly 
Oo, 0%, ddr 


4. Solve (25.62) for da: 
he 
any” 
oa 
5. Repeat 1 to 4 by correcting at each step by 


al = a? + da 


until the required precision is satisfied. 

Figure 25.42 shows the trajectory of the solutions for 
various values of R, with the modulation index MI varying 
in the interval [0 1.1] [31]. Figure 25.42a shows that there is a 
linear progression of angles «, and «, following a negative or 
positive slope, respectively, in the interval 0 < MI < 0.6. This 
note is also valid for Fig. 25.42b; in Fig. 25.42c and 25.42d, 
however, in the interval 0.6 < MI < 1.1, these trajectories 
become nonlinear, and thus more refinement of the algorithm 
is carried out to obtain the solutions in this interval. As for 
Figs. 25.42e and 25.42f, the system has no solutions beyond 
MI > 0.6. We conclude from Fig. 25.42 that: 


e Maximum of the modulation index diminishes with the 
increase of the harmonics number eliminated, illustrated 
in Fig. 25.43. 

e For some values of R, the trajectories of the angles get 
nearer, which implies a decrease in the width of pulses. 


25.6.2 Simulation Results using PSPICE 


In order to check the validity of the calculated results of the 
angles, the three-phase inverter system connected to a load is 
modeled by using PSPICE [32]. 

The modeling of the switch is a simple version. It consists of 
an infinite value of resistance for the open state and a low- 
value resistance for the closed state. Figure 25.44 illustrates this 
principle. In order to model the inverter system of Fig. 25.40 
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FIGURE 25.44 Trajectories of solutions for programmed PWM: (a) R = 2; (b) R= 4; (c) R= 6; (d) R= 8; (e) R= 10; (f) R= 12. 


by PSPICE, a simplified schematic diagram is adopted by 25.6.3 Simulated Results of the Programmed 


using the following steps: PWM Control 
1. Numbering the ties. On the basis of the PSPICE program various simulations have 
2. Components identification. been undertaken. Figure 25.45 illustrates the results for the 


PSPICE uses the circuit obtained to establish a program. aie ere na MN a aaa Serene ae. ne 
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FIGURE 25.48 Phasor diagram for leading and lagging mode. 
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FIGURE 25.46 Main circuit of the ASVC. 


FIGURE 25.49 Equivalent circuit of the ASVC. 


the calculation step beyond MI > 0.6 so as to obtain a finite 
solution. 


e The increase in the harmonics number eliminated has a 
negative effect on the modulation index, since with the 
increase of R a decrease in MI maximum follows. 

e The trajectories getting nearer for MI > 0.6 implies a 

FIGURE 25.47 Per-phase fundamental equivalent circuit. decrease in the switching pulses of the GTOs which itself 

allows for the increase in commutation losses. 


voltage and Fig. 25.45b its harmonic spectrum. We notice the 
total elimination of harmonics of order 5. 25.7 Three-Level ASVC Structure 


Connected to the Network 


. The fast-growing development of ultrarapid power switchin: 
25.6.4 Conclusion ote ata aed 
devices and the desire to reduce the harmonics has led to an 
The main conclusions are summarised as follows. increase in the use of converters for large-scale reactive power 


The resolution of the nonlinear equations in the case of a compensation. Such an SVC is made up of two-level voltage 
three-level inverter must be carried out with a refinement of source inverters and presents a fast response time and reduced 
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harmonic pollution. However, for very high power applica- 
tions and voltages, these SVCs are unsuitable. In this section 
we introduce a neutral-point clamped inverter having harmo- 
nics contents output voltage far less than those of two-level 
inverters at the same switching frequency. We also present the 
modeling and analysis of this new type of inverter used for 
advanced static VAR compensation. This ASVC uses three- 
level voltage source inverter (VSI) transforming a dc compo- 
nent to ac through a set of capacitors, which are used as a 
power storage device. Furthermore, a simplified mathematical 
model of the ASVC is derived, and various simulation results 
presented using Matlab. 


25.7.1 Operating Principles 


The static VAR compensator (ASVC) that uses a three-level 
converter of the voltage-source type is shown in Fig. 25.46. 
The main circuit consists of a bridge inverter made up of 12 
power GTOs with antiparallel diodes, which is connected to 
the three-phase supply through a reactor, X,, of small value. 
Two capacitors are connected to the dc side of the converter. 

The operation principles of the system can be explained by 
considering the per-phase fundamental equivalent circuit of 
the ASVC system as shown in Fig. 25.47, as well as Figs. 25.48 
and 25.49. 

In Fig. 25.47, V, is the ac mains voltage source. I,, and E,, 
are the fundamental components of current and output 
voltage of the inverter supply, respectively. The ASVC is 
connected to ac main through a reactor L, and a resistor R,, 
representing the total loss in the inverter. As shown in 
Fig. 25.50, by controlling the phase angle ‘«’ of the inverter 
output voltage, the dc capacitor voltage U, can be changed. 
Thus, the amplitude of the fundamental component E,, can 
be controlled. 


eS 
VSI 
BA 
Sabe 
Three-Level 
Block Control PWM 


FIGURE 25.50 Main circuit and control block diagram. 
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FIGURE 25.51 


Details of the control block diagram. 


25.7.2 Mathematical Model of the ASVC 


The modeling of the system is carried out under the following 
assumptions: 


e All switches are ideal. 

e The source voltage are balanced. 

e The total losses in the inverter are represented by lumped 
resistor R,, and the harmonic contents caused by switch- 
ing action are negligible. 


Using matrix form, the mathematical model per phase is given 
by 


R, 
= 0 0 

la L la Va ea 
E |= 0 aks 0 ip | + a vz, — & 
dt t L, i L, i a 4 
n R, C c Cc 

0 0 = 

L, 

(25.63) 


e, E | 
alas =i -2 si 
e, Si 
Fy, Fy F Fig 
x Fy Fy |Ua P; Pa (25.64) 
F3) Fz F3 F3q 
With 


F: function of connection, defining the state of the 
switch 

F,; = 1 if the switch is closed and 0 otherwise 

K = number of the arms (k = 1, 2, 3) 

I = number of the switches of the arm (I = 1, 2, 3, 4) 


The dc side currents are given by 


ia = Fi, Finta F Fy Fozi T Fsi F371, 


i f . : (25.65) 
tga = Fy3F gta + Foz Fogty + P53 F 341, 
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FIGURE 25.52 Three-level PWM switching pattern. -505 
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FIGURE 25.53 Simulated voltage and current waveform Vs[vX10], Isa. 
The mode of the capacitor voltage is given by 


| A = a | | (25.66) s 

aol 

25.7.3 Controller Design so} 
In order to synthesize the control strategy of the system, the a 


analysis is carried out on an analysis on (dq) axes [33-35] and 
the inverter is controlled by a three-level PWM [36]. The 
ASVC control scheme is illustrated in the block diagram of Fig. 0 
25.50, and Fig. 25.51 illustrates the detailed control loop of the 
block diagram. To achieve fast dynamic response, it is required 
that by controlling the phase angle changes the capacitors U,, -20+ | 
and U,, “a.” Small signal equivalent model system is used to 
calculate the transfer function of the system equation (25.67). 


L L L L 
0.05 0.1 0.15 0.2 0.25 


-40 
0 


Qe(s) _ N(s) 
KO == M(s) (25.67) FIGURE 25.54 Phase current in the dq axes, active component isd [A] 
and reactive component isq [A]. 
with 
N(s) v2 j R, rs d, 
s) = S S 550 
ELL T 2LE 
and 
2R RP d d,R 
M = s $ 2 2**s 
Oreo a H tirol ti 


This circuit consists of a conventional PI controller and a 
stored switching pattern device used to study the dynamic 
behavior of the system. 

The source voltage and the ASVC’s current are transformed 
in the d — q frame for calculating the reactive power generated 
by the system, which is compared to the reactive power 
reference. The PLL detects the phase angle of the supply FIGURE 25.55 Inverter dc bus voltages U,, and U,». 
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FIGURE 25.56 Reactive power response for 20kVar step change. 
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FIGURE 25.57 Variation of the control angle « (°). 


voltage, which is added to the control variable « (output of the 
PI controller). This sum controls the frequency of the memor- 
ized switching states which are stored in the EPROM. 

Figure 25.52 shows the PWM three-level pattern obtained 
from the triangular—sinusoidal control strategy by using the 
following signals: 


e The reference signals Vef 
e The triangular carrier V, 


The signal control rules are as follows: 


If (Vref(k) > 0) and (Vref(k) > Vc) Then Fkl =1, 


Fk2 = 1, Fk3 = 0, Fk4 = 0. Else if (Vref(k) < 0) 
And (abs (Vref(k)) > Vc) Then Fkl=0, Fk2—0, 
Fk3 = 1, Fk4=1. Else Fkl=0, Fk2= 1, Fk3= 1, 
Fk4 = 0 
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25.7.4 Simulation Results 


To check the validity of the model described above, a set of 
simulations tests have been carried out to analyse the system 
under steady-state and transient conditions using Matlab. This 
will certainly lead to the design of a robust controller [32]. 
Computer simulation is carried out using the system para- 
meters given by 


f = 60 Hz, W = 2zf, V, = 550 V, R, = 0.4 Q, L = 10 mH, 
C = 1000 uF, MI (modulation index) = 33 


Based on the linear model described above and using the root- 
locus technique, the parameters of the controller are found to 
be [27] 

K, = 8.24 x 10°°, K; = 1.42 x 10~* 
The amplitude of the reference was adjusted to cause the 
system to swing to lagging mode. 

Figure 25.53 shows the simulated current and voltage wave- 
forms to step reference changes from standby to 20 Kvar 
leading and —20 Kvar. Figure 25.54 represents transient 
phase current in the dq axes. isd and isq are the active and 
reactive components, respectively. 

Figure 25.55 represents the dc capacitor voltages. We notice 
a fluctuation of voltages U., and U,, around an average value 
and a difference of amplitude and waveforms of the voltages 
U., and U., for the two operating modes. Figure 25.56 shows 
the simulated transient response of the reactive power 
response to a sudden change in reference. Figure 25.57 
shows the response of control angle «. 


25.7.5 Conclusion 


A study and mathematical modeling of the dynamic perfor- 
mance analysis of an advanced static VAR compensator 
(ASVC) using a three-level voltage source inverter has been 
presented in this section. The dynamic behavior of the system 
was analyzed using Matlab through a set of simulation tests, 
which have led to the design of an inexpensive controller for 
reactive power applications. 
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26.1 Overview 


26.1.1 Introduction 


In every industry there are industrial processes of some form 
that require adjustment for normal operation or for optimum 
performance. Such adjustments are usually accomplished with 
a variable-speed drive (VSD) system. VSD systems are an 
important part of automation. They help to optimize the 
process and to reduce investment costs, energy consumption, 
and energy cost. 

There are three basic types of VSD systems: electrical drives, 
hydraulic drives, and finally mechanical drives. This chapter 
focuses mainly on electrical drives. 

A typical electric VSD system consists of three basic 
components: the electric motor, the power converter, and 
the control system, as illustrated in Fig. 26.1. The electric 
motor is connected directly or indirectly (through gears) to 
the load. The power converter controls the power flow from an 
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ac supply (often via a supply transformer), to the motor by 
appropriate control of power semiconductor switches (part of 
the power converter). 

With recent advances in power semiconductor and conver- 
ter topologies, electric variable-speed drives are witnessing a 
revolution in applications including computer peripheral 
drives, machine tools and robotic drives, test benches, fans, 
pumps, and compressors, paper-mill drives, automation, trac- 
tion, and ship propulsion, and cement-mill and rolling-mill 
drives. 

For a proper control, the VSD system variables, both 
mechanical and electrical, are required for control and protec- 
tions. Signals are usually derived by sensors, whose outputs are 
very much dependent on the control strategy employed and 
the functionality required. 

This chapter introduces electric variable-speed drives and 
briefly describes their benefits. It examines their classifications 
from different perspectives. Their specification requirements 
to meet applications of different industries are briefly outlined. 
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FIGURE 26.1 VSD schematic diagram. 


Various VSD topologies have been carefully examined and 
compared with each other. A selection of modern VSD 
applications are examined and briefly commented upon. 


26.1.2 Historical Review 


To provide an appreciation of electric VSDs, significant dates 
in the evolution of electric drives are summarized in Table 26.1 
[1]. 

The increased popularity of electric VSD systems witnessed 
in recent years may be explained by the many advantages a 
VSD can offer. Such advantages include operation at speeds 
significantly different from the synchronous speed, energy 
savings, reduced mechanical shock, improved process perfor- 
mance, improved efficiency, reduced mechanical wear, 
increased plant life, reduced total ownership costs, reduced 
system fault levels, and reduced ac disturbances in certain 
applications. Furthermore, modern electric drives are 
equipped with many features, including serial communication, 
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remote control, diagnostics, and trip history. In the low- 
voltage, low-power arena, packaged electric drives are becom- 
ing a commodity product. 

The disadvantages of such a system are also recognized. 
They include the need for extra space to accommodate the 
equipment, cooling, capital cost, noise, and power-system 
harmonic effects. The following is a brief review of some of 
the benefits and drawbacks of VSDs. 


26.1.3 Advantages of VSDs 


VSDs arguably benefit most industrial processes. The challenge 
has often been how to quantify these benefits. The energy- 
saving potential of VSD can be easily quantified, particularly 
for fan and pump drive applications. 


26.1.3.1 Energy Saving 
Electric VSDs provide savings in two ways: (a) directly, by 
consuming less energy and (b) indirectly, by improving 
product quality. The latter is often more difficult to quantify. 
Direct energy savings are only possible with centrifugal 
loads such as centrifugal pumps and fans. Such loads are 
often run at fixed speeds. Traditionally, an automatic valve or 
some other mechanical means is used to vary fluid-flow rates 
in pumps. However, if a VSD is used, then the motor speeds 
can be controlled electronically to obtain a desired flow rate 
and can result in significant energy savings. 


TABLE 26.1 Historical review of electric drives evolution [1] 
Year Key Advancement 
886 The birth of electric variable-speed drive system represented by Ward Leonard system 
889 The invention of squirrel-cage induction motor 
890 The slip ring induction motor drive — speed control via rotor resistance control 
904 Kramer drives — introduce a dc link between the slip rings and the ac supply 
911 Variable-speed system based on induction motor with a commutator on the rotor 
923 Ignitron made controlled rectification possible 
928 The invention of thyratron and grid controlled mercury arc rectifiers 
930 dc-to-ac power inversion 
931 ac-to-ac power conversion by cyclo converters 
950 Silicon-based power switches 
960 Thyristors (SCRs) became available and variable-speed drives began 
961 Back-to-back reversing dc drive introduced 
960s Power semiconductor voltage and current ratings grew and performance characteristics improved 
970 The concept of packaging industrial drives introduced 
972 First integrated motors with dc converter 
973 Isolated thyristor packages 
970s The principle of vector control (field oriented control) evolved 
983 Plastic molding made its first significant impact on VSDs 
985 Direct torque control as a concept 
990 Integrated power modules 
992 A new packaging trend emerged 
996 Universal drives (a general-purpose open-loop vector drive, a closed-loop flux vector drive, and a servo drive) 
998 Complete ac/ac integral converter up to 15 kW 
998 Medium-voltage pulse-width-modulated voltage-source inverter drives — became a commercial product 
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On the basis of the laws of affinity for centrifugal loads: 


e Volume of flow is directly proportional to speed 
e Pressure is proportional to the square of the speed 
e Input power is proportional to the cube of the speed 


The affinity law states that the power consumption is 
proportional to the cube of the motor speed. This implies 
that if the speed is halved, the power consumption is reduced 
to one-eighth. So, energy savings occur as the requirement for 
volume decreases. If, for example, a cooling system calls for 
operation at 50% airflow volume, it requires only 12.5% of the 
power needed to run the system at 100% volume. Because 
power requirements decrease faster than the reduction in 
volume, there is potential for significant energy reduction at 
lower volume. 

Generally, centrifugal pumps and fans are sized to handle 
peak volume requirements that typically occur for short 
periods. As a result, centrifugal pumps and fans mostly operate 
at reduced volumes. 

Opening or closing of a damper allows the airflow of fans to 
be controlled. Restricting the airflow causes the motor to work 
hard even with a low throughput. 

With a variable-speed drive, the speed of the fan can be 
reduced, thus giving the opportunity to reduce energy 
consumption. Adjusting the speed of the motor regulates the 
airflow. The control can be achieved by monitoring humidity, 
temperature flow, etc. The lower the required throughput, the 
more energy is saved. 

It has been estimated that the payback period of 50-kW fan 
or pump VSD equipment, operating 2000 hours/year is 1.9 
years for operation at 75% speed, and 1.23 years for 50% 
speed. It has been assumed that the cost of the VSD is £5.5k 
and the cost of power is £0.05/kW. 


26.1.3.2 Improved Process Control 

Using VSDs to improve process control results in more 
efficiently operating systems. The throughput rates of most 
industrial processes are functions of many variables. For 
example, throughput in continuous metal annealing depends 
on the material characteristics, the cross-sectional area of the 
material being processed, and the temperature of one or more 
heat zones. If constant-speed motors are used to run 
conveyors on the line, it must either run without material 
during the time required to change temperature in a heat zone 
or produce scrap during this period. Both choices waste 
energy or material. 

With VSDs, however, the time needed to change speed is 
significantly less than the time it takes to change heat-zone 
temperature. By adjusting the material flow continuously to 
match the heat zone conditions, a production line can operate 
continuously. The results are less energy use and less scrap 
metal. 
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26.1.3.3 Reduced Mechanical Stress (Soft Starts) 


Starting up a motor direct on line increases stress on the 
mechanical system, e.g., belts and chains. Direct on-line 
startup of induction motor is always associated with high 
inrush current with poor power factor. 

VSDs can improve the operating conditions for a system by 
giving a smooth, controlled start and by saving some energy 
during starting and running. Smoother startup operation will 
prolong life and reduce maintenance, but it is difficult to do 
more than make an estimate of the cost advantages of these. 
The benefits of soft start, inherent in VSD, is that it eliminates 
the uncontrolled inrush of current that occurs when a 
stationary motor is connected to full line voltage, and also 
the inevitable suddenly applied high startup torque. Benefits 
are that the power wasted by current inrush is eliminated and 
that the life of the motor and the driven machine are 
prolonged by the gentle, progressive application of torque. 


26.1.3.4 Improved Electrical System Power Factors 
When a diode supply bridge is used for rectification, electric 
variable-speed drives operate at near unity power factor over 
the whole speed range (the supply delivers mostly real power). 
When a fully controlled thyristors supply bridge is used (as in 
dc, cyclo, and current-source drives), the power factor starts at 
around 0.9 at full speed, and proportionally worsens as speed 
declines due to front-end thyristors (typically 0.45 at 50% 
speed and 0.2 at 25% speed). 

Modern pulse-width modulated (PWM) drives convert the 
three-phase ac line voltage to a fixed-level dc voltage. They do 
this regardless of inverter output speed and power. PWM 
inverters, therefore, provide a constant power factor regardless 
of the power factor of the load machine and the controller 
installation configuration, for example, by adding a reactor or 
output filter between the VSD and the motor. 


26.1.4 Disadvantages of VSDs 


The implications of using a VSD is generally space, cooling 
and capital cost. Some of the drawbacks are: 


e Acoustic noise 
e Motor derating 
e Supply harmonics 


PWM voltage-source inverter (VSI) drives, equipped with 
fast switching devices, added other possible problems such (a) 
premature motor insulation failures, (b) bearing/earth 
current, and (c) electro-magnetic compatibility (EMC). 


26.1.4.1 Acoustic Noise 


In some installations, placing a VSD on a motor increases the 
motor’s acoustic noise level. The noise occurs when the drive’s 
nonsinusoidal (current and voltage) waveforms produce 
vibration in the motor’s laminations. The nonsinusoidal 
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current and voltage waveforms produced by the VSD are the 
result of the transistor switching frequency and modulation in 
the dc-to-ac inverter. The switching frequency, fixed or vari- 
able, determines the audible motor noise. In general, the 
higher the carrier frequency, the closer the output waveform 
is to a pure sine wave. One method of reducing audible motor 
noise is full-spectrum switching (random switching 
frequency). VSD manufacturers accomplish full-spectrum 
switching by an algorithm within the VSD controller. The 
motor performance is optimized by evaluating motor char- 
acteristics, including motor current, voltage, and the desired 
output frequency. The resulting frequency band, though 
audible to humans, produces a family of tones across a wide 
frequency band. So, the perceived motor noise is considerably 
less than it would be with a single switching frequency. 

Motor noise may not present a problem. Relevant factors 
include motor locations and the amount of noise produced by 
other equipment. Traditionally motor noise level is reduced by 
adding an LC filter between the VSD and the motor, i.e., 
reducing the high-frequency component of the motor voltage 
waveform. Modern PWM inverter drives run at very high 
switching frequency and with random switching frequency, 
thus reducing the noise level as well. Various methods have 
been proposed to reduce the magnetically generated noise that 
is radiated from inverter-fed induction motors. 


26.1.4.2 Motor Heating 


Most motor manufacturers design their products according to 
NEMA standards to operate on utility-supplied power. 
Designers base their motors’ heating characteristics and cool- 
ing methods on power supplied at fixed voltage and frequency. 

For many drive applications, particularly those requiring 
relatively low power, inverters with a high switching speed can 
produce variable voltage and variable frequency with little 
significant harmonic content. With these, either standard or 
high-efficiency induction motors can be used with little or no 
motor derating. However, the inverters used in larger drives 
have limits on switching rate that cause their output voltages 
to contain substantial harmonics of orders 5, 7, 11, 13, and so 
on. These, in turn, cause harmonic currents and additional 
heating (copper and iron losses) in the stator and rotor 
windings. These harmonic currents are limited mainly by the 
leakage inductance. For simple six-step inverters, the addi- 
tional power losses, particularly those in the rotor, may require 
derating of the motor by 10-15%. 

Existing constant-speed drives often have an oversized 
induction motor. These can usually be converted to variable- 
speed operation using the original induction motor. Most of 
the subsequent operation will be at lower load and lower loss 
than that for which the motor was designed. 

Modern PWM VSI drives produce a voltage wave with 
negligible lower-order harmonics. The wave consists of 
pulses formed by switching at relatively high frequency 


Y. Shakweh 


between the positive and negative sides of the dc link voltage 
supply. With larger motors that operate from ac supplies up to 
6600 V, the rapid rate of change of the voltage applied to the 
winding may cause deterioration and failure in the insulation 
on the entry turns of standard motors. 

On self-ventilated (fan-cooled) motors, reducing the motor 
shaft speed decreases the available cooling airflow. Operating a 
motor at full torque and reduced speed results in inadequate 
airflow. This consequently results in increased motor insula- 
tion temperature. This potentially can be damaging and can 
reduce the life of the motor’s insulation or cause the motor to 
fail. One potential solution is to add a constant-speed, 
separately driven cooling fan to the motor. This approach 
ensures adequate stator cooling over the whole speed range. 
However, the rotor will run hotter than designed, as internal 
airflow remains a function of speed. As there are no windings 
in the rotor insulation, failure is not an issue, but bearings may 
run hotter and require more frequent lubrication. 

Fan-cooled motors with centrifugal loads present less of a 
problem. Pumps and fans, for example, do not require full 
torque at reduced speeds. So, in these cases, there is less 
thermal stress on motors at reduced speeds. Centrifugal load 
does not cause the motor to exceed thermal limits defined by 
the insulation system. 


26.1.4.3 Supply Harmonics 


Current and voltage harmonics in the ac supply are created by 
VSD (as a nonlinear load) connected on the power distribu- 
tion system. Such harmonics pollute the electric plant, which 
could cause problems if harmonic level increases beyond a 
certain level. The effect of harmonics can be overheating of 
transformers, cables, motors, generators, and capacitors 
connected to the same power supply with the devices generat- 
ing the harmonics. 

The IEEE 519 recommended practices and requirements for 
harmonic control in electrical power systems. The philosophy 
of such regulations is to limit the harmonics injection from 
customers so that they will not cause unacceptable voltage 
distortion levels for normal system characteristics and to limit 
the overall total harmonic distortion of the system voltage 
supplied by the utility. 

In order to reduce supply harmonics that are generated by 
VSDs equipped with a 6-pulse diode bridge rectifier, VSD 
equipment manufacturers adopt various techniques. Table 
26.2 summarizes the most common methods and their 
advantages and disadvantages [2]. 

Reference [2] quantifies the cost of these options as a 
percentage of the cost of a basic system with a 6-pulse diode 
bridge. For low-power VSDs, the cost of a drive with a line 
reactor is estimated to be 120% of that without. AVSD with a 
12-pulse diode bridge with a polygon transformer is 200%, 
whereas for a double-wound transformer it is 210%. The most 
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TABLE 26.2 Techniques used to reduce supply harmonics 


Topology Advantages 


Disadvantages 


6-pulse bridge with a choke 


Least expensive — low cost 
e Known technology 
e Simple to apply 


Eliminates the 5, 7, 17, 19 
harmonics 

Known technology 

e Simple to apply 


12-pulse bridge 


Bulky 
Too large a value can reduce 
available torque 


e Only applies to the drive 
e Least effective method of filtering 


e Bulky and expensive 
e Only applies to the drive 
e Many 12-pulse drives on one site 


will shift the problem to the 11th 
and 13th harmonics 


6-pulse, fully controlled active front end e Comprehensive filtering for e Very expensive 
the drive e Not widely available 
e Cancels all low-order e New technology 
harmonics 


Filters the installation 

e Reduces the harmonics at 
the point of common 
coupling 

Least expensive filter to 
install 


Harmonic filters 


Active filter 


Intelligent filter 
Extremely efficient 


e Can be used globally or locally 


e More than one device can 
be installed on the same 


Needs a site survey 


e Only sized to the existing load 


Very expensive 
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supply 


expensive solution is that with active front end, estimated at 
250%. 

For a 6-pulse converter, n6p + 1 (5, 7, 11, 13, 17, 19, etc.)- 
order harmonics are generated. To minimize the effects on the 
supply network, recommendations are laid down IEEE 519 as 
to the acceptable harmonic limits. For higher drive powers, 
therefore, either harmonic filtering or use of a higher converter 


TABLE 26.3 Supply harmonics for different supply-bridge configura- 


tions 
Harmonic Order 5th 7th 11th 13th 17th 19th 
Number 
6-pulse 63% 52% 10% 6% 7% 5% 
6-pulse with inductor 30% 12% 9% 6% 4% 4% 
12-pulse with 11% 6% 6% 5% 2% 1% 
polygon 
transformer 
12-pulse with 4% 3% 8% 5% 1% 1% 
double wound 
transformer 
24-pulse 4% 3% 1% 1% 1% 1% 


Active front-end 3% 2% 1% 0% 0% 0% 


pulse number is necessary. It is generally true that the use of a 
higher pulse number is the cheaper alternative. Reference [2] 
also quantifies the harmonic levels generated by each of the 
preceding methods: refer to Table 26.3 for a direct compar- 
ison. 


26.2 Drive Requirements and 
Specifications 


26.2.1 General Market Requirements 


Some of the most common requirements of VSDs are high 
reliability, low initial and running costs, high efficiency across 
speed range, compactness, satisfactory steady-state and 
dynamic performance, compliance with applicable national 
and international standards (e.g., EMC, shock, and vibration), 
durability, high availability, and ease of maintenance and 
repairs. 

The order and priority of such requirements may vary from 
one application to another and from one industry to another. 
For example, for low-performance drives such as fans and 
pumps, the initial cost and efficiencies are paramount, as the 
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main reason for employing variable-speed drives is energy 
savings. However, in other industries such as marine applica- 
tions, the compactness of the equipment (high volumetric 
power densities) is a priority requirement because of the 
shortage of space. In such environments direct raw water 
cooling is the preferred choice as water is plentiful, and 
forced water cooling results in a more compact drive solution. 

In critical VSD applications, such as military marine 
propulsion, reliability, availability, and physical size are very 
critical requirements. Cost is relatively less critical. However, 
achieving these requirements adds to the cost of the basic drive 
unit. Series and parallel redundancy of components enable the 
VSD equipment to continue operation even with failed 
components. These are usually repaired during regular main- 
tenance. In other critical applications (such as hot mill strips 
or subsea drives) the cost of drive failures could be many times 
more expensive than the drive itself. For example, accessing a 
drive down on the seabed, many kilometers below the face, 
could be very difficult. 

This section identifies VSD requirements in various drive 
applications in different industries. 


26.2.1.1 The Mining Industry 
The majority of early generation large mine-winders are dc 
drives. Modern plants and retrofits generally employ cyclo 
converters with ac motors. However, small mine-winders 
(below 1 MW) tend to remain dc. 

The main requirements are as follows: 


e High reliability and availability 

e Fully regenerative drive 

e Small number requiring single-quadrant operation 

e High range of speeds 

e High starting torque required 

e High torque required continuously during slow speed 
running 

e Low required torque ripple 

e Low supply harmonics 

e Low audible noise emissions 

e Flameproof packaging 


26.2.1.2 The Marine Industry 
The requirements of this industry are the following: 


e Low initial purchase price 

e Reliability 

e Ease of maintenance, i.e., minimum component count, 
simple design 

e Small size and light weight of equipment 

e Transformerless, water-cooled VSD equipment always 
preferred 


Other desirable features include the following: 
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e A requirement for the integration of power management 
functions 

e High volumetric power density (the smallest possible) 

e Remote diagnostics, to allow fault finding by experts 
onshore in critical situations. 


Drive powers are commonly in the range of 1 to 6 MW for 
thrusters, and 6 to 24MW for propulsion. The evolution in 
the commercial market is toward powers from 1 to 10 MW for 
propulsion. Higher powers are required for naval applications. 
The package drive efficiency must be equal to, or better than, 
96%. Noise and harmonics problems are to be considered 
when using PWM inverters. The supply-side harmonics 
produced must be capable of being filtered. Above 1MW, 
power converters are usually equipped with 12-pulse supply 
bridge, given today’s technology. 

Two-quadrant operation required in general; hence, diode 
supply bridge is adequate. The occasional requirement for 
crash stops forces the use of a dynamic brake chopper. A dc 
bus can be advantageous for supply to wharf loading equip- 
ment, but the drive power ranges are such that commercially 
available products already adequately serve this application. 

The use of standard ac machines is desirable; however, if 
motors matched to the inverter prove to be cheaper, their use 
could be preferred. Low noise emission (acoustic and electro- 
magnetic) is very important. There is no requirement for high 
torque at low speed. Programming and expanded input and 
output capabilities help avoid the need for additional 
programmable logic control (PLC). 


26.2.1.3 The Process Industries 
The main requirements of this market are as follows: 


e Low initial purchase price (long-term cost of ownership 
does not generally influence purchasing decision) 

e Efficiency in continuous processes 

e Reliability 

e Ease of maintenance 

e Bypass facility 


The industry preference is for air-cooled drives. It is 
perceived that air-cooled drives are less costly than their 
water-cooled equivalents. Customers often have the belief 
that water and electricity do not mix well and are wary of 
problems with leaks. The exception is the offshore industry, 
where equipment size is paramount, and therefore, water 
cooling is standard. In general there is no perceived require- 
ment for space saving in the majority of process plants. The 
desirable features often requested by customers are ease of 
maintenance and good diagnostic facilities. 

The market requirement is for cost-effective, stand-alone 
drives at various power levels from a fraction of a kilowatt up 
to 30MW. The use of standard ac machines is desirable. 
However, if nonstandard, but simpler and cheaper machines 
can be offered, an advantage could be gained. 


26 Drive Types and Specifications 


e Two-quadrant operation for fans, pumps, and compres- 
sors 

e Four-quadrant operation for some test benches 

e Control that allows additional functions such as 
temperature protection, motor bearing temperature, 
and flow and pressure control 

e No requirement, in general, for field weakening 

e Harmonics produced by the drive imposed on the power 
system that should not require a harmonic filter (harmo- 
nics must be minimized) 


In the low-voltage (LV) arena, the PWM VSI is dominating 
the market. In the medium-voltage (MV) arena, there are a 
number of viable drive solutions such as load-commutated 
inverters (LCIs) and cyclo converters. However, there is a 
developing market for MV PWM VSI drives. 


26.2.1.4 The Metal Industries 
The requirements of this industry are as follows: 


e Reliability — high availability 

e Efficiency of the equipment — long term costs of owner- 
ship 

e Low maintenance costs (this has been a key factor in the 
move from dc to ac) 

e Power supply system distortion — more onerous regula- 
tions from the supply authorities 

e Initial purchase cost— very competitive market, and 
large drive costs have a big impact on total project costs 

e Confidence in the supplier and their solution 


The following is a list of desirable features: 


e Programmable system drives with powerful program- 
ming tools 

e Preference for air-cooled stacks (water-cooled is accep- 
table if a water-to-air heat exchanger is used) 

e Powerful maintenance and diagnostic tools 

e Low EMC noise signature 

e Ability to interface to existing automation system via 
network, Fieldbus, or serial link 

e Physical size of equipment— often not an important 
consideration 

e Fire protection systems integral to drive equipment 


The main market concerns are (a) EMC regulations, (b) 
effects on motor insulation of higher voltage levels, and (c) 
cooling with “dirty” mill water is not acceptable. The main- 
tenance of de-ionised water circuits is a big issue. 


26.2.2 Drive Specifications 


Failure to properly specify an electric VSD can result in a 
conflict between the equipment’s supplier and the end user. 
Often the cost can be delayed project completion and/or loss 
of revenue. 
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TABLE 26.4 Typical example of VSD specifications 


Variable Specification 

Application Dynamometer application for a test bench 

Motor type Induction motor 

Duty cycle Continuous at full rating; 150% overload for 1 minute 


Power rating 
Supply voltage 
Supply frequency 
Speed range 
Accuracy 
Min/max speed 
Torque dynamic 
response 
Power factor 
Efficiency 
Performance 


Ambient 
temperature 
Supply harmonics 


every 60 minutes 

100 kw 

690 V +5% 

50 + 0.05 Hz 

1000: 1 

0.1% 

0/1500 rpm 

<10 ms from 100% positive torque to 100% negative 
torque 

>96% lagging at all speeds 

>98% at full load 

Fully regenerative 

Full torque at zero speed 

0-40 °C 


G5/4 or IEEES19 


Life expectancy >5 years 

MTBF >50,000 hours 

MTTR <2 hours 

IP rating IP45 

IEEE 519 IEEE recommended practices and requirements for 
harmonic control in electrical power systems 

IEC 60146 Semiconductor converters; specifications of basic 
requirements 

IEC 61800 Adjustable-speed electrical power drive systems 


In order to avoid such a problem, requirement specifica- 
tions should reflect the operating and environmental condi- 
tions (Table 26.4). The equipment supplier and the customer 
need to work as partners and cooperate from the beginning of 
the project until successful commissioning and handover. It is 
advisable that the enduser procure the complete drive system, 
including system engineering, commissioning, and engineer- 
ing support, from one competent supplier. 

It is one of the first priorities to identify applicable national 
and international standards on issues related to EMC, harmo- 
nics, safety, noise, smoke emissions during faults, dust, and 
vibration. Overspecifying the requirements could often result 
in a more expensive solution than necessary. Underspecifying 
the requirements, result in poor performance and disappoint- 
ment. 

As far as end users are concerned, they need to specify the 
drive interfaces, and the ac input voltage, shaft mechanical 
power, and shaft speed—the torque and current are calcu- 
lated from these. Frequency and power factor depend on the 
choice of motor. 

For high-power drive, it is always recommended to carry 
out a “harmonic survey.” Such a survey will reveal the existing 
level of harmonics and quantify the impact of the new drive on 
the harmonic levels. 
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26.3 Drive Classifications and 
Characteristics 


Table 26.5 illustrates the most commonly used classifications 
of electric VSDs. In this section, particular emphasis will be 
given to classification by applications and by converter types. 

Other classifications, not listed in Table 26.5, include the 
following: 


e Working voltage: Low voltage <690V, or medium 
voltage (MV) 2.4-11kV 

e Current type: Unipolar or bipolar drive 

e Mechanical coupling: Direct (via a gearbox) or indirect 
mechanical coupling 

e Packaging: Integral motors as opposed to separate motor 
inverter 

e Movement: Rotary movement, vertical or linear 

e Drive configuration: Stand-alone, system, dc link bus 

e Speed: High speed and low speed 

e Regeneration mode: Regenerative or nonregenerative 

e Cooling method: Direct and indirect air, direct water 
(raw water and deionized water) 


Section 26.2 deals with the subject of drive requirements 
and specifications from the applications point of view; Section 
26.5 deals with drive topologies from the point of view of 
motor classifications. 


26.3.1 Classification by Applications 
Under this classification there are four main groups: 


e Appliances (white goods) 


TABLE 26.5 Classifications of electric VSD 
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e General-purpose drives 
e System drives 
e Servo drives 


Table 26.6 describes the main features of these groups and 
lists typical applications. 


26.3.2 Classification by Type of Power Device 


The silicon-controlled rectifier (SCR), also known as the 
thyristor, is the oldest controllable solid-state power device 
and still the most widely used power device for MV ac voltages 
between 2.4 and 11 kV — high-power drive applications. Such 
devices are available at high voltages and currents, but the 
maximum switching frequency is limited and requires 
complex commutation circuit for VSI drive. SCRs are there- 
fore most popular in applications where natural commutation 
is possible (e.g., cyclo converters and LCI current-source 
converters). 

The gate turn-off thyristor (GTO) has made PWM VSI 
drives viable in LV drive applications. The traction industry 
was one of the first to benefit from such a device on a large 
scale. Complex gate drive and limited switching performance, 
combined with the need for a snubber circuit, limited this 
device to high-performance applications where the SCR-based 
drives could not give the required performance. 

The main power devices available in the market can be 
divided into two groups, as shown in Table 26.7 [3]. Bipo- 
lar/Mosfet-type transistors experienced significant popularity 
in the late 1980s; however, they have been replaced by the 
IGBT, which combines the characteristics of both devices: the 
current-handling capability of the bipolar transistor and the 
ease of drive of the MOSFET. 


By Application By Devices By Converter By Motors By Industry By Rating 
e Appliances e Thyristor e ac/dc e Dc e Power e Fraction kW 
(chopper) generation power <1 kW 
e Low e Transistor e ac/ac e Induction e Metal e Low power 
performance direct (cyclo motor (squirrel (1 < P <5kW) 
(2Q) and matrix cage and 
converter) wound rotor) 
e High e Gate turn- off e ac/ac via a Synchronous e Petrochemical e Medium 
performance thyristor (GTO) dc link motor power 
(4Q) e Integrated gate voltage < 500 kW 
commutated source 
thyristor 
(IGCT) 

e Servo e Insulated gate e ac/ac via a Special motors: SRM, e Process e High power 
bipolar dc link BDCM, industry 1-50 MW 
transistor current stepper, 

(IGBT) source actuators, 
linear motor 
e MOSFET e Mining 


e Marine 
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TABLE 26.6 Classification of electric VSD by application 


Type of Drive Appliances General Purpose System Servo 
Performance Low Low High Very high 
Power rating Very low Whole range Whole range Low 
Motor Universal and Dc motor, induction Dc motors Dc motors 


Induction motor; 
recently, PM and 
SRM are being 
used 


motor, and 
synchronous motor 


Induction motors 
Synchronous motors 


PWM drives with dc bus 

Cyclo converter 

Good quality control with 
closed-loop control 


Brushless dc motors 

Induction motor 

Stepper motors 

Actuators 

Dc drives, ac drives, 
special motor drives 

Tendency toward 
brushless dc motors 


Converter Simple, low cost Ac and dc drives 
with open-loop 
controller 

Typical industry Home Process 

Feature Mass production Nonregenerative 

Low cost Cost sensitive 

Price sensitive Low or no overload 

Very low power Low startup 
Low-performance 
stand-alone 

Applications Home appliances Fans, pumps, and 

such as washing compressors 
machines, Mixers 


dishwashers, tumble- 
dryers, freezers 


Simple elevators 


Traction inverters are designed for dc link voltages between 
650V dc and 3kV dc with ratings up to 3 MW. The first 
generation of widely used traction inverter equipment was 
GTO based; the latest generation is almost exclusively IGBT 
based. Conversion to IGBT has enabled a 30% to 50% 
reduction in cost, weight, and volume of the equipment. 

Early attempts to use GTOs in MV applications failed 
because of their high cost, snubber requirements, and asso- 
ciated snubber energy loss, which is proportional to the square 
of the supply voltage. Energy recovery circuitry enables recov- 


TABLE 26.7 Power devices used in VSD converters [3] 


Group 1: Thyristors 


Needs encoder or 


observer 
Metal Automation 
Accuracy with encoders Closed-loop, PM 

<0.1% in steady-state motor 

and dynamic > 1000 Hz torque 
Good precision and response 

linearity of I/O and control Precise and rapid 
Flexible with operations response 

capability Frequent full- speed 
Setup and configuration reversal 


Communication and High precision 


feedback Linearity of I/Os 
Test benches Positioning, pick and 
Winders place, robotics, coordinate 
Sectional process lines control, machine 
Elevators tools 
Cranes 
Hoists 


ery of most of the snubber energy but added to the cost and 
complexity of the converter. With high-voltage IGBT and 
IGCT, MV PWM VSI have become commercially available 
with supply voltage up to 6.6 kV, and power rating in excess of 
19 MW. 


26.3.3 Classification by Type of Converter 


The power converter is capable of changing both its output 
voltage magnitude and frequency. However, in many applica- 


Group 2: Transistors 


This group covers devices having a four-layer, three-junction monolithic 
structure. They are characterized by by low conduction losses and high 
surge and current carrying capabilities. They operate as an on/off switch. 
The most popular types of devices listed under this group: 

Silicon-controlled rectifier (SCR) 

Gate turn-off thyristor (GTO) 

MOSFET- controlled thyristor (MCT) 

Field-controlled thyristor (FCT) 

Emitter-switched thyristor (EST) 

MOS turn-off thyristor (MTO) 

Integrated-gate commutated thyristor (IGCT) 


Switches listed under this group are basically three-layer two junction 
structure devices, which operate in switching and linear modes. They are 
best recognized for ruggedness of their turn-off capabilities. 

Bipolar junction transistor (BJT) 

Darlington transistor 

MOSFET 

Injection-enhanced gate transistor (IEGT) 

Carrier stored trench-gate bipolar transistor (CSTBT) 

Insulated-gate bipolar transistor (IGBT) 


First published in Power Engineering Journal, Dec. 1999, Vol. 13, No. 6, pp. 297-307. Used with permission, ©1999 IEE. 
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tions these two functions are combined into a single converter 
by the use of the appropriate switching function, e.g., PWM. 
By appropriate control of the stator frequency of ac machines, 
the speed of rotation of the magnetic field in the machine’s air 
gap and thus output speed of the mechanical drive shaft can be 
adjusted. As the magnetic flux density in the machine must be 
kept constant under normal operation, the ratio of motor 
voltage over stator frequency must be kept constant. 

The input power of the majority of VSD systems is obtained 
from sources with constant frequency (e.g., ac supply grid or 
ac generator). In order to achieve a variable-frequency output 
energy, an ac/ac converter is needed. Some converters achieve 
direct power conversion from ac/ac without an intermediate 
step (e.g., cyclo converters and matrix converters). Other 
converters require a dc link (as current source or voltage 
source). 

In all ac variable-speed drives, the direction of shaft rotation 
is reversed by simply changing the phase rotation of the 
inverter through the sequence of driving the switches. 


26.3.3.1 De Static Converter 


This drive employs the simplest static converter. It is easily 
configured to be a regenerative drive with a wide speed range. 
Table 26.8 summarizes its key features. 

High torque is available throughout the speed range with 
excellent dynamic performance. Unfortunately, the motor 
requires regular maintenance and the top speed often is a 
limiting factor. Commutator voltage is limited to around 
1000 V, and this limits the maximum power available. The 
continuous stall torque rating is very limited because of the 
motor’s commutator. 


26.3.3.2 Direct ac/ac converters 


26.3.3.2.1 Cyclo Converter A typical cyclo converter 
comprises the equivalent of three antiparallel 6-pulse bridges 
(for regenerative converter) whose output may be operated in 
all four quadrants with natural commutation. The main 
features of cyclo converters are listed in Table 26.8. This type 
of drive is best suited to high- performance, high-power 
>2 MW drives where the maximum motor frequency is less 
than 33% of the mains frequency. 


26.3.3.2.2 Matrix Converter The force-commutated cyclo 
converter (better known as a matrix converter) represents 
possibly the most advanced state of the art at present, enabling 
a good input and output current waveform, as well as 
eliminating the dc link components with very little limitation 
in input to output frequency ratio. This type of converters is 
still at its early stages of development. The main advantage of 
this drive is the ability to convert ac fixed-frequency supply 
input to ac output without a dc bus. It is ideal for integrated 
motor drives with relatively low power ratings. Major draw- 
backs include (a) the increased level of silicon employed 
(bidirectional switches), (b) the fact that its output voltage 
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is always less than its input voltage, and (c) the complexity of 
commutation and protection. 

Matrix converters provide direct ac/ac power conversion 
without an intermediate dc link and the associated reactive 
components. They have substantial benefits for integrated 
drives as outlined below: 


e Reduced volume due to the absence of dc link compo- 
nents 

e Ability to operate at the higher thermal limit imposed by 
the power devices 

e Reduced harmonic input current compared to diode 
bridge 

e Ability to regenerate into the supply without dumping 
heat in dynamic braking resistors 


Matrix converters have not been commercially exploited 
because of voltage ratio limitation, device count, and difficul- 
ties with current commutation control and circuit protection. 


26.3.3.3 Current-Source Inverter (CSI) 


The output of this inverter is rectangular blocks of current 
from the motor bridge supplied from a supply converter 
whose output is kept at constant current by a dc link reactor 
and current servo. This type of inverter is typically based on 
fast thyristors. 


26.3.3.3.1 Load-Commutated Inverter (LCI) Natural 
commutation of thyristors is usually achieved with synchro- 
nous machines at speeds >10%. Natural commutation is 
induced as a result of the presence of the motor’s electro- 
motive force (EMF). This is called load commutation; hence 
the drive’s other name of LCI. At low speeds the motor voltage 
is too low to give motor bridge commutations. This is 
achieved by using the supply converter. Induction-motor 
LCI drives can be supplied by adding a large capacitor on 
the motor terminals. 

The LCI drive covers a wider speed range (up to 
10,000 rpm) with power rating up to 100 MW. It gives full- 
load torque throughout the speed range with moderate 
dynamic performance. Its simple converter design combined 
with a maintenance-free motor design (both induction and 
synchronous) has increased the popularity of these drives. It is 
still a popular solution for high-power drives (e.g., conveyors, 
pumps, fans, compressors, and marine propulsion). 

The LCI drive has limited performance at low speeds. It also 
suffers from torque pulsation at 6 and 12 times motor’s 
frequency and beat frequencies. Critical speeds can excite 
mechanical resonance. Its ac power factor varies with speed. 
Torque pulsations can be reduced in 12-pulse systems if 
required. 


26.3.3.3.2 Forced Commutated Inverter (FCI) Externally 
commutated current source converters with an induction 
motors are also a viable solution. To compensate for the 
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TABLE 26.8 Converter topologies 


Converter Schematic 


Features 


(a) Controlled 
rectifier 


(b) Cyclo 


(c) Matrix 


(d) LCI 


(e) FCI 


ZN ZA ZA V YYYY 


E Y Y Y 


LA ZA ZA 


(f) VSI 


(g) Kramer 


Due for publication in Power Engineering Journal in June 2001. Used with permission, IEE. 


Dc motor 

Fully controlled SCR converter 
Controlled dc voltage 

Simple converter topology 

Power factor is a function of speed 


Induction motor and synchronous motor 
Direct ac/ac power conversion 


3 x 6-pulse SCR-based fully controlled converters 


— APT for fully regen 
Natural commutation 
Low supply harmonics, 18-pulse 
Power factor is a function of speed 


Squirrel-cage induction motor 

Synchronous motor 

Direct ac/ac power conversion 

Forced commutated, reverse conducting switches 
4-quadrant operation inherent 

PWM in/PWM out 

Controlled power factor 


Synchronous motor 

Simple converter arrangement 

Power factor is function of speed 
Load-commutated SCRs 

Synch motor requires excitation 

Suffers from torque pulsation at low speeds 


Squirrel-cage induction motor 

Similar to LCI 

Requires output capacitors for commutation 

Requires a diverter commutation circuit for 
commutation at low speeds 

Torque pulsation and resonance 


Synchronous and squirrel-cage induction motors. 
6-pulse diode front end 

Good power factor across speed range 

Dc link voltage source 

PWM output voltage 


Wound-rotor induction motor with slip rings. 

Small energy recovery converter 

Any type converter may be used between slip ring 
and ac input 
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inductive component in the motor current, a bank of capaci- 
tors is usually used at the motor terminals. The capacitor 
current is proportional to the motor voltage and frequency. 
Load commutation occurs at high speed where the compensa- 
tion current is high enough. Forced commutation occurs at 
lower speed where the capacitive current is too low for 
compensation. Forced commutation is achieved using various 
techniques. The one shown in Table 26.8 is based on a dc link 
diverter that consists of a GTO and loading equipment in 
parallel with the diverting/compensating capacitor. Modern 
drives employ forced commutated devices, such as reverse 
blocking GTOs and IGCTs. 


26.3.3.4 Slip Power Recovery (Kramer) 


In this type of converter, which is described in Table 26.8, the 
rotor current of a slip ring wound rotor induction motor is 
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rectified and the power then reconverted to ac at fixed 
frequency and fed back into the supply network. For tradi- 
tional designs, the low-frequency slip-ring currents are recti- 
fied with a diode bridge and the dc power is then inverted into 
ac power at mains frequency. 

The traditional designs had poor ac mains dip immunity, 
high torque pulsation, and high levels of low-frequency ac 
supply harmonics. The latest generation of this type of drive is 
called the rotor drive and uses PWM-VSI inverters for the 
rotor and ac supply bridges. This keeps sine wave currents in 
the ac rotor circuits. 

The drive has many advantages over traditional circuits: 


e No torque pulsation 
e Low ac harmonics 
e Very high immunity to ac supply dips 


TABLE 26.9 Drive features 
Type De Drive Ac Drives 
dc 
Cyclo CSI (FCI) CSI (LCI) Kramer PWM-VSI 
Motor type Dc motor Induction and Induction Synchronous Slip-ring wound- rotor Induction or 
synchronous motor motor induction motor synchronous 
motors 
Power Up to 10 MW 2 to 30 MW 1 to 10 MW 1 to 100 MW 0.5 to 50 MW 0.5 to 2MW 
Speed range 1000: 1 1000: 1 10:1 10:1 0.8: 1.2 1000: 1 
Accuracy 0.01% + 0.01% +1% +0.01% 0.1% 0.01% 
Max. speed Limited by 1000 rpm 6000 rpm 10,000 rpm <1200 rpm 10,000 rpm 
motor capability 
Performance High torque High torque over Poor dynamic High torque High torque High torque over 
over speed speed range response over speed over speed speed range 
range High dynamic Low starting range range High dynamic 
High dynamic performance torque Reasonable High dynamic performance 
performance dynamic performance 
performance 
Advantages Simple High stall torque Standard Simple Regenerative Good power factor 
Regenerative (induction) robust Inherent (new) Tolerant to supply 
Inherently maintenance-free regenerative Robust dips 
regenerative motor Maintenance-free Slip-ring wound Standard robust 
Robust motors Minimal motor rotor maintenance-free 
Low derating High overload motor 
maintenance capacity Minimal derating 
motor 
High overload 
capacity 
Disadvantages Stall torque Motor custom Complex Motor custom Complex Complex 
rating design Poor dynamic design Motor custom Expensive 
Motor Low ac supply performance Torque design Regeneration at 
maintenance power factor Torque pulsation extra cost 
Custom motor pulsation and 
design resonance 
Applications Mill drives (ball Mill drives (ball Pumps, fans, and Pumps, fans, and Pumps, fans, and Process lines 
and sag) and sag) compressors compressors compressors Paper machines 
Marine Marine Soft-starter Soft- starter Power Traction 
propulsion propulsion Marine generation 
Mine winders Mine winders propulsion Mills (ball and 
Process lines Conveyors Conveyors sag) 


Conveyors 


Mill drives 


Due for publication in Power Engineering Journal in June 2001. Used with permission, IEE. 
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e Very cost effective if a limited speed range is required, 
but still requires a separate starter 

e Inherent ability to run at rated speed without electronic 
circuits 

e Converter cost reduced by 2:1 if uses the + speed ability 
to give a speed range 


26.3.3.5 PWM VSI Converter 


The availability of power electronics switches with turn-off 
capability, e.g., FETs, BJTs, IGBTs, and GTOs, has currently 
favored drives with voltage-fed PWM converters on induction. 

PWM VSI drives offer the highest possible performance of 
all variable speed drives; refer to Table 26.9. Recent improve- 
ments in switching technology and the use of microcontrollers 
have greatly advanced this type of drive. The inverters are now 
able to operate with an infinite speed range. The supply power 
factor is always near unity. Additional hardware is easily added 
if there is a requirement to regenerate power back into the 
mains supply. Motor ripple current is related to the switching 
frequency and in large drives the motor may be derated by less 
than 3%. 


26.3.3.6 Comparison 


Table 26.9 summarizes the main features of all types of 
converter drives discussed above and assess their merits and 
drawbacks. It also illustrates typical applications. 


TABLE 26.10 Load characteristics 
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26.4 Load Profiles and Characteristics 


The way the drive performs is very much dependent on the 
load characteristics. Four load characteristics are now 


described. 


26.4.1 Load Profile Types 


In the literature, four different load profiles have been 
described [4] (see Table 26.10): 


I. Torque proportional to the square of the shaft speed 
(variable torque) 

I. Torque linearly proportional to speed (inear torque) 

II. Torque independent of speed (constant torque) 

IV. Torque inversely proportional to speed (inverse 
torque) 


26.4.2 Motor-Drive Duty 
26.4.2.1 Duty Cycle 


The size of the driven motors is generally chosen for contin- 
uous operation at rated output, yet a considerable proportion 
of motor drives are used for duties other than continuous. As 
the output attainable under such deviating conditions may 
differ from the continuous rating, fairly accurate specification 


Type I 


Type II 


Type IN 


Type IV 


T: = f (speed?) 

P = f (speed?) 

Low startup torque 

Best suited for energy 
saving 

Torque-speed curve is 
required when 
specifying a drive 


Axial and centrifugal 
pumps 

Axial and centrifugal 
ventilators 

Screw and centrifugal 
compressors 

Centrifugal mixers 

Agitators 


E F 


T = f (speed) 

P=f (speed? ) 

Information about 
process is needed (e.g., 
density, consistency, 
viscosity, temperature) 


Mixers 
Stirrers 


T = Constant 

P = f (speed) 

At startup the torque may 
be higher than nominal, 
e.g., static friction with 
conveyor belts 

Vertical and horizontal forces 
need to be taken into 
consideration for inclined 
conveyors 

Extrusions, draw-benches 

Paper and printing 
continuous machines 

Volumetric gear pumps/pistons 
pumps, etc. 

Piston compressors 

Conveyor machines 

Lift machines 


T =f (1/speed) 

P = Constant 

Mostly dominated by dc 
drives, but modern PWM 
VSI is talking over 

Certain loads such as 
windind and reeling 


machinery required closed-loop 


controls 


Lift machines 

Reciprocating rolling mills 

Winding machines 

Lathes 

Winders 

Reelers 

Wire drawers 

Web-feed printing 
machines 
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of the duty is an important prerequisite for proper planning. 
There is hardly a limit to the number of possible duty types. 

In high-performance applications, such as traction and 
robotics, the load and speed demands vary with time. 
During acceleration of traction equipment, a higher startup 
torque (typically twice the nominal torque) is required; this is 
usually followed by cruising and deceleration intervals. As the 
torque varies with time, so does the motor current (and motor 
flux linkage level). The electric, magnetic, and thermal loading 
of the motor and the electric and thermal loading of the power 


TABLE 26.11 


Duty Type Representation 


Y. Shakweh 


electronics converter are definite constraints in a drive speci- 
fication. 

Table 26.11 categorizes operating duties into eight major 
types [5]. 


26.4.2.2 Mean Output 

Variation of the required motor output during the periods of 
loaded operation is among the most frequent deviations from 
the duty types defined in Table 26.11. In such cases the load 


Definition of load cyclic duties: VDE0530, in accordance with IEC 34-1 [5] 


Description 


S1: Continuous running duty 


S2: Short-time duty 


S3: Intermittent 
periodic duty with a 
high startup torque 


S4: Intermittent 
periodic with a high 
startup torque 


Jai- 


S5: Intermittent 
periodic duty with high 
startup torque and 
electric braking 


S6: Continuous-operation 
periodic duty 


S7: Continuous-operation 
periodic duty 
with high startup 
torque and electric 
braking 


S8: Continuous-operation 
periodic duty 
with related load/speed 
changes 


Operation at constant load of sufficient duration for the thermal 
equilibrium to be reached. 


Operation at constant load during a given time, less than required 
to reach thermal equilibrium, followed by a rest and deenergized 
period of sufficient duration to reestablish machine 
temperatures within 2°C of the coolant. 

A sequence of identical duty cycles, each including a period of 
operation at constant load and a rest and deenergized period. In 
this duty type the cycle is such that the starting current does 
not significantly affect the temperature rise. 


A sequence of identical duty cycles, each cycle including a 
significant period of starting, a period of operation at constant 
load, and a rest and deenergized period. 


A sequence of identical cycles, each cycle consisting of a period of 
starting, a period of operation at constant load, a period of 
rapid electric braking, and a rest and deenergized period. 


A sequence of identical duty cycles, each cycle consisting of a 
period of operation at constant load and a period of operation 
at no load. There is no rest and deenergized period. 


A sequence of identical duty cycles, each cycle consisting of a 
period of starting, a period of operation at constant load, and a 
period of electric braking. There is no rest and deenergized 
period. 


A sequence of identical duty cycles, each cycle consisting of a 
period of operation at constant load corresponding to a 
predetermined speed of rotation, followed by one or more 
periods of operation at other constant loads corresponding to 
different speeds of rotation. There is no rest and de-energized 
period. 
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(defined as current or torque) is represented by the mean load. 
This represents the RMS value, calculated from the load vs 
time characteristics. The maximum torque must not exceed 
80% of the breakdown torque of an induction motor. 

If the ratio of the peak torque to the minimum power 
requirements is greater than 2:1, the error associated with 
using the RMS output becomes excessive and the mean 
current has to be used instead. No such mean value approx- 
imation is possible with duty type S2, which therefore neces- 
sitates special enquiry. 

Careful assessment of duty types S2 to S8 reveals that there 
exist two distinct groups: 


1. Duties S2, S3 and S6 permit up rating of motors 
relative to the output permissible in continuous 
running duty (S1). 

2. Duties $4, $5, S7 and S8 requiring derating relative to 
the output permissible in continuous running duty 
(S1). 


26.4.2.3 Thermal Cycling 


The drive duty cycle also affects the reliability and the life 
expectancy of power devices. Repetitive load cyclic duty results 
in additional thermal stresses on power devices. Frequent 
acceleration and deceleration of drives results in repetitive 
junction temperature rise and falls at the cyclic duty. The life 
expectancy of devices is often determined by the maximum 
allowed number of cycles for a given power device junction 
temperature rise. 

Although this is true for all types of power devices, it is 
more critical for IGBTs where wire bonds and solder layers are 
used. 

In modern IGBT-based converter design, the maximum 
junction temperature rise of the IGBTs is limited to a level, 
which ensures a conservative number of thermal cycles over 
the lifetime of the drive. Typical junction temperature rise is 
30°C for a repetitive cyclic duty (e.g., steel mill) and 40°C for 
nonrepetitive cyclic duty (e.g., fan pumps). 


26.4.2.4 Multiquadrant Operation 

Fully regenerative electric VSDs offer a rapid regenerative 
dynamic braking in both forward and reversed directions. 
Operation in motoring implies that torque and speed are in 
the same direction (QI, II). In regenerative braking the torque 
is opposite to the speed direction (QII, IV) and the electric 
power flow in the motor is reversed. (See Fig. 26.2.) 

Positive power flow of electric energy means that electric 
power is drawn from the power supply via the power electro- 
nics converter by the motor; negative power flow refers to 
electric power delivered by the motor in the generator mode to 
the power electronics converter. This could be regenerated 
back to the supply, or dissipated as heat in the dynamic brake 
dissipative mechanism. 
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FIGURE 26.2 Operating regions of electric VSD. 


For regenerative drive, the power electronics converter has 
to be designed to be able to handle bidirectional power flow. 
In low- and medium-power converters (say <500 kW) with 
slow dynamic braking demands, the generated power during 
the braking periods is interchanged with the strong filter 
capacitor of power electronics converter, or dc (dynamic) 
braking is used. 


26.4.2.5 Dynamic Braking Energy 


There exist two types of energy stored in VSD, which need to 
be dealt with during dynamic braking: 


e Inertia or kinetic energy loads. Typically moving (rotating 
or linear) machines. These would decelerate naturally to 
rest. Braking can speed up the process cycle for the sake 
of productivity. 

e Mass or potential energy loads. Typically hoists or lifts — 
which would run on or even accelerate. Braking must 
apply full power to maintain constant speed while the 
load is lowered. 


The drive losses, mechanical resistance, and transmission 
efficiency work in favor of deceleration, reducing the braking 
power demand. The energy regenerated by potential energy 
loads depends on maximum power and both the overrun time 
and the decelerating time. 

The braking time and the duty cycle time are decided by the 
requirements of the process system, but note particularly the 
effect of varying the braking duty cycle time and the decelera- 
tion time. For dc injection braking, the kinetic energy of the 
motor-—load system is converted to heat in the motor rotor. 
For fast and frequent generator braking, the power electronics 
converter has to handle the generated power either by a 
controlled dynamic brake chopper (with braking resistor) or 
through bidirectional power flow. The power losses in the 
converter can assist in dynamic braking. 

For a fast speed response, modern variable-speed drives may 
develop a maximum transient torque up to base speed and 
maximum transient power up to maximum speed, provided 
that both the motor and the power electronics converter can 
handle these powers. For a 200-kKW dynamometer drive 
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application, a rapid change of torque from full positive torque 
to full negative torque is required in less than 10 ms. 


26.5 Variable-Speed Drive Topologies 


In this section drive topologies are classified according to the 
motor they employ. Various publications have dealt with this 
subject [6, 7]. The most common motors are illustrated in 
Fig. 26.3. 


26.5.1 De Motor Drives 


Until recently, the dc motor drive was the most commonly 
used type of electric-variable speed drive; with very few 
exceptions it is the least expensive. The mechanical commu- 
tator is an electromechanical dc to ac bidirectional power flow 
power converter, as the currents in the rotor armature coils are 
ac while the brush current is dc. The dc drive is well known, 
well proven, and widely applied, yet its popularity is in relative 
decline because of the emergence of the more robust, lower- 
cost squirrel-cage induction motor drive. 


Electric Variable Speed Drives 
Special drives ] AC Drives | DC Drives | 


Induction Motor | 


Wound rotor Squirrel cage | 
Kramer | AC/At | 


Cc 
| 
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l 
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FIGURE 26.3 Classification of electric VSDs. 
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Unfortunately, the mechanical commutator, though not bad 
in terms of losses and power density, has serious commutation 
current and speed limits and thus limits the power per unit to 
1-2MW at 1000rpm and may not be at all accepted in 
chemically aggressive or explosion-prone environments. The 
application of the dc drive has been restricted in hazardous 
areas because of the very limited availability of flameproof dc 
machines. Commutator and brush maintenance is difficult in 
such environments. Furthermore, continuous sparking at the 
brushes is virtually inevitable at full load output. 

Because of the inherent ease of speed control of the 
separately excited dc machine, dc drives found popularity in 
early electric drive applications, by varying the applied arma- 
ture voltage. This variable armature voltage is simply gener- 
ated by phase-controlled rectification, and this technique has 
now almost entirely replaced the Ward-Leonard systems 
previously used. 

The ac/dc converter offers a variable dc voltage, which is 
capable of four-quadrant operation (positive and negative dc 
voltage and dc current output). Permanent magnet-excited 
brushed motors have been used in numerous applications for 
sometime, particularly in nonregenerative drive applications. 

Motor output torque is approximately proportional to 
armature current and motor speed approximately propor- 
tional to converter output voltage. Speed control by sensing 
armature voltage is therefore feasible, giving an accuracy of 
around 5%. 

Provided the motor excitation is kept constant, the dc drive 
power factor is proportional to motor speed. Since most 
pumps, compressors, and fans demand a torque proportional 
to the square of speed, constant excitation systems are used 
and so the preceding relationship applies: A typical power 
factor at maximum rated speed for a dc drive is 0.85. This 
relationship applies to many other types of electric drives. 

If a slow dynamic response is satisfactory, regeneration to 
the mains supply is achieved by reversing either the motor 
field or the armature connection. Alternatively, regeneration 
with faster response is achieved by connecting another thyr- 
istor bridge in antiparallel with the main bridge (Fig. 26.4a). 
In this case fast response is possible with changeover times of 
<15 ms between full torque motoring to full torque regener- 
ating. The 6-pulse drive configuration is acceptable for powers 


Field 


ee O 


FIGURE 26.4 Dc drive: (a) with fully controlled antiparallel supply bridge; (b) diode rectifier with dc chopper. 
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up to 1 MW. This limitation does not arise from any semi- 
conductor device limitation, but is due to ac line current 
harmonics the converter generates. 

A force-commutated or “chopper” converter for dc motors 
uses the principle of variable mark-space control using a 
thyristor or transistor solid-state switch. With a diode front- 
end converter, a fixed, smoother dc supply is derived from the 
mains by uncontrolled rectification and is rapidly applied, 
removed, and reapplied to the machine for adjustable inter- 
vals, thus applying a variable mean dc voltage to the dc motor; 
refer to Fig. 26.4b. This type of dc drive has the advantage of 
high (near-unity) power factor at all motor speeds and much 
reduced harmonic spectrum. 


26.5.2 Induction Motor Drive 
26.5.2.1 Squirrel-Cage Induction Motor 


Squirrel-cage induction motors are simpler in structure than 
dc motors and are most commonly used in the VSD industry. 
They are robust and reliable. They require little maintenance 
and are available at very competitive prices. They can be 
designed with totally enclosed motors to operate in dirty 
and explosive environments. Their initial cost is substantially 
less than for commutator motors and their efficiency is 
comparable. All these features make them attractive for use 
in industrial drives. 

The stator windings develop a rotating magnetic flux 
rotating at synchronous speed. This speed depends on the 
motor pole number and supply frequency: The rotating flux 
intersects the rotor windings and induces an EMF in the rotor 
winding, which in turn results in circulating current. The rotor 
currents produce a second magnetic flux, which interacts with 
the stator flux to produce torque to accelerate the machine. As 
the rotor accelerates, the induced rotor voltage falls in magni- 
tude and frequency until an equilibrium speed is reached. At 
this point the induced rotor current is sufficient to produce 
the torque demanded by the load. The rotor speed is slightly 
lower than the synchronous speed by the slip frequency, 
typically 3%. 

In order to ensure constant excitation of the machine, and 
to maximize torque production up to the base speed, the ratio 
of stator voltage to frequency needs to be kept approximately 
constant. 

An induction motor drive has three distinct operating 
regions: 


(a) Constant torque. The inverter voltage is controlled up 
to a maximum value limited by the supply voltage. As 
the motor speed and the voltage are increased in 
proportion, constant V/F, the rated flux linkage is 
maintained up to the base speed. Values of torque up 
to the maximum value can be produced at speeds up 
to about this base value. The maximum available 
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torque is proportional to the square of the flux 
linkage. Typically, the induction motor is designed 
to provide a continuous torque rating of about 40- 
50% of its maximum torque. 

(b) Constant power. For higher speed, the frequency of 
the inverter can be increased, but the supply voltage 
has to be kept constant at the maximum value 
available in the supply. This causes the stator flux 
linkage to decrease in inverse proportion to the 
frequency. Constant power can be achieved up to 
the speed at which the peak torque available from the 
motor is just sufficient to reach the constant power 
curve. A constant-power speed range of 2-2.5 can 
usually be achieved. Within this range, the motor 
frequency is increased until the machine limit is 
reached. 

(c) Machine limit (pullout torque). Once the machine 
limit has been reached, the torque falls off in propor- 
tion to the square of motor frequency. Operation at 
the higher end of this speed range may not be feasible 
as the motor power factor worsens. This in turn 
results in a higher stator current than the rated 
value. The motor heating may be excessive unless 
the duty factor is low. 


Induction motors are used in applications requiring fast and 
precise control of torque, speed, and shaft position. 

The control method widely used in this type of application 
is known as vector control; a transient response at least 
equivalent to that of a commutator motor can be achieved. 

The voltage, current, and flux linkage variables in this 
circuit are space vectors from which the instantaneous values 
of the phase quantities can be obtained by projecting the space 
vector on three radial axes displaced 120° from each other. 
The real and imaginary components of the space vectors are 
separated, resulting in separate direct and quadrature axis 
equivalent circuits but with equal parameters in the two axes. 

Changes in the rotor flux linkage can be made to occur only 
relatively slowly because of the large value of the magnetizing 
inductance of the induction motor. Vector control is based on 
keeping the magnitude of the instantaneous magnetizing 
current space vector constant so that the rotor flux linkage 
remains constant. The motor is supplied from an inverter that 
provides an instantaneously controlled set of phase currents 
that combine to form the space vector, which is controlled to 
have constant magnitude to maintain constant rotor flux 
linkage. The second component is a space vector, which is in 
space quadrature with the instantaneous magnetizing current 
space vector. This component is instantaneously controlled to 
be proportional to the demand torque. 

To the extent that the inverter can supply instantaneous 
stator currents meeting these two requirements, the motor is 
capable of responding without time delay to a demand for 
torque. This feature, combined with the relatively low inertia 
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of the induction motor rotor, makes this drive attractive for 
high-performance control systems. 

Vector control requires a means of measuring or estimating 
the instantaneous magnitude and angle of the space vector of 
the rotor flux linkage. Direct measurement is generally not 
feasible. Rapid advances are being made in devising control 
configurations that use measured electrical terminal values for 
estimation. 


26.5.2.2 Slip-Ring (Wound-Rotor) Induction Motor 
Drive 


Wound-rotor induction motors with three rotor slip rings 
have been used in adjustable-speed drives for many years. In 
an induction motor, torque is equal to the power crossing the 
air gap divided by the synchronous mechanical speed. In early 
slip-ring induction motor drives, power was transferred 
through the motor to be dissipated in external resistances, 
connected to the slip-ring terminals of the rotor. This resulted 
in an inefficient drive over most of the speed range. More 
modern slip-ring drives use an inverter to recover the power 
from the rotor circuit, feeding it back to the supply system. 
The speed of slip-ring induction motor can be controlled 


by: 


e Stator frequency control 
e Rotor frequency control 
e Rotor resistance control 
e Slip energy recovery (Kramer drive) 


The last two methods are traditionally used on cost grounds. 

Addition of rotor resistance for starting large induction 
motors is well known. Adding rotor resistance alters the speed 
at which maximum motor torque is developed. Unfortunately, 
power dissipates as heat in the rotor resistance bank. Earlier 
means to overcome this shortcoming were to convert the rotor 
power to dc, and feed a dc motor on the same shaft. The rotor 
slip energy, when running at reduced speed, is therefore 
reconverted to mechanical power. This is the Kramer system. 
The disadvantages of this approach were the extra mainte- 
nance and capital costs. 

The Kramer drive overcomes these shortcomings by repla- 
cing the dc machine with a line-commutated inverter that 
returns the slip energy directly to the ac line. A key advantage 
of the Kramer drive system is that the slip energy recovery 
equipment need only be rated for a fraction of the maximum 
motor rating, typically 30%. This is true when a small speed 
range is required and provided that a separate means is 
provided of starting the motor. This is because the motor 
rotor current is proportional to torque and the rotor voltage 
inversely proportional to speed. 

If the slip-energy recovery converter can be rated to with- 
stand full rotor voltage (at start up), a controlled speed range 
of zero to maximum could be achieved. However, this is 
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generally only feasible on motors below 2000kW where the 
rotor voltage is sufficiently low for an economic inverter 
package. Secondly, if a full speed range is needed, the slip- 
energy recovery converter has to be rated at full motor power, 
so Kramer drives become uneconomic for wide speed ranges. 
The overall system power factor would be very low for a wide- 
speed-range system. 

For these reasons, Kramer drives are very suitable for high- 
power drives (>200kW) where a small speed range is 
required. Pump and fan drives therefore present good 
economic applications. Kramer drives have also been used 
for low-speed-range endurance dynos using the recovery 
system to the control torque of the induction generator. As 
with all line-commutated converters and inverters, current 
harmonics are produced, and these can be reduced to accep- 
table values. However, as the slip-energy recovery network is 
only power-rated in direct proportion to the speed reduction 
required (assuming constant load torque), the magnitudes of 
the harmonic currents generated are proportionally less than 
with drives where the solid-state converters have to handle the 
whole drive power. Harmonics of the rotor rectifiers are 
transmitted through the rotor and appear as noninteger 
harmonics in the main supply. 

The main disadvantages of the slip-ring induction motor 
drive are (a) the increased cost of the motor in comparison 
with a squirrel cage, (b) the need for slip-ring maintenance, 
(c) difficulty in operating in hazardous environments, (d) the 
need for switchable startup resistors, and (e) the poor power 
factor compared with other types of drive. 


26.5.3 Synchronous Motor Drives 


If the induction motor were to rotate at the synchronous 
speed by an external means, the frequency and magnitude of 
the rotor currents would become zero. If an external dc power 
supply were connected to the rotor winding, then the rotor 
would become polarized in a similar way to a permanent 
magnet. The rotor would pull into step with the air-gap- 
rotating magnetic field, generated by the stator but lagging it 
by a small constant angle referred to as the load angle. The 
load angle is proportional to the torque applied to the shaft, 
and the rotor keeps rotating at synchronous speed, provided 
that the dc supply is maintained to the rotor field winding. 
The magnetic flux produced by the rotor winding intersects 
the stator windings and generates a back EMF, which makes 
the synchronous motor significantly different from the induc- 
tion motor. 

As with the induction motor drive, the requirement is to 
keep the ratio V/F constant (i., to vary both the stator 
frequency and the applied voltages in proportion to the 
desired motor speed). 

The supply bridge converter is phase controlled, generating 
an adjustable dc current in the dc link choke. To generate 
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maximum torque from the synchronous motor, this current is 
switched into the motor stator windings at the correct phase 
position with respect to the rotor angular position as detected 
by the position sensor by the inverter bridge. When running 
above about 10% speed, the back EMF generated by the 
synchronous motor is sufficient to commutate the current 
into the next arm of the inverter bridge. So, as this type of 
inverter is machine (motor) commutated, the inverter config- 
uration is merely that of a conventional dc drive. The 
complexity, expense, and limited power capability of the 
force-commutated circuitry is therefore avoided. 

The motor back EMF is insufficient for thyristor commu- 
tation at low speeds. The technique here, therefore, is to 
rapidly phase back the supply converter bridge to reduce the 
dc link current to zero and after a short delay (to ensure that 
all thyristors in machine bridge are turned off) reapply dc 
current when the correct thyristor trigger pattern has been 
reestablished. As the motor speed, and thus back EMF, 
increase to a value sufficient for machine commutation, 
changeover to continuous dc link current operation is 
effected. 

During the starting mode, the correct inverter bridge firing 
instant is determined by a rotor position sensor mounted on 
the motor shaft whose angular position is detected by opto or 
magnetic probes. In the machine-commutated mode, sensing 
of stator voltage is used. To develop maximum torque in the 
low-speed or pulsed mode, angular rotor position sensing is 
necessary. However, if less than full load torque availability at 
low speed can be tolerated, the inverter system can be set to 
produce a low fixed frequency in the pulsed mode. This 
frequency is then increased, as motor rotation is detected 
(either in steps or on a preset ramp rate) until sufficient back 
EMF is generated to facilitate changeover to the voltage- 
sensing mode. 

As previously stated, the key advantage of this type of drive 
is that all thyristor devices are line or machine commutated. 
Complex forced commutation circuitry is avoided and fast 
turn-off thyristors are unnecessary. Inverter systems of this 
type can therefore be built at very high powers, up to 100 MW. 
Also, as a result of avoiding force commutation, converter 
efficiency is high, typically 98%. 

The thyristors in the machine inverter bridge must be 
triggered at an angle that gives sufficient time for commuta- 
tion from one device to the next. This results in the synchro- 
nous motor operating at a high leading power factor. 
However, the power factor is proportional to speed. 

This type of drive is inherently reversible and regenerative. 
For regenerative operation, the inverter bridge is triggered in 
the fully advanced position. A dc output voltage is generated at 
the dc side of the supply converter bridge. This converter 
bridge is now triggered in the regenerative mode, thus back- 
feeding power to the supply system. Speed reversal is achieved 
by altering the sequence in which the thyristors in inverter 
bridge are triggered. 
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This type of drive is widely applied over a wide power range, 
as it comprises an efficient motor and simple and efficient 
converter. At lower powers, permanent magnet motors are 
more popular. 

Unlike the induction motor, the synchronous type requires 
two types of converter. The first is for main power conversion; 
the second is low power for field excitation. The field converter 
feeds the rotor exciter winding through slip rings and brushes, 
or alternatively a brushless exciter can be used. Coordinated 
control of the two converters provides for active power and 
reactive power control and for efficient wide-speed-range 
control in high-power applications. 

For high-power applications, synchronous motors are 
preferred because of their ability to control reactive power 
flow through appropriate control of excitation. Synchronous 
motors tend to have wider speed range and higher efficiency. 
However, synchronous motors are generally more expensive 
than induction motors. 

With modern high-power PWM VSI drives, a synchronous 
motor can be driven for same inverter with vector control 
methods. 


26.5.4 Special Motors 


Motors under this category employ power electronics conver- 
ters for normal operation. Generally, this type of motor has a 
large number of phases in order to limit torque pulsation and 
self-start from any rotor initial position. This is a new breed of 
motors, which can be fed through a unipolar or bipolar 
current. Also, they have singly salient or doubly salient 
magnetic structures with or without permanent magnets on 
the rotor. 


26.5.4.1 Brushless de Motor (BDCM) Drive 


This type of machine has a similar construction to a standard 
synchronous machine, but the rotor magnetic field is 
produced by permanent-magnet material. A position sensor 
is used to ensure synchronism between the rotor position and 
the stator MMF via drive signals to the inverter. The use of 
new magnet materials characterized by high coercive-force 
levels has reduced magnet sizes and largely overcome the 
demagnetization problem. The absence of the field copper 
losses improves the machine efficiency. 

As the permanent magnet is the source for excitation, the 
BDCM can be viewed as a constant-flux motor. A limited 
amount of flux weakening can be achieved by increasing the 
load angle of the stator current. Achieving a useful constant- 
power range is not usually practical with this type of motor. A 
large demagnetizing component of stator current would be 
required to produce a significant reduction in magnet flux, 
and this would increase the stator loss substantially. 
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The required base torque determines the motor size, and the 
losses are essentially independent of the number of stator 
turns. At speeds up to the base speed of the constant power 
range, the efficiency of the motor is essentially the same as for 
one designed for rated voltage at base speed. For operation 
above base speed, the stator current from the inverter is 
reduced in inverse proportion to the speed. This mode of 
operation in the high-speed range reduces the dominant stator 
winding losses relative to a machine in which the flux is 
reduced and the current kept constant. The losses in the 
inverter are, however, increased because of its higher current 
rating. For an electric road vehicle that must carry its energy 
store, the net energy saving may be sufficiently valuable to 
overcome the additional cost of the larger inverter. A further 
advantage of this approach is that, if the dc supply to the 
inverter is lost, the open circuit voltage applied to the inverter 
switches will be within their normal ratings. 

BDCM has higher volumetric power density compared to 
other types of motors (induction or synchronous). It is 
particularly suited when high values of acceleration are 
required in drive (e.g., machine tools). These are often 
operated with high acceleration for a short time followed by 
a longer period of low torque. At such low values of load 
factor, the cooling capability is frequently not a limitation. The 
major interest is in obtaining the maximum acceleration from 
the motor. The short-term stator current of a BDCM is limited 
to the value required for magnet protection. These values of 
acceleration are significantly higher than can be achieved with 
either induction or dc motors of similar maximum torque 
rating. 


26.5.4.2 Switched-Reluctance Motor (SRM) Drive 


This motor can be regarded as a special case of a salient 
synchronous machine in which the field MMF is zero and the 
torque is produced by reluctance or saliency action only. The 
rotor has no winding. The SRM drive needs an inverter whose 
frequency is locked to the shaft speed, but since the torque is 
linearly proportional to the square of the stator current, the 
use of unidirectional current involves little sacrifice in perfor- 
mance. 

Generally, the use of position sensors in the SRM and 
BDCM is something of a disadvantage in both cases. The 
SRM does not require permanent magnets, which can increase 
cost, may involve demagnetization risks, and may limit top 
speeds because of centrifugal forces. The SRM hence has a 
simpler construction and is more robust. However, the need to 
magnetize the motor from the ac side adds to inverter costs 
and may increase peak current levels significantly, hence 
raising stator copper losses. 

Switched-reluctance synchronous motors have a cylindrical 
stator with three ac windings and a solid rotor (without any 
winding) with a moderate orthogonal axis magnetic saliency 
up to 4 (6) to 1. High magnetic saliency is obtained with 
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multiple flux barriers. The conventional SRMs are to some 
extent (up to 100 kW) used in low-dynamics variable-speed 
drives with open-loop speed control, as the speed does not 
decrease with load. Consequently, the control is simpler than 
with induction motors. 

The main drawback of the conventional SRD is the low 
motor power factor and the relatively poor torque density, 
which leads to a higher kVA rating of the power converter 
(approximately 20%). The main advantage of the synchronous 
reluctance motor over the induction motor of similar rating is 
the higher efficiency. Compared to squirrel-cage induction 
motor, the rotor loss is small or negligible in synchronous 
reluctance machines. If the saliency ratio is sufficient to 
produce a power factor equal to that of the induction 
motor, the stator winding loss will be the same. Also, the 
stator iron losses will be similar for the two motors. 

The reluctance motor is capable of operation in the 
constant-power mode of operation. As with all ac drives, 
when the supply voltage limit is reached above the base 
speed, the flux linkage is reduced in inverse proportion to 
the shaft speed, and the torque is inversely proportional to 
speed squared. 


26.5.4.3 Linear Motors 


There are applications in which linear motion, as opposed to 

rotational, is required. A linear machine has the same operat- 

ing principles as apply to all other rotating machines. The 

PWM VSI converters and motor control principles discussed 

in this chapter are also applicable to this type of motor. 
There are two types of linear motors: 


e LIM (linear induction motor) 
e LSM (linear synchronous 
magnetic excitation) 


motor with permanent 


The LSM type has the following advantages over the LIM: 


e Better power factor 
e More responsive control 
e Higher efficiency 


The disadvantages of LSMs are as follows: 


e Very accurate position feedback required 
e The use of PM—expensive and heavy 


Transport, material handling, and extrusion processes are a 
few examples in which linear motors have successfully been 
employed. 


26.5.4.4 Stepper Motors 


Stepper motors are built in a similar manner to BDCMs, with 
permanent magnets embedded in or bonded to the rotor, or 
have a rotor with no magnets. The latter type is made of a 
ferrite magnetic material and its circumference is cut to form a 
number of slots, forming teeth lengthwise to the rotor axis. 
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Torque production can be based on (a) magnetic reluctance 
(as in SRM), (b) magnetic attraction (as in BDCM), or (c) 
both magnetic reluctance and attraction. 

Stepper drives do not offer dynamic speed control, and the 
main action is to accelerate at full torque to full speed, 
maintain the speed, and decelerate at full torque. In compar- 
ison to reluctance type stepper motor, the permanent magnet 
type offers greater torque for a given speed, particularly at start 
and low speeds. 

Most drives incorporate controllers with connections for a 
communications link for supervisory control by PLC and 
hard-wiring connectors for analog/digital inputs and outputs, 
and some are equipped with software for communications 
with a computer or hand held key-pad. Table 26.12 lists typical 
options. 

Unlike the preceding motor drives, the stepper motor can 
achieve precise position control without the need for any 
external feedback. 


26.5.4.5 Actuators 


Actuators are widely used in industry, primarily for position- 
ing tasks. Their designs are based on all sorts of force 
producing principles. Reference [9] describes several types of 
direct drive electric actuators, including (a) the dc actuator 
(moving-coil type), (b) induction actuators, (c) synchronous 
actuators (moving-magnet dc type), (d) reluctance actuators, 
and (e) inductor actuators (polarized reluctance type). 
Electric actuators are used increasingly in control systems 
and automated electromechanical equipment. Typical specifi- 
cation factors include range of motion, type of motion (linear 
or rotary, stepwise or continuous), resolution needs, speed of 
response, environmental conditions, supply conditions, allow- 


TABLE 26.12 Control features for servo and stepper motor drives [8] 


Control Features Servo Drive 
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able electromagnetic noise emission level, need for integrated 
position and velocity sensors, maintenance needs, eligibility, 
cost, and peak and continuous torque. 

The main demands of industry for high performance 
systems are as follows: 


(a) A convenient supply and low power consumption 
(b) Reliability and robustness 

(c) Low initial cost and maintenance 

(d) Fast response 

(e) Linear “torque—excitation” characteristics 


26.5.4.6 Integrated Motors 


The integrated motor consists of a standard ac motor with an 
integrated frequency inverter and EMC filter. It is robust and 
specified for reliable operation, and often designed to handle 
rough working conditions, including ambient temperatures 
—25 to 40°C and dusty and corrosive as well as humid 
environments (Enclosure IP55). This type of drive uses a 
standard induction motor with the ac/ac converter integrated 
in the motor frame, often as a separate converter box mounted 
directly above the motor frame in place of the terminal box. 
This type of motor offers the following advantages: 


e Save space by eliminating the need for a separate 
controller 

e Reduce installed costs because cabling between motor 
and converter is eliminated 

e Eliminate motor problems caused by high voltage tran- 
sient due to output cable capacitance 

e Minimize EMC due to high dV/dt 


Stepper Drive 


Acceleration/deceleration time Adjustable 
Maximum speed 
Speed control 
Torque control 
Auto tuning 
Reversing 

Zero speed clamp 
Dynamic braking 


Part of the motor specification 
Permit a range of speed settings 
Many offer speed and torque control 
A feature of some servo drives 


brake resistor 
Regenerative braking 
Travel limits 

directions 
Jog or inch 

distance) 
Closed-loop configuration 

control 
Programming functions 


Commonly available by digital control signal 
Applies full torque to hold the position constant 
Controlled deceleration, may require dissipative 


Dedicated circuit for controlled braking 
Definition of travel limits in the forward and reverse 


Digital command to “jog” one step (with defined 


Most drives accept external signals for closed-loop 


Accelerate at maximum torque, time is dependent 
on maximum torque and inertia 

Part of the motor specification 

Not necessarily available 

Always operate at maximum torque 

Not applicable 

Commonly available by digital control signal 

Applies full torque to hold the position constant 

Usually standard 


Not applicable 
Standard 


Optional feature 


Most drives accept external signals for closed-loop 
control 


Many drives incorporate programming functions as in PLCs, reset all 


functions to default states, return to a home position, enable or disable 
repetition or a preset sequence, select a particular set of control inputs, 
increased or decreased speed, change the torque boost, etc. 
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The integrated drive includes most features found in 
packaged drives, including start, stop, forward, reverse, 
speed and torque controls, and controlled acceleration and 
deceleration. 

Due to complex thermal management with a high IP rating, 
maximum power rating of this type of drive is limited to less 
than 15 kW. 


26.6 PWM VSI Drive 


In recent years, the popularity of PWM VSI has increased 
beyond recognition. Its dynamic performance and controll- 
ability are better than those of the dc drive. Its power range has 
extended to areas dominated for years by traditional solutions 
such as the cyclo converter and LCI drives. 


26.6.1 Drive Comparison 


Table 26.13 shows a direct comparison between the cyclo- 
converter, LCI, and PWM VSI drives. The dc drive and the 
slip-power recovery converter type are not listed because ac 
drives have already replaced dc drives in most applications as a 
result of the low maintenance and better reliability of ac 
motors. Slip recovery is only suitable for applications with a 
limited speed range and requires a slip-ring wound rotor. 

In comparison with the cyclo converter and LCI current- 
source converter drives, the PWM VSI drive offers the follow- 
ing advantages: 


e Excellent dynamic response 

e Smooth torque/speed control over full speed range (0- 
200 Hz) 

e High volumetric power density 

e Ride through of dips in supply voltage 

e Use of standard motors (squirrel-cage induction motor 
or synchronous motor) 

e Improved ac supply power factor over full speed range 

e Reduced cabling and transformer size and cost in 
comparison with cyclo converters 


TABLE 26.13 Drive comparison [17] 
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e No significant torque pulsation 
e Lower noise level 
e Low maintenance 


26.6.2 Medium-Voltage PWM VSI 


The maximum power rating of LV VSD is limited by the 
practical current ratings of power components such as motor, 
cable, and transformer (typically 1500 A), giving a limit of 
about 2MVA at 600V. At this rating, motor manufacturers 
always prefer a MV machine design — significant savings and 
improved thermal performance of power components can be 
achieved by operating at medium voltages instead of low 
voltages. Many variable-speed drive applications will benefit 
from the availability of economic MV alternatives. 

When adequately rated high blocking voltage devices are 
available, a simple two-level inverter or alternatively three-level 
(NPC) has always been the choice to meet required output 
voltages. These topologies offer a simple and cost-effective 
solution. 

Series connection of power devices is the traditional solu- 
tion for high-power, high-voltage thyristor-based drives. This 
approach is perceived to be complex with fast-switching IGBTs 
because of simultaneous switching and correct static and 
dynamic voltage sharing of series devices. 

The “multilevel” inverter drive is seen to offer a better 
solution for high-power, high-voltage inverter drives. The 
output waveform is high quality, even at very high modulation 
frequencies, which inherently results in lower harmonic 
content in the output voltage waveform (less loss, less 
torque pulsation, and lower insulation voltage stresses). 

Reference [10] and Fig. 26.5 categorizes MV converter 
topologies as follows: 


(a) Series-connected two-level (SC2L) 

(b) Three-level neutral-point clamped (3LNPC) 

(c) Multilevel: diode-clamped multilevel (DCML), capa- 
citor-clamped multilevel (CCML) 

(d) Isolated series H-bridge (ISHB) 


Control Features Cyclo LCI PWM VSI Matrix 
Speed Limited Wide Wide Wide 
Dynamic response Excellent Good Excellent Excellent 
Torque pulsation Low High Very low Very good 
Power factor at low speed Poor Poor Very good Very good 
Stability Good Moderate Very good Very good 
Motor Custom Custom Standard Standard“ 
Regeneration Inherent Inherent Needs extra hardware Inherent 
Volumetric power density Moderate Good Very good Excellent 


“ The ac output voltage of the matrix converter is always less than the input voltage — derating is expected or a larger frame 


size is required. 
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26.6.3 Control Strategies 


Several control techniques can be found in the VSD industry, 
(refer to Fig. 26.6) these include: 


e Open-loop inverter with fixed V/Hz control 

e Open-loop inverter with flux vector control 

e Closed-loop inverter with flux vector control (induction 
motor) 

e Direct torque control 


Table 26.15 summarizes the main features, advantages, and 


FIGURE 26.5 MV stack topologies [3]. disadvantages of each technique [11]. 


26.6.4 Communication in VSDs 


The use of a high-speed advanced digital communication 
(Fieldbus) to build industrial automation system for realtime 


TABLE 26.14 Comparison between different MV converter stack topologies 


Topologies Advantages Disadvantages 
2-level with series Simple and proven technology Static and dynamic voltage sharing of series devices 
devices (SC2L) Same converter design over supply voltage range High dV /dt due to synchronous commutation of series 


Standard fully developed PWM control 
Provision for series redundancy of power 
switches per inverter phase arm (n + 1) 
3-level NPC (3LNPC) Well proven 
Reduced harmonic content 
Better utilization of switches 
Reduced dV /dt (half the SC2L equivalent) 


Diode clamped multilevel Reduced harmonic contents 
(DCML) Reduced dV /dt 

Capacitor clamped This configuration has all the advantages of a 
multilevel (CCML) multilevel converter plus: 


Simpler arrangement, modular building block 
Fewer components 

Snubberless operation is possible 

Easier capacitor voltage balance than 3LNPC 


Series-connected Modular design of the converter power modules 
isolated h- bridges The basic building block is based on a dc 
(ISHB) supply bridge, decoupling capacitor and a 


H-bridge arrangement 

In the ac supply the combined diode bridge 
rectifiers act like a multipulse bridge (18p 
for 4-level and 24p for 5-level), reducing 
harmonic injection into the ac supply 

Its output has very low harmonic content in 
spite of the low switching frequency 


devices 

High switching frequency harmonic content in inverter 
o/p voltage 

Series redundancy is difficult to achieve 

More complex PWM control is needed than 2-level 

Requires extra clamping diodes 

Requires split dc link 

Requires midpoint voltage balance control 

Even number of power devices per arm is always needed 

Switches require snubbers 

Series redundancy is very difficult to achieve 

Very complex PWM control is needed 

Requires many steering diodes 

Requires split dc link 

Requires voltage balance control of split dc link capacitors 

Uneven current stresses on power devices 

Requires snubbers 

Possible parasitic resonance between decoupling capacitors 

Complex to provide series redundancy 

More complex PWM control strategy than for 2-level 

Voltage redistribution of capacitors during supply voltage 
surges 

Too many capacitors (bulky stack design and poor 
capacitor utilization at high ratings) 

Complex converter arrangement (for low stray 
inductance) 

Inverter rating is limited by the load current flowing 
through the capacitors 

Employs a special (bulky and expensive) transformer 

Complex to achieve series redundancy 

Different supply transformer designs are required for 
applications operating at different ac line voltages 

Power pulsation for poor power factor loading 

Poor utilization of capacitors 

Not suitable for common dc bus applications 

Dynamic Braking difficult 
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control or simply for data logging has become well established 
in modern industries. Digital communication resulted in 
replacing wiring looms with a digital serial network; this 
resulted in a lower cost installation and more reliable solution. 
Over the past few years many industrial fieldbuses emerged, 
and end-users, system integrators, and original equipment 
manufacturers (OEMs) chose the optimum system for their 
applications. 

A fieldbus is a digital communication system that allows a 
control system to exchange data with remote sensors, actua- 
tors, and drives using a single communication link. The major 
benefits seen are reduced installation and cabling cost, and 
better overall immunity of the system. Both factors result in 
more reliable operation and reduced maintenance costs. 

There exist two main types of network: 


(a) Centralized network. Requires a network master 
controller, typically a PLC. The master device is 
entirely responsible for controlling communications 
over the network, while the slave devices tend to be 
“dumb” devices with no local intelligence. 

Decentralized network. Requires some local intelli- 
gence at each node, but no overall master device. 


(b) 


FIGURE 26.6 Electrical drive control techniques. (a) DC drive; 
(b) Frequency Control (PWM scalar control); (c) Flux Vector Control 
(Field-oriented control); (d) Direct Torque Control. 


TABLE 26.15 Comparison between various control methods used in VSD 


Drive Type De Ac 


This is ideal for realtime application environments, as 
all nodes are effectively running in parallel. 


Ac Ac 


Control method Field oriented Frequency control 


Features Field orientation via Voltage and 
mechanical frequency control 
commutator Simulation of 

Controlling variable-speed 
variables are using modulator 
armature current and Flux provided with a 
field current constant V/F ratio 

Torque control is Open-loop drive 
direct Load dictate torque 

Typical response level 
10-20 ms Typical torque 

dynamic response 
100 ms 

Advantages Accurate and fast Low cost 
torque control No feedback devices 

High dynamic speed are required 
response Simple 

Simple to control 

Disadvantages Reduced motor Field orientation not 
reliability used 

Regular Motor status ignored 
maintenance Torque is not 

Motor costly to controllable 
purchase Delaying modulator 

Needs encoder for used 


feedback 


Flux vector control Direct torque 
control 
Use advance 
control theory 
Controlled 
variable are 
magnetizing flux 
and motor control 
Typical torque 
dynamic response 


Field oriented control 
— similar to dc drive 

Motor electrical 
characteristics are 
modeled (observer) 

Closed-loop drive 

Torque controlled 
indirectly 


Typical torque is <5 ms 
dynamic response 
10-20 ms 
Good torque response Simple 
Accurate speed control No feedback 
Full torque at zero requirements 
speed No need for an 
Performance observer 


approaching dc drive 
Feedback is needed 
Costly 
Modulator is needed 
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Most modern VSDs are equipped with hardware and software 
that enable local and remote communication with plant 
automated system via a fieldbus system. The most popular 
fieldbuses are Profibus, Interbus, Worldfib, and Devicenet. 


26.6.5 PWM Techniques 


Different PWM techniques have been employed in PWM VSD 
converters. Figure 26.7 identifies the most commonly used 
techniques. 


26.6.6 Impact of PWM Waveform 
26.6.6.1 PWM Voltage Waveform 


Fast switching of IGBTs (typically <lps) results in high 
dV /dt, typically 3-5 kV/us, and possible voltage overshoot 
at turn-off that can last for a few microseconds. The fast rate 
of rise/fall of voltage combined with high peak voltage at the 
turn-off results in a premature failure of motors as well as 
EMC. References [12—14] deal with the effect of PWM wave- 
forms of VSD. The following is a brief summary of the effect of 
the unfiltered waveforms. 


26.6.6.2 Effect on Motor 


e Premature insulation failure due to partial discharge as a 
result of peak voltage, high dV /dt and high frequency 

e Motor shaft voltage, which forces current into the shaft 
bearing, leading to early bearing failure 
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e Motor stray capacitance (between windings and earthed 
frame) leading to earth-current flow caused by high 
dV /dt 

e High dV/dt creating nonuniform distribution of voltage 
across the winding, with high voltage drop across the 
first few turns and consequential failures 

e Ina large motor, voltage differential on the frame that is 
likely to develop in spite of protective earthing of the 
motor; more than one earthing point is needed 


26.6.6.3 Effect on Cables 


e Voltage doubling effect at the rising/falling edges of 
voltage waveform due to wave propagation in long 


cables [12] 

e Earth-current flows in cable stray capacitance due to 
dV /dt 

e Restriction on cable type used and earthing methods 
employed 


e Cable type (armored, screen, multicore) 

e Likelihood of crosstalk with other surrounding cables 
running in parallel 

e For PWM drives, cost of cabling that is likely to be 
significant because of special requirements of cables, and 
termination methods employed 


26.6.6.4 Effect on EMC/Insulation/Earthing 


e Inductive and capacitive couplings between live compo- 
nents and earth result in common-mode and differen- 


PWM Switching Strategies | 
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| 
Hysteresis Linear foo Predictive Fixed Switching Random PWM 
Current Control § Current Control Current Control Frequency PWM 
| | 
anon Randomized Random 
Switching | [pulse Position Switching 
Frequency 


Optimal & Harmonic Space Vector PWM Conventional PWM 
Elimination 


Sinusoidal Modulation Wave 


[Natural Sampled | 


Modified Modulation Wave 
(Sinusoidal with addition of third 


Harmonic,trapezoidal, and other 
waveforms) 


Regular Sampled 


Asymmetric Modulation | 


Symmetric Modulation | 


FIGURE 26.7 Classifications of PWM techniques. 
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tial-mode noise. This could lead to malfunctioning of 
nearby sensitive equipment. 

e The voltage to earth applied on drive components 
pulsates at the switching frequency, adding voltage stres- 
ses (worst at low speeds, low modulation index). This 
poses additional insulation requirements on main power 
components (motor, cable, output filter, and transfor- 
mer). 

e A fourth wire may be required between the motor frame 
and the converter virtual earth so that a low-impedance 
path is provided for the motor earth current. 

e Strict rules must be observed when cabling and earthing. 


26.6.6.5 Motor Insulation 

High peak voltages can be experienced at the motor terminals, 
especially when long cable is employed (10-100 m depending 
on the size of motor). This is usually caused by voltage- 
doubling phenomena of a transmission line with unequal 
line and load impedance. Motor-line voltage can reach twice 
the dc link voltage with long cables. 

Fast voltage rise times of 5000 V/us can be measured at the 
motor terminals. Under these conditions, the motor insulation 
becomes stressed and can lead to a premature breakdown of a 
standard motor insulation. When the motor fails as a result of 
insulation stress caused by high peak voltage and fast voltage 
rise times, failure occurs in the first turn as phase-to-phase 
short or phase-to-stator short. The highest voltage is normally 
seen by the first turn of the winding. 

Standard motor capabilities, established by the National 
Electric Manufacturers Association (NEMA) and expressed 
in the MG-I standard (part 30), indicate that standard 
NEMA type B motors can withstand 1000 V peak at a mini- 
mum rise time of 2 us (500 V/us). Reference [13] describes the 
effect of PWM inverter waveforms on motor insulation in 
more detail. 


26.6.6.5.1 Partial Discharge The phenomenon that starts 
deterioration of the motor insulation is called partial discharge 
(PD). When electric stresses in insulation voids exceed the 
breakdown voltage of the air, a partial discharge occurs. 
Successive PDs destroy the insulation slowly. 


26.6.6.5.2 Voltage Strength, Phase-to-Phase and Phase-to- 
Frame Both NEMA and IEC are proposing (a) maximum 
1000 V at rise time less than 2 us and (b) a maximum rate of 
rise of 500V/ps. It is believed that low-voltage standard 
motors can withstand much larger voltage stresses than 
specified by NEMA and IEC, possibly up to 1300 V, almost 
regardless of the rise time. 


26.6.6.5.3 Voltage Strength, Turn-to-Turn In low-voltage 
ac motors, the conductor insulation is designed for 245 V 
RMS (350 V peak). The insulation strength, however, is higher 
depending on the impregnation method. 
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26.6.6.6 Bearing Current 
Bearing current and shaft voltages under 50/60 Hz sine-wave 
operation has been recognized since 1924. The bearing impe- 
dance characteristics largely determine the resulting bearing 
current that will flow for a given shaft voltage [14]. 

The rotating machines have three basic sources of shaft 
voltage: 


e Electromagnetic induction from the stator winding to 
the rotor shaft (due to small dissymmetries of the 
magnetic field in the air gap that is inherent in a practical 
machine design. The design limit is <1 VRMS. 

e Electrostatic coupled from internal sources. Such a 
voltage in motors where rotor charge accumulation 
may occur (belt driven coupling, ionised air passing 
over rotor fan blades). 

e Electrostatic coupled from external sources such as PWM 
inverter. The presence of high dV/dt across the stator 
neutral to frame ground causes a portion of the voltage 
to ground due to capacitor divider action. The presence 
of PWM related voltage component is undesirable and 
lead to a premature bearing failure. 


The fundamental cause of the shaft voltage is magnetic 
dissymmetry between the stator and the rotor or possibly a 
phase shift of the motor voltage waveform. System ground 
may also contribute to this condition through unbalance 
system voltage. NEMA-500 recommends the consideration of 
insulated bearing for motor frame of certain sizes. 


26.6.6.7 EMI 


The main sources of electromagnetic interference (EMI) of 
PWM VSI drives are described in reference [15] as follows: 


ac/dc converter. Supply harmonics caused by supply 
bridge rectifier (100 Hz—2.5 kHz). As already explained, 
the input bridge circuit with an SCR or diode bridge is a 
source of supply harmonics in the input current. 
dc/ac inverter. Harmonics caused by the switching of the 
inverter bridge (3 kHz—20 MHz). The inverter bridge uses 
fast switching devices to create PWM voltage output. The 
inverter is a source of a wide band of frequencies, typically 
extending from the basic switching frequency (several 
kilohertz) to the radio high-frequency bands at 20 MHz. 
The radio-frequency current spreads out into both the 
supply and motor connections. An EMC filter is often 
used to limit spread of high-frequency harmonics into the 
supply. 
Control electronics. The control circuit employs a micro- 
processor with clock frequency of several megahertz, 
typically 20 MHz. The clock wave produces frequencies 
that are multiples of 20 MHz up to 300 MHz. 

Table 26.16 summarizes main techniques used to overcome 

problems associated with EMI at source as well as at load. 
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TABLE 26.16 Overview of techniques used as a countermeasures to EMI [15] 


Effect Frequency Range Countermeasure 
(f) 
At Source At Load 
Mains <100 Hz Avoid circulating currents Balanced signal circuits 


Mains harmonics 100 < f < 2.5 Hz 


Line and/or dc link reactor on rectifiers 
Higher pulse number rectifier (e.g., 12, 18, or 24) 
Low-impedance supply 


Avoid earth loops in signal 
paths 

Balanced signal circuits 

Avoid loops in signal paths 

Filtering 


Harmonic filters 


Intermediate 2.5 k <f < 150kHz Filters 


Low-frequency 150 k < f < 30 MHz 


High frequency 30M <f < 1 GHz Screening 


Filters — one per apparatus 
Cable screening 


Filtering 

Screening 

Balanced signal circuits 
Filtering 

Screening 

Screening 


Internal filtering 


26.6.7 Techniques Used to Reduce the Effect of 
PWM Voltage Waveform 


26.6.7.1 Output Line Reactor 


A reactor increases the rise time but the benefit of its connec- 
tion may be negated as follows: 


e Beneficial connection if cable length is short enough for 
reflections to be superimposed within rise time, i.e., if 
rise time is increased beyond critical value of cable length 

e Harmful connection if cable length is too long; the 
reactor may have negligible effect on peak voltage (theo- 
retically its presence is insignificant in this case) or 
ringing period, but it will increase the duration of each 
overshoot, thus increasing the probability of partial 
discharge 


Adding a series line reactor between the motor and inverter 
is not as simple as illustrated previously, because the reactor 
adds or adjusts other resonant modes where the reactor rings 
with lumped capacitances. These resonant modes are pure 
transmissions line modes and can double voltage. Some line 
inductance helps short-circuit protection. If earth current is 


TABLE 26.17 Filtering options for PWM VSI drives [16] 


limited by other means, then the coupled reactors may be 
helpful. 


26.6.7.2 Sine-Wave Filter 


This mechanism filters the PWM carrier frequency; thus, the 
converter output voltages are sinusoidal. This type of filter is 
best suited for low- performance drives and/or retrofit appli- 
cations (old or standard motors). Reference [16] and Table 
26.17 illustrate the filtering options for high-power VSDs. 

Employing a filter at the inverter output has some practical 
consequences: 


e Cost and weight of converter increase 

e Filter power losses, voltage drop across filter inductance 

e A small derating of power switches due to circulating 
current between filter L, C, and dc link capacitor 

e Reduced torque response due to time delay in the filter, 
sine-wave type 

e Potential oscillations that have to be electronically 
dampened 

e Potential induction motor self-excitation 


Option No Filter dV /dt Filter Sine-Wave Filter 

Motor dV /dt High Acceptable Low 

Motor insulation Must be increased Normal Normal 

EMC ground noise Very high Low Very low 

PWM carrier at motor 100% 100% Very low 

Motor audible noise Higher Decreased a little Minimum 

Motor derating Approx. 13% Approx. 3% 0% 

Torque response Fast Fast Suits most applications 
Motor cost Typically +10% cost Normally no extra cost No extra cost 

Conclusions Impractical Suitable only for high dynamic torque response Best choice for most drives 


First published in Power Engineering Journal, Feb. 2000, Vol. 14, No. 1, pp. 12-20. Used with permission, ©2000, IEE. 
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26.6.7.3 PWM (dV /dt) Filter 


This reduces the dV/dt seen by the motor to a level that does 
not compromise the motor or EMC. It is ideal for high- 
performance drives with custom-built motors. 


26.6.7.4 RC Filter at Motor Terminals 


A simple RC network is used at the motor terminal; the 
capacitor would represent a short circuit for the high- 
frequency components (sharp dV/dt). Wave reflection will 
not happen if the resistor value is similar to the cable 
characteristic impedance. Resistor losses are generally small, 
as current flow will only occur at the rising and falling edges of 
the PWM waveform. 


26.6.7.5 Common-Mode Reactor 


The presence of capacitive current due to the high dV/dt can 
be improved by employing a common-mode reactor. It is well 
established that such a choke is not effective in reducing the 
RMS and mean values of the leakage current, but only effective 
in reducing the peak value. The presence of such a choke in the 
circuit increases the inductance and resistance of the zero 
sequence impedance. 


26.6.8 Supply Front End For PWM VSI Drives 


There are many types of PWM voltage source drive depending 
on the supply front-end type and regenerative technique 
employed (Table 26.18): 


TABLE 26.18 Types of supply front-end bridges of PWM VSI drives 
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(I) PWM VSI with a diode supply front end 

(II) As above, but with a dynamic brake chopper 

(II) Fully controlled thyristor front end 

(IV) As above, but with a dynamic brake chopper 

(V) Fully controlled antiparallel thyristor supply bridge 
(VI) PWM supply front end 


The use of a higher pulse number than 6-pulse would 
necessitate the use of a supply transformer. This is always 
considered to be an unnecessary “evil” because of additional 
cost, losses, and the need for extra space to accommodate this 
component. For MV applications, this is considered to be a 
necessity for isolation and protection. 


26.6.8.1 Regenerative Braking 


Several techniques are usually used for regenerative braking. 

A simple diode front-end supply bridge will operate in two 
quadrants (positive and negative speeds). There is no regen- 
erative power capability, as any regeneration of power would 
result in an increase in the dc link voltage, and the drive will 
trip on overvoltage. 

If a small amount of regeneration is required, during 
stopping or speed reversal, then a dynamic brake chopper 
may be used. This is a simple chopper with a dynamic brake 
resistor. The size of the resistor is very much dependent on the 
regenerative brake energy, its magnitude, and its repetition 
rate. 


Type Power Motor Speed Regenerative Regenerative Comment 
Device Reversal Capability With ac Supply 
Loss 
I Diode Yes No No Good power factor across speed range 
Needs precharge circuit 
Lack of protection 
Il Diode Yes Dissipative Yes Ditto 
Il SCR Yes No No Power factor is function of speed 
Fully controlled dc link 
Phase back when (a) supply voltage rises, 
(b) fault on dc bus side 
Needs gate drivers for SCRs 
IV SCR Yes Dissipative Yes Ditto 
v SCR Yes Regenerative into supply No Ditto 
VI Forced Yes Regenerative into supply No Can operate with controlled power factor 
commutated (unity, lagging, leading) 
devices (e.g., High-frequency harmonics 
IGBT/IGCT) Dc link voltage higher than the crest of the 


supply voltage 
Fully controlled dc link, even during a 
supply dip 
Output voltage equal to input voltage 
Requires a precharge circuit 
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Full-power regeneration is possible by employing a fully 
controlled antiparallel thyristor front end. This is similar to 
that used on dc drives or cyclo converters. 

A more modern approach is to use a pulse converter 
front-end (fully controlled bridge). This is a four-quadrant 
converter with the ability to control the power factor and the 
dc link. Such an option necessitates the use of a precharge 
circuit for the dc link, and smoothing inductance on the ac 
side. 

For fully regenerative drives, the supply needs to be recep- 
tive. 

By using a PWM rectifier as a primary converter in this 
composite structure, both the problems of regeneration and 
line current distortion are successfully solved— with the 
penalty of having a much more complicated converter struc- 
ture and control system. 

With modern PWM VSI VSD controller, the supply bridge 
can be fully controlled. Such an option offers the following 
benefits: 


e Fully regenerative drive 

e Unity power factor all the time 

e Sine-wave input voltage and current 

e Can operate with controlled power factor (e.g., leading 
power factor) 

e Can operate as an active filter while supplying power to 
the load; possible elimination of low-order supply 
harmonics (5th and 7th) 

e Output voltage equal to the input voltage 


TABLE 26.19 Application analysis of VSDs 


Industry Current Drive Topology 


Preferences 
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26.7 Applications 


26.7.1 VSD Applications 


Table 26.19 summarizes main industries and applications. 
Present solutions for drives, and electric drive application 
examples from various industries have been described in this 
section. 


26.7.2 Applications by Industry 
26.7.2.1 Deep Mining 


Reference [17] lists various high-power MV VSI inverter drive 
applications for the mining industry. In deep-mine conveyor- 
belt applications, a PWM VSI drive offers significant advan- 
tages over other conventional alternatives. The following 
benefits have been identified for deep-mine conveyor-belt 
applications: 


e Improved drive starting and stopping 

e Improved reliability 

e Matching belt speed to production 

e Easier belt inspection 

e Reduced belt wear, increased belt life 

e Possible to use lower specification belt material 

e Low-speed running to reduce coal removed by windage 
e Manpower savings — less coal spillage 

e Unity power factor with low harmonic content 

e Reduced ac supply disturbances 


Applications 


Direct on line 
(DOL) 

Soft start 

CSI 


Power generation 


6.6kV to 11kV 


Boiler feed pump, startup converter, 
coal mills 


Petrochemical 


Mining 


Stand-alone and process industries 


Metals 


Marine 


LCI 
DOL 
CSI 


Cyclo-converters 


Mill drives, cyclo-converters 


LCI 
Cyclo-converters 


Air-cooled, stand- alone 
Induction motors up to 10 MW 
Synchronous above 10 MW 


Low maintenance 

Reliability 

Low power-supply distortion 
Low cost 

Efficiency 

Ease of repair and maintenance 
Air cooled 

High dynamic performance 
Low-maintenance motor 

Small size 

Low-maintenance, water-cooled 


Petrochemical and derivatives, gas 
liquefaction 

Pipelines and storage, oil on/off shore 
and pipelines 

Mine winders, conveyor belts, coal 
mills, ventilation fans, underground 
machinery 

Water and sewage pumps, windmills, 
material handling (extruders), test 
benches, paper and plastic machines 

Hot mills, medium section mills, 
finishing section mills, cold mills 


Warships, drilling vessels (mono-hulls), 


chemical tankers, shuttle tankers, cruise 


liners, icebreakers, semi-submersibles, 
fishing vessels, cable layers, floating 
exploration rigs, ferries, research 
vessels, container vessels 
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The PWM VSI drives can also be used to replace dc and 
cyclo-converter drives for mine hoist applications. The bene- 
fits are as follows: 


e Improved drive control, with 100% continuous stall 
torque available with induction motors 

e Reduced ac supply disturbances 

e Very little need for reactive MVAR correction even at 
high ratings 

e Improved immunity to ac supply dips 


The use of electrically coupled mine-hoist systems has many 
advantages, especially for deep mines, and is set to become an 
essential feature of many new mine-shaft systems. The circuit 
is shown in Fig. 26.8. 

The power flows naturally from motor 1 to motor 2 such 
that at the point of balance the ac supply current is virtually 
zero and at near unity power factor. This technology is the 
natural successor to the dc electrically coupled winders and 
totally solves the poor ac power factor that would result if 
twin-drive cyclo motors were used. 


26.7.2.2 Industrial Processes 

In the industry, there are a number of viable drive solutions 
available for the major-market power ranges, from LCIs to 
FCI. However, there is a developing market for MV variable- 
speed drives. The PWM VSI using new high-power IGBTs or 
IGCTs appears to be the best solution for the future. Benefits 
include better power factor, no limit on frequency, and higher 
voltages. 

PWM VSI converter cost is likely to be higher than that of 
other equivalent well-established technologies (e.g., LCI). 
Hence, the flexibility in choice of motors and improved 
control must be exploited. The advantage of offering an MV 
solution may prove significant. Possible means of reducing 
motor costs are as follows: 


1. Higher frequencies are achievable, allowing the use of 
high-speed motors and gearboxes. 

2. Higher pole number machines can be used, giving cost 
savings. 

3. Power factor is better over the speed range, giving 
power-supply savings. 


Motor 2 
FIGURE 26.8 PWM-VSI electrically coupled mine hoist drive. 
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4. Induction motors with rotors adapted for use with 
VSDs can be used with resultant cost savings over 
standard DOL, fixed-speed motors. 

5. Voltages are higher and conductors smaller. 


However, at low powers the relative cost of the machines is 
less significant versus the cost of the converters. Hence, the 
viability of this technology in this market requires close 
examination. 

The cyclo-converter drive with a synchronous motor is used 
when four-quadrant operation is required, particularly drive 
requirements are high power rating with high torque at low 
speed and at standstill but with a rather low maximum speed. 
Gearless cement mill drives were the first applications of cyclo 
converters. The mill tube is driven from a low-speed wrap 
around motor with a high number of poles. 


26.7.2.3 Metal Industry 


The majority of installed hot-mill drives are cyclo converters. 
A few LCI drives have been used, but applications are limited 
for such technology on mill main drives. Most early-genera- 
tion plants are equipped with dc drives. The trend is to replace 
dc with ac. 

Direct current drive applications were universally used in 
the first generation of rolling mills. The market for new mills 
requiring this technology is declining as the steel industry 
moves to ac as a preference. On early-generation mills where 
motors are retained, dc drives are likely to be required. In their 
enquiries, some customers request ac alternatives, but others 
are still requesting dc drive solutions. 

Dc drives are probably still the most economic for the 
power range 750 to 1500kW. The number of manufacturers 
producing dc motors, however, is declining, particularly large 
dc motor manufacture. The lower price of dc solutions is 
offset by the advantage of use of ac motors in ac solutions, 
making ac the more popular choice. 

Current-source inverter LCIs can be applied to roughing 
stands of rod and bar Mills. Technical limitations include the 
risk of torque pulsation and a minimum drive output 
frequency of 8 Hz. 

The cyclo converter is the solution most often used. 
However, it is relatively expensive compared to alternative 
technology. Major cost penalties arise from supply transfor- 
mers, cabling, and bridge configurations. In some cases, active 
power-supply compensation equipment may be required, 
taking the costs even higher. Cyclo-converter solutions will 
still be cost effective for medium- to high-power, low-speed, 
low-frequency (say below 21Hz max operating frequency) 
applications. This would include hot reversing mills, with 
direct drive, for the primary rolling processes, albeit a declin- 
ing application area, and possibly for direct-drive, low-speed, 
high-torque roller-table applications. Technical limitations 
include limited output frequency (typically 29Hz for 12- 
pulse, at 60-Hz supplies), which can necessitate the use of 
two-pole motors to reach application speeds. 
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The high-power PWM VSI using new power devices 
(IGBT/IGCT) appears to be the best solution for the future. 
Benefits include better power factor, no limit on frequency, 
and higher voltages. Potentially either the two-level or the 
multilevel solution will meet the market requirements. 

In some applications, such as coilers/uncoilers, the system 
is composed of several drives, which have different power 
cycles, when some drives are furnishing power and other are 
braking. A common dc bus system will allow the energy fed 
from drives operating in the regenerative braking mode to be 
utilized by other drives connected to the same dc bus, but 
operating in the motoring mode. The supply bridge, i.e., 
rectifier, feeding the dc bus system will only be rated for the 
total system power. 

The benefits of dc bus systems include the following: 


e Good operating power factor 

e Low harmonics (lowest when using 12-pulse or 18-pulse 
front ends) 

e Possibility of energy transfer on the common dc link 
solutions (reducing front-end converter and transformer 
sizes with attendant energy savings; possibility of using 
kinetic energy to allow controlled stopping) 


26.7.2.4 Marine and Offshore 


Drive powers are commonly in the range of 0.75 to 5.8 MW 
for thrusters, and 6 to 24 MW for propulsion. The evolution in 
the commercial market is toward powers from 1 to 10 MW for 
propulsion. Higher powers are required for naval applications 
with package drive efficiency better than 96%. 

PWM inverters at these powers would allow the use of 
induction machines, rather than the more expensive synchro- 
nous alternatives required for LCI drives. This could provide 
savings in the price of the motor. 

Current-source inverter drive LCI is used for all applications 
except for icebreakers, where cyclo-converter drives are used. 
The PWM (voltage source) inverter using new force-commu- 
tated drives appears to be the best solution for the future. 
Benefits include better power factor, no limit on frequency, 
and higher voltages. Many ice breakers and some other ships 
are equipped with diesel-generator-fed cyclo-converter 
synchronous motors with power ratings up to about 20 MW 
per unit. 


26.7.3 Examples of Modern VSD Systems 
26.7.3.1 Integrated Power System for All-Electric Ship 
This is a full-scale main propulsion drive for the U.S. Navy 
[18]. It consists of a main-propulsion 19-MW induction- 
motor drive system. The power converter consists of three 6- 
pulse rectifier stages, three 6-kV dc links, and 15 IGBT-based 
H-bridges feeding a 15-phase induction motor (Fig. 26.9). 
This drive demonstrates the potential of modern power 
electronics over more traditional solutions such as cyclo 
converters and LCIs. The volumetric power density of the 
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FIGURE 26.9 Schematic diagram of the IPS drives system [18]. 


new converter is reported to be 905 kW/m, compared to 
455 kW/m? for cyclo and 313 kW/m? for LCI. 


26.7.3.2 Subsea Separation and Injection System 

This is a full-scale pilot plant developed to increase recovery 
and improve the economics of offshore oil and gas fields. The 
system comprises several VSD units, typically 500-kW oil 
pump. 1 MW multiphase booster, and 1-2.5 MW water injec- 
tion drive unit; such a system is called “SUBSIS” [19]. The 
main task for such a system is to separate the bulk water from 
the well stream and treat it either for discharge into the sea or 
reinjection into the reservoir. 

This system employs subsea-based rotating machinery for 
pumping, boosting, and compression. The Subsea Electrical 
Power Distribution System (SEPDIS) provides innovative and 
cost-effective subsea processing (Fig. 26.10). The pump 
motors are mounted in a pressurized vessel and positioned 
on the seabed. Reference [19] identifies the benefits of subsea 
drives as follows: 


e Three to six percent increase in oil and gas recovery 

e Improved pipeline transportation conditions by remov- 
ing water from the well stream 

e Reduced environmental impact due to lower energy 
consumption and reduction in chemicals used to inhibit 
corrosion 

e Reduced size and cost of new platforms 

e Cost-effective development of marginal fuels through 
reuse of existing infrastructure 


26.7.3.3 Shaft Generator for Marine Application 
During cruising at sea, up to 3.5MW of electric power is 
extracted from the ship’s main diesel engine/propeller shaft 
(90,000 hp per ship) via a salient pole shaft generator, which is 
fitted to the main propeller shaft. The converter output voltage 
(set at 60 Hz) is stepped up to 6.6kV [20]. 
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FIGURE 26.10 Schematic diagram of SEPDIS [19]. 


The converter is based on 24-pulse-converter (LCI) tech- 
nology, which is traditionally used as main ship propulsion. 
The shaft generator output frequency varies between 14 and 
25.7 Hz, 6-phase generator and the output stage is configured 
as 24-pulse, via a step-up transformer. At the output a passive 
LC filter is employed, with a synchronous condenser, started 
by a pony motor. 

This type of application is likely to significantly benefit from 
the higher volumetric power density of the PWM VSI with 


Static excitation 
24 pulse converter 
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Et == E> es 
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E> a E> 
AC in: 14-25.7Hz 
Harmonic filter 
& Pony motor MG 
FIGURE 26.11 Schematic diagram of shaft generator [20]. 
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fully controlled front end. Such a system will eliminate the 
need for a passive filter at the output stage, and will use a 
standard three-phase generator. 

The same technology is also applicable to high-speed 
generators and windmill energy. The ability of the active 
front end to sustain fixed dc link voltage over a relatively 
wide shaft speed range results in a very good control of the 
output voltage, irrespective of the shaft speed. 

In wind power plants, the optimal efficiency of the wind 
turbine depends on the speed when the wind conditions 
change. It is, therefore, advantageous to vary the speed of 
the generator and link it via a frequency converter to the ac 
system. 

For high-speed generators, driven by diesel engines or gas 
turbines, the fully controlled converters enable direct power 
conversion from ac high-frequency (hundreds of hertz) to 
fixed power frequency (50/60) Hz fixed output voltage. The 
magnitude of the output voltage is kept constant irrespective 
of speed variation on the generator speed. 


26.7.3.4 Linear Motor Drive for Roller Coaster 
This drive involves a fully regenerative PWM VSI. The supply 
front end is made of antiparallel thyristors; the machine bridge 
is based on PWM IGBT VSI. “The Escape” has been developed 
for Six Flags California at Magic Mountain. The inverter 
output frequency is 0-230 Hz, and 525V ac RMS. The 
power rating is 1.8 MW. The duty cycle is 1.8 MW for 7 
seconds, followed by 16 seconds at zero power, and 1.3 MW 
for 5 seconds and a stop period of 32 seconds. This ride 
involves acceleration at 4.5 g, speed, and free fall (6.5 seconds 
of weightlessness, during which a height of 415 ft is achieved 
[21]). 

The same concept employed in this application could be 
used for airplane launchers on aircraft carriers, instead of the 
conventional catapult. 


26.8 Summary 


The benefits of VSD are there to be quantified, and energy 
savings have been the prime reason for employing a VSD in 
stand-alone drive applications. Other benefits such as improve 
process control or increase life expectancy are often difficult to 
quantify in real terms. 

There is a large selection of VSD systems to meet a wide 
range of applications. At low and medium power, the induc- 
tion motor and PWM VSI are supreme. At higher power 
ratings, MV PWM VSIs are gaining popularity, but LCI and 
cyclo-converter drives would remain key technologies with 
very high-power applications. 

Modern drives are becoming more available at competitive 
prices with good reliability records. However, there are 
concerns with regard to the impact of fast switching on the 
motor and the environment. 
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To ensure successful implementation of VSD system, both 
the supplier and end users need to work in partnership. 
Ideally, one competent supplier should supply the full drive 
package, with some after-sale service support. Understanding 
the nature of the load plays an important role in specifying the 
power rating of VSDs correctly to meet performance require- 
ments and required life expectancy. 

New areas of VSD applications are emerging as power 
electronics advances and become more reliable at affordable 
prices. Packaged drive up to several hundred kilowatts are 
becoming a commodity product, and end users do not need to 
involve a third party during specification, installation, and 
commissioning. Integrated motors are likely to increase in 
popularity, possibly with new types of power converters, e.g., 
matrix. 
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27.1 Introduction 


The widespread proliferation of power electronics and ancil- 
lary control circuits into motor control systems in the past two 
or three decades have led to a situation where motor drives, 
which process about two-thirds of the world’s electrical power 
into mechanical power, are on the threshold of processing all 
of this power via power electronics. The days of driving 
motors directly from the fixed ac or dc mains via mechanical 
adjustments are almost over. 

The marriage of power electronics with motors has meant 
that processes can now be driven much more efficiently with a 
much greater degree of flexibility than previously possible. Of 
course certain processes are more amenable to certain types of 
motors, because of the more favorable match between their 
characteristics. Historically, this situation was brought about 
by the demands of the industry. Increasingly, however, power 
electronic devices and control hardware are becoming able to 
easily tailor the rigid characteristics of the motor (when driven 
from a fixed dc or ac supply source) to the requirements of the 
load. Development of novel forms of machines and control 
techniques therefore has not abated, as recent trends would 
indicate. 

It should be expected that just as power electronics equip- 
ment has tremendous variety, depending on the power level of 
the application, motors also come in many different types, 
depending on the requirements of application and power level. 
Often the choice of a motor and its power-electronic drive 
circuit for application are forced by these realities, and the 
application engineer therefore needs to have a good under- 
standing of the application, the available motor types, and the 
suitable power-electronic converter and its control techniques. 


TABLE 27.1 Typical motor, converter, and application guides 


Motor Type of Converter 


Type of Control 
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Table 27.1 gives a rough guide of combinations of suitable 
motors and power electronic converters for a few typical 
applications. 

For many years, the brushed dc motor has been the natural 
choice for applications requiring high dynamic performance. 
Drives of up to several hundred kilowatts have used this 
motor. In contrast, the induction motor was considered for 
low-performance, adjustable-speed applications at low and 
medium power levels. At very high power levels, the slip- 
ring induction motor the synchronous motor drive were the 
natural choice. These boundaries are increasingly becoming 
blurred, especially at the lower power levels. 

Another factor for motor drives was the consideration for 
servo performance. The ever-increasing demand for greater 
productivity or throughput and higher quality of most of the 
industrial products that we use in our everyday lives means 
that all aspects of dynamic response and accuracy of motor 
drives have to be increased. Issues of energy efficiency and 
harmonic proliferation into the supply grid are also increas- 
ingly affecting the choices for motor-drive circuitry. 

A typical motor drive system is expected to have some of the 
system blocks indicated in Fig. 27.1. The load may be a 
conveyor system, a traction system, the rolls of a mill drive, 
the cutting tool of a numerically controlled machine tool, the 
compressor of an air conditioner, a ship propulsion system, a 
control valve for a boiler, a robotic arm, and so on. The power 
electronic converter block may use diodes, MOSFETS, GTOs, 
IGBTs, or thyristors. The controllers may consist of several 
control loops, for regulating voltage, current, torque, flux, 
speed, position, tension, or other desirable conditions of the 
load. Each of these may have their limiting features purposely 
placed in order to protect the motor, the converter, or the 
load. The input commands and the limiting values to these 
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FIGURE 27.1 Block diagram of a typical drive system. 


controllers would normally come from supervisory control 
systems that produce the required references for a drive. This 
supervisory control system is normally more concerned with 
the overall operation of the process rather than the drive. 

Consequently, a vast array of choices and technologies exist 
for a motor-drive application. Against this background, this 
chapter gives a brief description of the dominant forms of 
motor drives in current usage. The interested reader is 
expected to consult the further reading material listed at the 
end of each section for more detailed coverage. 


27.2 DC Motor Drives 
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27.2.1 Introduction 


Direct-current motors are extensively used in variable-speed 
drives and position-control systems where good dynamic 
response and steady-state performance are required. Examples 
are in robotic drives, printers, machine tools, process rolling 
mills, paper and textile industries, and many others. Control 
of a dc motor, especially of the separately excited type, is very 
straightforward, mainly because of the incorporation of the 
commutator within the motor. The commutator brush allows 
the motor-developed torque to be proportional to the arma- 
ture current if the field current is held constant. Classical 
control theories are then easily applied to the design of the 
torque and other control loops of a drive system. 

The mechanical commutator limits the maximum applic- 
able voltage to about 1500 V and the maximum power capacity 
to a few hundred kilowatts. Series or parallel combinations of 
more than one motor are used when dc motors are applied in 
applications that handle larger loads. The maximum armature 
current and its rate of change are also limited by the commu- 
tator. 
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27.2.2 De Motor Representation and 
Characteristics 


The dc motor has two separate sources of fluxes that interact 
to develop torque. These are the field and the armature 
circuits. Because of the commutator action, the developed 
torque is given by 

T © Kiri, (27.1) 
and i, are the field and the armature currents, 
respectively, and K is a constant relating motor dimensions 
and parameters of the magnetic circuits. 


The dynamic and the steady-state responses of the motor 
and load are given by 


where if 


Dynamic Steady-state 
i di, 
va = Rig + Lai +e V, = RL+E (27.2) 
: dir 
e = Kio E = Kl% (27.4) 
dœ 


where J, D, and T; are the moment of inertia, damping factor, 
and load torque, respectively, referred to the motor, and the 
subscripts a and f refer to the armature and field circuits, 
respectively. 

Small servo-type dc motors normally have permanent 
magnet excitation for the field, whereas larger size motors 
tend to have separate field-supply V; for excitation. The 
separately excited dc motors represented in Fig. 27.2a have 
fixed field excitation, and these motors are very easy to control 
via the armature current that is supplied from a power 
electronic converter. Thyristor ac—dc converters with phase 
angle control are popular for the larger motors, whereas duty- 
cycle controlled pulse-width modulated switching dc-dc 
converters are popular for servo motor drives. The series- 
excited dc motor has its field circuit in series with the 
armature circuit as shown in Fig. 27.2b. Such a connection 
gives high torque at low speed and low torque at high speed, a 
pseudo-constant-power-like characteristic that may match 
traction-type loads well. 

Torque-speed characteristics of the separately and series 
excited dc motors are indicated in Figs. 27.3a and 27.3b, 
respectively. The speed of the separately excited dc motor 
drops with load, the net drop being about 5 to 10% of the base 
speed at full load. The voltage drop across the armature 
resistance and the armature reaction are responsible for this. 
Operation of the motor above the base speed at which the 
armature voltage reaches for the rated field excitation is by 
means of field weakening, whereby the field current is reduced 
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FIGURE 27.2 (a) Separately excited dc motor circuit. (b) Series excited dc motor circuit. 
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FIGURE 27.3 Torque-speed characteristics of (a) separately and (b) series-excited motors. 


in order to increase speed beyond the base speed. The 
armature voltage is now maintained at the rated value actively, 
by overriding the field control if required. Note that the range 
of field control is limited because of the magnetic nonlinearity 
of the field circuit and the problem of good commutation at 
weak field. Usually the top speed is limited to about three 
times the base speed. Note also that field weakening results in 
reduced torque production per ampere of armature current. 
Depending on the type of load, the armature current and 
speed change dictated by Eqs. (27.1)—(27.5). 

For the separately excited dc motor, assuming that the field 
excitation is held constant, the transfer characteristic between 
the shaft speed and the applied voltage to the armature can be 
expressed as indicated in the block diagram of Fig. 27.4. If we 
ignore the load torque T;, the transfer characteristic is given 


by 


Om Kr 


= 27.6 
V, OTIT DI E A 
the characteristic roots of which are given by 
erat) | E, (27.7) 
s s = . 
Ta J) Talm 
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FIGURE 27.4 Transfer characteristic block diagram of a separately 
excited motor. 


If we compare this with a standard second-order system, the 
undamped natural frequency and damping factor are given by 


Pe ae (ae (27.8) 
Zo 
and 
1} 1 D 
oO =6 n = le+5] (27.9) 
where 


a 


KpKr 


T,, = mechanical time constant = 
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in which Ky = Ki; = Ky in SI units and 


; : L 
T, = electrical time constant = r 
a 


The speed response of the motor around an operating speed to 
the application of load torque on the shaft is given by 


AO in 1+sT, 
ae a (27.10) 
*  (1+sT,)Js+ D)+-2* 


a 


27.2.3 Converters for de Drives 


Depending on application requirements, the power converter 
for a dc motor may be chosen from a number of topologies. 
For example, a half-controlled thyristor converter or a single- 
quadrant PWM switching converter may be adequate for a 
drive that does not require controlled deceleration with 
regenerative braking. On the other hand, a full four-quadrant 
thyristor or transistor converter for the armature circuit and a 
two-quadrant converter for the field circuit may be required 
for a high-performance drive with a wide speed range. 

The frequency at which the power converter is switched, 
e.g, 100Hz for a single-phase thyristor bridge converter 
supplied from a 50-Hz ac source (or 300Hz for a three- 
phase thyristor bridge converter), 20kHz for a PWM 
MOSFET H-bridge converter, and so on, has a profound 
effect on the dynamics achievable with a motor drive. Low- 
power switching devices tend to have faster switching capabil- 
ity than high-power devices. This is convenient for low-power 
motors since these are normally required to be operated with 
high dynamic response and accuracy. 


27.2.3.1 Thyristor Converter Drive 


Consider the dc drive of Fig. 27.5, for which the armature 
supply voltage v, to the motor is given by 


V, 
va =—™ cosa (27.11) 
T 
Power Supply 
VinaSinOt 
Ra La la 
— mmm 
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FIGURE 27.5 
drive. 


A two-quadrant single-phase thyristor bridge converter 
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where Vmax is the peak value of the line-line ac supply voltage 
to the converter and « is the firing angle. The dc output 
voltage v, is controllable via the firing angle æ, which in turn is 
controlled by the control voltage e, as input to the firing 
control circuit (FCC). The FCC is synchronized with the 
mains ac supply and drives individual thyristors in the ac—dc 
converter according to the desired firing angle. Depending on 
the load and the speed of operation, the conduction of the 
current may become discontinuous as indicated in Fig. 27.6a. 
When this happens, the converter output voltage does not 
change with control voltage as proportionately as with contin- 
uous conduction. The motor speed now drops much more 
with load as indicated by Fig. 27.6b. The consequent loss of 
gain of the converter may have to be avoided or compensated 
if good control over speed is desired. 

The output voltage of the simple, two-pulse ac—dc converter 
of Fig. 27.5 is rich in ripples of frequency nf, where n is an 
even integer starting with 2 and f is the frequency of the ac 
supply. Such low-frequency ripple may derate the motor 
considerably. Converters with higher pulse number, such as 
the 6- or 12-pulse converter, deliver much smoother output 
voltage and may be desirable for more demanding applica- 
tions. 

A high-performance dc drive for a rolling mill drive may 
consist of such converter circuits connected for bi-directional 
operation of the drive, as indicated in Fig. 27.7. The interfa- 
cing of the firing control circuit to other motion-control 
loops, such as speed and position controllers, for the desired 
motion is also indicated. 

Two fully-controlled bridge ac—dce converter circuits are 
used back-to-back from the same ac supply. One is for forward 
and the other is for reverse driving of the motor. Since each is 
a two-quadrant converter, either may be used for regenerative 
braking of the motor. For this mode of operation, the braking 
converter, which operates in inversion mode, sinks the motor 
current aided by the back emf of the motor. The energy of the 
overhauling motor now returns to the ac source. It may be 
noted that the braking converter may be used to maintain the 
braking current at the maximum allowable level right down to 
zero speed. A complete acceleration—deceleration cycle of such 
a drive is indicated in Fig. 27.8. During braking, the firing 
angle is maintained at an appropriate value at all times so that 
controlled and predictable deceleration takes place at all times. 
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FIGURE 27.6 (a) Converter output voltage and (b) motor torque- 
speed characteristics with discontinuous conduction. 
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FIGURE 27.7 Bidirectional speed and position control system with a 
back-to-back (dual) thyristor converter. 


The innermost control loop indicated in Fig. 27.7 is for 
torque, which translates to an armature current loop for a dc 
drive. Speed- and position-control loops are usually designed 
as hierarchical control loops. Operation of each loop is 
sufficiently decoupled from the other so that each stage can 
be designed in isolation and operated with its special limiting 
features. 


27.2.3.2 PWM Switching Converter Drive 


PWM switching converters have traditionally been referred to 
as choppers in many traction- and forklift-type drives. These 
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are essentially PWM dc-dc converters operating from rectified 
dc or battery mains. These converters can also operate in one, 
two, or four quadrants, offering a few choices to meet 
application requirements. Servo drive systems normally use 
the full four-quadrant converter of Fig. 27.9, which allows 
bidirectional drive and regenerative braking capabilities. 

For forward driving, the transistors T, and T, and diode D, 
are used as a buck converter that supplies a variable voltage, 
Va to the armature given by 

va = ôVpe (27.12) 
where Vpc is the dc supply voltage to the converter and 6 is 
the duty cycle of the transistor T}. 

The duty cycle 6 is defined as the duration of the on time of 
the modulating (switching transistor) as a fraction of the 
switching period. The switching frequency is normally 
dictated by the application and the type of switching devices 
selected for the application. 

During regenerative braking in the forward direction, tran- 
sistors T, and diode D, are used as a boost converter that 
regulates the braking current through the motor by automa- 
tically adjusting the duty cycle of T,. The energy of the 
overhauling motor now returns to the dc supply through 
diode D,, aided by the motor back emf and the dc supply. 
Again, note that the braking converter, comprising T, and D,, 
may be used to maintain the regenerative braking current at 
the maximum allowable level right down to zero speed. 

Figure 27.10 shows a typical acceleration—deceleration cycle 
of such a drive under the action of the control loops indicated 
in Fig. 27.9. 
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FIGURE 27.8 Converter conduction and operating duty of a bidirectional drive. 
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FIGURE 27.9 Bidirectional speed and position control system with a 
PWM transistor bridge drive. 


Four-quadrant PWM converter drives such as that in Fig. 
27.10 are widely used for motion-control equipment in the 
automation industry. Because of significant development of 
power switching devices, switching frequencies of 10-20 kHz 
are easily attainable. At such frequencies, virtually no derating 
of the motor is necessary. 

In order to satisfy the requirements of a drive application, 
simpler versions of the drive circuits indicated in Figs. 27.7 
and 27.9 may be used. For instance, for a unidirectional drive 
half of the converter circuits indicated earlier may be used. 
Further simplification of the drive circuit is possible if regen- 
erative braking is not required. 
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Structure of a closed-loop speed-control system with a 


FIGURE 27.11 
dc drive. 


27.2.4 Drive System Integration 


A complete drive system has a torque controller (armature 
current controller for a dc drive) as its innermost loop, 
followed by a speed controller as indicated in Fig. 27.11. 

The inner current loop is often regulated with a propor- 
tional plus integral (PI) type controller of high gain. The rest 
of the inner loop consists of the converter, the motor arma- 
ture, which is essentially an R-L circuit with armature back 
emf as disturbance, and the current sensor. The current sensor 
is typically an isolated circuit, such as a Hall sensor or a direct- 
current transformer (DCCT). A well-designed torque (arma- 
ture current) loop behaves essentially as a first-order lag 
system. Together with the mechanical inertia load, this loop 
can be indicated as the middle Bode plot of Fig. 27.12, in 
which 1/T; represents the current-controlled system band- 
width. (Note that the damping factor D and the load torque 
T; indicated in Fig. 27.11 have been neglected in this descrip- 
tion for simplicity.) The current loop is normally designed by 
analyzing the block diagram of Fig. 27.11, the converter, and 
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FIGURE 27.10 Converter conduction and operating duty with a PWM bridge transistor drive. 
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FIGURE 27.12 Typical current and speed control loop designs for the 
system of Fig. 27.11. 


the PI controller for the current loop using Bode analysis or 
other control-system design tools. 

The next step is usually the design of the speed controller. 
The 0-db intercept of 1/Js(1 + T;s) is normally much too low. 
Again, if a PI controller is selected for the speed loop, its Bode 
plot is superimposed on the current controlled system as 
indicated in Fig. 27.12 to obtain the desired speed-control 
bandwidth. 


27.2.5 Converter-DC Drive System 
Considerations 


Several operational factors need to be considered in applying a 
dc drive. Some of the important ones are as follows: 


1. The armature current may be rich in harmonics. This 
is particularly true for thyristor converters. The feed- 
back of these current ripples into the firing-control 
circuit may cause overloading of individual switches 
and tripping. Adequate filtering is necessary to avoid 
such problems. 

2. Since the converter is switched at regular intervals 
while the current controller operates continuously, 
current overshoot may occur because of the delay in 
the firing-control circuit. The current controller gains 
must be limited to limit this overshoot. 

3. The switching frequency of the converter should be 
selected according to the desired motor-current ripple, 
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supply-input current harmonics, and dynamic perfor- 
mance of the drive. 

4. Ripple in the speed sensor output limits the perfor- 
mance of the speed controller. Analog tachogenerator 
output is particularly noisy and defines the upper limit 
of the speed control bandwidth. Digital speed sensors, 
such as encoders and resolvers, alleviate this limit 
significantly. 


27.2.6 Further Reading 


1. G. K. Dubey, Power Semiconductor Controlled Drives. Prentice Hall, 
1989. 

2. W. Leonard, Control of Electric Drives. Springer-Verlag, 1985. 

3. V. Subrahmanyam, Electric Drives; Concepts and Applications. McGraw- 
Hill, 1994. 

4. M. A. El-Sharkawi, Fundamentals of Electric Drives. Thompson Learn- 
ing, 2000. 


27.3 Induction Motor Drives 


M. F. Rahman 


27.3.1 Introduction 


The ac induction motor is by far the most widely used motor 
in the industry. Traditionally, it has been used in constant and 
variable-speed drive applications that do not cater for fast 
dynamic processes. Because of the recent development of 
several new control technologies, such as vector and direct 
torque controls, this situation is changing rapidly. The under- 
lying reason for this is the fact that the cage induction motor is 
much cheaper and more rugged than its competitor, the dc 
motor, in such applications. This section starts with induction 
motor drives that are based on the steady-state equivalent 
circuit of the motor, followed by vector-controlled drives that 
are based on its dynamic model. 


27.3.2 Steady-State Representation 


The traditional methods of variable-speed drives are based on 
the equivalent circuit representation of the motor shown in 
Fig. 27.13. 


FIGURE 27.13 Steady-state equivalent circuit of an induction motor. 
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From this representation, the following power relationships 
in terms of motor parameters and the rotor slip can be found 


Power in the rotor circuit, P, = 3 = 3V)1, 
s 


3sR Ef 
ae 307505) 
R3 + (so, L3) 
Output power, P) = P, — 3ĠR, 
= (1 — s)P, =@T 
L= 
me (27.14) 
P 
where 
O,-O, @,— pa 
Jors Sey (27.15) 
@) o 
P = number of pole pairs 
2nN 
Oo = £ rad/s; N is the rotor speed in rev/min 


œ, = rotor speed in electrical rad/s 
and 
@, = 2nf, rad/s (electrical), fi being the supply frequency 


The developed torque 


pam 


=< Nm 
u,/P 


(27.16) 
The slip frequency, sf,, is the frequency of the rotor current, 
and the airgap voltage E; is given by 

E, = Ly ly = ye (27.17) 


where 2, is the stator flux linkage due to the airgap flux. If the 
stator impedance is negligible compared to E,, which is true 
when fi is near the rated frequency fo, 


V, © E = 20f\ Am (27.18) 


and 


3P SRV? 3P SRNY Am 
a R am (seo, Ly)” w R F (seo, L) 


(27.19) 


27.3.3 Characteristics and Methods of Control 


The preceding analysis suggests several speed control methods. 
The following are some of the widely used methods: 
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1. Stator voltage control 

2. Slip power control 

3. Variable-voltage, variable-frequency (V—f) control 
4. Variable-current, variable-frequency (I—f) control 


These methods are sometimes called scalar controls to distin- 
guish them from vector controls, which are described in Section 
27.3.4. The torque-speed characteristics of the motor differ 
significantly under different types of control, as will be evident 
in the following sections. 


27.3.3.1 Stator Voltage Control 

In this method of control, back-to-back thyristors are used to 
supply the motor with variable ac voltage, as indicated in the 
converter circuit diagram of Fig. 27.14a. 

The analysis of Section 27.3.1 implies that the developed 
torque varies inversely as the square of the input RMS voltage 
to the motor, as indicated in Fig. 27.14b. This makes such a 
drive suitable for fan- and impeller-type loads for which 
torque demand rises faster with speed. For other types of 
loads, the suitable speed range is very limited. Motors with 
high rotor resistance may offer an extended speed range. It 
should be noted that this type of drive with back-to-back 
thyristors with firing-angle control suffers from poor power 
and harmonic distortion factors when operated at low speed. 

If unbalanced operation is acceptable, the thyristors in one 
or two supply lines to the motor may be bypassed. This offers 
the possibility of dynamic braking or plugging, desirable in 
some applications. 


27.3.3.2 Slip Power Control 


Variable-speed, three-phase, wound-rotor (or slip-ring) induc- 
tion motor drives with slip power control may take several 
forms. In a passive scheme, the rotor power is rectified and 
dissipated in a liquid resistor or in a multitapped resistor that 
may be adjustable and forced cooled. In a more popular 
scheme, which is widely used in medium- to large-capacity 
pumping installations, the rectified rotor power is returned to 
the ac mains by a thyristor converter operating in naturally 
commutated inversion mode. This static Scherbius scheme is 


Speed, 
vy rev/min 


Load T-@ 


Motor T-œ 


Torque, Nm 
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FIGURE 27.14 (a) Stator voltage controller. (b) Motor and load 
torque—speed characteristics under voltage control. 
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indicated in Fig. 27.15. In this scheme, the rotor terminals are 
connected to a three-phase diode bridge that rectifies the rotor 
voltage. This rotor output is then inverted into mains 
frequency ac by a fully controlled thyristor converter operating 
off the same mains as the motor stator. 

The converter in the rotor circuit handles only the rotor slip 
power, so that the cost of the power converter circuit can be 
much less than that of an equivalent inverter drive, albeit at 
the expense of the more expensive motor. The dc link current, 
smoothed by a reactor, may be regulated by controlling the 
firing angle of the converter in order to maintain the devel- 
oped torque at the level required by the load. The current 
controller (CC) and speed controller (SC) are also indicated in 
Fig. 27.15. The current controller output determines the 
converter firing angle « from the firing control circuit (FCC). 

From the equivalent circuit of Fig. 27.13 and ignoring the 
stator impedance, the RMS voltage per phase in the rotor 
circuit is given by 


_ Vy sas Vis 


(27.20) 
n o, 


where œ, and œ, are the angular frequencies of the voltages in 
the stator and rotor circuits, respectively, and n is the ratio of 
the equivalent stator to rotor turns. The dc-link voltage at the 
rectifier terminals of the rotor, v,, is given by 


_ 36Vp 
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Assuming that the transformer interposed between the inver- 
ter output is and the ac supply has the same turn ratio n as the 
effective stator-to-rotor turns of the motor, 


3/6 V, 
Ug Ose 


> (27.21) 


The negative sign arises because the thyristor converter devel- 
ops negative dc voltage in the inverter mode of operation. The 
dc-link inductor is mainly to ensure continuous current 
through the converter so that the expression (27.21) holds 
for all conditions of operation. Combining the preceding three 
equations gives 


sO, = —W, COS & so that s=—ncosa 


and the rotor speed 


Oo = 50 s)@, = 50d + ncos a) rad/s. (27.22) 
Thus, the motor speed can be controlled by adjusting the 
firing angle «. By varying « between 180° and 90°, the speed of 
the motor can be varied from zero to full speed, respectively. 
For a motor with low rotor resistance and with the assump- 
tions taken earlier, it can be shown that the developed torque 
of the motor is given by 


V, 
T = 3P—i, © 3PA,ig Nm (27.23) 
(60) 


Ss 


where i, is the dc link current. Thus, the inner torque control 
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FIGURE 27.15 The static Scherbius drive scheme of slip power control. 
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normally employs a dc-link current loop as the innermost 
torque loop. Figure 27.16 shows transient responses of the dc- 
link, rotor, and stator currents of such a drive when the motor 
is accelerated between two speeds. The drive is normally 
started with a short-time-rated liquid resistor, and the thyr- 
istor speed controller is started when the drive reaches a 
certain speed. 

By replacing the diode rectifier of Fig. 27.16 with another 
thyristor bridge, power can be made to flow to and from the 
rotor circuit, allowing the motor to operated at higher than 
synchronous speed. For very large drives, a cycloconverter may 
also be used in the rotor circuit with direct conversion of 
frequency between the ac supply and the rotor and driving the 
motor above and below synchronous speed. 


27.3.3.3 Variable-Voltage, Variable-Frequency (V-f) 
Control 


27.3.3.3.1 SPWM Inverter Drive When an induction motor 
is driven from an ideal ac voltage source, its normal operating 
speed is less than 5% below the synchronous speed, which is 
determined by the ac source frequency and the number of 
motor poles. With a sinusoidally modulated (SPWM) inverter, 
indicated in Fig. 27.17, the supply frequency to the motor can 
be easily adjusted for variable speed. Equation (27.18) implies 
that if rated airgap flux is to be maintained at its rated value at 
all speeds, the supply voltage V, to the motor should be varied 
in proportion to the frequency fı. The block diagram of Fig. 
27.18a shows how the frequency fı and the output voltage V 
of the SPWM inverter are proportionately adjusted with the 
speed reference. The speed reference signal is normally passed 
through a filter that only allows a gradual change in the 
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FIGURE 27.17 V-f drive with SPWM inverter. 


frequency fi. This type of control is widely referred to as the 
V-f inverter drive. Control of the stator input voltage V} as a 
function of the frequency fı is readily arranged within the 
inverter by modulating the switches T-T. At low speed, 
however, where the input voltage V, is low, most of the input 
voltage may drop across the stator impedance, leading to a 
reduction in airgap flux and loss of torque. 

Compensation for the stator resistance drop, as indicated in 
Fig. 27.18b, is often employed. However, if the motor becomes 
lightly loaded at low speed, the airgap flux may exceed the 
rated value, causing motor to overheat. 
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FIGURE 27.16 ‘Transient responses of a slip power controlled drive under acceleration. 
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FIGURE 27.18 (a) Input reference filter and voltage and frequency reference generation for the V—f inverter drive. (b) Voltage compensation at low 


speed. 


From the equivalent circuit of Fig. 27.13 and neglecting 
rotor leakage inductance, the developed torque T and the 
rotor current I, are given by 


E A 
jer nee ea (27.24) 
Ro, R 
and 
R 
T =3P— 2 (27.25) 


r 


where sœ; is the slip frequency, which is also the frequency of 
the voltages and currents in the rotor. Equation (27.24) 
implies that by limiting the slip s, the rotor current can be 
limited, which in turn limits the developed torque [Eq. 
(27.25)]. Consequently, a slip-limited drive is also a torque- 
limited drive. Note that this true only at steady state. A speed- 
control system with such a slip limiter is shown in Fig. 27.19. 
In this scheme, the motor speed is sensed and added to a 
limited speed error (or limited slip speed) to obtain the 
frequency (or speed reference for the V-—f drive). 

Many applications of the V—f controller, however, are open- 
loop schemes, in which any demanded variation in Vj is 
passed through a ramp limiter (or filter) so that sudden 
changes in the slip speed œ, are precluded, thereby allowing 
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FIGURE 27.19 Closed-loop speed controller with an inner slip loop. 


the motor to follow the change in the supply frequency 
without exceeding the rotor current and torque limits. 

From the foregoing analyses, it is obvious that the V-f 
inverter drive essentially operates in all four quadrants, with 
rotor speed dropping slightly with load, and developing full 
torque at the same slip speed at all speeds. This assumes that 
the stator input voltage is properly compensated so that the 
motor is operated with constant (or rated) airgap flux at all 
speed. The motor can be operated above the base speed by 
keeping the input voltage V, constant while increasing the 
stator frequency above base frequency in order to run the 
motor at speeds higher than the base speed. The airgap flux 
and hence maximum developed torque now fall with speed, 
leading to constant power type characteristic. Figure 27.20 
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FIGURE 27.20 Typical T—-wœ characteristics of V-f drive with input 
frequency fı and voltage V, below and above base speed. 
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depicts the T-w characteristics of such a voltage- and 
frequency-controlled drive for various operating frequencies. 

In this figure, the T—o characteristic for base speed has been 
drawn in full, indicating the maximum developed torque Tnax 
and the rated torque. Below base speed, the V,/f, ratio is 
maintained to keep the airgap flux constant. Above base speed, 
V, is kept constant, while f, increases with speed, thus 
weakening the airgap flux. Forward driving in quadrant Q1 
takes place with an inverter output voltage sequence of a—b-—c, 
whereas reverse driving in quadrant Q3 takes place with 
sequence a—c—b. Regenerative braking while forward driving 
takes place by adjusting the input frequency fı in such a way 
that the motor operates in quadrant Q2 (quadrant Q4 for 
reverse braking) with the desired braking characteristic. 

Note that the characteristics in Fig. 27.20 are based on the 
steady-state equivalent circuit model of the motor. Such a 
drive suffers from poor torque response during transient 
operation because of time-dependent interactions between 
the stator and rotor fluxes. Figure 27.21 indicates the machine 
airgap flux during acceleration with V-f control obtained 
from a dynamic model. Clearly, the airgap flux does not 
remain constant during dynamic operation. 
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flux during acceleration from standstill using a V—f inverter drive. 
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27.3.3.3.2 Cycloconverter Drive For large-capacity induc- 
tion motor drives, the variable-frequency supply at variable 
voltage is effectively obtained from a cycloconverter in which 
back-to-back thyristor converter pairs are used, one for each 
phase of the motor, as indicated in Fig. 27.22. Each thyristor 
block in this figure represents a fully controlled thyristor ac—dc 
converter. The maximum output frequency of such a converter 
can be as high as about 40% of the supply frequency. In view 
of the large number of thyristor switches required, cyclocon- 
verter drives are suitable for large-capacity but low-speed 
applications. 


27.3.3.4 Variable-Current—-Variable-Frequency (I-f) 
Control 


In this scheme, medium- to large-capacity induction motors 
are driven from a variable but stiff current supply that may be 
obtained from a thyristor converter and a dc link inductor as 
indicated in Fig. 27.23. The frequency of the current supply to 
the motor is adjusted by a thyristor converter with auxiliary 
diodes and capacitors. The diodes in each inverter leg and the 
capacitors across them are needed for turning off the thyristors 
when current is to be commutated from one to the next in 
sequence. The motor current waveforms are normally six-step, 
or quasi square, as indicated in Fig. 27.24. The switching states 
of the inverter thyristors are also indicated in this figure. The 
motor voltage waveforms are determined by the load. These 
waveforms are more nearly sinusoidal than the current wave- 
forms. 

The thyristor converter supplying the quasi-square current 
waveforms to the motor has firing angle control, in order to 
regulate the dc-link current to the inverter. The dynamics of 
the dc-link current control is such that this current may be 
considered to be constant during the time the inverter switches 
commutate the dc-link current from one switch to the next. 
Such a current-source drive offers four-quadrant operation, 
with independent control of the dc-link current and output 
frequency. One drawback is that the motor voltage waveforms 
have voltage spikes due to commutation. 

From the analysis of Section 27.3.2, if the higher order 
harmonics of the current waveforms in Fig. 27.24 are 
neglected, and it is assumed that the motor voltage and 
current waveforms are taken to be sinusoidal, the magnetizing 
current I,, in Fig. 27.13 can be kept constant (for constant- 
airgap flux operation) if the RMS value of the stator supply 
current I, is defined according to Eq. (27.26). This relationship 
is also shown in graphical form in Fig. 27.25. 


1/2 


R + (2nf, sl.) 
2 +( hs 2) = constant 


I 
Ry + 2mf\(Lp + Lyn)” 


m74 


(27.26) 


The control scheme for variable-speed operation with a 
current source drive is indicated the block diagram of Fig. 
27.26. The speed reference defines the stator current reference 
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FIGURE 27.22 V-f drive with cycloconverter drive. 


according to Eq. (27.26) and the frequency reference is 
obtained by adding the rotor frequency to the actual speed 
of the motor. The inverter drive may consist of the thyristor 
current source and inverter of Fig. 27.23 or the diode-rectifier- 
supplied SPWM transistor inverter of Fig. 27.17 with inde- 
pendent current regulators, one for each phase. 

The dynamic performance of such current-controlled 
induction motor drives is not very satisfactory, just as for 
the voltage source inverters. Furthermore, the current-source 
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FIGURE 27.23 Dc-link current-source thyristor inverter drive. 


inverter drive cannot normally be operated open-loop, like the 
V-f inverter drive. For high dynamic performance, vector- 
controlled drives are becoming popular. 


27.3.4 Vector Controls 


The foregoing scalar control methods are only suitable for 
adjustable-speed applications in which the load speed or 
position is not controlled as in a servo system. The vector 
control technique allows a squirrel-cage induction motor to be 
driven with high dynamic performance, comparable to that of 
a dc motor. For this, the controller needs to know the rotor 
speed (in the indirect method) or the airgap flux vector 
accurately, using sensors. The latter method is not practical 
because of the requirement of attaching airgap flux sensors. 


FIGURE 27.24 Motor-current waveforms and the thyristor switching 
states for a current-source drive. 
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FIGURE 27.25 Stator current vs rotor (slip) frequency for constant- 
airgap flux operation. 


FIGURE 27.26 Variable-current, variable-frequency inverter drive 
scheme. 


The indirect method, which is being widely accepted in recent 
years, requires the controller to be matched with the motor 
being driven. This is because the controller needs also to know 
some rotor parameter(s), which may vary according to the 
conditions of operation, continuously. 


27.3.4.1 Basic Principles 


The methods of vector control are based on the dynamic 
equivalent circuit of the induction motor. There are at least 
three fluxes (rotor, airgap, and stator) and three currents or 
mmfs (stator, rotor, and magnetizing) in an induction motor. 
For high dynamic response, interactions among current, 
fluxes, and speed must be taken into account in determining 
appropriate control strategies. These interactions are under- 
stood only via the dynamic model of the motor. 

All fluxes rotate at synchronous speed. The three-phase 
currents create mmfs (stator and rotor) that also rotate at 
synchronous speed. Vector control aligns axes of an mmf and a 
flux orthogonally at all times. It is easier to align the stator 
current mmf orthogonally to the rotor flux. 
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Any three-phase sinusoidal set of quantities in the stator can 
be transformed to an orthogonal reference frame by 


A cos 0 cos(0- =) cos(0- 2) a 


2 
Ips ~ 31 sind sin( 0 — =) sin( 0 — =) Js 
to 3 3 J 


1 1 1 
2 2 2 


(27.27) 


where 0 is the angle of the orthogonal set «—{-0 with respect 
to any arbitrary reference. If the «-f—0 axes are stationary and 
the « axis is aligned with the stator a axis, then 0 = 0 at all 
times, Thus 


Ta = St 
Jas Ey ee lids 
2 3 v3 
fie |=5| 0 2 £ fis (27.28) 
fas 1 ae E Tes 
2 2 2 


If the orthogonal set of reference rotates at the synchronous 
speed œ, its angular position at any instant is given by 


t 
d= | ot +o (27.29) 
0 


The orthogonal set is then referred to as d—q—0 axes. The 
three-phase rotor variables, transformed to the synchronously 
rotating frame, are 


far 
fe |= 
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27 4n 
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=a oe i 2n\ . 4n 
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x | fir (27.30) 
fer 


It should be noted that the difference œw, — œ, is the relative 
speed between the synchronously rotating reference frame and 
the frame attached to the rotor. This difference is the also slip 


frequency, @,, which is frequency of the rotor variables. By 
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applying these transformations, voltage equations of the 
motor in the synchronously rotating frame reduce to 


Vas 
Vds 
Die 
Var 
R, + pL, o,L, Plin OoLin 
: —o,L, R, + pL, —O,Lin PLm 
7 PLin (w, —O,)L i, R, + pL, (o, —@,)L, 
—(@, — @,) PLm —(@,—@,)L, R, + pL, 
igs 
x k (27.31) 
igr 
lay 


where the speed of the reference frame, «,, is equal to œ and 


L; T Ly + Lm L, = Li, T Lm 


Subscripts / and m stand for leakage and magnetizing, respec- 
tively, and p represents the differential operator d/dt. The 
equivalent circuits of the motor in this reference frame are 
indicated in Figs. 27.27a and 27.27b. 


R, Oehds Lis igs iy Ly (( O; - @,) Aar R, 
—m-[) Moa WM M— 
+ - ia JA + = 
ar 
Vqs Mys 3 y q ” 
(a) 
R, eas Lis ids iar Li (@ - @,) har R, 
—w-—C_) SM mM— 
+ — NY JA + = 
Nar 


i a ' 


(b) 
FIGURE 27.27 Motor dynamic equivalent circuits in the synchronously 
rotating (a) q- and (b) d-axes. 
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The stator flux linkage equations are 


Ags = Lisigs T Plas F igr) = Lsigs T Lnigr 
has = Listas F Delta, + lar) = Lias F Lintar 


A, =, + 43) 


The rotor flux linkages are given by 


Neg = Li, lor T Ln(Cigs T igr) = L,igr E Lnigs 
Nar = Li, lay + Lil tas T lar) = Ly tg F Lintas 


a = Vy Che + A) 


The airgap flux linkages are given by 


Ama = Linligs + igr) 
Amd = LA tas + lar) 


Àm = y (Angs T Kads) 
The torque developed by the motor is given by 


IPs ; 
T= 2 astgs za Agstasl 


From Eq. (27.39), the rotor voltage equations are 


vy =0 = Ln J 


ar (@, ~ O,)L tar 


+o. 
+ (@, = O,)L, ig, 


Using (27.35) and (27.36), 


dà 
Y+R,i 


dt r‘qr F (Œe ae O,)Adr =0 


and 


di 
ae ¥ Ry tar + (a, = O,)Agr =0 


Also from (27.35) and (27.36), 


digs ; igr 
F (O @,)Lmias F (R, F L,) dt 


. 1 
©, )Lmigs + (Ry + Lt 


(27.32) 
(27.33) 


(27.34) 


(27.35) 
(27.36) 


(27.37) 


(27.38) 
(27.39) 


(27.40) 


(27.41) 


(27.42) 


(27.44) 


(27.45) 


(27.46) 


(27.47) 
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The rotor currents 7,, and t4, can be eliminated from (27.44) 
and (27.45) by using (27.46) and (27.47). Thus 


Way gh Emige. ( JAg = 0 (27.48) 
A, 1 O,— QW d= 3 

dt R, qr L, r qs e r r 

di L L ; 

IF + = oe Ry igs + (Oe — O,)Ag, = 0 (27.49) 


r 


+ 


A condition for elimination of transients in rotor flux and the 
coupling between the two axes is to have 


A 


Agr = 0 and À, = har (27.50) 
The rotor flux should also remain constant so that 
dh ar doy 
=0= 27.51 
dt dt ( ) 
From (27.50) and (27.51), 
eR. 
Oe — 0, = Og = a 1, (27.52) 
and 
L, dì, 3% , 
R T +A, = Lmigs (27.53) 


Substituting the expressions for i and iy, into (27.35) and 
(27.36), 


PN gE 
Aas = (z — 2) Lact Tt (27.54) 


i i war © 
Ads = (z = =) lds a The 
r 


r 


(27.55) 


Substituting 2,, and A, from (27.54) and (27.55) into the 
torque equation of (27.41) 


T= i (27.56) 


3P L 
2 

It is clear from (27.53) that the rotor flux haa is determined by 
ig» subject a time delay T, that is the rotor time constant 
(L,/R,). Current ig» according to Eq. (27.56), controls the 
developed torque T without delay. Currents ig, and t} are 
orthogonal to each other and are called the flux and torque- 
producing currents, respectively. This correspondence between 
flux and torque-producing currents is subject to maintaining 
the conditions in (27.50) and (27.51). Normally, ig, would 
remain fixed for operation up to the base speed. Thereafter, it 
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is reduced in order to weaken the rotor flux so that the motor 
may be driven with a constant-power-like characteristic. 

Based on how the rotor flux is detected and regulated, two 
methods of control are available. One is the more popular 
indirect-rotor flux-oriented control (IFOC) method, and the 
other is the direct vector control method; both are described 
hereafter. 


27.3.4.2 Indirect-Rotor Flux-Oriented (IFOC) Vector 
Control 

In the indirect scheme, the relationship between slip frequency 
and i} given by (27.52) is used to relate the compensated 
speed error @, — œ, to ig. The tg in turn, is used to develop 
to the demanded torque T* according to (27.56). The rotor 
flux is maintained at the base value for operation below speed, 
and it may be reduced to a lower value for field weakening 
above base speed. The orthogonal relationship between the 
torque-producing stator current i and the flux-producing 
stator current ig, is maintained at all times by generating the 
stator current references in the synchronously rotating dq 
reference frame using sine and cosine functions of angle 6). 
This angle is obtained as indicated in Fig. 27.28. 

The compensated speed error produces the current refer- 
ence i;, according to (27.56). i, also gives the slip speed œs, 
according to (27.53). The slip speed w, is added to the rotor 
speed œ, to obtain the stator frequency ,. This frequency is 
integrated with respect to time to produce the required angle 
0, of the stator mmf relative to the rotor flux vector. This 
angle is used to transform the stator currents to the dq 
reference frame. Two independent current controllers are 
used to regulate the 7, and iq currents to their reference 
values. The compensated i, and iy errors are then inverse 
transformed into the stator a—b-c reference frame for obtain- 
ing switching signals for the inverter via PWM or hysteresis 
comparators. 

It is clear that this scheme uses a feed-forward scheme, or a 
machine model, in which the current reference for igs is also 
determined by the rotor time constant T,. This also indicated 
in Fig. 27.28. The rotor time constant T, cannot be expected to 
remain constant for all conditions of operation. Its consider- 
able variation with operating conditions means that the slip 
speed œ, which directly affects the developed torque and the 
rotor flux vector position, may vary widely. Many rotor time- 
constant identification schemes have been developed in recent 
years to overcome the problem. 

The mandatory requirement for a rotor-speed sensor is also 
a significant drawback, because its presence reduces the 
reliability of the IFOC drive. Consequently, sensorless schemes 
of identifying the rotor flux position have also drawn consid- 
erable interest in recent years. 

Figure 27.29 shows the transient response of an induction 
motor that was for the results of Fig. 27.21 under the IFOC 
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drive scheme of Fig. 27.28. In this case, the drive accelerates a 
large inertia load from standstill to the base speed of 
1500 rev/min. It is clear that the overcurrent transients of 
Fig. 27.21 are eliminated, while the motor accelerates under 
constant torque (implied by the constant rate at which the 
speed increases) and settles at the final speed with little over- 
or undershoot in speed. Obviously, rotor and airgap fluxes 
remain constant at all times. 


A| 1500 rev/mir 


FIGURE 27.29 Speed and current responses of an induction motor 
drive under the IFOC scheme of Fig. 27.28. 


Indirect-rotor flux-oriented vector control scheme. 


27.3.4.3 Direct Vector Control with Airgap Flux 
Sensing 

In the direct scheme, use is made of the airgap flux linkages in 
the stator d- and q-axes, which are then compensated for the 
respective leakage fluxes in order to determine the rotor flux 
linkages in the stator reference frame. The airgap flux linkages 
are measured by installing quadrature flux sensors in the 
airgap, as indicated in Fig. 27.30. 

By returning to Eqs. (27.32)—(27.40) in the stator reference 
frame and using some simplifications, it can be shown that 


L 
Ag = ram Lig (27.57) 
m 
So L, as Li 
“dr — Lam Ir !ds (27.58) 
m 


FIGURE 27.30 Quadrature sensors for airgap flux for direct vector 
control. 
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where the superscript s stands for the stator reference frame. 
Since the rotor flux rotates at synchronous speed with respect 
to the stator reference frame, the angle @, used for the 
coordinate transformations in Fig. 27.27 can be obtained 
from 


cos 0, = £ (27.59) 
Ay 
and 
sS 
sin 0, = -£ (27.60) 
TF: 
where 


Â= 4/3)? HA. 


The control of torque via i,, and rotor flux via ig, subject to 
satisfying conditions (27.50) and (27.51); remain as indicated 
in Fig. 27.28, according to the basic principle of vector control. 

The requirement of airgap flux sensors is rather restrictive. 
Such fittings also reduce reliability. Even though this method 
of control offers better low-speed performance than the IFOC, 
this restriction has practically precluded the adoption of this 
scheme. In an alternative method, the d- and q-axis stator flux 
linkages of the motor may be computed from integrating the 
stator input voltages. 


27.3.5 Further Reading 
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27.4 Synchronous Motor Drives 


M. F. Rahman 


27.4.1 Introduction 


Variable-speed synchronous motors have been widely used in 
very large capacity (>MW) pumping and centrifuge type 
applications using naturally commutated current-source thyr- 
istor converters. At the low-power end, the current-source 
SPWM inverter-driven synchronous motors have become very 
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popular in recent years in the form of permanent-magnet 
brushless dc and ac synchronous motor drives in servo-type 
applications. There are certain features of three-phase 
synchronous motors that have allowed them, especially the 
lower capacity motors, to be controlled with high dynamic 
performance using cheaper control hardware than is required 
for the induction motor of similar capacity. Since the average 
speed of the synchronous motor is precisely related to the 
supply frequency, which can be precisely controlled, multi- 
motor drives with a fixed speed ratio among them are also 
good candidates for synchronous motor drives. This section 
begins with the performance of the variable-speed nonsalient- 
pole and salient-pole synchronous motor drive using the 
steady-state equivalent circuit followed by dynamics of the 
vector-controlled synchronous motor drive. 


27.4.2 Steady-State Equivalent-Circuit 
Representation of the Motor 


Some of the operating characteristics of variable-frequency 
voltage- and current-source-driven synchronous motors can 
be readily obtained from their steady-state equivalent repre- 
sentation, as was the case with the scalar controls of induction 
motor drives. Assuming balanced, sinusoidal distribution of 
stator and rotor MMFs and an uniform airgap (nonsalient- 
pole motor), the per-phase equivalent circuit of Fig. 27.31 
represents the motor at a constant speed. 

The representation in the figure is in terms of the RMS 
voltage V applied to the motor phase winding, which consists 
of the phase resistance R, synchronous reactance X, (in 
Q/phase), and the per-phase induced voltage Ep. The back 
emf E; develops in the stator phase winding as a result of rotor 
excitation supplied from an external dc source via slip rings or 
by permanent magnets in the rotor. The phasor Ep has an 
arbitrary phase angle 6 with respect to the input voltage V. 
This is the load angle of the motor. 

Unlike the induction motor, a synchronous motor may 
derive part or all of its excitation from the rotor via rotor 
excitation. For small synchronous motors that are used in 


R 
AWV 


vzo || ~ ELE 


FIGURE 27.31 Equivalent circuit of a nonsalient-pole motor. 
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brushless dc and ac servo applications, this excitation is 
derived from permanent magnets in the rotor. This is readily 
and economically obtained with modern permanent magnets, 
thus dispensing with the slip-ring-brush assembly. The R 
losses in the rotor windings with external excitation are also 
eliminated. These magnets also allow considerable reduction 
in space requirement for the rotor excitation. For large 
synchronous motors, this excitation is supplied more econom- 
ically from an external dc source via slip rings or via an exciter. 

The phasor diagrams of Fig. 27.32 may be used to analyze 
characteristics of the nonsalient-pole synchronous motor 
drive. Since the rotor magnetic field may be such that the 
motor may develop a back emf that is smaller or larger than 
the ac supply voltage to the stator windings, the motor may 
accordingly be under- or overexcited, respectively. The over- 
excited motor will normally operate at a leading power factor, 
as is the case in Fig. 27.32b. This is desirable in high-power 
applications. 

In the phasor diagrams of Fig. 27.32c, the stator current I 
has been resolved into two components I, and Ip which are 
current phasors responsible for developing MMFs in the rotor 
d- and q-axes. These representations are in the stator reference 
frame, and hence are sinusoidal quantities at the frequency of 
the stator supply. 

If the voltage drop across the stator resistance is neglected, 
which may be acceptable when the stator frequency is near the 
base frequency or higher, the developed torque T of the motor 
can be found from the phasor relationships of Fig. 27.32. 
Thus, 


_ 3P EV 


3PK, V 
T= sin ô = sin ô = $ 
w 


—— —sind Nm 
S Ss 


wL 
(27.61) 


(a) (b) 


FIGURE 27.32 Phasor diagrams of synchronous motors. (a) Underexcited nonsalient-pole motor, (b) overexcited nonsalient-pole 


(c) underexcited salient-pole motor. 
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for the nonsalient-pole motor (also for the sine-wave PM ac 
motor with rotor magnets at the surface of the rotor) and 


(27.62) 


for the salient-pole motor (also for the interior-magnet motor 
in which the rotor magnets are buried inside the rotor). Here 
the flux constant of the motor, Kg, is the ratio of the RMS 
value of the phase voltage Ep induced in the stator due to rotor 
excitation only and speed. Note that for a given rotor excita- 
tion, the ratio Ky = E; /@ remains constant at all speeds. 


27.4.3 Performance with Voltage Source Drive 


Equations (27.61) and (27.62) imply that if the motor is 
driven from a voltage-source supply and if the input voltage 
to frequency ratio, V/f, is kept constant, the motor will 
develop the same maximum torque at all speeds. For the 
nonsalient-pole motor, this maximum torque will occur for a 
load angle 6 = 90°. For the salient-pole motor, this will occur 
for a load angle which is also influenced by the relative values 
of L4 and L} 

At low speed, where the supply voltage V is small, the 
voltage drop in the stator resistance may become significant 
compared to E,. This may lead to a significant drop in the 
maximum available torque, as given by the torque Eqs. (27.63) 
and (27.64), which are derived from the phasor diagrams of 


motor, 
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Fig. 27.32. The stator per phase resistance R is now included in 
the analysis. The developed torque is then given by 


AX,, sind 5 Fb 
3PE,V, X. sinò + R{ cos ò — V, 
= 7 N (27.63) 
w, R? T (Xs) 


for the nonsalient-pole motor and 


3P 
T=— 
Wo 
v2 WV? 
z R+ VE AX jo Sin ô +> (Xa — X,,) sin 26 — VRE; cos ò 
x 
R + 1°X,X, 
x Nm (27.64) 


for the salient-pole motor, where the subscript o refers to base 
quantities and 4 refers to the per unit input frequency f,/f,. 

Equations (27.63) and (27.64) indicate that the maximum 
torque that the motor can develop diminishes at low speed 
because of the voltage drop across the stator resistance R. This 
drop in maximum available torque at low speed can be 
avoided by boosting the input voltage at low speed, as 
indicated in Fig. 27.33a. This voltage boosting is similar to 
the IR compensation applied to a variable-frequency induc- 
tion motor drive. 

Figures 27.33 indicate an open-loop V-f inverter drive 
scheme, similar to the same scheme for an induction motor 
drive in which the RMS stator input voltage is made propor- 
tional to frequency. The speed reference is passed through a 
first-order filter, as shown in Fig. 27.33a, so that a large and 
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FIGURE 27.33 (a) V-f controller for open-loop inverter drive; (b) T-o 
characteristics with limited maximum 6 for constant-power operation. 
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abrupt change in the input frequency command to the inverter 
is avoided. The filtered speed reference is translated into a 
proportional frequency reference fi. The voltage reference V, 
is also proportional to frequency reference, but with a zero 
frequency bias. The variable RMS input voltage V, to the 
motor may be obtained from an inverter by SPWM methods 
or from a cycloconverter with phase angle control. 

The available input voltage V, is normally limited by the 
available dc-link voltage to the inverter or the ac supply 
voltage to a cycloconverter. This limit is normally arranged 
to occur at base speed. Above this speed, the stator flux drops, 
leading to field weakening and constant-power-like operation, 
as indicated in Fig. 27.33b. In some control schemes, the 
maximum load angle 6 is not allowed to exceed a certain 
limiting value 6,,,,- By selecting 6,,,,, constant-power opera- 
tion at various power levels is possible. 


27.4.4 Characteristics under Current-Source 
Inverter (CSI) Drive 


A current-source-driven synchronous motor drive generally 
gives higher dynamic response. It also gives better reliability 
because of the automatic current-limiting feature. In a vari- 
able-speed application, the synchronous motor is normally 
driven from a stiff current source. A rotor position sensor is 
used to place the phase current phasor I of each phase at a 
suitable angle with respect to the back emf phasor (E;) of the 
same phase. The rotor position sensor is thus mandatory. 

Two converter schemes have generally been used. In one 
scheme, as indicated in Fig. 27.34, a large dc-link reactor 
(inductor) makes the current source to the inverter stiff. The 
scheme is suitable for large synchronous motors for which 
thyristor switches are used in the inverter. A current loop may 
also be established by sensing the dc link current and by using 
a closed-loop current controller that continuously regulates 
the firing angle of the controllable rectifier in order to supply 
the inverter with the desired dc-link current. It can be shown 
that the motor-developed torque is proportional to the level of 
the dc-link current. 

The inverter drives the motor with quasi-square-wave 
current waveforms as indicated in Fig. 27.35. The current 
waveforms are switched according to measured rotor position 
information, such that the current waveform in each phase has 
a fixed angular displacement, y, with respect to the induced 
emf of the corresponding phase. Because of this, the drive is 
sometimes referred to as self-controlled. The angular displace- 
ment of these current waveforms (or their fundamental 
components) with the respective back emf waveforms is 
indicated in Fig. 27.35. Because of the large dc-link inductor, 
phase currents may be considered to remain essentially 
constant between the switching intervals. The quasi-square 
current waveforms contain many harmonics and are respon- 
sible for large torque pulsations that may become troublesome 
at low speed. 
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FIGURE 27.34 Schematic of a current-source-inverter—driven synchronous motor. 


In the foregoing scheme, the motor can be reversed easily by 
reversing the sequence of switching of the inverter. It can also 
be braked regeneratively by increasing the firing angle of the 
input rectifier beyond 90° while maintaining the dc-link 
current at the desired braking level until braking is no 
longer required. The rectifier now returns the energy of the 
overhauling load to the ac mains regeneratively. 


In another scheme, which is preferred for lower capacity 
drives for which higher dynamic response is frequently sought, 
phase currents are regulated within the inverter. The inverter 
typically employs gate turn-off switches, such as the IGBT, and 
pulse-width modulation techniques, as indicated in Fig. 27.36. 
Motor currents are sensed and used to close independent 
current controllers for each phase. Normally, two current 
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FIGURE 27.35 


Current waveform in the dc-link current-source-driven motor. 
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FIGURE 27.36 Control scheme of the SPWM current-source drive. 


controllers suffice for a balanced star-connected motor. Three- 
phase sinusoidal ac currents are supplied to the motor, the 
amplitude and phase angle of which can be independently 
controlled as required. The references for the current control- 
lers are obtained from a three-phase current reference genera- 
tor that is addressed by the feedback of the rotor position. The 
rotor position is continuously measured by a high-resolution 
encoder. In this way, the current references, and hence the 
actual rotor currents, are synchronized to the rotor. 


27.4.5 Brushless de Operation of the CSI Driven 
Motor 


The torque characteristic of the CSI drive scheme of the 
foregoing section can be easily analyzed using the phasor 
diagrams shown earlier if the harmonics in the motor current 
waveform are neglected or if the motor current waveforms are 
indeed sinusoidal as in the second scheme described earlier. In 
the following analysis, it is assumed that the supply current 
waveforms are sinusoidal. It is also assumed that the phase 
angle of these current sources with respect to the induced 
voltage in each phase can be arbitrarily chosen. 

The phase back-emf and the current waveforms and the 
phasor diagram of the nonsalient-pole motor are shown in 
Fig. 27.37. The phase angle y between the Ey and I phasors and 
the rms value (or amplitude) of I are determined according to 


the desired torque and power-factor considerations. The 
developed torque is found from the phasor diagram to be 


3E,I cos) 
q = 22 ART 


= KoI cosy Nm (27.65) 


T 


If the angle y = 0° is chosen, the familiar dc-motor-like torque 
characteristic is obtained. It should be noted from the fore- 
going that the developed torque at any speed is independent of 
R since a high gain (stiff) current source drive is used. Note 
also that the ratio E;/q at any operating speed is proportional 
to the amplitude of the stator flux linkage, Ap due to rotor 
excitation. For fixed rotor excitation this ratio is a constant. 
Equation (27.65) indicates that the developed torque of a 
nonsalient-pole synchronous motor can be controlled by 
controlling the amplitude of the rotor field (field control) 
or, more conveniently, by controlling the amplitude of the 
stator phase current. The highest torque-per-ampere charac- 
teristic is achieved when y = 0°. Note that operation with a 
fixed y angle is key to this dc-motor-like torque characteristic. 


27.4.5.1 Operation with Field Weakening 

If the stator impedance drop is neglected, the maximum Ep is 
largely determined by the dc-link voltage and, E; = KArw 
implies that speed œ can be increased by decreasing 4p. 
Consequently, operation above base speed is normally 
achieved with field weakening. In this speed range, because 
of the limited dc-link voltage, the rotor field must be 
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(a) 


weakened; otherwise, the amplitude of the phase-induced emf 
will exceed the dc-link voltage and current control will not be 
effective. Field weakening is a means of keeping this voltage at 
the rated level for speeds higher than the base speed. 

The flux linkage due to the rotor excitation, Apo can be 
adjusted when a variable rotor supply is available. This may 
also be achieved by demagnetizing the rotor mmf by using the 
mmf produced by the stator currents. For motors with 
permanent magnet excitation, the latter is the only means of 
weakening the /;. Referring to the phasor diagram of Fig. 
27.38, if I is made to lead Ep, the d-axis component of I, i.e., 
Tj, will lead E; by 90°. The mmf due to J; then opposes the 
rotor d-axis mmf. The net rotor flux linkage along the q-axis is 
then given by 


Ay = Ay + Lala (27.66) 


where I, is negative when I leads Eş. If the airgap is small, the 
d-axis component of the armature current may reduce the 
rotor flux to the required extent. 


d-axis 


Iq 
FIGURE 27.38 Field weakening using stator mmf. 
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(b) 


FIGURE 27.37 Phasor relationships of CSI-driven motor: (a) back emf and current waveforms; (b) the phasor diagram. 


27.4.6 Operating Modes 


A synchronous motor may driven with various operating 
characteristics, such as with power factor compensation, 
with maximum torque per ampere and with field weakening. 
The power factor at which a synchronous motor operates is an 
important issue, especially for a large drive. A large angle 0 
between the input voltage and current to the motor results in a 
poor power factor. Operation of the synchronous motor with 
a current source inverter allows interesting power factor 
compensation possibilities. Consider the following three 
cases. 


27.4.6.1 Case A: Operation with I Lagging E; 

In this case, the motor is underexcited and I lags Ef by an 
angle y, as indicated in Fig. 27.39. The overall power factor in 
this case is lagging, since I lags V by angle 0. The power factor 
angle 0 is larger than y. Note that I; now magnetizes the rotor 
field. 


27.4.6.2 Case B: I Is in Phase with E;; Maximum 
Torque per Ampere Operation (y = 0°) 
If y = 0° is used, the motor input current i, is in phase with 
the back emf e,, as indicated in the waveforms of Fig. 27.40a. 
From Eq. (27.65), the developed torque is given by 
T=K@l (27.67) 
Thus, for a fixed rotor excitation, the developed torque is the 
highest that can be achieved per ampere of stator current I. In 
other words, if y = 0° is chosen, the drive operates with its 
maximum torque per ampere characteristic. From the phasor 
diagram of Fig. 27.40b, it is clear that the input current phasor 
I phasor now lags the voltage V phasor at the motor terminals. 
(see the phasor diagram below). Note that the level of Ep, 
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(a) 


FIGURE 27.39 
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(b) 


(a) Phase back emf and current waveforms and (b) the phasor diagram with Z lagging E,. 


FIGURE 27.40 (a) Phase back emf and current waveforms and (b) phasor diagram for Z in phase with E,. 


which is determined by the level of excitation, also determines 
the angle 0 to some extent. Clearly, when maximum torque 
per ampere characteristic is required, a power factor less than 
unity has to be accepted. 


27.4.6.3 Case C: Operation with I Leading E; 

If I is chosen to lead Ep, the overall power factor can be higher, 
including unity, as is indicated in Fig. 27.41. Note that the 
motor now operates with less than maximum torque per 


FIGURE 27.41 


ampere characteristic. Note also that the d-axis component 
of I now tends to demagnetize the rotor and that operation 
with field weakening is implied. 

With a CSI-driven motor, the amplitude and the angle of 
the phase current relative to the back emf can be selected 
according to one of the desirable operating characteristics 
mentioned above. Additionally, other operational limits such 
as the inverter/motor current limit, the maximum stator 
voltage limit, and the maximum power limit can also 


I leading Ey 


Back emf and current waveforms and phasor diagram for J leading Ep. 
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FIGURE 27.42 Structure of a speed-control system with a CSI-driven synchronous motor. 


addressed. The amplitude of the stator current I clearly 
determines the developed torque of the motor. Consequently, 
the error of the speed controller is used to determine the 
amplitude of I. The overall control system with an inner 
torque loop may be described by Fig. 27.42. 


27.4.7 Vector Controls 


The foregoing controls were based on the steady-state equiva- 
lent circuit of the motor. Even though the torque equation 
(27.65) for a current-source drive evokes vector-control-like 
relationships, they do not address the dynamics of the current 
controls as is possible in an orthogonal reference frame. Using 
an orthogonal set of reference attached to the rotor, a simple 
set of decoupled, dc-motor-like torque control relationships is 
readily obtained. Following the transformation technique used 
in Section 27.3.3, the stator voltage equations of a synchro- 
nous motor with fixed rotor excitation in the rotor reference 


frame are 
R+ pL wL j A 
[|= Pq i [a] (27.68) 
Uq —oL, R+ pLi 1q 0 


F= 5 PUriy + (Lg — L,)iaig) (27.69) 
where all the quantities in lowercase represent instantaneous 
quantities in the rotor dq-frame. Aç is the flux linkage per 
phase due to the rotor excitation, œ is the electrical angular 
velocity in rad/s, and P is the number of pole pairs. p is the 
time derivative operator d/dt. Assuming magnetic linearity, 
the stator flux linkages are 


ha = Ljig + Ap (27 70) 
i= Lii 


Note that Eq. (27.68) can be written down directly from 
(27.31), taking into account fixed rotor excitation so that the 
third and fourth rows and columns of Eq. (27.31) need to be 
dropped. Since the reference frame now rotates at the speed of 
the rotor, œ, = œ. The induced back emf due to the fixed 
rotor excitation occurs in the rotor q-axis and is included in 
(27.68) as a separate term. Similarly, the torque expression of 
(27.69) may also be written down from Eq. (27.41), using the 
flux linkages of Eq. (27.70). 

Equations (27.67)—(27.69) are for a salient pole motor for 
which L4 4 Lọ For a nonsalient-pole motor, Lj is equal to L, 
and the developed torque is proportional to 7, only. In either 
case, the inner torque loop consist of two separate current 
loops; one for iz and the other for ip as indicated in Fig. 27.43. 
The i, current loop generally derives its reference signal from 
the output of the speed controller and constitutes the inner 
torque loop. The reference for the i; current loop is normally 
specified by the extent of field weakening for which a negative 
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FIGURE 27.43 
motor drive. 
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ig reference is used. Otherwise, the d-axis current is main- 
tained at zero. Note that for large synchronous motors with 
variable external excitation, field weakening is normally 
applied through adjustment of the rotor excitation, using a 
spillover signal from the output of the speed controller. 

From Eq. (27.68), it is clear that couplings of q- and d-axis 
voltages exist through the d- and q-axis currents, respectively, 
and the back emf. During dynamic operation, such coupling 
effects become undesirable. The coupling effects of d- and q- 
axis currents and the back emf into q- and d-axis voltages, 
respectively, can be removed by the feed-forward terms shown 
in the shaded part of block diagram of Fig. 27.44, which also 
shows the two current-control loops. The two outputs v4 and 
v from the decoupled current controllers are transformed to 
the stator reference frame before being subjected to pulse- 
width modulators or hysteresis comparators. Note that the 
current references 7 and 7; are obtained with due regard for 
the desired operating and limiting conditions as described in 
Section 27.4.5. 

Under this type of control, which is exercised in the rotor 
reference frame, the d- and q-axis currents are separately 
regulated. The purpose of the q-axis current controller is 
primarily to control the developed torque, especially for the 
nonsalient-pole motor. For this motor, the d-axis current is 
normally maintained at zero when the motor is operated 
below the base speed. The d-axis current may be used to 
weaken the airgap flux so that the motor operates with a 
constant-power-like characteristic. It should be noted that 
field weakening may also be carried out more directly by 
adjusting the rotor excitation current by using a spillover 
signal from the speed controller when the base speed is 
exceeded. 

The dynamic response of the drive under the vector control 
scheme indicated in Fig. 27.44 is the highest possible with a 
CSI drive. It should also be noted that the dq currents in the 
rotor reference frame vary only the mechanical dynamics of 
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FIGURE 27.44 The d- and q-axis decoupling compensation. 
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the rotor. In fact, they are dc quantities when the motor runs 
at a constant speed. Consequently, the following error (or lag) 
associated with tracking a sinusoidally time varying current 
reference, which is the case when current control is exercised 
in the stator a—b-c reference frame, can be reduced easily by 
using integral-type current controllers. 


27.4.8 Further Reading 


1. W. Leonard, Control of Electrical Drives. Springer-Verlag, 1985. 

2. J. M. D. Murphy and G. G. Turnbull, Power Electronic Control of AC 
Drives. Pergamon Press, 1988. 

3. G. R. Slemon, Electric Machines and Drives. Addison-Wesley, 1992. 

4. W. W. Novotny and T. A. Lipo, Vector Control and Dynamics of AC 
Drives. Oxford Science Publications, 1996. 


27.5 Permanent Magnet ac Synchronous 
Motor Drives 


M. F. Rahman 


27.5.1 Introduction 


Since the introduction of samarium—cobalt and neodymium- 
iron—boron magnetic materials in the 1970s and 1980s, 
synchronous motors with permanent-magnet excitation in 
the rotor have been displacing the dc motor in many high- 
performance applications. The trend is more noticeable in 
applications requiring high-performance motors of up to a 
few kilowatts. In low- to medium-power applications, the 
superior dynamics, smaller size, and higher efficiency of 
motors with PM excitation in the rotor, compared to all 
other motors, are well known. Prior to this development, 
ferrite and alnico magnets were routinely used in small 
servomotors, with the magnet excitation in the outer stator. 
Such motors need a brush—-commutator assembly to supply 
power to the armature, which is a problem. Nevertheless, 
interesting low-inertia, low-armature inductance designs are 
possible that are desirable for servo applications. One such 
design is the pancake ironless armature with the commutator— 
brush assembly directly located on the printed armature. 
These shortcomings of the commutator—brush are now 
avoided by locating the magnets in the rotor and by having 
three-phase windings in the stator that are supplied from an 
inverter. 

The arrangement just mentioned is very similar to a 
conventional synchronous motor. This is particularly so 
when the stator windings and the rotor MMF are sinusoidally 
distributed. 

Several rotor configurations of the PM synchronous motor 
have been developed, of which the important ones are indi- 
cated in Figs. 27.45-27.47. 
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FIGURE 27.45 Schematic of the cross section of a surface-magnet 
synchronous motor. 
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FIGURE 27.46 Schematic of the rotor cross section of an interior- 
magnet motor. 
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FIGURE 27.47 Schematic of the rotor cross section of a circumferential- 
magnet motor. 


27.5.2 The Surface-Magnet Synchronous Motor 


The surface-magnet motor comes with the rotor magnets 
glued onto the surface of the rotor. An additional stainless 
steel (i.e., nonmagnetic) cylindrical shell may be used to cover 
the rotor in order to keep the magnets in place against 
centrifugal force in high-speed applications. Since the relative 
permeability of the magnet material is very close to unity, the 
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FIGURE 27.48 Back emf of a trapezoidal waveform motor. 


effective airgap is uniform and large. (The airgap is normally 
about 8mm.) Consequently, the synchronous inductances 
along the rotor d- and q-axes, as indicated in Fig. 27.45, are 
equal and small (i.e., L4 = L, = L,). The armature reaction in 
this type of motor is small. 

The three-phase winding in the stator has sinusoidal 
distributed windings. In another form, the motor may have 
trapezoidal distributed winding, and the rotor mmf is also 
uniformly distributed. Such a motor, often called a brushless 
dc motor because of its similarity to the inside-out conven- 
tional brushed PM dc motor, develops a trapezoidal back-emf 
waveform as indicated in Fig. 27.48, when it is driven at a 
constant speed. The back emf waveforms have flat tops for 
nearly 120° in each half-cycle followed by 60° of transition 
from positive to negative polarity of voltage and vice versa. 
These motors are very suitable for variable-speed applications 
such as spindle drives in machine-tool and disk drives. 


27.5.2.1 Control of the Trapezoidal-Wave Motor 


Neglecting higher-order harmonic terms, the back emf in the 
motor phases may be as indicated in Fig. 27.49. Each back emf 
has a constant amplitude (or flat top) for 120° (electrical) 
followed by 60° of transition in each half cycle. The developed 
torque at any instant is given by 


Canta T Cnn ty T Cont. 
(63) 


T= Nm (27.71) 


It is readily seen that the ideal current waveform in each phase 
needs to be a quasi-square waveform of 120° of conduction 
angle in each half cycle. The conduction of current in each 
phase winding coincides with the flat part of the back emf 
waveforms, which guarantees that the developed torque, i.e., 
(do xn * ign/@,)> is constant or ripple-free at all times. With 
such quasi-square current waveforms, a simple set of six opto- 
couplers or Hall-effect sensors would be required to drive the 
six inverter switches indicated in Fig. 27.36. The output 
current waveforms for the three-phase inverter and the switch- 
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FIGURE 27.49 
transistor switches in the trapezoidal-waveform motor. 


Back-emf and current waveforms and on states of 


ing devices that conduct during the six switching intervals per 
cycle are also indicated in Fig. 27.49. Since only six discrete 
outputs per electrical cycle are required from the rotor posi- 
tion sensors, the requirement of a high-resolution position 
sensor is dispensed with. Continuous current control for each 
phase of the motor, by hysteresis or PWM control, to regulate 
the amplitude of the motor current in each phase is normally 
employed. The operation of the brushless dc motor drive is 
described in detail in Section 27.6. 

Even though careful electromagnetic design is employed in 
order to have perfect trapezoidal back-emf waveforms as 
indicated in Fig. 27.49, the back-emf waveforms in a practical 
brushless dc motor exhibit some harmonics, as indicated in 
Fig. 27.48. If ripples in the back-emf waveforms are significant, 
then torque ripples will also exist when the motor is driven 
with quasi-square phase current waveforms. These ripples may 
become troublesome when the motor is operated at low speed, 
when the motor-load inertia may not filter out the torque 
ripples adequately. 

A second source of torque ripple in the PM BLDC motor is 
from the commutation of current in the inverter. Since the 
actual phase currents cannot have the abrupt rise and fall 
times as indicated in Fig. 27.49, torque spikes, one for each 
switching, may exist. 

Even though the PM BLDC motor does not have sinusoidal 
back-emf and inductance variations with rotor angle, the 
analysis of Section 27.4 in terms of the fundamental quantities 
will often suffice. The switching of the inverter using the six 


691 


rotor-position sensors guarantees that the current waveform in 
each phase always remains in synchronism with the back-emf 
of the respective phase. Since the quasi-square phase current 
waveform in each phase coincides with the flat part of the 
back-emf waveform of the same phase, the angle y is clearly 
zero for such operation. Thus, considering fundamental 
quantities, the motor back-emf and torque characteristics 
can be expressed by 


E= Kœ volts 
T=K,Icosy=K,;I Nm 


(27.72) 
(27.73) 


where K; and Ky are equal in consistent units. Note that E and 
I are now RMS values of the fundamental components of these 
quantities. 


27.5.2.2 Sensorless Operation of the PM BLDC Motor 


In spindle and other variable-speed drive applications, where 
the lowest speed of operation is not less than a few hundred 
revs/min, it may be possible to obtain the switching signals for 
the inverter from the motor back emf, thus dispensing with 
rotor-position sensors. The method consists of integrating the 
back emf waveforms, which are the same as the applied phase 
voltage if the other voltage drops are neglected, and comparing 
the integrated outputs with a fixed reference. These compara- 
tor outputs determine the switching signals for inverter. It may 
be noted that the amplitude of the back-emf waveforms is 
proportional to the operating speed, so that the frequency of 
the comparator outputs increases automatically with speed. In 
other words, the angle y and the current waveform relative to 
the back emf waveform in each phase remains the same 
regardless of the operating speed. Integrated circuits are 
available from several suppliers that perform this task of 
sensorless BLDC operation satisfactorily, covering a reasonable 
speed range. 


27.5.3 The PM Sine-Wave Motor 


The PM sine-wave motor, which may also have magnets on 
the rotor surface or buried inside the rotor (as in the interior- 
magnet motor of Fig. 27.46), has sinusoidally distributed 
windings. The airgap flux distribution produced by the rotor 
magnets is also sinusoidal, arranged through magnet shaping. 
Consequently, the back-emf waveform of each phase is also a 
sinusoidal waveform, as indicated in Fig. 27.50, when the 
motor is driven at a constant speed. 

It should be noted, however, that with magnets mounted on 
the rotor surface, the effective airgap is large and uniform so 
that L4 = L} = L,. Because of the large equivalent airgap, these 
inductances are also small, and consequently the armature 
reaction is small. As a result, this motor essentially operates 
with fixed excitation, and there is hardly any scope for altering 
the operating power factor or the rotor mmf, once the motor 
and its drive voltage and current ratings have been selected. 
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FIGURE 27.50 Back emf waveforms of a sine-wave PM motor. 
Speed = 1815 rev/min. 


The PM sine-wave interior-magnet motor, which comes 
with magnets buried inside the rotor as indicated in Figs. 
27.46 and 27.47, has an easier magnetization path along the 
rotor q-axis, so that L} > L4. The small airgap implies that the 
inductances Ly and L} may not be small, and hence may allow 
considerable scope for field weakening. 

If the sine-wave motor is supplied from an SPWM inverter, 
the analyses and vector diagrams of this motor are no different 
from those in Section 27.4 for the nonsalient-pole and salient- 
pole synchronous motor drives. The surface-magnet motor is 
more akin to the nonsalient-pole motor, since Ly = Li = Lz 
whereas the interior magnet motor is more akin to the salient- 
pole motor because of the d- and q-axes inductances being 
unequal. Thus, the equations in Section 27.4 will apply equally 
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well for this motor, both in the steady state and dynamically 
and for both voltage- and current-source supply. 


27.5.3.1 Control of the PM Sine-Wave Motor 


The sinusoidal back-emf waveforms imply that the three- 
phase motor must be supplied with sinusoidal three-phase 
currents if a dc-motor-like (or vector-control-like) torque 
characteristic is desired, as was found in Section 27.4. For 
such operation, the phase currents must also be synchronized 
with the respective phase back-emf waveforms, in other words, 
with the rotor dq-reference frame. This implies operation with 
a specified y angle. Two implementations are possible. 

In one scheme, the stator currents are regulated in the stator 
reference frame and the stator current references are produced 
with reference to the rotor position, as indicated in Fig. 27.51. 
The rotor position 0 is continuously sensed and used to 
produce three sinusoidal current references of unit amplitude. 
The phase angle y of the references relative to the respective 
back-emf waveforms is usually derived from the speed control- 
ler, which defines the field-weakening regime of the drive. The 
operating power factor of the drive may also be addressed 
using the y angle control, as explained in Section 27.4.5. The 
amplitudes of these references are then multiplied by the error 
of the speed controller in order to produce the desired torque 
reference. In this way, both the RMS value I of the phase 
current and its angle y with respect to Ep can be adjusted 
independently (which is equivalent to independent dq-axis 
current control). Three PWM current controllers are indicated, 
but two suffice for a balanced motor. Other types of current 
controllers, such as hysteresis controllers, may also be used. 
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FIGURE 27.51 


Speed-controlled drive with the inner torque loop via current control in the stator reference frame. 
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FIGURE 27.52 Block diagram of current-controlled drive. 


In the second scheme, the motor currents are first trans- 
formed into the rotor dq-reference frame using continuous 
rotor-position feedback, and the measured rotor d- and q-axis 
currents are then regulated in the rotor reference frame, as 
indicated in Fig. 27.52. The main advantage of regulating the 
stator currents in the rotor reference frame, compared to the 
stator reference frame as in the first scheme, is that current 
references now vary more slowly and hence suffer from lower 
tracking error. At constant speed, the stator current references 
are in fact dc quantities as opposed to ac quantities, and hence 
the inevitable tracking errors of the former scheme are easily 
removed by a integral type controller. The other advantage is 
that the current references may now include feed-forward 
decoupling so as to remove the cross coupling of the d- and 
q-axis variables as shown in the motor representation of Fig. 
27.44. The latter scheme is currently preferred, since it allows 
more direct control of the currents in the rotor reference frame. 
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It should be noted that continuous transformations to and 
from rotor dq-axes are required; hence the rotor-position 
sensor is a mandatory requirement. Rotor-position sensors 
of 10-to 12-bit accuracy are normally required. This is gener- 
ally viewed as a weakness for this type of drive. 

The general torque relationship of a sine-wave motor 
supplied from a current-source SPWM inverter is given by 
Eq. (27.69), which is rewritten here 


T =} P(psi, + (La — Liat) (27.74) 


Precise control of the developed torque control requires that 
both 7, and i, be actively controlled in order to regulate it to the 
level determined by the error of the speed controller. For the 
surface-magnet synchronous motor, the large effective airgap 
means that Ly © L, so that iz should be maintained at zero 
level. This implies that the i} current reference in Fig. 27.52 
should be kept zero. For the interior magnet motor, L} > Lj, so 
that i4 and 7, have to be controlled simultaneously to develop 
the desired torque. A few modes of operation are possible. 


27.5.3.2 Operating Modes 


27.5.3.2.1 Operation with Maximum Torque per Ampere 
(MTPA) Characteristic In this mode of control, the devel- 
oped torque T per ampere of stator current is the highest for a 
given rotor excitation. The combination of i, and i, that 
develops the maximum torque per ampere of stator current is 


indicated in Fig. 27.53. The reference signal for the inner 
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FIGURE 27.53 i,—i, trajectories for the maximum torque-per-ampere characteristic and for maximum voltage and current limits of an interior PM 


motor. 
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torque loop normally determines the i 
reference is given by 


reference; the i, 


q 


Ag 
l= 
4 2(L, — La) 


(27.75) 


It should be noted that with 1; = 0, this mode of operation is 
achieved for the surface magnet motor. 


27.5.3.2.2 Operation with Voltage and Current Limits The 
maximum current limit of the motor/inverter, Imaw is 
normally imposed by setting appropriate limits on 7; and i} 
such that 

fat tS La 


(27.76) 


Equation (27.75) defines a circle around the origin of the i,-i 
plane. 

The available dc-link voltage to the inverter places an upper 
limit of the motor phase voltage, V,,,4,. given by 


q 


V? = Va+ Va < Vmax 


(27.77) 


2 
(Lai) + (Laia + Ap) < (=) (27.78) 
where the stator voltages vg and v, are expressed in the rotor 
reference frame, as in Eq. (27.68). Equation (27.78) is obtained 
from the voltage equation of (27.68) when the phase resistance 
R is neglected. Equation (27.78) defines elliptical trajectories 
that contract as speed increases. All three modes of operation 
are included in Fig. 27.53. 


27.5.3.2.3 Operation with Field Weakening This mode of 
operation is normally required for operating the motor above 
the base speed. A constant-power characteristic is normally 
desired over the full field-weakening range. For a given rotor 
excitation of A, and developed power of P), the developed 
torque T and the net rotor flux linkage required for constant- 
power operation can be determined. From this, the limiting 
values for i4 and i, which further constrain the allowable i,-1, 
trajectory as is also indicated in Fig. 27.53, can be determined. 

The operating modes described in the preceding section are 
normally included in a trajectory controller that generates the 
references for i, and 7, continuously, as indicated in Fig. 27.54. 


q 
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FIGURE 27.54 i, and i, trajectory generation satisfying the desired 
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27.5.4 Further Reading 
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Tutorial course, IEEE IAS Society, 1989. 

3. R. M. Crowder, Electric Drives and Their Controls. Oxford Science 
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27.6 Permanent-Magnet Brushless de 
(BLDC) Motor Drives 


D. Patterson 


27.6.1 Machine Background 


Anyone studying electric machines would be aware that the 
classical synchronous machine offers the possibility of the very 
highest efficiencies. These machines have the power-carrying 
conductors in the stationary part; therefore, there is no need 
to transfer high power through a brush system. The field is 
provided on the rotating part either by an electromagnet, 
which does require some very low-power brushes, or at best by 
a permanent magnet with no power requirements at all. 

This is clearly better than the traditional dc machine with 
high-power brushes dand rotating conductors, which also 
provide a very poor path for heat to get away from the 
rotor under overload conditions. You might well then ask, 
“why did we use so many of them?” It was of course because 
the dc machine offered the ability to control the speed fully 
and easily, which the synchronous machine, when running 
from the mains at a fixed frequency, definitely could not do. 
Thus, for example, all electric trains and trams built up to the 
1980s, many of them still in service, use brushed dc motors. 

The induction machine, the workhorse of industry, is quite 
efficient, but because of the need to carry magnetizing current 
in the stator as well as load current, and the existence of slip, it 
cannot be as good as the synchronous machine. It also innately 
has a very limited speed range. 

All this changed with the advent of inexpensive, reliable 
power electronics. Quite suddenly power-electronics engineers 
had the ability to vary both the frequency and the amplitude 
of an ac supply and thus to provide the holy grail of variable- 
speed ac motors. This was first applied to induction machines, 
with the simplest form of open-loop control. The complexity 
of control for synchronous machines added substantially to 
the cost and was not so appealing. Today the thought of 
putting a digital signal processor (DSP) or a microcontroller in 
a small motor controller is no longer as daunting as it was 10 
years ago, so the distinction between the complexity of a 
controller for induction machines and synchronous machines 
has almost disappeared. 

Although power electronics radically changed our attitudes 
towards electric machine design and operation, there was a 
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second very important development that arrived on the scene 
at almost the same time; the appearance of very powerful rare- 
earth permanent-magnet materials. 

The first rare-earth magnet material was samarium—cobalt, 
used in very special applications such as space and defense, but 
it was then, and still is, very expensive. Neodymium-iron— 
boron (NdFeB) came next with even higher energy product. 
Energy product is a measure used to quantify the effectiveness 
of magnets. NdFeB began expensively, but has continued to 
drop in price at a spectacular rate and recently became cheaper 
than ferrites in term of dollars per unit of energy product. 
Thus, all the machines discussed here are permanent magnet 
(PM) machines, in general using NdFeB magnets. 


27.6.1.1 Clarifying Torque vs Speed Control 

As is well understood, given a fixed magnetic flux level, the 
magnitude of the current in a motor determines the magni- 
tude of the torque out of the machine. In a general application 
if a torque is set, the speed is determined by the load. This is 
what happens when driving an automobile. The throttle or 
accelerator varies the torque. The speed can be very slow or 
very high for the same foot position, depending on the road 
conditions and vehicle motion history, even if the vehicle is in 
the same gear. This principle of torque control rather than 
speed control is fundamental to the operation of electric 
machines. When speed control is required in PM BLDCMs, 
it is usual to implement torque control, with an extra outside 
control loop, like a cruise control in an automobile, to use the 
torque control to deliver speed control. So from here on the 
discussion will describe torque control for the variable speed 
motor. 


27.6.1.2 Permanent-Magnet ac Machines 


There are two quite different types of permanent-magnet ac 
machines, actually looking very similar in their physical 
realization but dramatically different in their electrical char- 
acteristics and in the way in which they are controlled. 


27.6.1.2.1 Permanent-Magnet Synchronous Machines These 
are simple extensions of the classical synchronous machine, 
where all of the voltages and currents are designed to be 
sinusoidal functions of time, as they are in the synchronous 
machine when used as a supply generator. These machines are 
known as permanent-magnet synchronous machines 
(PMSMs) or brushless ac machines and are discussed else- 
where in this book. Although the application of sinusoidal 
waveforms everywhere is comforting to many and does result 
in less acoustic noise, fewer ‘stray losses,” etc., there is in 
general a requirement to know the exact rotor angular 
position at every instant of time, with an accuracy on the 
order of 1°. This knowledge is then used to shape the current 
waveforms to be sure that they are in phase with the back emf 
of the windings. Although much research is going on to run 
these machines without position sensors, the reality in the 
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workplace today is that a relatively expensive shaft-position 
encoder is needed with a PMSM in order to control it 
electronically. 


27.6.1.2.2 Permanent-Magnet Brushless dc Machines A 
very much simpler possibility has emerged, which also gives 
the benefits of smooth torque and rapid controllability. This 
results in smaller minimum machine size, yielding maximum 
machine power density. 

For this variant, the current waveforms and the back emf 
waveforms are trapezoidal rather than sinusoidal. In this case 
the machine is known as a permanent-magnet brushless dc 
machine (PMBDCM), with waveforms as shown in Fig. 27.55. 


27.6.1.3 Brief Tutorial on Electric Machine Operation 


The operation of electric machines can be explained in a 
variety of ways. Two possible and different methods are as 
follows: 


1. Using an understanding of the interaction of magnetic 
fields and the tendency of magnetic fields to align. This 
tendency to align is what provides the force that makes 
a compass needle swing around until it aligns with the 
earth’s magnetic field. 

2. Using the physical principle that “a current-carrying 
conductor in a magnetic field has a force exerted on it.” 
This force is commonly known as the Lorentz force. 


The difference between the two explanations is that the first 
method gives better “physical pictures.” However, when one 
gets a little more serious, wanting to put in numbers, the force 
equations, although not greatly more difficult, are a little more 
challenging as they involve vector cross products. 

With the second method, once the principle is accepted, 
there is a particularly simple scalar version of the force 
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FIGURE 27.55 Phase currents as functions of time and the flux density 
on the surface of the rotor as a function of angular position for a typical 
PMBDCM. 
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FIGURE 27.56 


A simple motor with a single coil in the stator and a 
permanent-magnet rotor. 


equation that very rapidly and simply gives numeric answers. 
The directions of the force, current, and motion are all 
orthogonal, i.e., at right angles, and a formal exposition 
would again use a vector cross product. The familiar force 
equation, F = BLI, can be used, where F is the force in 
newtons, B is the flux density in teslas, L is the length of the 
conductor in meters, and I is the current in amperes. 

Consider the simple machine of Fig. 27.56. The rotor is a 
magnet with a north and a south pole, and there is a coil of 
wire in the slots in the stator. Current is shown going into the 
conductor called a at the top of the stator and coming out of 
the conductor called a’ at the bottom. To simulate a real 
machine more closely, one should imagine putting a one-turn 
“coil” of wire into the slot, with a connection made at the back 
of the machine to connect the top wire to the bottom, so that 
when applying a positive voltage is applied to the top wire and 
a negative voltage to the end of the coil (the bottom wire), 
current will flow in at the top and out at the bottom as 
discussed previously. 


27.6.1.3.1 Method 1 If the current is flows into the top and 
comes out of the bottom as marked, then according to the 
right-hand rule magnetic flux will be forced to go through the 
center of the coil from right to left, creating a north pole on 
the left. The flux will then double back through the iron frame 
of the motor to arrive back at the south pole on the right. 

Figure 27.57 shows a computer-generated magnetic-field 
plot. This was produced using finite element analysis and 
modeling the stator as electrical steel, the volume in the center 
as air, and injecting current into the coil. If the permanent- 
magnet rotor is then put inside the stator of Fig. 27.57, the 
rotor will align by rotating 270° counterclockwise. 


27.6.1.3.2 Method 2 In this case, looking at Fig. 27.58, the 
conductor a will be immersed in a quite dense field produced 
by the magnets, with the flux lines going up the page in the 
rotor, across the airgap into the steel of the stator, and heading 
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FIGURE 27.57 A computer-generated magnetic field for current in the 
windings and a stator; the stator is made of electrical steel. 


down the stator to jump back across the lower airgap to return 
to the south pole. If a current is directed into the upper 
conductor and out of the bottom as before, it will produce 
forces. Applying the direction rules associated with the Lorentz 
force, the force on the conductor will be to the right at the top 
and to the left at the bottom. Invoking Newton’s third law, 
which states that action and reaction are equal and opposite, it 
is clear that if the wire is fixed, as it is, then there will be a force 
on the rotor to the left at the top and to the right at the 
bottom; thus, the rotor will move counterclockwise as before. 


27.6.2 Electronic Commutation 


If the rotor of Fig. 27.58 moves, then to keep it rotating in the 
same direction, sooner or later the current in the conductors 
must be reversed. The time at which that needs to be done is 
when the rotor has moved to an almost aligned position. Thus, 
it is not really a matter of time, but rather of rotor position. 
Since the rotor is a permanent magnet, it is a very simple 
matter to determine at least where the physical pole edges are, 
using simple, reliable, and inexpensive Hall-effect (HE) 
sensors. These are small semiconductor devices that respond 
to magnetic flux density. (There are many ways to sense the 


Force on conductor a 


Reaction force on Magnet N 


Reaction force on Magnet S 


Force on conductor a} 


FIGURE 27.58 Lorentz forces on conductor and rotor of a simple 
machine. 
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position of the rotor; however, the remainder of this exposi- 
tion will stay with the HE sensor for simplicity.) 

A very simple motor, relying on the inertia of the rotor for 
continuous rotation, could have a control circuit which sensed 
when the rotor magnet was horizontal and then reversed the 
current in aa’ of Fig. 27.58. 

The traditional “H” bridge switching circuit shown in Fig. 
27.59 does that very effectively. Switch drive logic must ensure 
that either S1 and S4 are on or S2 and S3 are on, and never S1 
and S2 simultaneously, or $3 and S4 simultaneously. This 
simultaneous operation would provide a short circuit. When 
this happens because of errors in the switch-drive signal it is 
called “shoot-through.” There are generally important parts of 
the switch drive signal logic, discussed later, that try to make 
this impossible in normal operation. 

In real motors the permanent-magnet rotor field does not 
change instantaneously from north to south as the rotor 
rotates, so there would be reasonably large angles over which 
torque could not be effectively produced. Also, more coils are 
put in so that the space of the machine frame is used more 
efficiently. 

The use of three “phases,” as in Fig. 27.60, is very common. 
There are many things that balance naturally in a three-phase 
system, and it is the simplest system with which it is possible 


FIGURE 27.59 An “H” bridge circuit that can reverse the current 
through aa’, as drawn with mechanical switches. 


FIGURE 27.60 The physical layout of a three-phase PM BLDC motor. 
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to develop constant and unidirectional torque at all times and 
positions. 

A very common method has developed, known as “six-step 
switching”. In this system three phases are used, and connected 
in a star shape. There is a space between each of the magnet 
poles on the rotor and two phases are activated at any one 
time, the third “resting” as the space between the magnet poles 
Passes over it. 

Although the motor in Fig. 27.60 looks just like a three- 
phase synchronous machine, its operation is rather different. 
As just stated, the windings are invariably star-connected, as 
shown in Fig. 27.61. 


27.6.2.1 Six-Step Switching Explained 

Consider the coil aa’, as shown in Fig. 27.60 and also 
diagrammatically in Fig. 27.61. Current driven into the a 
terminal, coming out of the a’ terminal, will produce, as 
discussed before, flux from left to right, as shown here. 


Ss 


Obviously, if the current direction in aa’ is reversed, the flux 
will be: 


ea 


Similarly if current is driven into b and out of b’, flux will 
result: 


And if it is reversed, 


b 


FIGURE 27.61 
27.60. 


The schematic connection of the windings shown in Fig. 
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Finally, if current is driven into c and out of c’, flux will result: 


And if it is reversed, 


The permanent magnet rotor would tend to align with the flux 
arrow shown in each of the states just shown, as discussed in 
Section 27.6.1.3.1. 

Now if the motor is wired in a star as shown in Fig. 27.61 
and a steady current is driven into a and out of b, the first and 
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the fourth of the cases just shown occur at the same time. They 
add to produce a resultant, 


and the rotor will tend to align with this resultant. 


The Hall-effect sensors are positioned so that just as the 
rotor gets to this point, another arrangement of the windings 
is energized, and the rotor is pulled around another 60°. The 
rotor never quite achieves its desired position! 

If a controller has input power from positive and negative of 
a dc supply and outputs to the terminals a, b, and c only, then 
the sequence of connections shown in Table 27.2 below will 
produce the resultant flux directions as shown, providing 
continuous rotation. 

The switching of Table 27.2 is simply achieved by a variant 
of the “H” bridge, as shown in Fig. 27.62. This process of 
switching current into different windings is called commuta- 
tion and is the equivalent of the sliding brush contacts in a 
traditional brushed dc machine. 


TABLE 27.2 Sequence of connections that results in counterclockwise continuous rotation of the 


rotor of the PM BLDC motor of Fig. 27.60 


When Rotor is at This Terminal a Terminal b Terminal c Flux Directions 
Position, Connections are 
Made as at Right 
Current in Current out Zero A 
° 
D 
eee 
yw Zero Current out Current in 
Current out Zero Current in e 
S 
o 
eee 
Current out Current in Zero oe A 
. 
e 
ge Zero Current in Current out 
| Current in Zero Current out ° 
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FIGURE 27.62 
BLDC motor. 


The switching circuit used for commutation of a PM 


27.6.3 Current/Torque Control 


The preceding discussion has been about current in the 
windings rather than voltage across them. In very simple, 
very small brushless dc machines, such as the one in the 
muffin fan in a computer power supply, voltages are connected 
directly to the windings. For these small motors the resistance 
of the windings is relatively high, and this helps limit the 
actual current that flows and swamps inductive effects. 

There is an extra difficulty that must be addressed with 
high-performance, high-efficiency, well-made machines and it 
adds another layer to the control of the motor. Such machines 
can easily be designed with very low-resistance windings. It is 
not uncommon to have windings for a 200-V machine at the 
20-kW level with winding resistances of less than 0.1 Q. 

When starting, or at a low speed, the current in a winding is 
limited only by the very low resistance, and for the machine in 
this example, by Ohm’s law, I = E/R would result in more 
than 2000 A! 

The most common requirement is for a steady current in 
the windings, to provide a steady torque. There is always a 
back emf generated in the windings whenever the motor is 
rotating, which is proportional to speed and subtracts from 
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the applied voltage. Thus, currents cannot be determined just 
by terminal voltage. The winding does, however, have induc- 
tance. Whenever copper conductors are put in coils in an iron 
structure, particularly if there are low-reluctance magnetic 
paths with only small airgaps, the creation of quite large 
inductances cannot be avoided. These are used to very good 
effect. 

The nature of inductance is that when a voltage is applied to 
an inductor, instantaneous current does not result; rather, the 
current begins to increase and ramps up in a quite controlled 
fashion. If the voltage across the inductor is reversed, the 
current does not immediately reverse; rather, it ramps down, 
will go through zero, and reverses if the reversed voltage is left 
there long enough. However, if the voltage is alternated by 
switching rapidly, as can be done with power electronics, the 
current can be controlled to ramp up and ramp down either 
side of a desired current, staying within any determined 
tolerance of that desired current. 

Figure 27.63 looks very like the simple H-bridge commu- 
tation circuit, but is performing a very different function. It is 
controlling the current amplitude to stay within a desired 
band. If S1 and S4 are turned on, then the current will begin to 
increase from left to right in the winding. The current sensor 
in the circuit detects when the current reaches a value of half 
the hysteresis band of the comparator above the desired 
current level and initiates turn-off of $1 and S4 and turn-on 
of S2 and S3. (If they were all turned off at once, the inductive 
nature of the circuit would produce very high voltages, which 
would cause arcing in mechanical switches, or breakdown and 
failure of semiconductor switches.) The current then begins to 
decrease a small amount, down to half the hysteresis band of 
the comparator below the desired current level, and then the 
switches reverse again. Thus, a desired current level is 
achieved, with an arbitrarily small triangular ripple super- 
imposed, as shown in Fig. 27.64. 


Current sensor, 
voltage output 
proportional 

to current 


Comparator 


Desired Current (torque), with hysteresis; eg 


eg +- 5V represents maximu: 
positive or negative torque. 


FIGURE 27.63 


PWM logic signal output. 
Turns on S1 and S4 if high (current below reference), 
or S2 and S3 if low (current above reference) 


Hysteresis-band current control using pulse-width modulation (PWM). 
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FIGURE 27.64 Hysteresis-band current control and PWM waveforms. 


The general process of controlling by switching a voltage 
fully on or fully off at high speed is called pulse-width 
modulation (PWM), and the specific method of current 
control achieved here with PWM is called hysteresis band 
current control (HBCC). Of course, to keep this current ripple 
small, the switching may need to be very fast, but with modern 
semiconductor switches there is no great problem up to 
100 kHz for small machines and typically above 15 kHz for 
acoustic noise reasons, for machines rated up to several 
hundred kilowatts. 

A perceived “drawback” of HBCC is that the switching 
frequency is determined by circuit inductance, the width of 
hysteresis band, the back emf, and the applied voltage, ranging 
very widely in normal operation. It is not difficult, but it is a 
little more complicated, to use a fixed frequency and a linear 
analog of the current error to modify the pulse width of the 
PWM signal. 


27.6.3.1 Switching Losses 

There is a practical limit to how often semiconductor switches 
can be operated. At every change of state, if the switch is 
carrying current as it is opened, then as the voltage rises across 
the switch and the current through it falls, there is a short 
pulse of power dissipated in the switch. Similarly, as the switch 
is closed, the voltage will take some time to fall and the current 
will take some time to rise, again producing a pulse of power 
dissipation. This loss is called switching loss. Fairly obviously, 
it will represent a power loss proportional to the switching 
frequency, and so the switching frequency is generally set as 
low as it can be without impinging on the effective operation 
of the circuit. “Effective operation” might well include criteria 
for acoustic noise and levels of vibration. 


27.6.3.2 High-Efficiency Method of Managing 
Switching in the H Bridge 

A very common way to control the current with the smallest 
number of switching transitions is to combine HBCC with, for 
example, alternating only S1 and S2 in Fig. 27.65, leaving S4 
on all the time, on the understanding that there will be a back 
emf in the winding and the current can still be increased or 
decreased as desired. 

Thus, when the motor is rotating and the back emf is 
somewhere between zero and the rail voltage, alternating two 
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FIGURE 27.65 
back emf. 


H-bridge switching with one switch steadily on and a 


switches rather than four will still allow current control in the 
coil, using for example HBCC, exactly as before. 

This is a very common control scheme and will need some 
extra logic to reverse the direction of rotation of the motor, by 
either turning S4 off and S3 on continuously, or by swapping 
the control signals to the left and right “legs.” For full servo 
operation, normal H-bridge switching can be used and the 
logic is slightly different, but not significantly more compli- 
cated. However, following the discussion above, the switching 
losses will be higher. 


27.6.4 A Complete Controller 


27.6.4.1 Combining Commutation and PWM 
Current Control 

The real breakthrough is that one set of six switches can be 

used for both PWM and commutation. That is the clever part, 

and also the confusing part when one first tries to understand 

what is going on. 

Thus, in a controller there are two control loops. The first is 
an inner current loop switching at, for example, 15 kHz to 
control carefully and exactly the current in two of the coils. 
Then at a much lower rate, for example at 50 times a second at 
3000 rpm, the two coils doing the work are changed according 
to Table 27.2, controlled by an outer commutation loop, using 
information from the Hall-effect shaft-position sensors. 

A complete controller is shown in block diagram form in 
Fig. 27.66. Various aspects of this block diagram will now be 
examined and explained in detail. 


27.6.4.2 Hardware Details 


27.6.4.2.1 Semiconductor Switches The three most likely 
semiconductor switches for a six-step controller are the 
bipolar junction transistor (BJT), the metal oxide silicon 
field-effect transistor (MOSFET), and the insulated-gate bipo- 
lar transistor (IGBT). Older controllers used BJTs; however, 
contemporary controllers tend to use MOSFETs for lower 
voltages and powers and IGBTs for higher voltages and 
powers. Both of these devices are controlled by a gate signal 
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FIGURE 27.66 A complete controller showing the two feedback paths, one for the position sensors and one for the current sensors. 


and will turn on when the voltage of the gate above the source 
or emitter is greater than about 5 V (about 10 V is common) 
and off when the gate voltage falls below the threshold. 
Systems typically use zero volts for the off state. The controller 
of Fig. 27.66 shows MOSFETs used for the six switches. 

The trick is that the voltage at terminal a, also S1’s source, is 
either ground or the positive potential of the battery, depend- 
ing on which switches are on. Driving S2, S4, and S6 is easy 
since the MOSFET sources are all at the potential of the 
negative rail and the lower gate drive signals are referred to 
this rail. 

There is a range of dedicated integrated circuits that can 
drive the switches S1, $3, and S5 and that use a “charge pump” 
principle to generate the drive signal and the drive power 
internally, all related to the MOSFET source potential. Various 
approaches to this technical challenge of providing a floating 
gate drive are commonly discussed under the generic heading 
of “high-side drives.” 

For the most sophisticated drives, a transformer coupling is 
used to provide a tiny power supply especially for the isolated 
gate drive and to send the control signals through either an 
opto coupler or a separate transformer coupling. The high- 
side drive problems here are exactly the same as those 
encountered in the traditional buck converter, or in drives 
for induction motors and PMSMs. 


27.6.4.2.2 Dead Time and Flyback Diodes Two issues have 
been mentioned that must be addressed when using high- 
speed electronic switches in inductive circuits. 

The first, in Section 27.6.2, “Electronic Commutation,” was 
that care should be taken to ensure that the upper and lower 
switches in the same “leg,” (e.g., SI and S2) are never turned 
on at the same time. If the controller attempts to turn one off 


and the other on at the same instant and switch turn-off is 
slower than turn-on (as it is with BJTs and IGBTs), then a 
short circuit will result for a brief time. The bus capacitor is 
usually very large to provide ripple current (see later) and 
usually of very high quality, being fabricated especially for 
power electronic applications, and can easily provide thou- 
sands of amperes for a few microseconds, which is enough to 
destroy the semiconductor switches. 

The second issue, discussed in Section 27.6.3, “Current/ 
Torque Control,’ is that one cannot turn off both switches in a 
leg at the same time, even for a few nanoseconds, since the 
voltages resulting from attempting to interrupt current in an 
inductor will cause avalanche breakdown and failure of the 
semiconductors. This sounds like quite a dilemma. 

There is actually a very simple and effective solution. At any 
transition the control circuitry ensures that the active switches 
are all turned off before any switch is turned on, usually for a 
few microseconds. This is known as “dead time,’ and its 
provision is an essential part of most of the dedicated 
integrated circuits in use. Then a “flyback”/“freewheel” 
diode is put in antiparallel with each semiconductor switch, 
and this provides the current path during dead time. These 
diodes are shown in Fig. 27.66. 

The diode has a little more loss than the switch, since the 
diode forward drop is more than the switch drop. This is 
significant in a low-voltage controller. However, as stated 
earlier, for a low-voltage controller MOSFETs are the device 
of choice. They have a lesser-known property: When gated on, 
they can carry current in both directions. Intriguingly, the 
“on’-state resistance is lower in reverse than in the forward 
direction! Thus, for low-voltage controllers, when the switch 
forward drop represents a significant contribution to losses, 
the MOSFET is turned on after dead time for both current 
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FIGURE 27.67 
switch drive. 


Dead time introduced into the PWM logic signal, for 


directions. Thus, the higher loss in the diode is only for a few 
microseconds. 

It is not difficult to produce from the PWM signal an “I up” 
logic signal that is used to cause the current to increase and an 
“I down” logic signal used to decrease it, with the timing as 
shown in Fig. 27.67. The function can be executed in sequen- 
tial logic, or with simple analog timing circuits. 


27.6.4.2.3 Semiconductor Detail In MOSFETs and most 
IGBTs, there is a diode already within the device; it is 
unavoidable and results from the fabrication processes. In 
modern power semiconductors, this intrinsic diode is opti- 
mized to be a good switching diode. The serious designer, 
however, will check the specifications for reverse recovery of 
this diode, since in highly optimized controller designs, reverse 
recovery losses in the intrinsic diode can be significant and are 
very difficult to control. In low-voltage controllers one can put 
a Schottky diode in parallel with the intrinsic body diode. The 
Schottky diode, with its lower forward voltage drop will tend 
to take the current and has no reverse recovery problems, but 
the current must commutate to it from the semiconductor die, 
and the inductance of the connections is critical. 
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27.6.4.2.4 The Smoothing Capacitor on the Input to the 
Controller This is a substantial capacitor, often very expen- 
sive (it is shown in Fig. 27.66 as C in), and its design is quite 
challenging. The issue of smoothing is quite serious. If there 
are high-frequency or sudden current changes in the leads 
from the dc supply to the controller, they will radiate electro- 
magnetic energy. Good design will limit the length of conduc- 
tors in which current is changing rapidly. Thus, a very large 
capacitor is placed physically as close to the positive bus of the 
switches as possible, aiming to have steady current in the 
longer conductors from the dc supply up to the capacitor. 
When the motor is running at, say, half speed and providing 
large torques, a very high level of ripple current is carried by 
this capacitor. Kirchhoff’s current law (KCL) must be applied 
at node A, as shown in Fig. 27.68. Good capacitors have a 
maximum ripple-current rating buried in their specification 
sheets. It turns out that in general, the size of the capacitor in a 
given design has very little to do with how much voltage ripple 
one can tolerate at the bus but rather is determined by the 
ability to carry the ripple current without the capacitor 
heating up and failing. It has been known that small electro- 
lytics in prototype controllers mysteriously explode. On 
searching it is found that they are in parallel with the main 
capacitor and quite close to it, so they carry a lot of ripple 
current, then heat up and explode! 


27.6.4.3 The Signal-Processing Block for Producing 
Switch-Drive Signals from Hall-Effect 
Sensors and Current Sensors 


27.6.4.3.1 Operation of the Hall Sensors The flux density 
directly under a magnet pole can be any where from 500 to 
800 mT with NdFeB magnets. Hall effect (HE) sensors with a 
digital output, called Hall-effect switches, change state at very 
close to zero flux density. Thus, they will change state when 
the north and south pole are equidistant from them, so that 
for example, in Fig. 27.69, the switch HE1 is just changing 
state with the rotor as shown. 

In practice a motor designer needs to consider what 
magnetomotive force comes from the current in the windings 
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FIGURE 27.68 Kirchhoff’s current law at node A. 
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FIGURE 27.69 Possible Hall-effect switch positions in a three-phase 
machine. 


that might result in flux which would trip the HE sensor at a 
slightly different time. If you follow all the preceding logic 
about six-step switching, you will see that you only need the 
magnet poles to have a span of a bit more than 120°. Using 
180° magnet poles can add considerably to the cost, as well as 
having an impact on such things as cogging torque. Actual 
designs often add extra “sense” magnets to cover 180° just at 
the circumferential strip where the HE switches are located, 
adding minimally to the magnet mass and ensuring good and 
accurate triggering. However, if the switches operate as shown 
earlier, then Table 27.3 will result for the HE switches located 
as shown in Fig. 27.69. 

Figure 27.66 shows two current sensors. In the most 
sophisticated systems there are two current sensors, one in 
each of two motor phases. The current sensing is done at the 
winding and isolated with either an HE sensor in a soft 
ferromagnetic magnetic core surrounding the conductor 
(commercial items are available), or by using a resistive 
shunt sensor and some accurate analog signal isolation/cou- 
pling through transformers or opto couplers. The isolation is 
necessary since the potential at points a, b, and c is either the 
dc bus voltage or zero, depending on which switches are on, so 
that any current measure such as the small voltage across a 
shunt is superimposed on these very large voltage changes. 
This is a very similar problem to that for the high-side gate 
drives discussed earlier. The current in the third winding is 
determined by the algebraic application of KCL, given the 
other two readings. 


27.6.4.3.2 Sensing the Current in the Motor Windings 
Simple controllers sometimes avoid the complexities of 
isolated current measurement and instead measure the current 
in the return negative supply, for example from the bottom of 
the three lower switches to the bottom of the supply-smooth- 
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TABLE 27.3  Hall-effect switch outputs for rotor positions as shown, HE 
switches placed as in Fig. 27.69 


HE1 
Outputs 


HE2 
Outputs 


When the Center of the Rotor 
North Pole is in This Sector 


HE3 Outputs 


A¥VYAYAV 


ing capacitor. This arrangement senses current when an upper 
and a lower switch is on, but not when the current is being 
carried in flyback diodes or by two lower switches. Although it 
is inexpensive, it does not provide fully accurate control. The 
system works because the current should be decreasing when a 
measure is not available, heading toward zero, so switch or 
system failure due to overcurrent should not occur. 


27.6.4.3.3 Detail of Management of Current Sensing The 
controller must select the right current to increase or decrease, 
dependent on rotor position. The following convention is 
adopted. Positive current provides torque in the counterclock- 
wise direction and therefore goes into winding a, b, or c. 

All systems are capable of regeneration, which implies that 
negative torque can be commanded (without reversing the 
direction of rotation) to make the machine operate as a 
generator, developing retarding torque. 

Thus, for the preceding sequence of sector determinations, 
referring back to Table 27.2, the output of current sensors 
should be directed to the current controller as shown in Table 
27.4. 

The addition and negation required can be carried out with 
standard operational amplifier circuitry. The three required 
analog measures are then fed to a three-to-one analog multi- 
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TABLE 27.4 Current sensors to use as input to the current controller for 
each of the six rotor position sectors 


Hall-Effect Switch Outputs 
(HE1, HE2, HE3) 


Monitor Current as Read by 


100 Sensor a 
110 Negative of (sensor a + sensor b) 
111 Negative of (sensor a + sensor b) 
O11 Sensor b 
001 Sensor b 
000 Sensor a 


plexer, gated from the HE switch signals suitably processed in 
combinational logic. The resulting single analog output is fed 
to the current comparator. 


27.6.4.3.4 Detail of Logic for Directing Control Signals to the 
Right Switches Given that dead time is introduced elsewhere 
in sequential logic, or with timing circuits, it is a simple matter 
to develop the combinational logic for directing, or steering, 
the switching signals to the right switches. A typical scheme 
for a specific controller is shown in Table 27.5. 

It is usual also to include some shut-down logic from 
dedicated protection circuits, for example sensing overcurrent, 
over bus voltage, undervoltage for gate drive, and over 
temperature both in the motor and in the controller power 
stage. For simplicity, this is not shown in the table. 


27.6.5 Summary 
27.6.5.1 What Has Been Discussed 


The physical principles of the operation of a PM BLDC motor 
have been discussed, which led to the development of the 
necessary parts of a power electronic controller. One specific 
type of current control, Hysteresis band current control, was 
explained in detail, and one specific type of switch logic 
pattern was developed. The exposition has included many of 
the issues that can cause difficulties for controller designers if 
they are not careful. 


TABLE 27.5 Summary of logic used to steer 7 up and J down signals to 
the correct switches and to turn on the correct lower switch, for the 
scheme discussed in section 27.6.2 


HE States (1, 2,3) S1 S2 s3 S4 S5 S6 

100 Iup Zdown 0 1 0 0 

011 0 0 0 1 I up Z down 
011 0 1 0 0 I up ZI down 
000 0 1 I up Zdown 0 0 

100 0 0 I up Zdown 0 1 

110 Iup Zdown 0 0 0 1 
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27.6.5.2 What Has Not Been Discussed 


Many PM BLDC motors have more than one pair of poles. 
The foregoing arguments can all be extended to higher pole- 
count machines by taking any mention of degrees to be 
electrical degrees rather than mechanical degrees. The control- 
ler discussed in detail only manages one direction of rotation. 
It is an excellent exercise, and straightforward, but not trivial, 
to repeat the preceding steps, preparing the tables for clock- 
wise rotation of the simple machine discussed earlier. Then, 
following the discussion in the first part of Section 27.6.3, 
“Current/ Torque Control,’ about H-bridge switching, prepare 
the logic tables again for full bidirectional control, using the T 
up and I down logic signals exactly as before, but applying 
them to both “legs” determined by the rotor position. Only 
one form of current sensing was discussed in detail. There are 
many simpler schemes in use that do not have quite the 
flexibility and accuracy of the foregoing, but that can suit 
certain applications. Similarly, there are other forms of current 
control, such as the constant frequency linear method briefly 
discussed. Shaft-position sensors take many forms. Adherence 
to the HE sensor was for simplicity, and to reinforce the 
magnetic-field aspects of the machine operation. 


27.6.6 Further Reading 


Apart from power electronics texts, which usually cover this 
area very sketchily, there are three small books that are 
specifically about machines, but have more detail on the 
range of controllers used. 


1. Timothy J. E. Miller, Brushless Permanent-Magnet and Reluctance 
Motor Drives. Oxford University press, 1989. For square-wave brushless 
dc motors. 

2. T. Kenjo and S. Nagamori, Permanent-Magnet and Brushless DC 
Motors. Oxford University Press, 1985. For small machines used 
particularly in consumer electronics. 

3. Duane C. Hanselman, Brushless Permanent Magnet Motor Design. 
McGraw-Hill, 1994. For the possible range of controllers in the last 
chapter. 

4. Application notes from the various integrated circuit companies, 
particularly those that specialize in motor control. 


27.7 Servo Drives 


M. F. Rahman 


27.7.1 Introduction 


Servo drives are motor drives that operate with high dynamic 
response. Historically, servo drives have implied motion- 
control systems in which sophisticated motor design, drive, 
and control techniques have been employed to obtain very 
much shorter positioning times than is possible with conven- 
tional drive systems. Examples are in machine tool drives, 
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robotic actuators, computer disk drives, and so on. The power 
range for these drives has typically been in the range of a few 
kilowatts or less. This range has steadily increased in recent 
years as a result of advances in magnetic materials, machine 
design, power and signal electronic devices, and sensors. 

Apart from the fast positioning times, “high dynamic 
response” also means that the drive operates with the follow- 
ing: 


1. Very smooth torque up to a very low speed 
2. Very high reliability and little maintenance 
3. Immunity from load disturbances 


The last of the foregoing items is brought about by robust and 
intelligent control algorithms; the first two items are brought 
about by innovative and often costly motor and controller 
designs. As a result of these, the cost of a servo motor drive is 
usually much higher than equivalent power rated industrial 
drives. 

The distinctions just mentioned may be easily recognized by 
noting, for example, that the drives that bring material in 
a mill may not require high performance, but the drives 
that take part in shaping, milling, or reducing the material 
should have high dynamic response in order to increase 
throughput and meet the accuracy requirements of the final 
product. 


27.7.2 Servo-Drive Performance Criteria 


The performance of a servo drive can be expressed in terms of 
a number or factors such as servo bandwidth, accuracy, 
percentage regulation, and stiffness. While servo bandwidth 
indicates the ability of the drive to track a moving or cyclic 
reference, the percentage regulation and stiffness stipulates the 
drive’s static holding performance for speed or position, in the 
face of disturbances from the load and in the supply condi- 
tions. The servo bandwidth, given as a frequency in hertz, is 
often found from the system frequency response plot, such as 
the Bode diagram. 

The percentage regulation of a speed-controlled system 
often refers to the percentage change in speed from no load 
to full load. In a type-zero system this figure will have a finite 
value. Many systems are type zero, albeit with a high gain so 
that the regulation is acceptably low. For such systems, the 
regulation is often necessary for operational reasons. In some 
applications, zero percentage error is required, which calls for 
type 1 or integral type control system. 

The servo stiffness is similar to the percentage error 
mentioned earlier, but it applies mainly for the position 
servo. It specifies the deflection of the load from its reference 
position when full load torque is applied. Its is usually the 
slope of the deflection versus the applied load torque in 
rad/Nm around the reference position. 


705 


27.7.3 Servo Motors, Shaft Sensors, and Coupling 


Servo drives use motors that allow the desired goals of high 
dynamic response to be achieved. The following are the 
important parameters/attributes of a servo motor: 


High torque-to-inertia ratio 

High torque-to-volume ratio 

Low inductance of the motor windings 
Low cogging torque at low speed 
Efficient heat dissipation 

Low coefficient of shaft compliance 
Direct coupled, high-resolution, 
sensors for position and speed 


SEO Oe 


shaft-mounted 


High torque-to-inertia ratio allows fast acceleration or decel- 
eration of the drive when motion references are changed. This 
is often achieved through innovative low-inertia rotor design 
and low inductance in the stator winding. One example of a dc 
servo motor is the pancake printed armature dc motor with 
no iron in the rotor, as indicated in Fig. 27.70. The rotor is 
sandwiched between axially mounted stator poles. The 
commutator is also on the printed armature. Another example 
is the disk rotor stepping motor, also without iron in the rotor, 
as indicated in Fig. 27.71. 

PM ac synchronous motors with modern high-energy- 
density magnets in the rotor, as described in Section 27.6, 
are also examples where the motor designer strives to mini- 
mize the rotor inertia. Modern permanent magnets allow the 
required airgap flux to be developed with a much-reduced 
volume of the magnets, consequently reducing the diameter of 
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FIGURE 27.70 Pancake armature of a dc servo motor. Courtesy: 
Printed Motors Ltd., UK. 
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FIGURE 27.71 A disk rotor stepping motor with ironless rotor for low 
inertia and inductance. Courtesy: Escap Motors. 


the rotor. It is well known that the moment of inertia of a 
motor increases as the fourth power of its outer radius! 

Another benefit of the modern permanent magnet material 
is that the motor volume is also reduced. Servo motors often 
have to be located in a very confined space, and this reduction 
is volume is an important attribute. 

The ironless designs mentioned earlier bring other benefits 
in the form of reduced inductance and cogging torque. 
Brushed pancake ironless motors are available with armature 
inductance as low as 100 uH. 

From Section 27.2.2, the mechanical and electrical time 
constants of a brushed dc motor are given by 


a 


KpKr 


Tm = mechanical time constant = s 
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and 


by aet L 
Ta = electrical time constant = re s 
a 


It is well known that for the highest load acceleration, the load 
inertia referred to the motor should be equal to the rotor 
inertia. Thus, in a matched system, the total inertia the motor 
accelerates is twice its own inertia. In other words, the motor 
inertia should also be minimized. 

For a good servo motor, the ratio between the mechanical 
and the electrical time constants is often of the order of five or 
more. This allows the speed and the current-control loops to 
be decoupled and noninteracting. The electrical time constant 
of a motor determines how quickly the motor current may be 
changed and hence how quickly torque can be developed. As 
also mentioned in Section 27.2, drives with a reasonable 
dynamic performance should have an inner torque loop. 
This torque loop is built around current loops, for the 
armature for the brushed dc motor, or for the d- and q-axis 
currents for the induction and synchronous motor drives. 
Having a low inductance in the winding allows these currents 
to be followed dynamically changing current or torque refer- 
ences with higher accuracy and bandwidth. 

The cogging torque, if appreciable, causes the rotor to have 
preferential positions. As a result, the position accuracy of the 
motor may suffer. Another problem is the ripple in speed as 
the motor is operated at low speed. At high speed, these 
ripples due to cogging torque may be filtered out by the motor 
inertia; however, the extra loss due to cogging remains. The 
ironless or toothless rotor obviously produce very small 
cogging torque because of the absence of preferential paths 
for the airgap flux to establish through the rotor iron of the 
brushed dc motor. The surface magnet synchronous motor 
also has this feature. The interior magnet motor normally has 
skewed stator slots to avoid production of cogging torque. 

Servo motors often operate with frequent start-and-stop 
duty, with fastest allowable acceleration and deceleration 
during which the motor current is allowed to reach about 2 
to 3 times the continuously rated current. The increased I'R 
loss in such duty must be dissipated. This calls for adequate 
cooling measures to be incorporated in the motor housing. 
With such operation, it is sometimes possible to excite 
mechanical resonance due to shaft compliance. This is avoided 
through proper arrangement of the shaft position/speed 
sensor and the coupling between the motor and the sensor. 
A belt-driven speed sensor may be acceptable for an industrial 
drive; however; for servo applications, a rigid, direct-coupled 
sensor mounted as close as possible to the motor armature is 
preferable. Additionally, the speed sensor is also required to 
have negligible noise. Speed signal from analog tachogenera- 
tors, which were used for speed sensing until recently, invari- 
ably needed to be filtered to remove the cyclic ripple/noise 
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that existed. Such filtering often limits the maximum speed- 
control bandwidth of a drive. 


27.7.4 The Inner Current/Torque Loop 


The inner current loop(s) in a servo motor drive play a more 
important role than just limiting the current in case of over- 
load. These loops operate continuously to regulate the motor- 
developed torque so as to meet the load demand, and for 
meeting the speed trajectory specified by the motion control- 
ler. Motor drives of high dynamic response currently employ 
PWM current sources. These sources use MOSFET or IGBT 
switching devices that allow the modulator to be operated 
with a switching frequency between 10 and 25 kHz. At these 
frequencies, the inherent switching delay, which is equivalent 
to half of the PWM switching period, is made rather small for 
the bandwidth of the torque control loop. The bandwidth of 
the current control loops closely represents the bandwidth of 
torque control. This because the motor-developed torque 
generally proportional to these currents. Servo drives up to a 
few kilowatts presently have torque/current control-loop 
bandwidths in excess of 1 kHz. 

For higher power, fast-response drives, such as those used in 
the metal-processing industries, thyristor converters have been 
used for many years. The switching frequencies of these 
converters are rather low, being some multiple of the mains 
frequency, according to the converter chosen. Fortunately, the 
larger mechanical time constant of the larger power motor and 
the nature of the applications have allowed the 300-Hz (360- 
Hz in the United States) switch frequency of the three-phase 
thyristor bridge converter to be used satisfactorily in many 
applications requiring high dynamic response. The growing 
availability of faster and higher power IGBT devices is conti- 
nually enhancing the dynamic performance of larger drives. 

Fast-response, inner torque-control loops have in recent 
years been extended to ac induction and synchronous motors. 
These motors were hitherto considered only for industrial 
drives. The vector methods described in Sections 27.3 and 
27.4, which employ inner quadrature axis current controllers 
in the synchronous (for the induction motor) or the rotor (for 
the synchronous motor) reference frame, have transformed 
the prospects of ac motor drives in servo applications. 

Because of the fast dynamic response requirement of servo 
drives, the servo motor is nearly always driven with the 
maximum torque per ampere (MTPA) characteristic. Field 
weakening is normally not used. In other words, field control 
either directly for a brushed dc motor or a synchronous motor 
or indirectly through armature reaction (i.e. through i, 
current control) for induction or PM ac synchronous 
motors is not used for field weakening. It is nevertheless 
used for regulating the field at the desired level. Field weak- 
ening is mainly used for drives where operation at higher than 
base speed with constant-power characteristic is desirable. 
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27.7.5 Sensors for Servo Drives 


Servo drives require high-bandwidth current sensors for the 
inner torque loop and high-accuracy, noise-free speed and 
position sensors for the outer loops. The current sensor is 
often a Hall device with an amplifier, which can have band- 
widths as high as 100 kHz. The inner current loop both limits 
and continuously regulates the motor current in all operating 
modes of the drive, including acceleration and deceleration. 
About 2-3 times the continuous rated current of the motor is 
tolerated during acceleration and deceleration. This entails 
limiting the speed controller output to the level corresponding 
to the current sensor output for the limiting values of motor 
currents. 

The current-sensor output has to be filtered to adequately 
remove the switching frequency noise. Otherwise, certain 
switching devices in converter may be overloaded. This task 
is more important for the thyristor converters for dc drives for 
which the switching frequency is rather low. This filtering of 
the current sensor output limits the bandwidth of the current- 
control system, i.e., the inner torque-control loop. 

Performance of servo-motor drives depends critically on the 
noise and accuracy of the speed and position sensors. Synchro- 
resolvers with 12-bit or higher digital accuracy were used in 
many servo-drive systems until recently. The advent of cheaper 
incremental and absolute optical encoders has altered this 
situation completely. These digital sensors are actually position 
sensors. The speed information is derived from positions 
measured by discrete differentiation. Such differentiation is 
not feasible with analog position sensors, because of the noise. 

Analog tachogenerators are also avoided for speed servo 
systems. This is because of the tachogenerator ripples inherent 
in the sensor. 

Modern discrete position sensors provide for virtually 
noise-free speed and position sensing. This allows very fast 
dynamic response to be achieved if the switching frequency of 
the converter allows it. 


27.7.6 Servo Control-Loop Design Issues 
27.7.6.1 Typical Controllers 
27.7.6.1.1 Proportional Controller A proportional control- 
ler provides for a straight gain to amplify the error signal. It 
has no discriminatory properties. With the input and feed 
resistance values indicated in Fig. 27.72, the total gain of the 
controller is K + 1. 

For this controller, 


v, = (K +1)(6; — 9) (27.79) 


27.7.6.1.2 Transient Velocity Feedback Controller It is well 
known that a following error will exist in the preceding system 
when a moving or ramp reference is tracked. If a rate feedback, 
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FIGURE 27.72 Proportional controller. 


such as the speed feedback in a position-control system, is 
used to damp the system, this error is further increased. To 
overcome this following error due to velocity feedback, tran- 
sient velocity feedback can be used as indicated in Fig. 27.73. 

The speed (velocity) signal is passed through an RC circuit 
at the input of the amplifier circuit. An input current occurs 
only when the speed signal changes. In the steady state, the 
capacitor is fully charged, so that no following error in the 
steady state due to the velocity feedback can exist. 

In the steady state when the velocities are equal, the output 
may lag or lead depending on the relative values of R, and R}. 
It can be shown that in the absence of frictional load torque, as 
is often the case in servo applications, no following error is 
introduced if R) = R}. 


27.7.6.1.3 Integral Controller In the transient-velocity and 
error-rate feedback schemes, a following error will exist if 
viscous friction and load torque are present. If such loads are 
present, the system gain has to infinity to have zero error. Very 
large gains will make any physical systems unstable, unless 
bandwidth limitations exist. One way to employ infinite gain 
in the steady state is to use an integrator. This amplifies the 
steady-state error until it is eliminated. 

Normally, a proportional plus integral (PI) action is used. A 
derivative term is normally not used in the control system of a 
drive system, since the drive feedback signals are very noisy. 
Instead, derivative signals are obtained through sensors such 
as tachogenerators. The structure of a PI controller is indicated 
in Fig. 27.74. It can be shown that there will be no steady-state 
error even in the presence of frictional or other load torque. 
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FIGURE 27.73  Transient-velocity controller. 
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FIGURE 27.74 


Integral-type controller. 


Many types of more complex controllers are available, such 
as the variable-structure controller. Drives with fuzzy control- 
lers have also been in the marketplace for some years. 

The controller circuits just described are usually implemen- 
ted in analog circuits using operational amplifiers. Digital 
implementations are also being gradually introduced using 
embedded microcontrollers and digital signal processors. 


27.7.6.2 Simplified Drive Representations and 
Control 


Consider the block diagram of Fig. 27.75 in which individual 
elements (blocks) are represented in terms of their transfer 
functions in terms of the Laplace operators. 

Here, G,(s), Gels), Gr(s), Hr(s), and H,(s) represent the 
transfer functions of the power converter plus the motor, the 
controller, the load, the sensor (of speed in this example), and 
the filter following the sensor, respectively. The reference input 
for speed and the feedback signal are connected to a summing 
junction of an operational amplifier through resistors R; and 
Ry, respectively. 

The preceding system can be simplified to that shown in 
Fig. 27.76, and further to that in Fig. 27.77. 

In general, if the individual control blocks are approximated 
as first-order systems and are mutually decoupled, meaning 
that each block operates in a frequency band that is far outside 
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FIGURE 27.75 Block-diagram of a speed-control system. 
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FIGURE 27.76 Simplified representation of Fig. 27.75. 
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FIGURE 27.77 Further simplified representation of Fig. 27.75. 


the frequency bands of all other blocks, then the foregoing 
systems can be represented by a transfer function of the form 


K 
(1+ sT,)( + sT,) + sT + sTy)--- 


G,(s) = (27.80) 


When T; and T, are much smaller time constants than T, and 
T,, the preceding may be approximated by 


K 
G = 27.81 
(9) = Cy Ta + Ta +51) we) 
where T,= T; + 7,+---, etc. A dc-motor speed-control 


system with current and speed sensors falls in this category. 
For such a system there exist two dominant time constants 
(poles). 

For such a system, a proportional plus integral controller is 
of the form 


(1 + sti) + sty) 
St(1 + stz,)(1 + stp) 


GAs) = (27.82) 


One optimization criterion (Kessler’s) stipulates that t, ~ T}, 
>, and t, = 2KT,. With this stipulation, the transfer 
function of the complete system is given by 


Ta © 


1 


G(s) = G,(s)G,(s) = 2sT(1 + T) 


(27.83) 


and 


Cs 1 
VAs) 1+G 1+2sT,+2s?T, 


(27.84) 


Note that two filter time constants tp, and Tp are included in 
G,(s) for the sake of its realizability. These can be relegated to 
frequencies far higher than the range of interest and can be 
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4.7T; t 
FIGURE 27.78 Response of the optimized system of Fig. 27.75. 


ignored for further analysis of the system. For an unit step 
input of v;, the output v is given by 


t 
v(t) = 1— V2" sin( — +" for t>0. (27.85) 
2T, 4 


A typical output is sketched in Fig. 27.78. 

If the transfer function G(s) has one dominant time 
constant T\(s), as for the field current control of a dc motor, 
a suitable controller is the form 


(1+ sT) 


CAS) = st (1 + sTp) 


(27.86) 


In some cases, the transfer function G,(s) is of the form 


K 
sT,(1 + sT,)(1 + sT,) 


G,(s) = (27.87) 


where T, is the sum of a number of short time constants, 
associated with sensors, switching frequency, and so on. The 
current controller of the dc motor with back emf has such a 
characteristic. A suitable PI controller for this system is 


GOs (1 + st, )(1 + st) 


= 27.88 
EETA oe 


For this system, Kessler’s optimization criterion stipulates that 


t, =4T,, 7 =T,, and t,=—— 
T 
The transfer function of the complete system is then 


V(s) 1+ 4sT, 
Vs) 1+ 4sT, + 882 T2 + 88 T3 


(27.89) 


The peak overshoot of this system to a unit step unit is usually 
unacceptable, as indicated by the response of Fig. 27.80. This 
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FIGURE 27.79 Block diagram representation of a typical current 
controller. 
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FIGURE 27.80 Optimized response of the system of Fig. 27.79. 


overshoot is usually reduced by inserting a first-order filter in 
the reference circuit. The filter network and the responses are 
given in Fig. 27.79. 


27.7.7 Further Reading 


1. George W. Younkin, Industrial Servo Control Systems: Fundamentals 
and Applications. Marcel Dekker, 1996. 

2. B. C. Kuo and J. Tal, Incremental Motion Control 1: DC Motors and 
Systems. SRL Publishing, 1978. 

3. D. Shetty and R. Kolk, Mechatronics Systems Design. PWS Publishing, 
1997. 

4. A. Fransua and R. Magureanu, Electric Machines and Drive Systems. 
Techical Press, Oxford, 1984. 


27.8 Stepper Motor Drives 


M. F. Rahman 


27.8.1 Introduction 


A stepper motor is a positioning device that increments its 
shaft position in direct proportion to the number of current 
pulses supplied to its windings. A digital positioning system 
without any position or speed feedback is thus easily imple- 
mented at a much lower cost than with other types of motors, 
simply by delivering a counted number of switching signals to 
the motor. Typically, a 200-steps-per-revolution stepper motor 
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with 5% stepping accuracy will be equivalent to a dc motor 
with a 12-bit (or 4000 counts/rev) encoder plus the closed- 
loop speed and position controllers for obtaining similar 
positioning resolution. This advantage, however, is obtained 
at a cost of increased complexity of the drive circuits. A 
disadvantage of the motor is perhaps its inability to reach 
an absolute position, since the final position reached is only 
relative to its arbitrary initial position. Nevertheless, the true 
digital nature of this motor makes it a very suitable candidate 
for digital positioning systems in many manufacturing, auto- 
mation, and indexing systems. 

The working principle of stepper motors is based on the 
tendency of the rotor to align with the position where the 
stator flux becomes maximum (i.e., seeking of the minimum- 
reluctance position, also called the detent position). The rotor 
and the stator are both toothed structures, and the stator 
normally has more than two windings to step the rotor in the 
desired direction when they are energized in certain combina- 
tions with current. Some motors additionally have permanent 
magnets embedded in the rotor that accentuate an already 
existing, zero-excitation detent torque. These motors hold 
their positions even when the stator excitations are removed 
completely, a feature desirable for some applications. 

In addition to the point-to-point stepping action, these 
motors can also be operated at high slewing speed, simply by 
increasing the pulsing rate of phase currents. Since the motor 
is inherently a synchronous actuator, the pulsing rate has to be 
increased and decreased properly, so that the rotor may follow 
it. At the end of a complete run, the motor always stops at the 
desired incremental position or angle without any accumu- 
lated error. The only error that may be encountered is mainly 
due to the machining accuracy of the teeth in the stator and 
rotor. This error is of the order of about 5% of one step 
position/angle and it is nonaccumulative. 


27.8.2 Motor Types and Characteristics 


27.8.2.1 Single-Stack Variable-Reluctance Stepper 
Motor 


Single-stack motors are normally of the variable-reluctance 
type with no excitation in the rotor. The cross section of a 
three-phase motor with two stator poles/phase and four rotor 
poles are indicated in Fig. 27.81. The motor can be stepped 
clock or anticlockwise by energizing the phase winding in the 
ABCA or ACBA sequence, respectively. The step angle, i.e., the 
angle moved by rotor for each change in excitation sequence, 
of the motor is given by 


360° 
0, =—— 
Np 


(27.90) 
where N is the number of phases in the stator and p is the 
number of poles in the stator. Single-stack motors typically has 
larger step angles than other types because of limitations of 
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FIGURE 27.81 
per motor. 


Cross section of a single-stack variable-reluctance step- 


space for the windings. The step angle of these motor tend to 
be larger than the multistack and hybrid stepper motors. 

For each excited winding, the motor develops a torque- 
angle (T-0) characteristic as indicated in Fig. 27.82. Note 
there are two equilibrium positions of the rotor, namely, X 
and Y, where the motor develops zero torque. 

The position X is referred to as the stable detent position, 
around which the rotor develops a restoring torque when 
displaced. The restoring torque increases as the rotor is moved 
from its detent position, becoming a maximum T,,,, on either 
side of this position. The slope of the T-0 characteristic 
around this detent position and the maximum torque, both 
of which depend on the level of excitation, indicate how far 
the rotor will be displaced under load torque. This means that 
the level of excitation also affects the position holding accuracy 
of the motor. 

The motor may also be excited in the sequence: AB—BC-CA 
or AB—CA-BC for forward and reverse stepping, respectively. 
The two phases-on scheme develops more torque around the 
detent positions at the expense of twice the resistive losses. 

Yet another excitation scheme is AB~B—BC-C-—CA-—A-AB 
for forward stepping and AB—A-AC-C-BC-B-AB for reverse 
stepping. In this scheme, the step size is halved as opposed to 
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FIGURE 27.82 Static torque characteristic of a stepper motor. 
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the full-step size of the previous sequences. Two different levels 
of torque is produced for alternate detent positions. However, 
the reduced step size and the more damped nature of each step 
may outweigh this disadvantage. 


27.8.2.2 Multistack Variable-Reluctance Stepper 
Motor 

In a multistack variable-reluctance motor, the stator windings 
are stacked along the shaft. Fach stack section now has the 
same number of poles in the stator and the rotor. Normally 
each stator stack is staggered with respect to its neighbor by 
one Nth of a pole pitch, where N is the number of stator/ 
rotor phases or sections. The cutout view of Fig. 27.83 shows 
some internal details of a six-phase multistack motor, in which 
each stack has a phase winding between two rings, each with 
32 stator and rotor poles. The step size of this motor is 


360° 360° 
0, = =— = = 1.875° (27.91) 
Np 6x32 
The excitation sequence of this motor is similar to the ones 
mentioned in Section 27.8.2.1, except that more excitation 
sequences are available. When a stator winding is energized, 
the rotor poles of that section tend to align with those defined 
by the stator excitation. The stator and rotor teeth in the other 
sections are not aligned. By changing the combination of 
excited phases to the next in sequence, the rotor is made to 
move by one step angle. 


27.8.2.3 Hybrid Stepper Motor 


A hybrid stepper motor has an axially oriented permanent 
magnet sandwiched between two sections of the stator and 
rotor, as indicated in Fig. 27.84. The magnet flux distributes 
radially through the two stator and rotor sections, both of 
which are toothed, and axially through the back iron of the 
stator and the shaft. The stator has two phase windings, each 
of which creates alternate polarities of magnetic poles in both 


FIGURE 27.83 Cutout view of a six-phase, multistack, variable-reluc- 
tance stepper motor. Courtesy: Pratt Hydraulics, UK. 
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FIGURE 27.84 Axial section of the hybrid motor. 


sections of the stator. Stator windings are excited with bipolar 
currents, as opposed to the unipolar currents in the variable- 
reluctance motors of the two preceding sections. The magnetic 
flux produced by the stator windings is circumferential in each 
stator and rotor section, but also crosses the airgap radially. It 
does not, however, pass through the rotor magnet. The two 
rotor sections are offset by half its tooth pitch. 

The rotor magnet causes to the stator and rotor teeth to 
settle at the minimum reluctance position with a modest 
amount of detent torque to keep the rotor in position when 
the stator windings are not energized. The rotor magnet flux 
distributes outward through stator poles 3 and 7 in section X 
and inward through poles 1 and 5 in section Y, as shown in 
Fig. 27.85a and 27.85b. When stator windings A and B 
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(indicated as dark and faint shaded, respectively) are energized 
with positive and negative currents, respectively, the resulting 
stator flux also distributes through these same poles, so that 
the rotor then develops a much higher detent torque (T-0) 
characteristic. The motor can be stepped forward or backward 
by energizing windings in sequence AB~AB-AB-AB or AB- 
AB-AB-AB, respectively, where the overbar indicates the 
polarity of currents in phases A and B. 
The stepping angle of a hybrid stepper motor is given by 


90° 
P 


0 (27.92) 


Ss 


where p is the number of rotor poles. 


27.8.2.4 Permanent-Magnet Stepper Motor 
Permanent-magnet stepper motors have alternate polarities of 
permanent magnets on the rotor surface while the rotor iron, 
if it is used, has no teeth. In one type of construction, the rotor 
has no iron, and the stator consists of two windings that set up 
alternate poles when energized, just as in the case of the hybrid 
motor. The rotor consists of permanent magnets, alternately 
polarized, attached to the surface of a nonmagnetic disk, as 
shown in Fig. 27.86. The stator and rotor fluxes cross the 
airgap, one on either side of the disk, axially. 


27.8.3 Mechanism of Torque Production 
27.8.3.1 Variable-Reluctance Motor 


If it is assumed that the current in the excited winding remains 
constant, the production of static torque of a variable reluc- 
tance motor around a detent position is given by 


= (27.93) 


(b) 


FIGURE 27.85 Cross section of the hybrid motor. (a) Section X; (b) section Y. 
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FIGURE 27.86 Rotor of a PM stepper motor. Courtesy: Escap Motors. 


This torque expression may also be expressed as in (27.94) 
when it is further assumed that the inductance of the excited 
winding at any given position remains constant for all currents 


dL 


a (27.94) 


T= E t 
2 

The developed torque is due to the variation of inductance (or 
reluctance) with position. Note that the direction of current 
has no bearing on the developed torque. When the stator and 
rotor poles are perfectly aligned, as indicated in Fig. 27.87a, 
the inductance L changes little with a small change in 0. The 
developed torque is thus very small around this position, 
corresponding to the position X in Fig. 27.82. When the 
stator and rotor teeth are unaligned, as in Fig. 27.87b, L 
changes more significantly with 0, and the restoring torque 
becomes much larger. As 0 increases, dL/d0 goes through a 
maximum, producing Tmax- It should be noted that around a 
stable detent, L reduces as 0 increases, so that the slope of the 
T-0 characteristic is negative at the origin. Beyond the 
position where Tmax is developed, L increases as a result of 
the next set of rotor teeth coming under the stator teeth. This 
explains the drop in T,,,, and the positive slope of the T-0 
characteristic in the region between where T,,,, is developed 
and Y in Fig. 27.82. 

If stepper motors are operated in magnetically linear region 
where L remains constant with current for a given angular 
position, the developed torque per unit volume is small. 
Because of this, steppers motors are normally driven far into 


aN 


A, 


(a) (b) 


FIGURE 27.87 Stator and rotor teeth alignment. (a) Aligned position, 
0 = X; (b) unaligned position, 0 = Y. 
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saturation. Equation (27.94) then does not represent the 
torque characteristic adequately. 

For a saturated stepper motor, the calculation of the T—0 
characteristic for any given current involves complex compu- 
tation of stored energy, or coenergy, for each position of the 
rotor. This requires the magnetization characteristics of the 
motor for different levels of stator currents and rotor positions 
to be known. Reference [1] at the end of this section may be 
consulted for further reading on this. 


27.8.3.2 Hybrid and PM Motors 


In hybrid stepper motors, most of the developed torque is 
contributed by the variable-reluctance principle explained 
earlier. The rest is developed by the rotor magnet in striving 
to find the minimum-reluctance position. It should be noted 
that the alternate polarities of the magnetic poles created by 
each winding may be reversed by the direction of its current. 
Consequently, the polarity of the winding currents also deter- 
mine the direction in which the developed torque increases 
positively around a detent position. 


27.8.4 Single- and Multistep Responses 


When the rotor is at a detent position and phase currents are 
changed to a new value, the detent position is moved and the 
rotor proceeds towards it and settles down at the new detent 
position. The movement of the rotor is influenced by shape of 
the T-0 characteristic and the load friction. The rotor step- 
ping is normally quite underdamped. The final positioning 
error is also determined largely by the load torque. For 
instance, if the T—0 characteristic is assumed to be a sinusoidal 
function of 0, the error in stepping is given by Eq. (27.95), 
where Tmax is the peak of the T—0 characteristic and T; is the 
load friction torque 


(27.95) 


However, this error does not accumulate as further stepping is 
performed. If the phase currents are switched in succession, 
the rotor makes multiple steps. Typical single and multistep 
responses are as indicated in Fig. 27.88. 


ywuy 


(a) (b) 


FIGURE 27.88 Typical step responses of a stepper motor: (a) single-step 
response; (b) multistep response. 
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The maximum rate at which the rotor can be moved 
depends on several factors. The rise and fall times of the 
winding currents, which are largely determined by the elec- 
trical parameters of the windings and the type of drive circuits 
used, and the combined inertia and friction parameters of the 
motor and load are important factors. 

The discrete signals to step the motor in the forward or 
reverse direction are translated into current-switching signals 
for the drive circuits. This translator is a simple logical 
operation that is embedded in most of the integrated circuits 
available for driving stepper motors. 

In many applications, the stepper motor is operated at far 
higher speeds than it can start/stop from. The performance of 
a stepper motor at high speed is normally given in terms of its 
pull-out torque-speed (T-a) characteristic. This characteris- 
tic indicates the maximum average torque the motor may 
develop while stepping continuously at a given rate. This 
torque is also largely determined by parameters of the motor 
and its drive circuits. Figure 27.89 indicates the typical shape 
of the pull-out T-@ characteristic of a stepper motor drive. 

At low speed, the pull-out torque is roughly equal to the 
average value of the positive half-cycle of the T-0 waveforms 
of Fig. 27.82. At high speed, the finite but fixed rise and fall 
times of currents and the back emf of the winding reduces the 
extent to which the windings are energized during each 
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FIGURE 27.89 Typical pull-out torque characteristic of a stepper 
motor. 
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switching period. Consequently, the pull-out torque of the 
motors falls as the stepping rate (speed) increases. 

For operation at high speed, the stepping rate is gradually 
increased and decreased from one speed to another. Without 
careful acceleration and deceleration to and from a high speed, 
the motor will not be able to follow the stepping commands 
and will lose its synchronism with the stepping pulses or 
winding excitations. The acceleration and deceleration rates of 
a stepper motor are also determined largely by the pull-out 
torque characteristic. 

Stepper motors are known to suffer from mechanically 
induced resonance and consequent misstepping when its 
switching rate falls within certain bands, which are largely 
determined by the way the developed torque varies with time 
as the motor steps. Careful selection of stepping rate is 
normally employed to overcome the problem. Some shaft- 
mounted external damping measures may also be used when 
the stepping rate needs to be continuously varied, such as in 
the case of machine-tool profile following. 


27.8.5 Drive Circuits 


Two types of drive circuits are in general use for stepper 
motors. The unipolar drive is suitable for variable-reluctance 
stepper motors, for which the developed torque is determined 
by the level of current, not its polarity. For hybrid and 
permanent-magnet motors, the direction of current is also 
important, so that bipolar drive circuits are more suitable. 


27.8.5.1 Unipolar Drive Circuits 


In its simplest form, the unipolar drive circuits, one for each 
winding, are as indicated in Fig. 27.90. The transistor 
(MOSFET) is turned on to energize the winding, with a 
current that is limited either by the winding resistance or by 
hysteresis or PWM current controllers. The free-wheeling 
diode allows the winding current a circulating path when 
the transistor is turned off. 
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FIGURE 27.90 Three commonly used unipolar drive circuits: (a) the basic unipolar drive; (b) unipolar drive with PWM current limiting and Zener 


diode turn-off; (c) unipolar drive with regenerative turn-off. 
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The drive circuit of Fig. 27.90a is a basic one. A better drive 
circuit is shown in Fig. 27.90b, which includes a zener diode in 
the freewheeling path. A pulse-width modulator is also 
included in the gate driving circuit. The pulse-width modu- 
lator allows a higher dc supply voltage (typically 5-10 times 
the voltage for the resistance-limited drive) to be used, thereby 
reducing the rise time of current at switch-on by 5 to 10 times. 
The zener diode allows a fast fall time for the current when the 
transistor is turned off by dissipating the trapped energy of the 
winding at switch-off faster. Yet another scheme is shown in 
Fig. 27.90c, which allows the trapped energy of the winding at 
switch-off to be returned to the dc source when the transistor 
is turned off, rather than being dissipated in the winding or 
the freewheeling circuits. This circuit is by far the most 
efficient, and at the same time gives the fastest possible rise 
and fall times for the winding currents. 


27.8.5.2 Bipolar Drive Circuits 


The bipolar drive allows the motor windings to driven with 
bidirectional currents. The four-transistor bridge drive circuit 
of Fig. 27.91; one for each winding, is the most popular. The 
circuit can cater to the required rise and fall times of the 
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Bipolar drive circuit (gate-drive circuits omitted). 


winding by properly selecting the dc supply voltage V,,, the 
pulse-width modulator, and the current controller gains. 

Some hybrid and PM motors come with four windings, two 
for each phase. These may be connected in series or parallel, 
depending on the torque characteristics desired. In any case, 
only two drive circuits of the type indicated in Fig. 27.91 are 
required. 


27.8.5.3 Drive Circuits for Bifilar Wound Motors 


Hybrid stepping motors may also come with bifilar windings, 
which allow the simpler unipolar drive circuits to be used. 
These motors have two tightly coupled windings for each 
phase. Figure 27.92 illustrates two bifilar windings on stator 
pole and their unipolar drives. The two windings on each pole 
have opposite sense, so that the magnetic polarity is reversed 
by simply switching the other winding. Since only unidirec- 
tional current is involved, the unipolar drive circuits of Fig. 
27.90a or 27.90b may be used at a considerable savings in 
terms of the drive circuits. This benefit, is however, derived at 
the cost of extra winding space, and hence larger volume, for 
the same torque. 
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FIGURE 27.92 
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Drive circuits for one phase of a bifilar-wound motor. (a) Bifilar pole windings; (b) drive circuits. 
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FIGURE 27.93 T-—0 characteristics of a three-phase variable-reluctance motor. 


27.8.6 Microstepping 


The drive sequences mentioned in Section 27.8.2 normally 
switch rated current through the motor windings. These 
produce regular step angles. The half-stepping operation also 
uses rated motor currents. Halving of the step angle is 
arranged mainly through the selection of the windings 
switched. In microstepping, the regular step angle of the 
motor is subdivided further by a factor, typically from 10 to 
100, by energizing the winding partially, with combinations of 
currents ranging from zero to full rated value in more than 
one winding simultaneously. This does not lead to any 
sacrifice of the developed torque, since the phase currents 
are so selected that the peak of total torque contributed by two 
partially energized windings is not lower than the peak detent 
torque Tmax obtained in regular stepping. 

The idea behind microstepping is readily understood when 
it is considered that by increasing the current in phase A of a 
two-phase hybrid in 10 equal steps to full value and decreasing 
the current in phase B in a similar manner, the motor step size 
may be divided by a factor of 10. If closed-loop current 
controllers are added to the two drive circuits of Fig. 27.91 
and distinct current references are obtained from a reference 
generator, a complete microstepping drive is realized. 

In microstepping, the two current references must have 
values such that the motor does the following: 


1. Develops the same Tmax for every combination of 
winding currents 

2. Develops the same torque slope, i.e., dT/d0 at every 
microstepping detent position 

3. Dissipates no more than the rated power loss (I?R) for 
every combination of winding currents 


The preceding conditions are necessary if the motor is to 
retain its static accuracy, maximum torque, and power dissi- 
pation characteristics. 


Phase B 
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The static torque characteristics (Fig. 27.92) of stepper 
motors are close to but not exactly sinusoidal functions of 
angle 0. The required current references for all windings of a 
stepper motor, including the variable reluctance motor of 
three or more phases, can easily be calculated from the data 
of the T-0 characteristics of the motor for each phase for 
various currents and rotor positions. A typical set of T-0 data 
for a three-phase variable-reluctance motor is shown in Fig. 
27.93. The application of the three conditions mentioned 
earlier leads to an unique set of current references for each 
phase of the motor for each microstep. Figure 27.94 shows the 
current references for this motor for microstepping. 

In multistepping operation, these microstepping current ref- 
erences have to be issued to the current controllers for each 
phase, at a rate determined by the commanded stepping rate. 

Care has to be taken in designing the phase current 
controllers so that actual winding currents match the current 
references in both single and multistepping operation up to 
the maximum stepping rate desired. Since the current refer- 
ences are time varying, high-bandwidth current controllers are 
normally required to cover the desired speed range. 


FIGURE 27.94 Microstepping current references for the VR motor of 
Fig. 27.93. Stepping rate: 28,800 steps/s, I = 6A (maximum). 
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FIGURE 27.95 Typical acceleration/deceleration profiles. 


27.8.7 Open-Loop Acceleration-Deceleration 
Profiles 


As mentioned in Section 27.8.4, many applications require the 
stepper motors to be driven far above the stepping rates to and 
from which the motor can start and stop abruptly without 
losing or gaining any step. This calls for carefully designed 
acceleration/deceleration profiles that the stepping pulse rate 
must not exceed. 

The number of steps the motor is to be stepped and its 
direction are normally under the control of the motion 
controller. Once this reference is known, a digital timer/coun- 
ter circuit can be used in the controller to progressively adjust 
the time between the stepping pulses such that a prescribed 
acceleration/deceleration profile, as indicated in Fig. 27.95, is 
followed. The timer/counter and the pulsing sequence 
controller (the translator) need to be managed in real time 
to execute the motion-control task at hand. 

The fastest acceleration—deceleration profile a stepper motor 
is capable of is largely determined by its pull-out (T-«) 
characteristic, which in turn is determined by the motor 
winding parameters and the drive circuit. An optimized 
stepping profile to and from the top speed may have a 
number of segments, as indicated in Fig. 27.95. These profiles 
are easily computed from the pull-out (T-—q) characteristic by 
integrating the dynamic torque balance equation of the drive. 
For a large positioning angle, the entire profile, including 
some constant-speed running at the top speed, may be used. 
For short positioning angles, only part of the profile may be 
traversed. In general, a single-segment acceleration—decelera- 
tion profile is used in commercial stepper motor controllers, 
so as to avoid a great deal of realtime number crunching by the 
profile controller. 

The overall stepper motor controller thus consists of the 
blocks depicted in Fig. 27.96. 
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FIGURE 27.96 Structure of an open-loop motion controller for a 
stepper motor. 
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27.9 Switched-Reluctance Motor Drives 


Adrian Cheok 


27.9.1 Introduction 


The switched-reluctance (SR) motor is a doubly salient electric 
machine with salient poles on both the stator and rotor. The 
machine is operated by switching current pulses to each stator 
winding on and off in a continuous switching sequence. The 
rotor poles have no excitation. Figure 27.97 shows the physical 
topology of a typical SR motor. The diagram illustrates a 
motor with eight salient stator poles (numbered Al to D2) 
and six salient rotor poles (numbered 1 to 6). Although many 
combinations of the number of stator and rotor poles are 
possible, this particular type has found widespread use. 

The phase windings on the stator of the SR motor consist of 
concentrated windings wrapped around the stator poles. In 
the conventional arrangement each stator pole winding is 
connected with that of the diametrically opposite pole to 


+Viae i 


i 
FIGURE 27.97 Four-phase SR motor topology. 
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form a stator phase. In Fig. 27.97, the connected stator pole 
pairs are indicated by the same prefix letter. 

The general principle of operation of the SR motor is the 
same as all types of reluctance machines, i.e., the stator and the 
rotor poles seek the minimum-reluctance position, so that the 
stator excited flux becomes maximum. Hence, when current 
flows in an SR motor stator phase and produces a magnetic 
field, the nearest rotor pole will tend to position itself with the 
direction of the developed magnetic field. This position, which 
is termed the aligned position, is reached when the rotor pole 
center axis is aligned with the stator pole center axis (assuming 
symmetrical poles). The aligned position also corresponds to 
the position of minimum reluctance, and hence the position of 
maximum inductance. 

It should be noted that the unaligned position is defined as the 
position when the interpole axis, or the axis of the center of the 
interpolar space in the rotor, is aligned with a stator pole axis. 
This position corresponds to the position of minimum induc- 
tance. These rotor axis positions are illustrated in Fig. 27.98. 

To achieve continuous rotation, the stator phase currents 
are switched on and off in each phase in a sequence according 
to the position of the rotor. Consider the motor schematic 
illustrated in Fig. 27.97. If coils Al and A2 of phase A are 
excited and produce a magnetic field in a vertical direction, 
then poles 1 and 4 on the rotor will align themselves with the 
stator poles of phase A. If the coils of phase A now have their 
current switched off, and coils B1 and B2 of phase B are now 
excited, then in a similar fashion the rotor will move so that 
poles 2 and 5 are aligned with stator poles B1 and B2. Exciting 
phases A, B, C, and D in sequence will produce rotor rotation 
in the counterclockwise direction. 

From the preceding discussion, one may see that the 
switching on and off of excitation current to the motor 
phases is related to the rotor pole positions. This means that 
some form of position sensor is essential for the effective 
operation of the SR motor. 


27.9.2 Advantages and Disadvantages of 
Switched-Reluctance Motors 


The SR motor has a number of inherent advantages that makes 
it suitable for use in certain variable-speed drive applications. 
Nevertheless, the motor also has some inherent disadvantages 
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FIGURE 27.98 Rotor pole axis positions. 
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TABLE 27.6 Advantages and disadvantages of SR drives 


Advantages Disadvantages 


Low-cost motor 
Robust motor construction 


Need for position measurement 

Higher torque ripple than other 
machine types 

Higher noise than other machine 


Absence of brushes 
No motor short-circuit fault 


No shoot-through faults types 
Ability to operate with faulted phase Nonlinear and complex 
High torque-to-inertia ratio characteristics 


Unidirectional currents 
High efficiency 


that must be considered before choosing the motor for a 
particular application. In Table 27.6, the main advantages and 
disadvantages of the SR motor drive are summarized. 


27.9.3 Switched-Reluctance Motor Variable- 
Speed Drive Applications 


The main application for SR motors is in variable-speed drive 
systems. One application area has been general-purpose indus- 
trial drives where speed, acceleration, and torque control are 
desired. SR-motor-based industrial drives provide the advan- 
tages of a very wide range of operating speeds as well as high 
efficiency and robustness. Other applications of the SR drive 
include automotive applications, where the SR motor has 
advantages of robustness and fault tolerance. The SR motor 
in this application can also be easily controlled for accelera- 
tion, steady speed, and regenerative braking. 

The SR motor is also well suited to aerospace applications 
where the ability to operate under faulted conditions and its 
suitability for operation under harsh environments are critical. 
Additionally, the very high speed capability and high power 
density also make these motors well suited in the aerospace 
field. There are also many domestic appliances where cost is of 
primary concern. In these products, the SR motor can provide 
a low-cost solution for a brushless fully controllable motor 
drive. In addition, the motor can be used in battery-powered 
applications, where the motor’s high efficiency and ability to 
use a dc supply are important. 


27.9.4 SR Motor and Drive Design Options 


The main components of the drive system are shown in Fig. 
27.99. It is important to design the motor and drive together 
in an integrated manner. The main criteria that need to be 
considered in designing the components of the SR drive 
system will be discussed later. It will be seen that certain 
design choices, which may be advantageous for one compo- 
nent of the drive system, may bring about disadvantages in 
another component. This highlights the need for a careful, 
integrated system approach to be taken when designing the 
drive system. 
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FIGURE 27.99 Main components of an SR drive. 


27.9.4.1 Number of Motor Phases 


There are many possibilities in choosing the number of stator 
phases and rotor poles in SR motors. The simplest SR motor 
may consist of only one phase; however, to operate the motor 
in four quadrants (motoring or generating in both forward or 
reverse directions), at least three phases are required. The most 
common configuration to date has been the four-phase SR 
motor, which has eight rotor poles and six stator poles, as was 
shown in Fig. 27.97. 


27.9.4.2 Maximum Speed 


The SR motor is capable of operating at very high speeds 
because of its robust rotor construction, and in most applica- 
tions the maximum speed is limited by the inverter switching 
speed and not limited by the motor itself. The maximum 
speed of the SR motor is itself normally greater than 
15,000 rpm for a standard SR motor. 

However, to determine the maximum drive speed, the 
controller and motor must be considered together. This is 
because the power electronic device switching speed is directly 
proportional to the commutation frequency, which is in turn 
proportional to the motor speed. The maximum switching 
frequency of the power devices must therefore be taken into 
account in the SR drive design. 


27.9.4.3 Number of Power Devices 


In general, the number of switches per phase in SR motor 
drives will vary according to the inverter topology. A wide 
range of different SR drive circuits are available for SR drives, 
and these are detailed below. Circuits with only one switch per 
phase are possible; however, these have various disadvantages 
such as control restrictions, a need for extra windings, or 
higher switch voltages. However, with two switches per phase 
the motor is fully controllable in four quadrants and has 
completely independent motor phase control. Therefore, the 
maximum number of power switches required for the motor 
operation is normally 2q, where q is the number of phases. 


27.9.4.4 Inverter Topology Types for SR Motors 


As was mentioned, the torque produced in the SR motor is 
independent of the direction of current flow in each motor 


phase. This means the inverter is only required to supply 
unidirectional currents into the stator windings. The three 
major circuit topology types that have been used each winding 
of an SR motor drives are shown in Fig. 27.100. As indicated 
in this figure, these are commonly termed the bifilar, split dc 
supply, and two-switch type inverter circuits. 

In the circuits shown in Fig. 27.100, only one or two 
switching components per phase are required. Other circuit 
topology types that use shared components between the motor 
phases have limitations in control flexibility. 


27.9.4.4.1 Bifilar-Type Inverter Circuit In Fig. 27.100a, a 
drive circuit for a bifilar-wound SR motor is shown. The 
bifilar windings are closely coupled, with one winding being 
connected to a switching device while the other is connected 
to a freewheeling diode. Current is increased in the winding 
when the switching device closes. At turn-off, the current 
transfers to the secondary winding through transformer 
action, and the inductive energy flows back into the supply 
via the freewheeling diode. If perfect coupling is assumed, then 
the voltage across the switching device will rise to twice the dc 
supply voltage during turn-off. However, in practice this 
would be higher. This is because there will be some uncoupled 
inductance in the primary that will cause high induced 
voltages when the current in the winding collapses to zero. 
Thus, snubbing circuits would almost certainly be required to 
protect the switching components from overvoltage. 

The advantage of the bifilar circuit is that it requires only 
one switching device per phase. However, with the advent of 
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FIGURE 27.100 Major SR inverter topology types: (a) bifilar type; (b) 
split dc supply type; (c) two-switch type. 
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modern power electronic devices, which have both low cost 
and low losses, this advantage quickly disappears. 


27.9.4.4.2 Split dc Supply Inverter Circuit The split dc 
supply type inverter circuit shown is shown in Fig. 27.100b. 
As in the bifilar circuit, this configuration also uses only one 
switching device and one diode per phase. However, a center- 
tapped dc source is required. When the switching device is 
turned on, current increases in the phase winding because of 
the positive capacitor voltage being applied. At turn-off, the 
current is forced to flow through the diode and thus decays to 
zero more quickly because of the connection to the negative 
voltage. It is usual for the dc center tap to be implemented 
using a split capacitor in the dc link. The voltages across each 
capacitor must remain balanced, which means that there can 
be no significant power-flow difference between the two 
capacitors. 

Upon examination of the circuit, it can be seen that because 
of the split capacitor bank, only half the available dc voltage 
can be switched across the phase winding. Thus, for the same 
voltage across the motor phases that is supplied by the bifilar 
circuit earlier, the dc supply voltage must be doubled with 
respect to the bifilar circuit supply. This means that the voltage 
rating of the devices would effectively be the same as in the 
bifilar circuit. This is inherently inefficient. The configuration 
also has the need for balanced split capacitive components. In 
addition, it will be seen that the soft-chopping form of control 
described in Section 27.9.7 is not available in this drive. 


27.9.4.4.3 Two-Switch Inverter Circuit The two-switch 
inverter type circuit, which is shown in Fig. 27.100c, uses 
two switching devices and two diodes per phase. Unlike the 
previous two circuits, three modes of operation are possible: 


Mode 1: Positive phase voltage. A positive phase voltage 
can be applied by turning both switching devices on. This 
will cause current to increase in the phase winding. 

Mode 2: Zero phase voltage. A zero voltage loop can be 
imposed on the motor phases when one of the two 
switches is turned off while current is flowing through 
the phase winding. This results in current flow through a 


Flux Linkage 
¥ (wb) 


FIGURE 27.101 
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freewheeling loop consisting of one switching device and 
one diode, with no energy being supplied by or returned 
to the dc supply. The current will decay slowly because of 
the small resistance of the semiconductors and connec- 
tions, which leads to small conduction losses. This mode 
of operation is used in soft chopping control, as described 
in Section 27.9.7. 

Mode 3: Negative phase voltage. When both switches in a 
motor phase leg are turned off, the third mode of 
operation occurs. In this mode, the motor phase current 
will transfer to both of the freewheeling diodes and return 
energy to the supply. When both of the diodes in the 
phase circuit are conducting, a negative voltage with 
amplitude equal to the dc supply voltage level is imposed 
on the phase windings. 


In this circuit the switching devices and diodes must be able to 
block the dc supply voltage amplitude when they are turned 
off, in addition to any switching transient voltages. However, 
because the circuit contains two devices in series, the blocking 
voltage is essentially half the value seen in the previous two 
circuit types for the same applied motor phase voltage 
amplitude. Another advantage of the two-switch inverter 
circuit is that it offers greater control flexibility with its 
three modes of voltage control. 

A disadvantage of this inverter type, as compared to the 
bifilar and split dc supply types, is that it contains twice as 
many switching components per phase. However, with the 
current wide availability and economy of power semiconduc- 
tors, in most applications the advantages of the two-switch 
circuit outweigh the cost of an extra switching device per phase. 


27.9.5 Operating Theory of the Switched- 
Reluctance Motor: Linear Model 


If a linear magnetic circuit is assumed, the flux linkage is 
proportional to phase current for any rotor position 0. This is 
demonstrated in Fig. 27.101, where the magnetization curves 
for the linear SR motor for various rotor positions and 
currents are shown. In this linear case, the inductance L at 
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Magnetization characteristics of linear SR motor. 
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any position 0, which is the slope of these curves, is constant 
and independent of current. 

As the motor rotates, each stator phase undergoes a cyclic 
variation of inductance. As can be seen in Fig. 27.101, in the 
fully aligned position (when a rotor pole axis is directly 
aligned with the stator pole axis) the reluctance of the 
magnetic circuit through the stator and rotor poles will be 
at a minimum, and thus the inductance of the stator winding 
will be at a maximum. The opposite will occur in the fully 
unaligned position (when the rotor interpole axis is aligned 
with the stator pole). Thus, the inductance becomes a function 
of position only and is not related to the current level. If it is 
also assumed that mutual inductance between the phases is 
zero, then a typical inductance variation L(@) with respect to 
rotor position similar to that shown in Fig. 27.102 arises. 
Although this is an idealized inductance variation, it is helpful 
in the understanding of key operating principles of the 
machine. One should note that in the idealized inductance 
variation there are sharp corners, which can only arise if flux 
fringing is completely ignored. 

Four distinct regions can be identified in the plot of the 
linear inductance variation shown in Fig. 27.102. These 
distinct regions correspond to a ranges of rotor pole positions 
relative to the stator pole positions as be described below: 
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Region A. This region begins at rotor angle 0,, where the 
first edge of the rotor, with respect to the direction of 
rotation, just meets the first edge of the stator pole. The 
inductance will then rise in a linear fashion until the poles 
of the stator and rotor are completely overlapped at angle 
0,. At this point, the magnetic reluctance is at a minimum 
and the phase inductance is at a maximum. These rotor 
positions are illustrated in Figs. 27.103a and 27.103b for 
an example four-phase motor with rotor pole 1 approach- 
ing the stator pole of phase A. 

Region B. This region spans from rotor positions 0, to 03. 
In this region, the inductance remains constant because 
the rotor pole is completely overlapped by the stator pole 
(i.e., the overlap area of the poles remains constant). At 
rotor angle 0; the edge of the rotor pole leaves the stator 
pole overlap region, and thus the area of overlap will again 
begin to decrease. The position at which this occurs is 
illustrated in Fig. 27.103c. 

Region C. When the rotor moves past 63, the rotor pole 
leading edge begins to leave the pole overlap region, and 
region C begins. At this point, the inductance begins to 
linearly decrease, until at 04, the rotor pole has completely 
left the stator pole face overlap region. At this point the 
inductance is at its minimum once more. The rotor 
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FIGURE 27.102 ‘Typical linear inductance variations and corresponding torque variations for constant-phase current. 
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FIGURE 27.103 Rotor pole 1 positions. (a) Meeting edge of stator pole 
A. (b) Overlapped by stator pole A. (c) Edge of rotor pole leaving overlap 
region. (d) Rotor pole completely leaving overlap region. (Note: Airgap 
space is exaggerated for clarity.) 


position at which the rotor pole has completely left the 
overlap is indicated in Fig. 27.103d. 

Region D. In this region the rotor and stator have no 
overlap, and thus the inductance remains constant, at the 
minimum level, until region A is reached once again. 


It was mentioned earlier that when a stator phase is excited, 
the rotor poles will tend to move toward the maximum- 
inductance region. Thus, a motoring torque is produced 
when a stator phase is provided with a current pulse during 
the angles when the inductance is rising (assuming motoring 
rotation is in the direction of increasing 0 in Fig. 27.102. This 
means that if positive torque is desired, excitation should be 
arranged such that current flows between the appropriate 
rotor angles when the inductance is rising. 

Conversely, if current flows during the decreasing induc- 
tance region, a negative torque would result. This is because 
the rotor will be attracted to the stator pole in such a way that 
it rotates in the opposite direction to the motoring rotation, or 
in other words, the rotor experiences a torque opposite to the 
direction of rotation. 

It should be noted that this reluctance machine torque 
always acts to decrease the reluctance. The direction of current 
flowing into the stator winding is irrelevant. This signifies that 
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unidirectional current excitation is possible in the SR motor 
drive. 

The variation of torque with rotor angle for a constant 
phase winding current is as shown in Fig. 27.102. It can be 
seen that the torque is constant in the increasing and decreas- 
ing inductance regions, and is zero when the inductance 
remains constant. 

The preceding physical explanation of the developed torque 
is also given by the familiar torque equation (27.96) for a 
variable-reluctance machine 


1 , dL(0) 
TSS tan (27.96) 
From (27.96) it is evident that the magnitude of the instanta- 
neous torque developed in the SR motor is proportional to 
both i, and dL/d0. If the inductance is increasing with respect 
to the angle, and current flows in the phase winding, then the 
torque will be positive and the machine will operate in 
motoring mode. Hence, from Eq. (27.96) it can be seen that 
when the motor phase is excited during a rising inductance 
region, part of the energy from the supply is converted to 
mechanical energy to produce the torque, and another part is 
stored in the magnetic field. If the supply is turned off during 
this region, then any stored magnetic energy is partly 
converted to mechanical energy and partly returned to the 
supply. 

However, a negative or braking torque will be developed by 
the motor if the inductance is decreasing with respect to the 
rotor angle and current flows in the phase winding. In this 
case energy flows back to the supply from both the stored 
magnetic energy and the mechanical load, which acts as a 
generator. 

It can also be seen from Eq. (27.96) that the sign (or 
direction) of the torque is independent of the direction of 
the current and is only dependent on the sign of dL/d0. This 
explains the torque waveforms that were seen in Fig. 27.102, 
where for constant current (and constant dL/d0 magnitude), 
the magnitude of the torque was constant in the rising or 
decreasing inductance regions. However, it was seen that the 
torque changes from positive to negative according to the sign 
of dL/d0. 

Hence, the ideal waveform for the production of motoring 
torque would be a square-wave pulse of current (with magni- 
tude equal to the maximum possible supply current) flowing 
only during the increasing inductance period. This current 
waveform is illustrated in Fig. 27.104b. However, in practice 
this type of current waveform is difficult to produce in a 
motor phase. This is because the motor phase current is 
supplied from a finite dc voltage source, and thus inductance 
of the stator phase winding would delay the rise and fall of 
current at the pulse edges. Instead, a more practical current 
waveform is normally used as is illustrated in Fig. 27.104c. It 
can be seen that in this waveform the ideal square waveform is 
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FIGURE 27.104 (a) Linear phase inductance variation. (b) Ideal square- 
wave phase current. (c) Chopping-mode phase current. (d) Chopping- 
mode phase voltage. (e) Flux linkage waveform corresponding to 
chopping-mode current. 


closely approximated by the use of hysteresis current control. 
At higher speeds hysteresis current control can no longer be 
used and a current waveform similar to that shown in Fig. 
27.105b is seen in the phase winding. These two types of 
practical current waveforms, which approximate the ideal 
square-pulse waveform (a) at low to medium speeds and (b) 
at high speeds, will be discussed next. 


27.9.5.1 Low- to Medium-Speed Approximation to 
Square-Pulse Current Waveform 

At low to medium motor speeds, the ideal square-pulse 

current waveform is approximated in the practical motor 
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FIGURE 27.105 
pulse-mode phase current. (c) Single-pulse-mode phase voltage. (d) Flux 


(a) Linear phase inductance variation. (b) Single- 


linkage waveform corresponding to single-pulse-mode current. 


drive using hysteresis current control, as is shown in Fig. 
27.104c. The hysteresis method of controlling the current is 
termed the chopping-mode control method in SR motor drives. 
During the time of conduction (between the turn-on and 
turn-off angles), the current is maintained within the hyster- 
esis band by the switching off and on of the phase voltage by 
the inverter when the phase current reaches the maximum and 
minimum hysteresis band. An example of the voltage wave- 
form used for the hysteresis current control is shown in Fig. 
27.104d, where a constant inverter dc supply voltage of 
magnitude V, is used. It can be seen that the switching 


S 
frequency of the voltage waveform decreases as the angle 
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increases. This is due to the fact that the phase inductance is 
linearly increasing with angle, which has the effect of increas- 
ing the current rise and fall time within the hysteresis band. 

In the chopping-mode control method, the turn-on region is 
defined as the angle between the turn-on angle 0,, and the 
turn-off angle 0,,, and is chosen to occur during the rising 
inductance region for motoring torque. In the practical chop- 
ping current waveform, the current turn-on angle 0,,, is placed 
somewhat before the rising inductance region. This is to 
ensure that the current can quickly rise to the maximum 
level in the minimum-inductance region before the rising- 
inductance, or torque-producing, region. Similarly, the turn- 
off angle 0,4 is placed a little before the maximum inductance 
region so that the current has time to decay before the 
negative-torque, or decreasing-inductance, region. The angle 
at which the current decays to zero after turn-off is labeled as 
0, in Fig. 27.104c. 


27.9.5.2 High-Speed Approximation to Square-Pulse 
Current Waveform 


The chopping mode of operation cannot be used at higher 
speeds, as at these speeds the hysteresis band current level will 
not be reached. This is because at high speeds the back emf of 
the motor becomes equal to or larger than the voltage supply 
in the rising-inductance region, which limits the increase of 
the motor phase current. In addition, the rise time of the 
current will correspond to an ever-increasing angle as the 
speed is increased. Eventually, at high speeds, the rise-time 
angle will be so large that the turn-off angle 0,, will be 
reached before the hysteresis current level has been exceeded. 
Thus, at high speeds the current is switched on and off only 
once per cycle. In SR motor drive control, this is called the 
single-pulse mode of operation. An example of the single-pulse 
mode current is illustrated in Fig. 27.105b. 
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In the single pulse mode of operation, the inverter power 
switches turn on at rotor angle 0,,,, which places the dc voltage 
supply V, across the phase winding, as is shown for the 
example single-pulse voltage waveform in Fig. 27.105c. 

As for the chopping-mode case, in order to maximize 
torque 0,,, must usually be located prior to the rising induc- 
tance region. This is so that, while the inductance is low, the 
current has a chance to rise rapidly to a substantial value 
before the torque-producing region begins and the motor back 
emf increases. At rotor angle 0,7, the power switches are 
turned off, and the phase will have a negative voltage (typically 
—V,) thrown across it. The current will then decay until it 
becomes zero at rotor angle 0,. 


27.9.6 Operating Theory of the SR Motor (II): 
Magnetic Saturation and Nonlinear Model 


In the linear model described earlier, it was assumed that the 
inductance of a phase winding is independent of current. 
However, in a real SR motor significant saturation of the 
magnetic circuit normally occurs as the phase current 
increases, and thus the phase inductance is related to both 
the phase current level and position. Because of the magnetic 
saturation effect, the actual phase inductances at a given rotor 
position can be reduced significantly compared to the induc- 
tance given by linear magnetization characteristics. In addi- 
tion, the effect of magnetic saturation becomes larger as the 
motor current level increases. 

The effects of saturation in an SR motor can be observed in 
a plot of its magnetization curves. This shows the relationship 
of flux linkage versus current, at rotor positions varying 
between the fully aligned and unaligned angles. A typical set 
of SR motor magnetization curves is shown in Fig. 27.106, 
where it can be seen that there is a nonlinear relationship 
between the flux linkage and current for each curve. 
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Measured four-phase SR motor magnetization characteristics (each curve represents a constant rotor position). 
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Because of the magnetic saturation effect discussed earlier, 
the instantaneous torque equation (27.96), which was derived 
assuming linear conditions, will not be generally valid for 
calculating the torque in SR motors. Therefore, for accurate 
calculations, the torque must take into account the depen- 
dence of phase inductance with current and position. 

If one considers the phase inductance saturation, the 
expression for instantaneous torque production of an SR 
motor phase can be written as 


ease (27.97) 
g a0 i=constant 
where the coenergy W’ is defined as 
w= | Y di (27.98) 
0 


27.9.7 Control Parameters of the SR Motor 


A variety of performance characteristics can be obtained in the 
SR motor by controlling various parameters. These parameters 
include the chopping-mode control hysteresis level at low to 
medium speeds, and the turn-on and turn-off angles 0,,, and 
Og at all motor speeds. By controlling these parameters it is 
possible to produce any desired characteristic such as constant 
torque, constant power, or some other particular characteristic 
in between. 

As discussed in Section 27.9.5, two distinct modes of 
operation apply in the SR motor depending on the nature of 
the current waveform. These modes are the chopping-mode 
control, which can be used at low to medium motor speeds, 
and the single-pulse mode of control, which is used at high 
speeds. Both of these modes of operation will be further 
detailed hereafter, with an explanation of the corresponding 
inverter switching operation. 


27.9.7.1 Chopping-Mode Control 


In the chopping-mode control region, the turn-on and turn- 
off angles are controlled together with the current level. As 
described in Section 27.9.5, the turn-on angle and turn-off 
angle are controlled so that current flows during the rising- 
inductance or positive torque-producing region. This 
normally means that the turn-on angle is placed shortly 
before the place where the rising inductance angle begins, 
and the turn-off angle is placed shortly before this region ends. 

In the chopping mode, the current level is controlled to 
remain below the maximum allowable level. This involves 
switching the voltage across the phase on and off in such a 
manner that the current is maintained between some chosen 
upper and lower hysteresis current levels. An example of this 
form of current chopping control was shown in Fig. 27.104c. 
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FIGURE 27.107 Soft chopping mode conduction paths: (a) both 
devices on— positive voltage applied to motor phase; (b) T1 turned 
off—zero-voltage freewheeling loop applied to motor phase. 


The actual torque production of the motor in the chopping 
mode is set by the control turn-on and turn-off angles and the 
current hysteresis level. Within the chopping mode of opera- 
tion, two current hysteresis control schemes can be used. 
These are termed soft and hard chopping. Soft chopping can 
only be used in some circuit configurations, such as that 
shown in Fig. 27.107. For soft chopping control one switching 
device remains on during the entire conduction period while 
the other is switched on and off to maintain the desired 
current level. This can be seen in Figs. 27.107a and 27.107b, 
where the two conduction modes during chopping are shown. 
When both switches are on, the phase winding receives the full 
positive supply, whereas when only one switching device is on, 
the phase experiences a zero-voltage freewheeling loop that 
will decrease the current. 

In the hard-chopping scheme, both devices are switched 
simultaneously and have the same switching state at all times. 
If both switching devices are turned on, the phase winding sees 
the full positive supply. To decrease the current, the full 
negative supply is applied by turning both devices off as 
shown in Fig. 27.108. In circuit configurations with fewer 
than two switches per phase, only hard chopping can be used. 

Soft chopping is more advantageous than hard chopping. 
This is because of a smaller dc ripple current in the supply, 
which can substantially minimize the ripple-current rating of 
the dc link capacitor, as well as lower the hysteresis loss in the 
motor. It has also been found that soft chopping lowers 
acoustic noise and electromagnetic radiation. 


27.9.7.2 Single-Pulse Mode Control 


At higher speeds, the back emf of the SR motor eventually 
becomes greater than or equal to the supply voltage during the 
rising-inductance region. This means that even if a phase is 
excited, the current in the motor phase will not increase in the 
rising inductance region. Therefore, at higher speeds the turn- 
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FIGURE 27.108 Hard chopping mode conduction paths: (a) both 
devices on— positive voltage applied to motor phase; (b) T1 and T2 
turned off—negative voltage applied to motor phase. 


on angle must be placed before the beginning of the increasing 
inductance region, so that the phase current will have an 
adequate time to increase before the back emf becomes high. 

In addition, the time available for the current to rise after 
turn-on becomes less and less as the speed of the motor 
increases. This is due to the fact that the available conduction 
time is lower for constant switching angles as the speed of 
rotation increases. This can be seen by considering that speed 
is the time rate of change of angle. Thus, as the speed 
increases, there will be a point when the current level never 
rises to the chopping level. At this point, the single-pulse 
mode of operation will come into effect and the current will 
decrease or remain constant throughout the increasing induc- 
tance zone. An example of a single-pulse-mode current wave- 
form was seen in Fig. 27.105b. 

As the current is not commutated in the single-pulse mode, 
the control in this mode consists only of controlling the on 
and off angles. The turn-on angle @,,, can be placed at some 
point in advance of the rising-inductance region where the 
phase inductance is low, so that current can increase at a faster 
rate before the increasing-inductance region. The angle can be 
advanced up until maximum allowable current occurs at the 
peak of the waveform (this may even mean switching on in the 
previous decreasing inductance zone). The actual control 
turn-on and turn-off angles for the single-pulse mode, for a 
given load torque and speed, can be determined by simulating 
the motor equations. 

The speed at which changeover between single-pulse and 
chopping mode occurs is called the base speed. Base speed is 
defined as the highest speed at which chopping mode can be 
maintained at the rated voltage and with fixed on and off 
angles. Below the base speed, the current increases during the 
rising-inductance region, unless it is maintained at the maxi- 
mum or a lower level by chopping. 
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Therefore, it can be seen that at lower speeds that are below 
the base speed, the motor is controlled using chopping-mode 
control, whereas at speeds above the base speed the single 
pulse mode of control is used. In both control modes the 
control turn-on and turn-off angles are chosen so that the 
motor provides the required load torque. 


27.9.8 Position Sensing 


It can be seen from the preceding discussion that to control 
the SR motor satisfactorily, the motor phases are excited at the 
rotor angles determined by the control method. It is therefore 
essential to have knowledge of the rotor position. Further- 
more, the rotor angle information must be accurate and have 
high resolution to allow implementation of the more sophis- 
ticated nonlinear control schemes that can minimize torque 
ripple and optimize the motor performance. 

This means that the performance of an SR drive depends on 
accurate position sensing. The efficiency of the drive and its 
torque output can be greatly decreased by inaccurate position 
sensing, and corresponding inaccurate excitation angles. It has 
been demonstrated that at high motor speeds an error of only 
1° may decrease the torque production by almost 8% of the 
maximum torque output. 

Traditionally, rotor-position information has been 
measured using some form of mechanical angle transducer 
or encoder. The position-sensing requirements are in fact 
similar to those for brushless PM motors. However, although 
position sensing is required for the motor operation, position- 
measurement sensors are often undesirable. The disadvantages 
of the electromechanical sensors include the following: 


(a) The position sensors have a tendency to be unreliable 
because of environmental factors such as dust, high 
temperature, humidity, and vibration. 
The cost of the sensors rises with the position 
resolution. Hence, if high-performance control is 
required, an expensive high-resolution encoder 
needs to be employed. 
(c) There is an additional manufacturing expense and 
inconvenience due to the sensor installation on the 
motor shaft. In addition, consideration must be given 
to maintenance of the motor because of the mechan- 
ical mounting of the sensors, which also adds to the 
design time and cost. 
Mechanical position sensors entail extra electrical 
connections to the motor. This increases the quantity 
of electrical wiring between the motor and the motor 
drive. This wire normally needs to be shielded from 
electromagnetic noise and thus further adds to the 
expense of the drive system. 

(e) The allocation of space for the mounting of the 
position sensor may be a problem for small applica- 
tions (such as for motors used 
products). 


(b) 


(d) 
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Hence, to overcome the problems induced by rotor-position 
transducers, researchers have developed a number of methods 
to eliminate the electromechanical sensor for deriving position 
information. This is achieved by indirectly determining the 
rotor position. Such methods are commonly termed sensorless 
rotor-position estimation methods. The term sensorless seems 
to imply that there are no sensors at all. However, there must 
be some form of sensor used to measure the rotor position. In 
fact, the term sensorless position estimation in reality implies 
that there are no additional sensors required to determine 
position apart from those that measure the motor electrical 
parameters to control the motor. These are normally current- 
or voltage-measuring circuits. 

Hence, all sensorless position estimation methods for the SR 
motor use some form of processing on electrical waveforms of 
the motor windings. In essence, the major difference between 
sensorless position detection, and the electromechanical 
sensors mentioned above, is that there is no mechanical 
connection of the sensor to the motor shaft. Therefore, the 
sensorless position detection involves electrical measurements 
only. 
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27.10 Synchronous Reluctance Motor 
Drives 


Robert Betz 


27.10.1 Introduction 


In recent years there has been a revival of interest in reluctance 
machines. Two main machines have been the focus of this 
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interest—the switched-reluctance machine (SRM) and the 
synchronous reluctance machine (Syncrel). The SRM is a 
machine that does not have sine-wave spatial distributed 
windings, but instead has concentrated coils and a doubly 
salient rotor and stator structure. The operation of this 
machine is highly nonlinear in character, and normal ac 
machine modeling techniques cannot be applied in a straight- 
forward manner to describe its operation. The SRM drive has 
been considered in detail in an earlier section. 

The Syncrel, on the other hand, has conventional three- 
phase sinusoidally distributed windings on the stator. The 
word “synchronous” in the machine’s name emphasizes the 
fact that the stator windings generate a spatial sinusoidally 
distributed magnetomotive force (mmf) in the airgap between 
the stator and the rotor, and under steady-state conditions the 
rotor rotates in synchronism with this field. Therefore, the 
stator winding configuration of this machine is virtually 
exactly the same as that of the induction machine or the 
conventional synchronous machine. The major difference 
between the Syncrel and conventional synchronous and induc- 
tion machines is in the rotor structure. In both the induction 
machine and the synchronous machine, there is a source of 
flux in the rotor itself. In the case of the induction machine, 
this flux is produced by currents resulting from an induction 
mechanism, and for the synchronous machine there is a field 
winding wound on the rotor that is fed with dc current to 
produce flux. The permanent magnet synchronous machine 
replaces the wound field on the rotor with a permanent 
magnet. The Syncrel, on the other hand, does not have any 
source of flux on the rotor, but instead the rotor is designed to 
distort the flux density distribution produced by the sinusoid- 
ally distributed mmf. 

Sinusoidally wound reluctance machines were traditionally 
used in the fiber-spinning industry because of their synchro- 
nous nature. This made it simple to keep a large number of 
machines running at the same speed using just the frequency 
of the supply to the machines. These machines were direct-on- 
line-start machines. This was facilitated by the presence of an 
induction machine starting cage on the rotor. This cage was 
also essential to damp out oscillations in the rotor speed when 
running at synchronous speed. It should be pointed out that 
these machines are not considered to be Syncrels—a Syncrel 
does not have an induction machine cage on the rotor. A Syncrel 
is absolutely dependent on an intelligent inverter drive in 
order to start the machine and to stabilize it when running. 
The lack of a requirement for a starting cage means that the 
rotor design can be optimized for best torque and power 
performance. 

The revival of interest in the Syncrel in the early 1980s was 
motivated by the development of low-cost microprocessors 
and reliable power electronics, coupled with the perception 
that the Syncrel may be more efficient and simpler to control 
in variable-speed applications compared to the induction 
machine. The control simplicity is achieved in practice 
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mainly because one does not have to locate the flux vector in 
order to implement vector control. The potential for improved 
efficiency and torque density compared to the induction 
machine is very dependent on the rotor design. The Syncrel 
has the advantage over the switched-reluctance machine in 
that it produces relatively smooth torque naturally, and it uses 
a conventional three-phase inverter. Therefore, inverter tech- 
nology developed for the induction machine can be applied 
directly. 


27.10.2 Basic Principles 


Reluctance machines are one of the oldest electric machine 
structures, since they are based on the basic physical fact that a 
magnet attracts a piece of iron. In fact, Syncrel structures were 
being published in the early 1920s [1]. The essential idea 
behind the operation of all reluctance machines is that the 
windings of the machine produce magnetic poles that are used 
to attract the reluctance rotor. If the magnetic poles are moved 
around the periphery of the machine at the rate at which the 
rotor is moving, then sustained torque and rotation can be 
achieved. 

A conceptual diagram of a Syncrel is shown in Fig. 27.109. 
In this figure the rotor is represented as a simple “dumbbell”- 
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type rotor. The axes of the three-phase sinusoidally distributed 
windings are indicated by the dashed lines. If these windings 
are being fed with currents, then a spatial sinusoidally distrib- 
uted mmf results. Because this mmf is sinusoidally distributed 
it can be represented by a “space vector” (similar to sinusoidal 
time-varying quantities being represented by a time phasor). 
In Fig. 27.109, this resultant space vector is indicated by F- Fy 
and F, are the components of this vector that lie along the 
high-permeance and low-permeance axes of the machine, 
respectively. 

If one considers the situation shown in Fig. 27.109, then the 
rotor would tend to rotate in the direction indicated. This 
rotation would continue until the high-permeance d, axis (i.e., 
the least-reluctance axis) of the machine aligns with the mmf 
vector. When this alignment occurs, the flux produced by the 
stator mmf vector would be maximized. If the F vector also 
rotates as the rotor rotates, then as mentioned previously, the 
angle between F and d, will remain constant and the rotor will 
continue to chase the F vector, continuous rotation being the 
result. 

One can ask even more fundamental questions, such as, 
“why does the rotor rotate to the position that maximizes the 
flux density?” This is essentially asking, why does a magnet 
attract a piece of iron? To completely answer this question one 
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FIGURE 27.109 Conceptual diagram of a synchronous reluctance machine. 
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has to delve into the field of quantum physics, which is beyond 
the scope of this presentation. A less complicated explanation is 
based on the fact that the stator flux density tends to align the 
domains in the ferromagnetic rotor material, which produces 
an effect similar to having a current-carrying winding wrapped 
around the rotor. This effective current then interacts with the 
stator flux density to produce a force that has a component that 
is oriented radially around the periphery of the machine. It is 
this component that produces the torque on the rotor that 
causes the alignment with the stator mmf vector. 

It was mentioned previously that in order to have contin- 
uous motion, the mmf vector F must rotate at the same 
angular velocity as the rotor so that the angle between the 
mmf vector and the d, axis of the rotor is kept at a constant 
value. The rotation of the mmf vector is achieved by feeding 
the three-phase windings of the machine with time-varying 
currents. It can be shown that if these form a balanced 120° 
temporally phase-shifted set of sinusoidal currents, then the 
resultant mmf vector will rotate at a constant velocity related 
to the frequency of the input current waveforms and the 
number of pole pairs in the machine. 

In order to get a more precise figure for the torque 
produced by a Syncrel, one has to develop techniques of 
modeling the machine. Because the Syncrel is a reluctance 
machine, the coenergy technique for developing the torque 
expressions can be used [2,3]. The coenergy technique is a very 
accurate way of determining the torque as it explicitly takes 
into account the saturation nonlinearities in the iron of the 
machine. However, the technique does not lend itself to 
mathematical analysis and is not a good way of understanding 
the basic dynamic properties of the machine. The coenergy 
approach will not be pursued any further in this presentation. 


27.10.3 Machine Structure 


The essential difference between the Syncrel and, say, the 
induction machine is the design of the rotor. Most experi- 
mental Syncrel systems that have been built use the stator of an 
induction machine, including the same windings. The rotor 
designs can take on a number of different forms, from the very 
simple and basic dumbbell-shaped rotor (such as that sketched 
in Fig. 27.109) to more complex designs. Unfortunately, the 
designs that are simple to manufacture (such as the dumbbell 
design) do not give good performance; therefore, one is forced 
into more complex designs. The design of the rotor in a 
Syncrel is the key to whether it is economic to manufacture 
and has competitive performance with similar machines. 

The design of Syncrel rotors fall into four main categories of 
increasing manufacturing complexity and performance: 
dumbbell or higher pole-number equivalent designs, flux- 
barrier designs, radially laminated flux-barrier designs, and 
axially laminated designs. The first two of these design 
methodologies are old and lead to designs with poor to 
modest performance. Therefore, they will not be considered 
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FIGURE 27.110 Cross section of a radially laminated Syncrel. 


any further. The latter two, however, lead to machine designs 
with performance comparable to that of the induction 
machine. 

Figures 27.110 and 27.111 show the cross section of a four- 
pole machine with a radial lamination flux-barrier designed 
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FIGURE 27.111 


Cross section of an axially laminated Syncrel. 
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rotor and an axially laminated rotor. The radial lamination 
design allows the rotor to be built using similar techniques to 
standard radial laminations for other machines. The flux 
barriers can be punched for mass production, or wire 
eroded for low production numbers. These laminations are 
simply stacked onto the shaft to form the rotor. The punched 
areas can be filled with plastic or epoxy materials for extra 
strength if required. The iron bridges at the outside of the 
rotor are designed to saturate under normal flux levels and 
therefore do not adversely affect the performance of the 
machine. They are there to provide mechanical strength. 

The axially laminated rotor is constructed with laminations 
running the length of the rotor (i.e., into the page on Fig. 
27.111). In between the laminations a nonmagnetic packing 
material is used. This can be aluminum or bronze, for 
example, but a nonconductive material such as slot insulation 
is better since eddy currents can be induced in conductive 
materials. The ratio of the steel laminations to nonmagnetic 
material is usually about 1:1. The axial laminations are all 
stacked on top of each other, and a nonmagnetic pole piece is 
bolted on top of the stack to hold the laminations to the shaft. 
The strength of these bolts is usually the main limitation on 
the mechanical strength and hence speed of rotation of this 
rotor. If more or thicker bolts are used to increase strength, the 
magnetic properties of the rotor are compromised because of 
the amount of lamination that has to be cut out to make room 
for them. 

Radial and axial laminated rotors are usually limited to four- 
pole or higher machines because of the difficulty of accom- 
modating the shaft in two-pole designs. An axially laminated 
two-pole rotor has been built with the shafts effectively bonded 
onto the end of the rotor. Another design was constructed of a 
block of alternating steel and bronze laminations, the whole 
structure being brazed together and the resultant stack then 
being machined into a round rotor and shafts (this rotor was 
used for high-speed generator applications). 

Of the two rotor designs, the radially laminated one has the 
best potential for economic production. The axially laminated 
rotor in general gives the best performance, but the mass 
production difficulties with folding and assembling the lami- 
nations make its adoption by industry unlikely. On the other 
hand, improved designs for radially laminated rotors mean 
that they can now produce performance very close to that of 
the axial laminated designs, and the ease of manufacture would 
indicate that these rotors are the future of Syncrel rotors. 


27.10.4 Basic Mathematical Modeling 


In order to give a more quantitative understanding of the 
machine, a basic mathematical dynamic model of the machine 
will be introduced.’ This model will assume that the iron 


! Note that the model is not derived but instead just stated. The 
structure of the model will be heuristically explained. 
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material in the machine does not saturate. This means that the 
flux density and flux linkage of the windings in the machine 
are linear functions of the currents in the machine. 

To derive the electrical dynamic model of a machine, one 
usually uses Faraday’s flux-linkage expressions. In the case of 
the Syncrel, the self and mutual flux linkage between the 
phases is obviously a function of the angular position of the 
rotor; therefore, one needs to have expressions for these 
inductances in terms of rotor position. The fundamental 
assumption used to make this mathematically tractable is 
that the inductances vary as a sinusoidal function of the 
rotor position.” The other major part of the modeling process 
is the conversion from a three-phase model to a two-phase 
model. This is a process that is carried out for most sinusoid- 
ally wound machines, since it allows a variety of machines to 
be represented by very similar models. 

A further complication in this process is that the two-phase 
model is derived in a “rotating reference frame,” as opposed to 
a stationary reference frame. Developing the equations in a 
rotating reference frame has the advantage that the normal 
sinusoidal currents feeding the machine are transformed into 
dc currents in steady state, and the angular dependence of the 
machine’s inductances disappear. 

One way of heuristically understanding the effect of the 
rotating-frame transformation is to imagine that we are 
observing the machine’s behavior from the vantage point of 
the rotor. Because the sinusoidal flux density waveform is 
rotating around the machine in synchronism with the rotor, it 
appears from the rotor that the flux density is not changing 
with time—i.e., it is a flux density created by dc currents 
flowing in a single sinusoidally distributed winding. This 
single sinusoidal winding is effectively rotating with the 
rotor. It should be noted that the transformation process of 
the fluxes, currents, voltages, and machine parameters to the 
two-phase rotating frame is an invertible process; therefore, 
one can apply the inverse transformation to ascertain what is 
happening in the original three-phase machine. 

The models derived using the three-phase to two-phase 
transformations are known as dq models, the d and q referring 
to the two axes of the machine in the two-phase model (both 
stationary and rotating frame dq axes are shown in Fig. 
27.109). The linear? dq equations for the Syncrel can be 
derived as [4] 


. dig ; 

va = Rig + Ly Prg OL gi, (27.99) 
; di, 

v4 = Ri, + Lyi + ola (27.100) 


? The sinusoidal variation of inductance with rotor position turns out 
to be very accurate because the stator windings are sinusoidally wound. 
This forces the flux linkage to behave in a sinusoidal fashion. 

> Linear refers to the fact that the equations are derived assuming that 
the iron circuit behaves linearly in relation to applied mmf and the flux 
produced. 
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FIGURE 27.112 Two-phase equivalent circuit of the Syncrel in a rotating frame. 


where 


v4, 1g = the d-axis voltage and current 


Vg, tq = the d-axis voltage and current 
Ly, L, = the d- and q-axis inductances, respectively 


œ = the electrical angular velocity of the rotor 


Thus far we have concentrated on the electrical dynamics of 
the machine. The other very important aspect is the torque 
produced by the machine. It is possible to derive the torque of 
the Syncrel using the principle of virtual work based on 
coenergy as 


T,= 5 pLa -= L)iii (27.101) 
The 3/2 factor is to account for the fact that the two-phase 
machine produces two-thirds the torque of the three-phase 
machine.“ 

The only other remaining equation is the mechanical 
equation for the system: 


Jò, + Do, +T; =T, (27.102) 


where 


J = the rotational inertia of the rotor/load 
D = the friction coefficient for the load 
Tr = the fixed load torque of the load 


œ, = the rotor mechanical angular velocity (= @/pp) 


REMARK. Equation (27.101) shows that the machine must be 
designed so that Ly—L, is as large as possible. This will 
maximize the torque that is produced by the machine for given 
d- and q-axis currents. To lower L, one must design the q-axis so 
that it has as much air obstructing the flow of flux as possible, 


‘The 3/2 conversion factor is required if the transformations are 
power-variant transformations, as opposed to the power-invariant trans- 
formations. The power-variant transformations are the most common 
ones used because the single-phase machine parameters can be used 
directly in the resultant models, and the two-phase voltages and currents 
are identical in magnitude to their three-phase counterparts. 


and the d-axis must be designed so that it has as much iron as 


possible. In practice these quantities cannot be varied indepen- 


dently. 


Figure 27.112 shows the equivalent circuit for the Syncrel 
corresponding to Eqs. (27.99) and (27.100). One can see that 
the dynamic equations for the Syncrel are intrinsically simple. 
In contrast, the induction machine electrical equations consist 
of a set of four complex coupled differential equations. 


27.10.5 Control Strategies and Important 
Parameters 


The dq model captured in Eqs. (27.99)-(27.101) can be used 
to explain a number of control strategies for the Syncrel. It is 
beyond the scope of this section to present the derivation of 
these. The interested reader should consult references [4-6] 
cited at the end of this section. 

One of the most common control strategies for any elec- 
trical machine is to maximize the torque per ampere of input 
current. The following discussion should be considered in 
conjunction with Fig. 27.113, which shows the relationship of 
the various vectors in the machine to the d,q, and d,q, axes. 

It turns out that one of the critical parameters for the 
control of the Syncrel is the angle of the resultant current 
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FIGURE 27.113 Space phasor diagram of a Syncrel. 
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vector in the machine in relation to the d-axis of the machine. 
It is possible to write the torque expression for the Syncrel in 
terms of this as 


T, = Pll — L, lil’ sin 26 (27.103) 
It is obvious that this expression is maximized for a given 
value of i if 6 = 72/4. Therefore, one should control the 
currents so that 6 stays at this angle if maximum torque per 
ampere is desired. 

Another control objective for the Syncrel is to maximize the 
power factor for the machine. This is important to minimize 
the kVA for the inverter. It can be shown that the current angle 
to maximize the power factor is [4] 


ô= tan! yé 


(27.104) 


where 


¢ = L,/L, (the inductance ratio) 


REMARK. Equation (27.104) indicates that € is the important 
parameter in relation to power factor. In order to obtain a power 
factor of 0.8, one requires an inductance ratio of approximately 
10. 


Finally, we shall consider another control objective— 
maximize the rate of change of torque with a fixed-current- 
angle control strategy. In effect this means that one is maxi- 
mizing the rate of change of the currents in the machine for a 
given voltage applied to it. The analysis of this requirement 
results in [4] 


d=tanlé (27.105) 


REMARK. As with the maximum-power-factor case, € is the most 
important parameter in relation to the rate of change of torque. 
Because this control effectively optimizes the current into the 
machine for a given voltage and angular velocity, this angle also 
corresponds to that required to maximize the field-weakening 
range of the machine. 


Other control strategies for the machine can be devised, as 
well as the current angles required to obtain the maximum 
power from the machine during field-weakening operation. 


REMARK. If one carries out a thorough analysis of all the control 
properties of the Syncrel, then it emerges that all performance 
measures for the machine are enhanced by a large value of the ¢ 
ratio. 


27.10.6 Practical Considerations 


The control strategies discussed in the previous section were 
all derived assuming that the machine does not exhibit 
saturation and there are no iron losses. The q-axis of the 
machine does not have any saturation, as the flux path on this 
axis is dominated by air. However, the d-axis of the machine 
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does exhibit substantial saturation under operational flux 
levels, and this effect must be accounted for to optimize the 
drive’s performance. 

The effect that saturation has on the ideal current angles is 
to increase them. This increase is most pronounced for the 
maximum torque per ampere control strategy, since this 
strategy results in a larger component of current in the d- 
axis, and consequently more saturation. Maximum power 
factor and maximum rate of change of torque are not affected 
as much. In order to get the correct current angle for 
maximum torque per ampere, a lookup table of the saturation 
characteristic of the machine must be stored in the controller, 
which is consulted in order to calculate the desired current 
angle [7]. 

It has been found that iron losses in the stator and the rotor 
also affect the optimal current angles. However, usually 
saturation effects dominate, and the effects of iron losses can 
be ignored. 


27.10.7 A Syncrel Drive System 


The basic structure of a variable speed drive system based on 
using the Syncrel is shown in Fig. 27.114. Many components of 
this drive are very similar to those found in an induction 
machine drive system. One notable exception is the Lz lookup 
table block and the current reference generator. The Ly lookup 
stores the current vs d-axis inductance table for the machine, 
thereby allowing the inductance to be determined for various 
current levels. This table is also used to generate the incre- 
mental d-axis inductance. The inductance values generated 
from this table are used in the state feedback block and the 
torque estimator. 

The state feedback block effectively generates an offset 
voltage to the PWM generator so that the voltage it produces 
is at least enough to counter the back emf. This technique 
effectively eliminates the back emf disturbance from the 
current-control loops. 

The current reference generator takes the desired torque as 
an input and generates the required d- and q-axis currents at 
the output. This block uses a lookup-table technique together 
with an inverse of the torque equation to generate these 
currents and takes into account the saturation characteristics 
of the machine. 

The three-to-two-phase block converts the currents from a 
three-phase stationary frame to a two-phase rotating frame. 
This is a standard block in induction machine drives, and as 
with induction-machine drives, this means that the Syncrel 
control algorithm is implemented in a rotating reference 
frame. The conversion from this frame back to the stationary 
frame occurs implicitly in the space vector PWM generator. 

The Syncrel control algorithm is essentially a simplified 
vector controller, and consequently the computational 
requirements are not high. This means that a Syncrel control- 
ler can be implemented on a modest microprocessor. As far as 
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FIGURE 27.114 Block diagram of a Syncrel drive system. 


input and output hardware is concerned, the requirements are 
basically the same as those for an induction machine system — 
i.e., sample two of the phase currents, the link voltage, and the 
rotor position. 


27.10.8 Conclusions 


The Syncrel-based drive system offers simplicity in control, 
excellent performance for variable-speed and position-control 
applications, good torque and power density, and efficiency 
that is more than competitive with that of induction-machine 
drive systems. To date very few commercial drive systems are 
available using Syncrels, this being mainly due to the slow 
emergence of easy-to-manufacture rotors that give good 
performance, and the conservatism of the motor-drive indus- 
try. One commercial application that has emerged is ac servo 
applications, where the Syncrel offers low torque ripple (with 
appropriate rotor design) together with a small moment of 
inertia. Other applications under consideration are in the area 
of drives for electric vehicles and generators for flywheel 
energy storage systems. It remains to be seen whether the 
Syncrel can ever challenge the supremacy of the vector- 
controlled induction machine in mainstream industrial appli- 
cations. 


The interested reader who wishes to pursue Syncrel drives in 
more detail can find a good coverage of the control and motor 
design issues in [8]. 
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28.1 General 


Variable-speed drives are continuously innovated. Their devel- 
opment is characterized by the progress made in various areas 
including power and microelectronics, control systems, 
magnetic materials, modern communication technologies 
(e.g. for ultra-fast bus communications), etc. In the past, dc 
motors were used extensively in areas where variable-speed 
operation was required, since their flux and torque could be 
controlled easily by controlling the field and armature current 
respectively. However, dc motors have certain disadvantages, 
which are mainly due to the existence of the commutator and 
the brushes. However, these problems can be overcome by the 
application of ac motors, which can have simple and rugged 
structure, high maintainability and economy; they are also 
robust and immune to heavy overloading. 

The rapid advancements made in the field of microproces- 
sors and DSPs has contributed significantly to the develop- 
ment of various high-performance ac drives, since it has 
become possible to introduce relatively complicated control 
systems in these drives. One of the main developers of motion 
control DPS is Texas Instruments (see also Section 28.3). 

Among the various ac drive systems, those which contain 
the squirrel cage induction motor have a particular cost 
advantage. At present the cage induction motor is the most 
frequently used motor in industry. This is due to the fact that 
it is simple, rugged, requires only low maintenance and is one 


! [DTC Direct Torque Control is the registered trade mark of DTC, 
owned by ABB Industry Oy]. 
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of the cheapest machines available at all power ratings. 
However, permanent magnet synchronous motors are also 
becoming increasingly used. Owing to their excellent control 
capabilities, variable speed drives incorporating ac motors and 
employing modern static converters and torque control can 
compete well with high-performance four-quadrant dc drives. 

In recent years various speed and position sensorless control 
schemes have been developed for variable-speed ac drives. The 
main reasons for the development of these “sensorless” drives 
are [35]: reduction of hardware complexity and cost; increased 
mechanical robustness and overall ruggedness; operation 
in hostile environments; higher reliability; decreased main- 
tenance requirements; increased noise immunity; unaffected 
machine inertia; improvement of the vibration behaviour, 
elimination of sensor cables etc. The terminology “sensorless” 
refers to the fact that no conventional speed or position 
monitoring (e.g. tachometer based speed sensors, optical 
incremental sensors or electromechanical resolvers) are used 
in these drives. In “sensorless” drives, the speed and/or the 
position signal is obtained by using monitored voltages and/or 
currents and by utilizing mathematical models or artificial- 
intelligence-based systems [35, 36]. In addition to these 
techniques, it is also possible to replace a conventional speed 
or position sensor in a variable-speed drive by using integrated 
sensor ball bearings (e.g. by using sensor bearings manufac- 
tured by SKF [39, 40, 41]. 

Commercially available sensorless induction motor drives 
incorporate speed estimators (not position estimators). These 
drives operate in the speed range of 1% and 100% rated speed, 
and having speed control accuracy as high as +5% of base 
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speed. The performance of sensorless drives mainly depends 
on the torque control capabilities and also on the speed (and 
position) estimation accuracy and bandwidth. The dynamic 
performance of first generation sensorless drives approaches 
those of standard vector drives, at least at speeds higher than 
3-5% of the rated speed. First generation sensorless drives are 
not suitable to control the rotor position, (since that would 
require an absolute rotor position estimation with 12-16 bit 
accuracy and a high bandwidth, in addition to full torque 
control capability at zero speed). The state-of-the-art research 
in the field of sensorless ac drives is related to speed and 
position sensorless drives operating in the very low speed 
range [43]. In many applications, cranes, hoists, traction 
drives, etc., it is very important to maintain the required 
torque down to zero speed [43]. Second generation sensorless 
ac drives will compete with standard vector drives, and will 
have full torque control at zero speed and at least 12bit 
absolute position accuracy. 


28.2 Basic Types of Torque-Controlled 
Drive Schemes: Vector Drives, 
Direct-Torque-Controlled Drives 


At present there exist basically two different types of instanta- 
neous electromagnetic-torque-controlled ac drives (briefly 
torque-controlled drives) for high-performance applications: 
these are vector-controlled (VC) and direct-torque-controlled 
(DTC) drives. However, a new type of high-performance ac 
drive is under development at Aberdeen University and 
Heriot-Watt University, this is based on a joint research work. 
Vector-controlled drives were introduced more than 20 
years ago in Germany by Blaschke, Hasse and Leonhard. It is 
less known that Jonsson in Sweden [18] had also developed 
sensorless vector-controlled drives, under the name NFO 
(natural field-oriented control) drives, almost 20 years ago, 
but the results were not published for a long time. Vector 
drives have achieved a high degree of maturity and have 
become increasingly popular in a wide range of applications. 
They have established a substantial and continuously increas- 
ing worldwide market. It is an important feature of various 
types of vector-controlled drives that they allow the dynamic 
performance of ac drives to match or sometimes even to sur- 
pass that of the dc drive. By using vector control, similar to the 
torque control of a separately excited dc motor, it is possible to 
control separately the flux and torque producing current 
components. At present, the main trend is to use sensorless 
vector drives, where the speed and position information is 
obtained by utilizing monitored voltages and/or currents. 
Direct-torque-controlled drives were introduced in Japan by 
Takahashi [28] and also in Germany by Depenbrock [9] more 
than 10 years ago. However, the first industrial direct-torque- 
controlled drive was introduced by ABB a few years ago [31] 
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and this is a very significant industrial contribution. DTC 
technology was first introduced by ABB in 1994, and the first 
DTC product, the ACS600, was introduced in 1995. It is a 
main feature of the ABB DTC drive that the flux and torque 
are controlled directly and independently by the selection of 
optimal inverter switching modes (e.g. these are optimal 
switching voltages in a voltage-source-inverter-fed (VSI) 
drive). The ABB drive is a sensorless induction motor drive, 
which does not incorporate any mechanical transducers (for 
position and/or speed monitoring). In general, a DTC drive is 
simpler than a VC drive (see Section 28.2.2) and gives very fast 
torque response. ABB DTC implementation data is not avail- 
able and is the property of ABB [35]. 


28.2.1 Fundamentals of Vector Drives 


In the present section a brief description is given of the 
fundamentals of vector- and direct-torque-controlled drives. 


28.2.1.1 De Machine Torque Control 


Due to the stationary orthogonal field axes, the control 
structure of dc machines is relatively simple, but their 
mechanical construction is complicated. In a separately 
excited dc machine, the instantaneous electromagnetic 
torque, f, is proportional to the product of the field current, 
ie (flux producing current) and the armature current, i, 
(torque producing current), 


t = cih = C Wei, (28.1) 

In Eqn. (28.1), c and c, are constants, We, is the field flux. 
The field flux can be established either by a stationary dc 
excited field winding, or by permanent magnets. Torque 
control can be achieved by varying the armature current, 
and quick torque response is obtained if the armature current 
is changed quickly and the field current (field flux) is constant. 
However, this principle can also be used for the instantaneous 
torque control of ac machines (both induction and synchro- 
nous: the latter can be of the electrically excited, reluctance or 
the permanent magnet excited type), as discussed below. 


28.2.1.2 Induction Machine Vector Control 

Vector control techniques incorporating fast microprocessor 
and DSPs have made possible the application of ac drives for 
high-performance applications, where traditionally only dc 
drives were employed. In the past such control techniques 
would have been not possible because of the complex hard- 
ware and software required to solve the complex control 
problem. As for dc machines, torque control in ac machines 
can also be achieved by controlling the motor currents (e.g. 
stator currents of an induction machine). However, in contrast 
to a dc machine (see the previous section), in an ac machine, 
both the phase angle and the modulus of the current has to be 
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controlled, or in other words, the current vector has to be 
controlled. This is the reason for the terminology “vector 
control”. Furthermore, in dc machines, the orientation of the 
field flux and the armature mmf is fixed by the commutator, 
while in ac machines, the field flux and the spatial angle of the 
armature mmf require external control. In the absence of this 
control, the spatial angles between the various fields in ac 
machines vary with the load and yield unwanted oscillating 
dynamic response. When vector control is used, the torque- 
and flux-producing current components are decoupled and 
the transient response characteristics are similar to those of a 
separately excited dc machine (see details below). 

The mechanism of torque production in an ac machine and 
also in a dc machine is similar. Unfortunately this similarity 
has not been emphasized before the 1970s, and this is one of 
the reasons why the technique of vector control did not emerge 
earlier. The formulae given for the electromagnetic torque in 
many well-known textbooks on electrical machine theory 
(which do not discuss space vector theory) have also implied 
that, for the monitoring of the instantaneous electromagnetic 
torque of an induction machine, it is also necessary to monitor 
the rotor currents and the rotor position. Even in the 1980s 
some publications seemed to strengthen this false conception, 
which only arose because the complicated formulae derived for 
the expression of the instantaneous electromagnetic torque 
had not been simplified. However, by using fundamental 
physical laws and/or space vector theory, it is easy to show 
that, similar to the expression of the electromagnetic torque of 
a separately excited dc machine, the instantaneous electro- 
magnetic torque of an induction machine can be expressed as 
the product of a flux-producing current and a torque-produ- 
cing current, if a special, flux-oriented reference frame is used, 
i.e. if flux-oriented control is employed. In this case, the stator 
current components (which are expressed in the stationary 
reference frame) are transformed into a new rotating reference 
frame, which rotates together with a selected flux linkage space 
vector. In general, there are three main possibilities for the 
selection of the flux linkage vector, so the chosen flux linkage 
vector can be either the stator flux linkage vector, rotor flux 
linkage vector or magnetizing flux linkage vector. Hence the 
terminology: stator-flux-, rotor-flux- and magnetizing-flux- 
oriented control. In these three cases the instantaneous elec- 
tromagnetic torque can be expressed as follows [35]: 


(28.2) 
(28.3) 


t= cislWsl®y for stator-flux-oriented control 
te = C1 IW l isy 


te = CimlYsl isy 


for rotor-flux-oriented control 


for magnetizing-flux-oriented control 


(28.4) 


It is important to note that these expressions are similar to 
Eqn. (28.1), and for linear magnetic conditions Cis», Ci Cim are 
constants, |w,|, |w,| and |w,,| are the modulus of the stator-, 
rotor- and magnetizing-flux-linkage space vectors, respec- 


737 


tively. Furthermore, the torque-producing stator currents in 
the stator-, rotor- and magnetizing-flux-oriented reference 
frame are denoted by fs 4, and iy respectively (the super- 
script indicates the special reference frame used). It should be 
noted that the real and imaginary axes of a rotating reference 
frame fixed to a flux linkage space vector are denoted by x and 
y, respectively. The torque producing stator currents in Eqns. 
(28.2)-(28.4) take the role of the armature current in Eqn. 
(28.1). The application of Eqn. (28.3) will be shown in the 
drive scheme of Fig. 28.1(a) below. Equations (28.2)—(28.4) 
can be derived from a single equation, according to which the 
instantaneous electromagnetic torque of an induction 
machine can be expressed as the cross vectorial product of 
the stator flux linkage and current space vectors (in every 
reference frame) [32]. It follows from Eqn. (28.2) that when 
the stator flux linkage modulus is constant (|,| = const.), 
and the torque-producing stator current is changed quickly, 
quick torque response is obtained. Similar considerations hold 
for Eqns. (28.3) and (28.4). This simple physical picture forms 
the basis of vector-controlled drives. It is important to note 
that the t, = cli, type of expression for the instantaneous 
electromagnetic torque also holds for smooth-air-gap synchro- 
nous motors as discussed below, and this equation is utilized 
in the vector control implementations of smooth-air-gap 
synchronous motors. 

Since the expression of the electromagnetic torque contains 
the transformed stator currents, it is obvious that, in a vector- 
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FIGURE 28.1 


induction motor with impressed stator currents. (a) Drive scheme, and 
(b) vector diagram. 


Direct rotor-flux-oriented vector control scheme of an 
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controlled drive, the stator currents must be transformed into 
the required special reference frame (e.g. for a stator-flux- 
oriented controlled drive, the stator current components in 
the stationary reference frame must be transformed into the 
stator current components in the stator-flux-oriented refer- 
ence frame). It is a common feature of all vector-controlled 
drives that the modulus and phase angle of the ac excitation 
are controlled. However, since the reference frame is aligned 
with the selected flux linkage space vector (e.g. stator flux 
linkage space vector), the transformation contains the angle of 
the flux linkage space vector (e.g. stator flux angle, with 
respect to the real axis of the stationary reference frame). 
Thus, the implementation of vector control requires the flux 
angle and also the flux linkage modulus and a major task for 
an implementation is to have an accurate flux linkage estima- 
tion. However, this is also a major task in a drive employing 
direct torque control. 

When the selected flux linkage is the stator flux linkage, in 
principle, it can be easily obtained by using terminal voltages 
and currents. This follows directly from physical considera- 
tions, since in the stationary reference frame, the stator flux 
linkage is the integral of the terminal voltage minus the ohmic 
stator loss, Y, = f(a, — R,i,)dt (where Y, %, and i, are the 
space vectors of the stator flux linkage, stator voltage and 
stator current, respectively, and they are expressed in the 
stationary reference frame). However, at low stator frequencies 
some problems arise when this technique is applied [43], since 
the stator voltages become very small and the ohmic voltage 
drops become dominant, requiring very accurate knowledge of 
the stator resistance and very accurate integration. The stator 
resistance can vary due to temperature changes; and this effect 
can also be considered by using a thermal model of the 
machine. Drifts and offsets can greatly influence the precision 
of integration. The overall accuracy of the estimated flux 
linkage vector will also depend on the accuracy of the 
monitored voltages and currents. At low frequencies more 
sophisticated techniques must be used to obtain the stator flux 
linkages. The monitoring of the stator voltages can be elimi- 
nated in a voltage-source inverter-fed machine, since they can 
be reconstructed by using the monitored value of the dc link 
voltage and also the switching states of the switching devices 
(of the inverter). As shown in Section 28.2.3.2, the compo- 
nents of the stator flux linkage space vector can also be used to 
obtain the rotor speed signal in a speed sensorless drive, i.e. by 
utilizing the speed of the stator flux linkage space vector 
(which is equal to the rate of change of the angle of the 
stator flux linkage space vector). 

When the selected flux linkage space vector is the rotor flux 
linkage vector (w//), it is also possible to obtain it from the 
terminal quantities by first obtaining the stator flux linkage 
vector (i,), and then by applying the appropriate modifica- 
tions, Y. = (L,/Lm)(W, — Li), where L, La and L, are the 
rotor, magnetizing and stator transient inductances respec- 
tively and i, is the space vector of the stator currents expressed 
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in the stationary reference frame. This follows directly from 
the fact that the stator and rotor flux linkage space vectors can 
be expressed as W, = Li + Lyi and Y, = L,i, + Lyi, where 
i, is the rotor current space vector in the stationary reference 
frame. Thus an accurate knowledge of the machine induc- 
tances is required and this is a difficult problem, since they can 
vary with the saturation level, and the conventional tests (no- 
load and blocked rotor tests) do not give accurate values for an 
induction machine with closed rotor slots. Furthermore, at 
low frequencies the same problems arise as with the stator flux 
linkage estimation, and to avoid these, various rotor flux 
models can be used. Some of these models also use the rotor 
speed (or rotor position), which can be monitored, but in 
“sensorless” applications, the speed or position is not moni- 
tored directly, but is estimated by using advanced control 
(observers, intelligent systems, etc.) or other techniques. 

There are basically two different types of vector control 
techniques: direct and indirect techniques [35]. The direct 
implementation relies on the direct measurement or estima- 
tion of the rotor-, stator- or magnetizing flux linkage vector 
amplitude and position. The indirect method uses a machine 
model, e.g. for rotor-flux-oriented control it utilizes the 
inherent slip relation. In contrast to direct methods, the 
indirect methods are highly dependent on machine para- 
meters. Traditional direct vector control schemes use search 
coils, tapped stator windings or Hall effect sensors for flux 
sensing. This introduces limitations due to machine structural 
and thermal requirements. Many applications use indirect 
schemes, since these have relatively simpler hardware and 
better overall performance at low frequencies, but since these 
contain various machine parameters, which may vary with 
temperature, saturation level and frequency, various parameter 
adaptation schemes have been developed. These include self- 
tuning controller applications, Model Reference Adaptive 
System (MRAS) applications, applications of observers, appli- 
cations of intelligent controllers (fuzzy, neuro, fuzzy-neuro 
controllers), etc. If incorrect modulus and angle of the flux 
linkage space vector are used in a vector control scheme, then 
flux and torque decoupling is lost and the transient and 
steady-state responses are degraded. Low frequency response, 
speed oscillations, loss of input-output torque linearity are 
major consequences of detuned operation together with 
decreased drive efficiency. 

To illustrate a simple vector-controlled drive, Fig. 28.1(a) 
shows the schematic drive scheme of an induction motor with 
impressed stator currents employing direct rotor-flux-oriented 
control. 

In the drive scheme of Fig. 28.1(a), the expression of the 
electromagnetic torque given by Eqn. (28.3) has been used, but 
for simplicity, the notation has been simplified, thus c = ¢,,, 
iy = iy and hence f = ¢,,|W;,liy. Furthermore, the modulus 
of the rotor flux linkage space vector can be expressed as 
Iyl = Lalal where L,, is the magnetizing inductance of the 
induction machine and |i,,| is the modulus of the rotor 
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magnetizing current space vector shown in Fig. 28.1(b). The 
flux-producing and torque-producing stator current refer- 
ences (isxref> Ísyref) are obtained on the outputs of the flux 
and torque controllers respectively (which can, e.g., be PI 
controllers), and are then transformed to the stator currents in 
the stationary reference frame (iDref> IsQref)> Where all the 
current components are also shown in Fig. 28.1(b). For this 
purpose Isref = &Dref + jisQref = (iret + jisyref) exp( jpe) is 
used, where p, is the position of the rotor flux linkage space 
vector (with respect to the real axis of the stationary reference 
frame). For illustration purposes Fig. 28.1(b) shows all the 
stator current components and also the angle p,. In the drive 
scheme of Fig. 28.1(a), the torque-producing stator current 
(iy) and the modulus of the rotor magnetizing current are 
obtained on the output of a rotor flux linkage model. In the 
simple case shown, the rotor flux linkage model uses the 
monitored rotor speed and also the monitored stator currents 
as inputs. Such a model can be obtained by considering the 
rotor space vector voltage equation of the induction motor 
[32]. This yields the modulus and angle of the rotor flux 
linkage space vector (hence the name flux model), but since 
the rotor flux modulus is the product of L,, and |i,,,|, thus 
lin,| can also be obtained. Furthermore, since the position of 
the rotor flux linkage space vector (p,) is also determined in 
the flux model, and since the stator currents are also inputs to 
the flux model (in practice only two stator currents are 
required), the torque-producing stator current i can also be 
obtained. For this purpose the relationship between the stator 
current space vector expressed in the rotor-flux-oriented 
reference frame (i) and the stator current space vector 
expressed in the stationary reference frame (i,) is considered; 
thus { = ix + jiy = i,exp(—jp,), where i, is the space vector 
of the stator currents in the stationary reference frame 
i, = (ia + aig + aic). In Fig. 28.1(a), FG is a function 
generator, on the output of which the modulus of the rotor 
magnetizing current reference (limrref!) is obtained, and its 
input is the monitored speed. This can be used for field- 
weakening purposes. When the conventional field weakening 
technique is used, then below base speed Jigme! is constant, 
but above base speed it is reduced, i.e. it is inversely propor- 
tional to the rotor speed. In Fig. 28.1(a), the electromagnetic 
torque reference is obtained on the output of the speed 
controller. This can be a conventional PI controller, a fuzzy 
logic controller, etc. It can be seen that the drive scheme shown 
in Fig. 28.1(a) also contains two current controllers and iy is 
obtained (in the flux model) by utilizing the transformation 
exp(—jp,), but the transformation exp( jp,) is also used (to 
obtain ipref> IsQref). However, it will be shown below that the 
current controllers and these transformations are eliminated 
when direct torque control is used. 

Figure 28.2 shows the schematic drive scheme of an induc- 
tion motor with impressed stator currents employing indirect 
rotor-flux-oriented control. In Fig. 28.2(a) the torque and flux 
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FIGURE 28.2 Indirect rotor-flux-oriented vector control scheme of 
induction motor with impressed stator currents. (a) Drive scheme and 


(b) vector diagram. 


angular slip frequency reference (,,.¢) are generated from the 
reference electromagnetic torque (t,.¢) and reference rotor 
magnetizing current modulus (|inrref|). The rotor position (0,) 
is monitored and is added to the reference value of the slip 
angle (O,,¢), to yield the position of the rotor magnetizing 
current space vector (or rotor flux linkage space vector). These 
angles are also shown in Fig. 28.2(b). The transformation of 
isxref and igyrep into the three-phase stator reference currents is 
similar to that shown in the direct scheme above (see Fig. 
28.1(a)). The expressions used for the estimation of ief and 
@Jref follow from the rotor voltage equation of the induction 
machine [35], and these expressions are Ogre = tsyref /( T, tsxref) 
and ixref =(1+ T;P)limrrerl where T, is the rotor time 
constant and p is the differential operator, p = d/dt. 


28.2.1.3 Permanent Magnet Synchronous Machine 
and Synchronous Reluctance Machine 
Vector Control 


Inverter-fed synchronous motors are widely used in high- 
performance variable-speed drive systems. If the synchronous 
machine is supplied by a current-controlled voltage-source 
PWM inverter, then the stator currents are decided by the 
reference speed or reference electromagnetic torque and the 
inverter drives the synchronous motor so that the instanta- 
neous stator currents follow their reference values. For high- 
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performance drives it is possible to use various rotor config- 
urations: rotors with permanent magnets, reluctance type, and 
electrically excited rotors. 

There are basically three types of permanent magnet 
synchronous machines (the permanent magnets are on the 
rotor). In the permanent magnet synchronous machine with 
surface-mounted magnets, the (polar) magnets are located on 
the surface of the rotor and the machine behaves like a 
smooth-air-gap machine (the direct and quadrature-axis 
synchronous inductances are equal, L,; = L,,) and there is 
only magnet torque produced. In the permanent magnet 
synchronous machine with inset magnets, the (subpolar) 
magnets are inset into the rotor (directly under the rotor 
surface), and this is a salient-pole machine (La # L,,) and 
both magnet torque and reluctance torque are produced. In 
the permanent magnet synchronous machine with buried 
magnets (interior magnets), the magnets are buried in the 
rotor (La #L,,) and again both magnet and reluctance 
torques are produced. There are basically three types of 
permanent magnet machines with buried magnets, depending 
on how the magnets are buried in the rotor: the magnets can 
be radially placed, axially placed or they can be inclined. 

A synchronous machine with reluctance rotor (SYRM) can 
have various rotor configurations. In earlier constructions, 
rotor saliency was achieved by removing certain teeth from the 
rotor of a conventional squirrel cage. Such synchronous 
reluctance machines with low output power have been used 
for a long time and their inferior performance, combined with 
their relatively high price, have resulted in their limited use. 
However, as a result of recent developments, more reliable and 
robust new constructions exist; these have basically three types 
of rotors: segmential, flux barrier and axially laminated rotors. 
In the SYRM with segmental rotor, saliency ratios (L,q/L,,) of 
6-7 have been obtained. If the number of rotor segments is 
very large, then a distributed anisotropic structure is obtained, 
which is similar to the various axially laminated structures 
used in the past. By using multiple segmental structures, the 
saliency ratio can be increased. In the SYRM with axially 
laminated rotor, the rotor is made of conventional axial 
laminations bent into U or V shapes and stacked in the 
radial direction. With this structure it is possible to produce 
very high saliency ratios, and saliency ratios of 9-12 have been 
obtained. This also leads to fast torque responses. A synchro- 
nous reluctance machine is a salient-pole machine which 
produces reluctance torque. 


28.2.1.3.1 Permanent Magnet Machines In a permanent 
magnet synchronous motor with surface-mounted magnets, 
torque control can be achieved very simply, since the instan- 
taneous electromagnetic torque can be expressed similarly to 
that of the dc machine given by Eqn. (28.1): 


te = CpWpisg (28.5) 
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where cy is a constant, Yp is the magnet flux (rotor flux in the 
rotor reference frame), and iq is the torque-producing stator 
current component (quadrature-axis stator current in the 
rotor reference frame). Both Wp, and iq are shown in 
Fig. 28.3(b). Equation (28.5) can be obtained in many ways. 
However, according to simple physical considerations, the 
electromagnetic torque must be maximum when the torque 
angle (ô) is 90°, and the torque varies with the sine of the 
torque angle, which is the angle between the space vector of 
the stator currents and the magnet flux (it is also shown in Fig. 
28.3(b)). It follows from Fig. 28.3(b) that the quadrature-axis 
stator current is |i,| sind. The expression of the torque is also 
similar to those shown in Eqns. (28.2)—(28.4) for the induc- 
tion motor, and this is an expected physical feature. It can also 
be seen that the electromagnetic torque can be controlled by 
controlling the stator currents. The torque expression also 
follows directly from the fact that for all singly salient electrical 
machines the instantaneous electromagnetic torque can be 
considered to be equal to the cross vectorial product of the 
stator flux linkage space vector and stator current space vector: 


te = VA x i) = alL i, + Wr) x i = Wp x ik = CWhrigg 
(28.6) 


where the cross-vectorial product is denoted by x, and y. and 
i, are the space vectors of the stator flux linkage and stator 
current space vectors, respectively, in the rotor reference frame 
and L, is the stator inductance (fp is the magnet flux). It can 
be seen that the electromagnetic torque is proportional to the 
magnet flux (rotor flux) and the quadrature-axis stator 
current (torque producing stator current). If the magnet flux 
is constant, and the quadrature-axis current is changed rapidly 
(e.g. by a current-controlled PWM inverter), a quick torque 
response is obtained. 

In contrast to the vector control scheme of the induction 
motor, the vector control scheme of the permanent magnet 
induction motor is simpler. This follows from the fact that the 
magnet flux is fixed to the direct axis of the rotor reference 
frame and the space angle between the magnet flux and the 
direct axis of the stator reference frame is equal to the rotor 
angle, 0,, which can be monitored by using a position sensor 
(in a “sensored” drive). In contrast to this, in the induction 
motor, e.g. if rotor-flux-oriented control is performed, it is 
also necessary to know the position of the rotor flux linkage 
space vector with respect to the direct axis of the stator 
reference frame, and in general this angle is not equal to the 
rotor angle and its determination requires the use of a flux 
model. In the vector control scheme for the pm synchronous 
motor the quadrature-axis stator current (in the rotor refer- 
ence frame) can be obtained simply by considering that, when 
the stator current vector is expressed in the rotor reference 
frame, then i, = i, exp(—j0,). In this expression the rectangu- 
lar form of the stator current vector in the rotor reference 
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FIGURE 28.3 Rotor-oriented vector control scheme of a permanent 
magnet synchronous motor with surface mounted magnets supplied by a 
current-controlled PWM inverter. (a) Drive scheme and (b) vector 
diagram. 


frame is % = iq + jiq and the stator current vector in the 
stator (stationary) reference frame is i, = ig + jio = 
|i,| exp( jæ), where as shown in Fig. 28.3(b), æ, is the angle 
of the stator current vector (with respect to the direct axis of 
the stationary reference frame). Thus finally % = ig + Sig = 
|i,| exp[j(a, — 0,)] is obtained, yielding 


ig = lil sin(a, — 9,) = |i,| sin(6) (28.7) 


in agreement with that discussed above, and hence the 
electromagnetic torque can be expressed as 


te = CWeli sin(a, ~~ 0.) = CW elgg (28.8) 


It follows that, if the stator current modulus and angle are 
known (e.g. by using a rectangular-to-polar conversion of the 
measured direct- and quadrature-axis stator current compo- 
nents ip» iq) and the rotor angle (0,) is measured (e.g. by a 
suitable position sensor), then the quadrature-axis stator 
current can be simply determined according to Eqn. (28.7). 
As stated above, Eqn. (28.8) is physically expected, since it 
shows that the electromagnetic torque varies with the sine of 
the torque angle (torque angle 6 = æ, — 0,). It also follows 
that maximum torque per stator current is obtained when the 
torque angle is ninety degrees. 
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Equation (28.8) forms the basis of rotor-oriented vector 
control schemes, which use a position sensor. Figure 28.3(a) 
shows a possible implementation of a vector-controlled (rotor- 
oriented controlled) permanent magnet synchronous machine 
with surface mounted magnets, where the machine is supplied 
by a current-controlled PWM inverter. 

In Fig. 28.3(a) the electromagnetic torque reference (tref) is 
proportional to isqref» SINCE teref = CWpisqref Below base speed, 
idref = 0, Since in this case the torque angle is 90° and 
maximum torque/ampere is obtained. However, above base 
speed, in the field-weakening range, where the inverter voltage 
limit is reached, a negative value of iare is used and in 
this case the torque angle is larger than 90°. Since the stator 
current modulus |i,| cannot exceed its maximum value (ignax)» 
thus |i, = /(2,+ ia) < imav the quadrature-axis stator 
current i,, may have to be reduced, thus terep may also have 
to be limited. The stator current components in the stationary 
reference frame (hDref> tQref) are obtained by using the 
transformation exp( j0,), and this is followed by the applica- 
tion of the two-phase-to-three-phase transformation. This 
scheme is similar to that shown in Fig. 28.2(a). However, for 
the permanent magnet synchronous motor, in Fig. 28.3(a) the 
rotor position (0,) is used (rotor-oriented control) instead of 
the position (p,) of the rotor flux linkage space vector (rotor- 
flux-oriented control) and the angular slip frequency reference 
is zero. Furthermore below base speed, isaret = 0. 

It is also possible to have a speed-sensorless implementa- 
tion, where the rotor speed is obtained by utilizing the speed 
of the stator flux linkage space vector (rate of change of the 
angle of the stator flux linkage space vector). Although such a 
drive can be used in a wide speed range, it will not give fully 
controlled torque operation down to zero speed. 

One main difference between the vector control of a 
synchronous machine and the vector control of an induction 
machine is their cross-magnetizing behavior. In an electrically 
excited synchronous machine, the stator currents produce a 
rotor flux which is in space quadrature to the flux produced by 
the field winding. Thus, similar to the cross-magnetizing 
armature reaction of a dc machine, a reduction of the field 
flux can be caused at high values of torque. In a synchronous 
machine with surface mounted magnets, normally this demag- 
netization effect is small, due to the large air-gap associated 
with the magnets, but at high currents it can cause magnet 
demagnetization. This effect must be considered when design- 
ing the motor. However, in an induction machine subjected to 
vector control (e.g. rotor-flux-oriented control), the quadra- 
ture-axis rotor flux linkage (in the rotor-flux-oriented refer- 
ence frame) is zero. Thus there is no demagnetization effect 
caused by the torque producing stator current. 

The iq = 0 control method has been a popular technique 
for a long time and has been used to avoid the demagnetiza- 
tion of the magnet material. In general, in a permanent 
magnet synchronous motor, where the direct- and quadra- 
ture-axis stator inductances (La L,,) are not equal, e.g. for a 
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machine with interior magnets, independent control of iq 
(flux-producing current) and iq (torque-producing current) is 
possible by considering that the direct-axis stator flux linkage 
is Ya = Re(W4) = We + Laig (see also the definition used in 
Eqn. (28.6) and the expression of the electromagnetic torque is 
te = [Prig + Loa — Lea Visa leq]: This last equation follows 
from the fact that, in general, t, = = ty, x i holds, where 


y, = = Wea + JW sq Wea = = Yr + Latsa Ys = = Lg tq 


28.2.1.3.2 Synchronous Reluctance Machines Due to the 
low cost, simplicity of control, absence of rotor losses and 
field-weakening capability, recently increased research efforts 
has focused at varioius industrial and automotive applications 
of synchronous reluctance motors. The synchronous reluc- 
tance motor (SYRM) is a greatly robust singly salient machine 
(similar to the stator of an induction machine, the stator bore 
is smooth but slotted and there is a symmetrical three-phase 
stator winding carrying balanced three-phase currents; 
however, there is a salient-pole rotor). In a high-performance 
synchronous reluctance motor the rotor is axially laminated; 
this results in high saliency ratios (high L,4/L,, where Lsa and 
[,, are the direct- and quadrature-axis synchronous induc- 
tances, respectively). The high saliency ratio results in high 
power density, increased torque, high power factor and 
increased efficiency. Reluctance torque is created by the align- 
ment of the minimum reluctance path of the rotor with the 
rotating magnetizing mmf which is produced by the stator 
currents (there are no rotor currents in a cageless design). 

The electromagnetic torque of a SYRM can also be 
expressed similarly to that of the induction motor or perma- 
nent magnet synchronous motor. In general, the electromag- 
netic torque is developed by the interaction of the stator flux 
linkage space vector and stator current space vector, thus 

= $ PY, x i, where P is the number of pole pairs and the 
stator flux linkage and current space vectors in the rotor 
reference frame are Y, = Ysa + jWoq and Ë= iat jisą respec- 
tively. The subscripts d and q denote the direct- and quad- 
rature-axis quantities, respectively, in the rotor (synchronous) 
reference frame. Due to the absence of rotor currents, the 
stator flux linkages are established by the stator currents, thus 
Vsa = Laha and Yoq = Lsgisg where Lq and Lyg are the direct- 
and guadratareasis synchronous inductances, respectively. It 
follows that 


Waha) = Í P(La = 


L= 3 Py, x i, = 3 PWeaticg ~~ La) isd icq 


(28.9) 


It is important to note that in Eqn. (28.9) the stator current 
components (i,4, fq) are expressed in the rotor reference 
frame, and can be obtained from the stator currents in the 
stationary reference (ip, i,q) as 


i, = id + Jisq = i, exp(—j0,) = (isp + fig) exp(—j0,) (28.10) 
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FIGURE 28.4 Rotor-oriented vector control scheme of a synchronous 
reluctance motor supplied by a current-controlled PWM inverter. (a) 
Drive scheme and (b) vector diagram. 


where 0, is the rotor angle, and this is why in general, the rotor 
position is required (e.g. in a control scheme using rotor- 
oriented control) for the transformation of the measured 
stator currents (i, iq). For better understanding, Fig. 
28.4(b) shows the stator current vector, the stator flux linkage 
vector and also the various reference frames. 

Equations (28.9) and (28.10) can be used for the imple- 
mentation of the rotor-oriented control of the synchronous 
reluctance motor. However, Eqn. (28.9) can also be arranged 
into the following form, if Y,a = Lafa is utilized: 


= 5 PUL ~~ Leg) sd isq = [PA T Log/ Lea) Wa isq = Wea isq 


(28.11) 


where c=3P(1—L,,/I,4) and it should be noted that in 
general it is saturation dependent. Equation (28.11) resembles 
the torque expression of a separately excited dc motor, to that 
of a vector-controlled induction motor and also to that of a 
permanent magnet synchronous motor with surface magnets; 
see Eqns. (28.1), (28.2), (28.3) and (28.5). In a vector- 
controlled synchronous reluctance motor drive, where the 
motor is supplied by a current-controlled PWM inverter, 
and where rotor-oriented control is performed, independent 
control of the torque and flux (torque-producing stator 
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current and flux-producing stator current) can be achieved as 
shown in Fig. 28.4(a). 

In Fig. 28.4 the gating signals of the six inverter switching 
devices are obtained on the output of hysteresis current 
controllers. On the inputs of these the difference between 
the actual (measured) and reference stator line currents are 
present. The three-phase stator current references are obtained 
from their two-axis components (ip, iq) by the application of 
the two-phase-to-three-phase (2 — 3) transformation, and 
these are obtained from the reference values of 1,4, i,q by the 
application of the exp( j0,) transformation. These reference 
values are obtained in the appropriate estimation block from 
the reference value of the torque (tef) and the monitored 
rotor speed (@,). This estimation block can be implemented in 
various ways, according to the required control strategy. In 
general there are three different constant angle control strate- 
gies: fastest torque control, maximum torque/ampere control 
and maximum power factor control. It can be shown [35] that, 
for example, the fastest torque response can be obtained by a 
controller, where y = tan7!(L,4/ Lq) where y is the angle of the 
stator current space vector with respect to the real-axis of the 
rotor reference frame (d axis), as shown in Fig. 28.4(b). The 
rotor-oriented control scheme of the synchronous reluctance 
machine shown in Fig. 28.4(a) is very similar to the rotor- 
oriented control scheme of the permanent magnet synchro- 
nous machine shown in Fig. 28.3(a). 

It should be noted that in a recent book [35] more than 20 
types of sensorless vector drives have been discussed in detail. 


28.2.2 Fundamentals of 
Direct-Torque-Controlled Drives 


In addition to vector control systems, instantaneous torque 
control yielding very fast torque response can be obtained by 
employing direct torque control. Drives with direct torque 
control (DTC) are finding great interest, since ABB recently 
introduced the first industrial direct-torque-controlled induc- 
tion motor drive, which according to ABB can work even at 
zero speed. This is a very significant industrial contribution, 
and it has been stated by ABB that “direct torque control 
(DTC) is the latest ac motor control method developed by 
ABB” [31, 35]. 

ABB has recently introduced a DTC based medium voltage 
drive called the ACS1000 equipped with Sinus Filter, thus 
feeding pure sinusoidal voltages and currents to the motor. 
This is ideal for pumps and fans, particularly for retrofits. 

ABB has also recently introduced a DTC based current 
excited synchronous machine drive called the ACS6000 SD. 
This is particularly suitable for medium voltage metal rolling 
mill applications. 

In a DTC drive, flux linkage and electromagnetic torque are 
controlled directly and independently by the selection of 
optimum inverter switching modes. The selection is made to 
restrict the flux linkage and electromagnetic torque errors 
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within the respective flux and torque hysteresis bands, to 
obtain fast torque response, low inverter switching frequency 
and low harmonic losses. The required optimal switching 
voltage vectors can be selected by using a so-called optimum 
switching voltage vector look-up table. This can be obtained 
by simple physical considerations involving the position of the 
stator flux linkage space vector, the available switching vectors 
and the required torque and flux linkage. 

Figure 28.5 shows the schematic of one simple form of a 
DTC induction motor drive, which uses the stator flux 
linkages. Thus it will be referred to as a stator-flux-based 
DTC induction motor drive, but other forms of DTC drives 
are also possible, which are based on the rotor flux linkages or 
magnetizing flux linkages. 

In Fig. 28.5 the induction motor is supplied by a VSI 
inverter and the stator flux linkage and electromagnetic 
torque errors are restricted within their respective hysteresis 
bands. For this purpose a two-level flux hysteresis comparator 
and a three-level torque hysteresis comparator are used 
respectively. The outputs of the flux and torque comparators 
(dw, dt.) are used in the inverter optimal switching table, 
which also uses information on the position (p,) of the stator 
flux linkage space vector. It should be noted that it is not the 
actual flux linkage vector position which has to be determined, 
but only the sector where the flux linkage vector is located. It 
can be seen that the DTC drive scheme requires stator flux 
linkage and electromagnetic torque estimators. In principle, 
the stator flux linkages can be estimated by integrating the 
terminal voltage reduced by the ohmic losses. However, at low 
frequencies large errors can occur due to the variation of the 
stator resistance, integrator drift and noise. Therefore, instead 
of using open-loop flux linkage estimators, other techniques 
should be used (e.g. flux observer). Observers have reduced 
sensitivity to parameter variations, but the accuracy of a stator 
flux linkage observer can be increased by also using online 
parameter estimators (e.g. for the estimation of the stator 
resistance), or a thermal model of the machine whose outputs 
can be used for accurate stator resistance estimation. However, 
it is also possible to use a joint state and parameter observer 
which estimates the stator flux linkages, the stator resistance or 
temperature (required to estimate the “hot” value of the stator 
resistance), and also the rotor speed (in a “sensorless” drive). 


Inverter optimal VSI 
switching table. inverter 
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Torque 
comparator 
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Schematic of stator-flux-based DTC induction motor 
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For stator flux linkage estimation it is not necessary to 
monitor the stator voltages since they can be reconstructed 
by using the inverter switching functions and the monitored 
dc link voltage (see also Section 28.2.3.2). 

The main features of the DTC can be summarized as: direct 
control of stator flux and electromagnetic torque; indirect 
control of stator currents and voltages; approximately sinu- 
soidal stator stator fluxes and stator currents; reduced torque 
oscillations; excellent torque dynamics; inverter switching 
frequency depends on flux and torque hysteresis bands. The 
main advantages of a conventional DTC are: absence of 
coordinate transformations (which are required in most of 
the vector-controlled drive implementations); absence of sepa- 
rate voltage modulation block (required in vector drives); 
absence of voltage decoupling circuits (required in voltage- 
source inverter-fed vector drives), reduced number of control- 
lers (e.g. only a speed controller is required if the drive 
contains a speed loop), the actual flux linkage vector position 
does not have to be determined, but only the sector where the 
flux linkage is located, etc. However, in general, the main 
disadvantages of a conventional DTC can be: large torque and 
flux ripples and variable switching frequency. Measurements 
on ABB ACS600 DTC drives prove that in ABB’s DTC 
implementation these problems are solved. In general, these 
problems can be overcome by using suitable techniques: DTCs 
exist with torque and flux ripple minimization schemes [35, 
41], and although the variable switching frequency is caused 
by the hysteresis control of the electromagnetic torque and 
stator flux linkage, smaller torque and flux hysteresis widths 
result in a smoother harmonic spectra. 

In the ABB DTC induction motor drive, torque response 
times typically better than 2ms are obtained together with 
high torque control linearity even down to low frequencies 
including zero speed. According to ABB, the new ac drive 
technology rests chiefly on a new motor model which enables 
the computation of motor states without using a speed or 
position sensor. There is only limited information on the ABB 
ACS600 motor model. The ABB DTC induction motor drive 
contains the ACS 600 frequency converter (inverter), shown in 
Fig. 28.6. The inverter switchings directly control the motor 
flux linkages and electromagnetic torque. 

The ACS 600 product family suits many applications and 
operating environments, with a large selection of ac voltage, 
power and enclosure ratings, combined with highly flexible 
communication capabilities. For illustration purposes Fig. 28.7 
shows some measured responses obtained in the ABB sensor- 
less DTC induction motor drive (see also Section 28.2.3, which 
discusses various speed-sensorless implementation techniques, 
including the sensorless technique used by ABB). 

ABB has also developed a DTC induction motor drive, 
which combines accurate speed control and direct torque 
control with line braking for regenerative applications, such 
as cranes, centrifuges and winding machines in the range 
11-50kW. The ACS 611 incorporates two inverters in one 
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FIGURE 28.6 ACS 600 frequency converter (Courtesy of ABB Industry, 
Oy, Helsinki). 


frame. An active inverter replaces the usual diode rectifier (at 
the input side), thus reducing time harmonics and ensuring an 
almost perfectly sinusoidal supply. The extra inverter also 
enables full four-quadrant operation and two-way energy 
flow, which means that the drive can divert excess energy 
from a braking motor back into the electrical system, when it 
is not required by the motor. The DTC technology allows the 
drive to switch between maximum motoring and maximum 
generating power in less than five milliseconds, allowing the 
drive to adapt to highly dynamic changes of the motor load. 

Regenerative DTC based ACS600 Multidrive is also available 
from 200 kVA to 4000 kVA. 

It should be noted that basically there are two types of DTC 
drives: conventional DTC drives, where the switching 
frequency is changing, and DTC drives, with constant switch- 
ing frequency [35]. It can be shown [40, 41] that in this second 
type of DTC drive it is relatively easy to ensure reduced torque 
ripples. For the ACS600 the average switching frequency is 
controlled. 

Other types of DTC drives utilize similar principles to those 
discussed above, i.e. direct-torque-controlled permanent 
magnet synchronous machine drives, direct-torque-controlled 
synchronous reluctance motor drives and direct-torque- 
controlled electrically excited synchronous motor drives. A 
recent book [35] discusses 10 types of induction motor and 
synchronous motor DTC drives, and for this purpose both the 
voltage-source and current-source inverter-fed drives (VSI, 
CSI) are considered. 

It is important to emphasize some differences between the 
direct torque control of an induction motor and that of a 
permanent magnet synchronous motor. For permanent 
magnet synchronous motors the initial values of the stator 
flux linkages (in the stationary reference frame) are not zero. 
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FIGURE 28.7 ABB sensorless DTC drive responses. 


Furthermore, in a permanent magnet synchronous motor, the 
stator flux linkage space vector will change even when zero 
voltage vectors are applied, since the magnets rotate with the 
rotor. In addition, it follows from Eqn. (28.5) that, e.g., for the 
permanent magnet synchronous motor with surface-mounted 
magnets the electromagnetic torque is proportional to the load 
angle and not to the slip frequency as in induction motors (the 
load angle is defined as the angle between the stator and rotor 
flux linkage space vectors, when the stator resistance is 
neglected). This is why for controlling the amplitude of the 
stator flux linkage space vector and for changing the electro- 
magnetic torque (or torque angle) quickly, zero voltage vectors 
are not used in the direct-torque-controlled permanent mag- 
net synchronous motor drive. The fastest torque response in 
the permanent magnet synchronous motor drive employing 
DTC can be obtained by increasing the rotating speed of the 
stator flux linkage space vector. 


28.2.3 Speed and Position Sensorless ac Drive 
Implementations 


In the present subsection, the general aspects of sensorless 
drives are first discussed. This is followed by discussing the 
main types of sensorless high-performance ac drive schemes. 


28.2.3.1 General, Objectives, Main Types of 
Sensorless Schemes 


In the past few years great efforts have been made to introduce 
speed and/or shaft position sensorless torque-controlled 
(vector- and direct-torque-controlled) ac drives. These high- 
performance drives are usually referred to as “sensorless” 
drives, although the terminology “sensorless” refers only to 
the speed and shaft sensors, and there are still other sensors in 
the drive system (e.g. current sensors), since closed-loop 
operation cannot be performed without them. 

Sensorless vector drives have become the norm for industry 
and almost every large manufacturer. However, it is a main 
feature of almost all of these industrial drives that they cannot 
operate at very low frequencies without speed or position 
sensors. In general, to solve the problems at low frequencies, a 
number of special techniques can be used, e.g. which deliber- 
ately introduce asymmetries in the machine, or where extra 
signals are injected into the stator in order to detect various 
types of anisotropies (due to slots, saturation, etc.). However, 
so far these techniques have not been accepted by industry, 
due to the undesirable side effects and other problems [43]. 

To reduce total hardware complexity and costs, to increase 
the mechanical robustness and reliability of the drive, to have 
increased noise immunity, to eliminate cables connecting the 
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mechanical sensors to other parts of the drive, to reduce the 
overall size, etc., it is desirable to eliminate the conventionally 
used mechanical (speed, position) sensors in high-perfor- 
mance drives. Furthermore, an electromechanical sensor 
increases system inertia, which is undesirable in high-perfor- 
mance drives. It also increases the maintenance requirements. 
In very small motors it is impossible to use electromechanical 
sensors. In a low-power torque-controlled drive the cost of 
such a sensor can be almost equal to all the other costs. In 
drives operating in hostile environments, or in high-speed 
drives, speed sensors cannot be mounted. As realtime compu- 
tation (DSP) costs are continuously and radically decreasing 
(see also Section 28.3 on low-cost Texas Instruments motion 
control DSPs), speed and position estimation can be 
performed by using software-based state-estimation techni- 
ques where stator voltage and/or current measurements are 
performed. 

The main techniques of sensorless control for induction 
motor drives [35, 43], which can be used for both vector- 
controlled and direct-torque-controlled drives are: 


1. open-loop estimators using monitored stator voltages/ 
currents 

2. estimators using spatial saturation stator phase third 
harmonic voltage 

3. estimators using saliency (geometrical, saturation, etc.) 
effects 

4. model reference adaptive systems (MRAS) 

observers (Kalman, Luenberger) 

6. estimators using artificial intelligence (artificial neural 
network and fuzzy-logic-based estimators, fuzzy- 
neural estimators, genetic-algorithm-assisted neural 
networks, etc.). 


| 


The main techniques of sensorless control of vector- 
controlled and direct-torque-controlled permanent magnet 
synchronous motor drives are [35, 43]: 


1. open-loop estimators using monitored stator voltages/ 
currents 

2. stator phase third harmonic voltage-based position 
estimator 

3. back emf-based position estimators 

4. observer-based (Kalman, Luenberger) position estima- 
tors 

5. estimators based on inductance variation due to 
geometrical and saturation effects 

6. estimators using artificial intelligence (artificial neural 
networks, fuzzy-logic-based systems, fuzzy-neural 
networks, etc.). 


The main techniques for sensorless control of synchronous 
reluctance motors are [35]: 


1. estimators using stator voltages and currents, utilizing 
speed of stator flux linkage space vector 
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2. estimators using spatial saturation third harmonic 
voltage component 

3. estimators based on 
geometrical effects: 


inductance variation due to 


e indirect position estimation using the measured rate 
of change of the stator current (no test voltage 
vector used) 

e indirect flux detection by using measured rate of 
change of the stator current and applying test 
voltage vectors/on-line reactance measurement 
(INFORM) method/low-speed application 

e indirect position estimation using the rate of change 
of the measured stator current vector by using zero 
test voltage vector (stator is short-circuited) high 
speed application 


4. estimators using observers (e.g. extended Kalman filter) 

5. estimators using artificial intelligence (neural 
networks, fuzzy-logic-based systems, fuzzy-neural 
networks, etc.). 


In addition to the “sensorless” techniques shown above, it is 
also possible to implement quasi-sensorless (encoderless) 
drives, which do not contain conventional speed or position 
sensors, but where the speed and position information is 
obtained by using a sensor bearing. For this purpose SKF 
has developed a family of sensor bearings, and it has been 
shown [39, 40] that these can also be used in high-perfor- 
mance drives. 

The latest field of research in sensorless drives is related to 
the sensorless position control of induction motors at very low 
and zero speed. This involves zero speed operation at a 
predetermined rotor position. In this case the control algo- 
rithm must rely on some anisotropic effects (e.g. rotor slot- 
ting). 


28.2.3.2 Sensorless Drive Schemes 


In the present section, various sensorless ac drive schemes are 
discussed together with encoderless (quasi-sensorless) drive 
schemes. 


28.2.3.2.1 Mathematical-Model-Based Schemes Due to page 
restrictions only some of the main principles will be discussed 
briefly. 


Open-Loop Flux Estimators Using Monitored Stator Voltages/ 
Currents, Voltage Reconstruction, Drift Compensation Many 
types of open-loop and closed-loop flux linkage, position and 
speed estimators have been discussed in detail in a recent book 
[35]. The position-sensorless estimators discussed first are 
open-loop estimators. If the open-loop estimator is a stator 
flux linkage estimator, then it will also yield the angle of the 
stator flux linkage space vector with respect to the real axis of 
the stator reference frame (p,), together with the modulus of 
the flux space vector. In general, for a synchronous machine, 
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in the steady state, the first time derivative of this angle gives 
exactly the rotor speed, w, = dp,/dt, so accurate estimation of 
the stator flux vector also yields the rotor speed, and this 
concept can be used in speed-sensorless synchronous motor 
drives. However, in the transient state, in a drive where there is 
a change in the reference electromagnetic torque, the stator 
flux linkage space vector moves relative to the rotor (to 
produce a new torque level), and this influences the rotor 
speed. This effect can be neglected if the rate of change of the 
electromagnetic torque is limited. 

Open-loop flux estimators can use either a voltage model or 
a current model: these two cases are now discussed. If a voltage 
model is used, in general, the stator flux linkage space vector 
can be obtained by the integration of the terminal voltage 
minus the stator ohmic drop: 


y, = fa — Ri )dt. (28.12) 
The voltage space vector (u,) and the current space vector G) 
are obtained from measurements of the stator voltages and 
stator currents. Thus the direct- and quadrature-axis stator 
flux linkage components in the stator reference frame are 
obtained as 


Vo = | (yo — Rinda: (28.13) 


eo = | (40 — Ryigg) at (28.14) 


where the stator voltages and currents can be obtained from 
the measured line voltages and currents as follows: 


Usp = 3 (uga — Uac) (28.15) 
Ug = (=1/V3)(ugc — ga) (28.16) 
EEN (28.17) 
io = (1/3) ia + 2igp) (28.18) 


If the stator flux linkage components are known, e.g. they 
have been obtained by using Eqns. (28.13), and (28.14), then it 
is also possible to estimate the components of the rotor flux 
linkage space vector by considering Yi. = (L,/Lm)(W, — Li), 
where y'i. is the space vector of the rotor flux linkages 
expressed in the stationary reference frame, W. = Y,a + Wea 
La and L, are the magnetizing inductance and rotor self- 
inductance respectively, and L{ is the stator transient in- 
ductance, L; = øL, where the leakage factor is o = 
[1 — L2,/(L,L,)], where L, is the stator self-inductance. Thus 
in component form, Y,a = (L,/Lm)(Wep — Lip) and Wg = 
(L,/Lm)(Wsq — Ligo). It can be seen that the estimation of the 
stator flux linkage space vector requires integration, and also 
the stator resistance. The presence of the integrator and the 
temperature dependency of the stator resistance makes this 
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open-loop estimator impractical at very low stator frequencies 
(see also below), if some modifications are not made to the 
estimator. 

If the so-called current model is used for the estimation of 
the various flux linkages, then, e.g., for an induction motor the 
rotor voltage equation is utilized for the estimation of the 
rotor flux linkage space vector. It then follows from the rotor 
voltage space vector equation of the induction motor and also 
by using the defining equations for the stator and rotor flux 
linkage space vectors that 

dp, dt = O/T), + Lm/ Ts + JOY, (28.19) 
where Ty is the rotor transient time constant (T! = oT,, where 
T; = L,/R, is the rotor time constant). However, it can be seen 
that this estimator also requires the speed signal (or a position 
signal), so this is not a sensorless solution. On the other hand, 
it also follows that this estimator even works at zero frequency, 
but is sensitive to the detuning of the machine parameters L,, 
and T, which can change due to main flux saturation and 
temperature effects. To get higher accuracy, parameter adapta- 
tion must be used (where the parameters are adapted in 
realtime). 

In comparison, the voltage-model-based flux estimator 
performs better at higher speeds, since in this case the stator 
resistance has reduced effects (since the ohmic voltage drop is 
small). However, at lower speeds, the current-model-based 
flux estimator performs better, since it can work even at zero 
frequency, but as mentioned above, it requires a speed or 
position estimator and is also sensitive to various machine 
parameters. It follows that a hybrid observer (hybrid model), 
which uses both the voltage-model-based and current-model- 
based estimators could be used for flux estimation in the entire 
speed range, but this is not a sensorless solution. 

The angle of the stator flux linkage space vector can be 
obtained from the stator flux linkage components as 


p, = tan”! (W.9/W.p). (28.20) 


It is important to note that, e.g., in a vector-controlled 
induction motor drive using stator flux-oriented control, or 
in a direct-torque-controlled induction motor drive, and also 
in a vector-controlled PMSM drive with surface magnets, or in 
a direct-torque controlled PMSM drive using Eqn. (28.30), 
depends greatly on the accuracy of the estimated stator flux 
linkage components and these depend on the accuracy of the 
monitored voltages and currents, and also on an accurate 
integration technique. Errors may occur in the monitored 
voltages and currents due to the following factors: phase shift 
in the measured values (because of the sensors used), magni- 
tude errors because of conversion factors and gain, offset in 
the measurement system, quantization errors in the digital 
system, etc. Furthermore, an accurate value has to be used for 
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the stator resistance, especially if the drive operates at low 
stator frequency. In general, for accurate flux linkage estima- 
tion, the stator resistance must be adapted to temperature 
changes [43]. The integration can become problematic at low 
frequencies, where the stator voltages become very small and 
are dominated by the ohmic voltage drops. At low frequencies 
the voltage drop of the inverter must also be considered [43]. 
This is a typical problem associated with voltage-model-based 
open-loop flux estimators used in all ac drives, which utilize 
monitored terminal voltages and currents. 

Drift compensation is also an important factor in a practical 
implementation of the integration, since drift can cause large 
errors of the position of the stator flux linkage space vector. In 
an analog implementation the source of drift is the thermal 
drift of analog integrators. However, a transient offset also 
arises from the dc components which result after a transient 
change. An incorrect flux angle will cause phase modulation in 
the control of the currents at fundamental frequency, which, 
however, will produce an unwanted fundamental frequency 
oscillation in the electromagnetic torque of the machine. 
Furthermore, since in the open-loop speed estimator which 
utilizes the stator flux linkage components, the rotor speed is 
determined from the position of the stator flux linkage space 
vector, thus a drift in the stator flux linkage vector will cause 
incorrect and oscillatory speed values. In a speed control loop, 
this drift error, will cause an undesirable fundamental 
frequency modulation of the modulus of the reference stator 
current space vector (|i,er|). The open-loop stator flux linkage 
estimator can work well down to 1-2 Hz, but not below this, 
unless special techniques are used. In addition to the stator 
flux estimation based on Eqns. (28.13) and (28.14), and which 
is shown in Fig. 28.8(a), it is also possible to construct other 
stator flux linkage estimators, where the integration drifts are 
reduced at low frequency. For this purpose, instead of open- 
loop integrators, closed-loop integrators can be used [35]. 
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FIGURE 28.8 Stator flux linkage estimators. (a) Estimation in the 
stationary reference frame, (b) estimation in the stationary reference 
frame using quasi-integrators. 
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It is also possible to estimate the stator flux linkage 
components by using low-pass filters instead of pure integra- 
tors. In this case 1/p is replaced by T/(1 + pT) where T is a 
suitable time constant. Such a flux linkage estimation scheme 
is shown in Fig. 28.8(b). To obtain accurate flux estimates at 
low stator frequency, the time constant T has to be large and 
the variation of the stator resistance with temperature also has 
to be considered. It is an advantage of using the flux linkage 
estimation scheme shown in Fig. 28.8(b) that the effects of 
initial conditions are damped by the time constant T. 
Obviously there will be a phase shift between the actual and 
estimated flux linkages, but increased T decreases the phase 
shift. However, an increased T decreases the damping. 

In vector-controlled and DTC drives it is also possible to use 
such improved low-pass-filter-based flux estimators, where the 
magnitude and phase errors introduced by the low-pass-filter 
are reduced. For example, in a DTC voltage-source inverter- 
fed induction motor drive the inaccurate flux estimation can 
lead to incorrect voltage switching vector selection, but the 
application of an improved low-pass-filter-based flux estima- 
tor can lead to reduced current harmonics, reduced torque 
ripples in the steady state and also to an improved stator flux 
locus. For this purpose, in the improved flux estimator, in 
addition to the low-pass filter (which acts on the stator voltage 
minus ohmic drops), there is an extra compensator circuit, 
which is connected to the output of the low-pass filter. This 
compensator adds to the direct-axis stator flux the extra value 
(w,/@,) times the quadrature-axis stator flux (which is the 
first output of the low-pass filter), and it adds to the quad- 
rature-axis stator flux the value (w./m,) times the direct-axis 
stator flux (which is on the second output of the low-pass 
filter), where (@./@e) is the ratio of the cutoff frequency of the 
low-pass filter and the synchronous frequency. The synchro- 
nous frequency can be obtained by using the monitored (or 
reconstructed) stator voltage, stator current and by also 
knowing the stator resistance. 

The estimation of the stator flux linkage components 
described above requires the stator terminal voltages. 
However, it is possible to have a scheme, where these voltages 
are not monitored, but they are reconstructed from the dc link 
voltage (Uy) and the switching states (S4, Sp, Sc) of the six 
switching devices of a six-step voltage-source inverter [35, 36]. 
Figure 28.9 shows the schematic of the six switches of the 
voltage-source inverter and the values of the switching func- 
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tions are also shown together with the appropriate switch 
positions. 

The stator voltage space vector (expressed in the stationary 
reference frame) can be obtained by using the switching states 
and the dc link voltage Uj as 


i, = % Ug(S, + aS3 + a7 Sc). (28.21) 
Thus 
usa = Re(u,) = $ Ug(2S, — Sg — Sc) (28.22) 
Ug = Re(a m) = £ Uy(—S, + 25g — Sc) (28.23) 
usc = Re(aui,) = $ Ua(—Sa — Sg + 2S0) (28.24) 


Hence by the substitution of Eqn. (28.21) into (28.12), the 
stator flux linkage space vector can be obtained as follows for a 
digital implementation. The kth sampled value of the esti- 
mated stator flux linkage space vector (in the stationary 
reference frame) can be obtained as 


W(k) = ylk — 1) +2 Ua TISA (k — 1) + aSg(k — 1) 
+ æ? Selk — 1)] — R Ti (k — 1) (28.25) 


where T is the sampling time (flux control period), i, is the 
stator current space vector. Resolution of Eqn. (28.25) into its 
real and imaginary axis components gives Wp and Wyo. 
However, it is important to note [43] that Eqn. (28.25) is 
sensitive to: 


e voltage errors caused by dead time effects (e.g. at low 
speeds, the pulsewidths become very small and the 
deadtime of the inverter switches must be considered) 

e the voltage drop in the power electronic devices 

e the fluctuation of the dc link voltage 

e the variation of the stator resistance (but this resistance 
variation sensitivity is also a feature of the method using 
monitored stator voltages). 


Due to the finite turnoff times of the switching devices 
(power transistors) used in a three-phase PWM VSI, there is a 
need to insert a time delay (dead time, t4eaq) after switching a 
switching device off and the other device on in one inverter 
leg. This prevents the short-circuit across both switches in the 
inverter leg and the dc link. Due to the presence of the dead- 
time, in a voltage controlled drive system, the amplitude of the 
output voltages of the inverter (stator voltages of the machine) 
will be reduced and will be distorted. This effect is very 
significant at low speeds. In space vector terms this means 
that at very low speeds, the stator voltage space vector locus 
produced by the inverter, without using any dead-time effect 
compensation scheme, becomes distorted and the amplitude 
of the stator voltage space vector is unacceptably small. Due to 
the presence of the dead time, the output voltage space vector 
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of the inverter is not equal to the desired (reference) voltage 
space vector, but it is equal to the sum of the desired voltage 
space vector and an error voltage space vector (Aug). The error 
voltage space vector can be estimated by utilizing information 
available on the switching times of the power transistors. 
Various dead-time compensation schemes have been discussed 
in [35] and, for example, it is possible to implement such 
dead-time compensation schemes where the existing space 
vector PWM strategy is not changed but only the reference 
stator voltage space vector (Uef) is modified by adding the 
error stator voltage space vector. 

Recent trends are such, that in position-sensorless drives, 
the stator voltage sensors are also eliminated and only current 
sensors are used, but the dc link voltage is also monitored. It is 
possible to have a position-sensorless drive implementation 
based on Eqn. (28.25) where the dead-time effects are also 
considered and the thermal variation of the stator resistance is 
also incorporated into the control scheme, which will even 
work at very low speeds. Obviously there are other possibilities 
as well to solve the problem of integration at low frequencies, 
e.g. cascaded low-pass filters can be used with programmable 
time constants, etc. Sometimes it is also possible to use 
appropriate voltage references instead of actual voltages if 
the switching frequency of the inverter is high compared to 
the electrical time constant of the motor. In this case the 
appropriate reference voltages force the actual currents to 
follow their references. Such a solution has the additional 
advantage of further reducing the required number of sensors, 
and since no filtering of the voltages is required, no delay is 
introduced due to filtering. In general, a delay introduced by a 
low-pass filter (acting on the voltages) is a function of the 
motor speed (since the modulus of the voltage is a direct 
function of the speed, e.g. at low speeds it is small), thus in a 
vector-controlled drive it is not possible to keep the stator 
current in the desired position, as speed changes. This 
adversely affects the torque/ampere capability and motor 
efficiency, unless filter-delay compensation is introduced 
(e.g. by using a lead-lag network). 


Open-Loop Speed Estimators In the previous subsection, 
open-loop flux estimators have been discussed for both 
induction motors and synchronous motors. In the present 
subsection it is shown that, if the stator flux linkages are 
known, then the rotor speed of the induction or synchronous 
motor can be simply obtained by utilizing the information on 
the speed of the stator flux linkage space vector. 

For the synchronous machine (e.g. permanent magnet 
synchronous machine), the rate of change of the stator flux 
position angle, i.e. the first derivative of the angle p,, is equal 
to the rotor speed (rotor speed is equal to stator flux vector 
speed), see also Eqn. (28.16): 


œ, = dp,/dt. (28.26) 
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Thus, for example, in the speed control loop of a permanent 
magnet synchronous motor drive, this relationship can be 
directly utilized. The estimation of the rotor speed based 
on the derivative of the position of the stator flux linkage 
space vector can be slightly modified by considering that the 
analytical differentiation, dp,/dt, where p, = tan™! (Yso /Psp)> 
gives 

o, = (Wodh dt — bq dW.q/dt)/(Wip + Wig) (28.27) 
In Eqn. (28.27) the derivatives of the flux linkage components 
can be eliminated, since they are equal to the respective 
terminal voltage minus the corresponding ohmic drop; thus: 


oO, = [Voltin = Risp) a Voliso =. Ryigg)l/Wep + Wig): 
(28.28) 


is obtained. In Eqn. (28.28) the stator flux linkage components 
can be obtained by using Eqns. (28.13) and (28.14). For digital 
implementation, Eqn. (28.28) can be transformed into 


olk) = Welk — DWa(b) — Waglk = DY p(T. Wp (0 
+ WKN (28.29) 


where œ,(k) is the value of the speed at the kth sampling time, 
and T, is the sampling time. 

The rotor speed estimation based on the position of the 
stator flux linkage space vector can also be conveniently used 
in other schemes, i.e. stator-flux-oriented control of the 
permanent magnet synchronous machine or in vector- 
controlled or direct-torque-controlled induction motor 
drives (e.g. in the case of the induction motor see below). 
However, in all of these applications, for operation at low 
speeds, the same limitations hold as above. Furthermore, for 
the induction motor, dp,/dt will not give the rotor speed, but 
will only give the speed of the stator mmfs, which is the 
synchronous speed (@,), and the rotor speed is the difference 
between the synchronous speed and the slip speed 
(œ, = WO, — Os). 

In an induction motor drive, e.g. in the DTC induction 
motor drive, the speed signal can be required due to two 
reasons. One reason is that it can be used for stator flux 
linkage estimation, if the stator flux linkage estimator requires 
the rotor speed signal (e.g. when a hybrid stator flux linkage 
estimator is used, which uses both the stator voltage equation, 
and also the rotor voltage equation, and the rotor voltage 
equation contains the rotor speed). The other reason is that a 
rotor speed signal is required if the drive contains a speed 
control loop (in this case the speed controller outputs the 
torque reference, and the input to the speed controller is the 
difference between the reference speed and the estimated 
speed). In many variable-speed drive applications torque 
control is required, but speed control is not necessary. An 
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example of an application where the electromagnetic torque is 
controlled, without precise speed control, is traction drives. In 
traction applications (diesel-electric locomotives, electrical 
cars, etc.) the electromagnetic torque is directly controlled, 
i.e. the electromagnetic torque is the commanded signal, and it 
is not the result of a speed error signal. 

The key to the success of simple open-loop speed estimation 
schemes is the accurate estimation of the stator (or rotor) flux 
linkage components. If the flux linkages are accurately known, 
then it is possible to estimate the rotor speed by simple means, 
which utilizes the speed of the estimated flux linkage space 
vector. This technique is used in various commercially avail- 
able induction motor drives; thus this is now briefly discussed. 
In these commercial implementations the stator voltages are 
not monitored but are reconstructed from the dc link voltage 
and switching states of the inverter (see above). 

In an induction motor the rotor speed can be expressed as 


Oy = Omr — Og) (28.30) 
where @,,, is the angular speed of the rotor flux (relative to the 
stator), @,,, = dp,/dt, and œ is the angular slip frequency. It 


follows from the induction motor equations [35] that 


Os. = [Lmn/(TelWel (Wigs + Vako) (28.31) 
or in terms of the electromagnetic torque 
Osi = (2teR,)/(3PIq1°) (28.32) 


where L,, is the magnetizing inductance, T, is the rotor time 
constant, t is the electromagnetic torque, R, is the rotor 
resistance, P is the number of pole pairs, Y,ą and ,, are 
the rotor flux linkage components (in the stationary reference 
frame), |,| is the modulus of the rotor flux linkage space 
vector, [Wl = yY + Wia) and ip and ig are the stator 
direct and quadrature axis currents (in the stationary reference 
frame). Physically, œ, is the speed of the rotor flux linkage 
space vector with respect to the rotor. It is possible to obtain 
an expression of Œm in terms of the rotor flux linkage 
components by expanding the expression for the derivative 
dp,/dt. Since the rotor flux linkage space vector expressed 
in the stationary reference frame is Wi = W,qt+ Wig = 
lW,lexp( jp,), thus p, = tan” '(W,q/Wra)» it follows that 


Om = a,/dt = ditan ™' (Y ,g/Yra)]/dt 
= (Wad ,q/dt — WrqdWra/ at)/(Wia + Wig). (28.33) 


Substitution of Eqn. (28.33) into Eqn. (28.30) and by also 
considering Eqns. (28.31) or (28.32), gives 


o, = (Wea dWyq/ dt — Weg oa/4t)/Wel? 


= [La TW el rai = Wrqisd) (28.34) 
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and 


oO, = (Wad ,.,/dt ~ WeqdWca/at)/|W 1? = (2t,R,)/(3PIW,/?) 
(28.35) 


where the electromagnetic torque can be obtained from 


t= 3 PW pig = Voip) (28.36) 


or 


t = 5 PLn/LWraicg = Wig isp) (28.37) 


When a rotor speed estimator is based on Eqn. (28.34) or 
(28.35), it uses the monitored stator currents and, e.g., the 
rotor flux components, which, however, can be obtained from 
the stator flux linkages by considering 


Wea = (L/L s _ L, ip) 
Vera = (L/L = Lig) 


(28.38) 
(28.39) 


where L, is the rotor self-inductance and L{ is the stator self- 
inductance. In Eqns. (28.36) and (28.37) the stator flux 
linkages can be obtained by using monitored stator currents 
and monitored or reconstructed stator voltages as discussed 
above, see Eqn. (28.25). 

In summary it should be noted that the speed estimators 
discussed above depend heavily on the accuracy of the flux 
linkage components used. If the stator voltages and currents 
are used to obtain the flux estimates, then by considering the 
thermal variations of the stator resistance, (e.g. by using a 
thermal model), and also by using appropriate saturated 
inductances, the estimation accuracy can be greatly improved. 
However, a speed-sensorless high-performance direct-torque- 
controlled drive using this type of speed estimator will only 
work successfully at ultra low speeds (including zero speed), if 
the flux estimator is some type of a closed-loop observer. 


Closed-Loop Observer-Based Flux and Speed Estimation in 
Vector and DTC Induction Motor Drives, Full-Order Adaptive 
State Observers, Luenberger and Kalman Observers In general, 
an estimator is defined as a dynamic system whose state 
variables are estimates of some other system (e.g. electrical 
machine). There are basically two types of estimator: open 
loop and closed loop, the distinction between the two being 
whether or not a correction term, involving the estimation 
error, is used to adjust the response of the estimator. A closed- 
loop estimator is referred to as an observer. As discussed 
above, in open-loop estimators, especially at low speeds, 
parameter deviations have a significant influence on the 
performance of the drive both in the steady state and transient 
state. However, it is possible to improve the robustness against 
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parameter mismatch and also signal noise by using closed- 
loop observers. 

An observer can be classified according to the type of 
representation used for the plant to be observed. If the plant 
is considered to be deterministic, then the observer is a 
deterministic observer, otherwise it is a stochastic observer. 
The most commonly used observers are Luenberger and 
Kalman types [35]. The Luenberger observer (LO) is of the 
deterministic type and the Kalman filter (KF) is of the 
stochastic type (of optimal oberserver). The basic Kalman 
filter is only applicable to linear stochastic systems, and for 
non-linear systems the extended Kalman filter (EKF) can be 
used, which can provide estimates of the states of a system or 
both the states and parameters (joint state and parameter 
estimation). The EKF is a recursive filter (based on the 
knowledge of the statistics of both the state and noise created 
by measurement and system modelling) which can be applied 
to a non-linear time-varying stochastic system. The basic 
Luenberger observer is applicable to a linear, time-invariant 
deterministic system. The extended Luenberger observer 
(ELO) is applicable to a non-linear time-varying deterministic 
system. The simple algorithm and the ease of tuning of the 
ELO may give some advantages over the conventional 
extended Kalman filter [35]. 

In high-performance induction machine drives it is possible 
to use various types of speed and flux observers. These include 
a full-order (fourth-order) adaptive state observer (Luenberger 
observer) which is constructed by using the equations of the 
induction machine in the stationary reference frame by adding 
an error compensator. This is a system which is also used in 
some commercial drives. Furthermore, the Extended Kalman 
Filter (EKF) and the Extended Luenberger Observer (ELO) 
could also be used [35], but at present, due to the large 
computational burden, these systems are not used in commer- 
cial drives. However, it should be noted that it is also possible 
to use reduced-order observers, where there is some reduction 
in computations. An EKF-based sensorless induction motor 
drive can also work at zero frequency [25]. 

In the full-order adaptive state observer the rotor speed is 
considered as a parameter, but in the EKF and ELO the rotor 
speed is considered as a state variable. Furthermore, as 
discussed above, whilst the ELO is a deterministic observer, 
the EKF is a stochastic observer which also uses the noise 
properties of measurement and system noise. When the 
appropriate observers are used in high-performance speed- 
sensorless torque-controlled induction motor drives (vector- 
controlled drives, direct-torque-controlled drives), stable 
operation can be obtained over a wide speed range. Various 
industrial ac drives already incorporate observers and it is 
expected that, in the future, observers will have an increased 
role in industrial high-performance vector and direct-torque- 
controlled drives. 

Since at present, the adaptive state observer is the simplest 
observer used in high-performance drives, this is now described 
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briefly. However, for better understanding, first, a state estima- 
tor is described which can be used to estimate the rotor flux 
linkages of an induction machine. This estimator is then modi- 
fied so it can also yield the speed estimate, and thus an adaptive 
speed estimator is derived (to be precise, a speed adaptive flux 
observer is obtained). To obtain a stable system, the adaptation 
mechanism can be derived by using the state error dynamic 
equations together with Lyapunov’s stability theorem [35]. In 
an inverter-fed drive system, the observer uses the monitored 
stator currents together with the monitored (or reconstructed) 
stator voltages, or reference stator voltages. However, when the 
reconstructed stator voltages or reference voltages are used, 
some error compensation schemes must also be used. 

A state observer is a model-based state estimator, which can 
be used for the state (and/or parameter) estimation of a non- 
linear dynamic system in realtime. In the calculations, the 
states are predicted by using a mathematical model (the 
estimated states are denoted by x), but the predicted states 
are continuously corrected by using a feedback correction 
scheme. This scheme makes use of actual measured states 
(x) by adding a correction term to the predicted states. This 
correction term contains the weighted difference of some of 
the measured and estimated output signals (the difference is 
multiplied by the observer feedback gain, G). Based on the 
deviation from the estimated value, the state observer provides 
an optimum estimated output value (x) at the next input 
instant. In an induction motor drive a state observer can also 
be used for the realtime estimation of the rotor speed and 
some of the machine parameters, e.g. stator resistance. This is 
possible since a mathematical dynamic model of the induction 
machine is sufficiently well known. For this purpose the stator 
voltages and currents are monitored on-line and for example, 
the speed and stator resistance of the induction machine can 
be obtained by the observer quickly and precisely. The accu- 
racy of the state observer also depends on the model para- 
meters used. By using a DSP, it is possible to conveniently 
implement the adaptive state observer in real time. The state 
observer is simpler than the Kalman observer, since no attempt 
is made to minimize a stochastic cost criterion. 

To obtain the full-order non-linear speed observer, first the 
model of the induction machine is considered in the station- 
ary reference frame and then an error compensation term is 
added to this. The simplest derivation uses the stator and rotor 
space vector equations of the induction machine [35]. These 
yield the state variable equations in the stationary reference 
frame if the space vectors of the stator currents G) and rotor 
flux linkages (Y!) are selected as state variables: 

dx/dt = 


Ax + Bu (28.40) 


[L,/L, 0,]'. Furthermore, the 


where the input matrix is B= 
output equation is defined as 


(28.41) 
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In Eqn. (28.40) x = [i,, Y/] is the state vector, which contains 
the stator current column vector, i, = [ip, kol and also the 
rotor flux linkage column vector, Yi. = [Wyq, Pral- Further- 
more, u is the input column vector, which contains the direct 
and quadrature axis stator voltages u = u, = [Up, ugl. The 
state matrix A is a 4 x 4 matrix and is dependent on the 
angular rotor speed (œ,), I, is a second-order identity matrix, 
I, = diag(1, 1), and 0, is a two-by-two zero matrix. In Eqn. 
(28.41) C is the output matrix, C = [L, oJ". Equation (28.40) 
can be used to design the observer and for this purpose the 
correction term described above is added (this contains the 
difference of actual and estimated states). Thus a full-order 
state observer, which estimates the stator currents and rotor 
flux linkages can be described as 


d&/dt = AX + Bu + G(i, — i,) 
E pees +(1—0)/T]b [Ln /(EL)Ib/T, - oa 
7 Lab/T, =b/T, ag Ô,J 
(28.42) 
where L,, and L, are the magnetizing inductance and rotor 


self-inductance, respectively, L is the stator transient induc- 
tance, T; = L{/R, and T; = L/R, are the stator and rotor 


transient time constants, respectively, and o = 1 — IŻ /(LL,) 
is the leakage factor. Furthermore 
0 -l 
ae] 
In Eqn. (28.42) the output vector is 
i, = C& (28.43) 


where ^ denotes estimated values. It can be seen that the state 
matrix of the observer (A) is a function of the rotor speed, and 
in a speed-sensorless drive the rotor speed must also be 
estimated. The estimated rotor speed is denoted by @,, and 
in general Aisa function of Ô, It is important to note that the 
estimated speed is considered as a parameter in A; however, in 
some other types of observers (e.g. extended Kalman filter), 
the estimated speed is not considered as a parameter, but it is a 
state variable. In Eqns. ae 42) and (28.43) the estimated state 
variables are £ = [i,, Wi, ]' and G is the observer gain matrix, 
which is selected so that the system will be stable. In Eqn. 
(28.42) the gain matrix is multiplied by the error vector 
e = i — i, where i, and i, are the actual and estimated stator 
current column vectors respectively, i = [i,p, 4 kol i, = 
lip, iole By using Eqns. (28.42) and (28.43) it is possible 
to implement a speed estimator which estimates the rotor 
speed of an induction machine by using the adaptive state 
observer shown in Fig. 28.10. 

In Fig. 28.10 the estimated rotor flux linkage components 
and the stator current error components are used to obtain the 
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FIGURE 28.10 Adaptive speed observer (speed adaptive flux observer) 
in an induction motor drive. 


error speed-tuning signal, which can be put into a very 
compact, simple form when the space vector notation is 


used: e, = Im(y e" ), where y= Wea t irq and e= 
ep + jeq. The estimated speed is obtained from the speed- 
tuning signal by using a PI controller [35], thus: 


O, = Ky(Wigesp — Vabo) + Ki [roe — Wralsq)dt (28.44) 


where K, and K; are proportional and integral gain constants 


iae ep = kp — ip and eQ = ko — iQ are the direct 
and quadrature axis stator current errors, respectively. 

In summary it can be seen that an adaptive observer can be 
used to obtain the rotor flux estimates (Y, Yra) and the rotor 
speed is estimated by using the estimated rotor flux linkages 
and using the stator current errors (ep @q). This is why the 
precise name of this speed observer is “speed adaptive flux 
observer”. The rigorous proof can be obtained by using 
Lyapunov’s stability theory or by applying Popov’s hiper- 
stability theorem [35]. 

If the chosen PI constants K and K; are large, then the 
convergence of the rotor speed estimation will be fast. 
However, in a PWM inverter-fed induction machine, the 
estimated speed will be rich in higher harmonics, due to the 
PWM inverter. Thus the PI gains must be limited when 
the stator voltages and currents are obtained asynchronously 
with the PWM pattern. To ensure stability (at all speeds), the 
conventional procedure is to select observer poles which are 
proportional to the motor poles (the proportionality factor is 
k). This makes the observer dynamically faster than the 
induction machine. However, to make the sensitivity to 
noise small, the proportionality constant is usually small. 
The scheme can give accurate results above 1-2 Hz. However, 
in a discrete implementation of the speed observer, for small 
sampling time and low speed, accurate computation is 
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required; otherwise, due to computational errors, stability 
problems can occur (roots are close to the stability limit). 
For this purpose, another pole placement procedure could be 
used, which ensures that the low speed roots are moved away 
from the stability limit [35]. 

For DSP implementation the discretized form of the obser- 
ver and the adaptation mechanism have to be used. Thus 
the discretized observer is described by X(k+1)= 
Agx(k) + Baulk) + Gali (k) — i(k) where Gy is the discre- 
tized observer gain matrix, A, = exp(AT) ~ +AT + 
(AT) /2 is the discretized system matrix, where T is the 
sampling time, and By = f [exp(AT)]Byt © BT + ABT? /2. 

The speed observer discussed above will only give correct 
speed estimates if correct machine parameters are used in the 
system matrix and in the input matrix. However, these also 
contain the stator and rotor transient time constants, T! and 

’, which also vary with temperature (since they depend on 
the temperature-dependent stator and rotor resistances, 
respectively. The variation of the stator resistance has signifi- 
cant influence on the estimated speed, especially at low speeds. 
On the other hand, in a high dynamic performance induction 
motor drive, where the rotor flux is constant, the influence of 
the rotor resistance variation is constant, independent of the 
speed, since the speed estimation error and the rotor resistance 
error cannot be separated from the stator variables. The 
influence of the stator resistance variation on the speed 
estimation can be removed by using an adaptive stator 
resistance estimation scheme [35] and in this case, a drive 
using this scheme can be operated in a stable manner in a very 
wide speed range, including extremely low speeds as well. 
However, it should be noted that the speed observer discussed 
above uses the monitored stator voltages. In a PWM inverter- 
fed induction machine the stator voltages contain harmonics 
due to the inverter and also the degree of voltage measurement 
deteriorates at low speeds. These problems can be overcome in 
various ways, e.g. by reconstructing the stator voltages from 
the inverter switching states by using the monitored dc link 
voltage (see above). Alternatively, in a drive system, instead of 
the measured stator voltages it is also possible to use the 
reference voltages, e.g. these are the inputs to a space-vector 
PWM modulator. If this technique is used for the induction 
machine, to obtain high accuracy, it is necessary to compen- 
sate for the error between the reference and actual stator 
voltages by the estimation of the voltage error. For this 
purpose the adaptive observer shown in Fig. 28.10 must be 
complemented by a voltage error estimator block. This voltage 
error contains both a dc and an ac component, corresponding 
to a constant bias error between the real and reference voltage 
and also to an amplitude error. These errors are present due to 
the dead time which is required to prevent the short circuits of 
the inverter arms, errors caused by A/D quantization, voltage 
drops of the switching devices, etc. The modified observer 
with stator voltage error compensator is simple to implement 
and significantly improves the system behavior. The extra 


754 


parts of this observer scheme contain a stator voltage error 
estimator. It can be shown by simple considerations that this 
voltage error estimator outputs the integral of G(i, — i) and 
this signal is manipulated into other signals which are then 
added to the reference voltages to obtain the correct stator 
voltages. 


MRAS-Based Flux and Speed Estimation in Vector and DTC 
Drives For an induction machine, the open-loop speed and 
flux linkage estimators discussed above have utilized the stator 
and rotor voltage equations of the induction machine. 
However, the accuracy of these open-loop observers depends 
strongly on the machine parameters. In closed-loop estimators 
the accuracy can be increased. For induction motor drives five 
rotor speed observers using Model Reference Adaptive System 
(MRAS) have been described in [35]: the first four schemes are 
mathematical-model-based schemes, but the fifth scheme is an 
artificial-intelligence-assisted MRAS scheme. In a mathemati- 
cal-model-based model reference adaptive system, two esti- 
mators are used. One of these is the so-called reference model, 
which does not include the rotor speed and the other is the so- 
called adjustable model, which contains the rotor speed. The 
outputs of the two estimators are then compared, and the 
error is used to obtain the adaptation mechanism (adaptation 
model, e.g. expression of the estimated speed). 

In general, in a MRAS system, some state variables, x,, Xq 
(e.g. rotor flux linkage components, Y,a Yig or back emf 
components, eg, eg etc.) of the machine (which are obtained 
by using measured quantities, e.g. stator voltages and currents) 
are estimated in a reference model and are then compared 
with state variables x4, X, estimated by using an adaptive 
model. The difference between these state variables is then 
used in an adaptation mechanism, which outputs the esti- 
mated value of the rotor speed (@,) and adjusts the adaptive 
model until satisfactory performance is obtained. Such a 
scheme is shown in Fig. 28.11(a) for an induction machine, 
where the compact space vector notation is used. However, 
Fig. 28.11(b) corresponds to an actual implementation, and 
here the components of the space vectors are shown. 

The appropriate adaptation mechanism (expression of the 
estimated rotor speed) can be derived, e.g. by using Popov’s 
criterion of hyperstability. This results in a stable and quick 
response system, where the differences between the state 
variables of the reference model and adaptive model (state 
errors) are manipulated into a speed-tuning signal (e), which 
is then an input into a PlI-type of controller (shown in Fig. 
28.11(c)), which outputs the estimated rotor speed. Four 
mathematical-model-based schemes have been discussed in 
[35]: these use the speed-tuning signals ¢, = Imi y), 
é, = Im(@e*), &,, = Im(Aéi*) and eqe = Im(Api*), respec- 
tively. In these expressions i; and i, denote the rotor flux 
linkage and stator current space vectors, respectively, in the 
stationary reference frame, e denotes the back emf space vector 
also in the stationary reference frame @ = (L,,/L,)dw'./dt and 
finally the error back emf space vector is defined as 
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Aé = 2 — è. The symbol * denotes the quantities estimated by 
the adaptive model. 

To improve the performance of the observers described, 
pure integrators are not used in these schemes. Scheme 3 is 
robust to stator resistance and rotor resistance variations, and 
can even be used at very low speeds, e.g. 0.3 Hz (but not zero 
speed). All the MRAS observers use monitored stator currents 
and stator voltages (or reconstructed voltages). However, an 
artificial-intelligence-based MRAS speed estimator seems to 
offer the most satisfactory performance, even at very low 
speeds (see also Chapter 29). 
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Estimators Using Saliency Effects In general, in induction 
motor drives it is possible to estimate the rotor speed, rotor 
position and various flux linkages of a squirrel-cage induction 
motor by utilizing different types of saliency effects (rotor 
slotting, inherent air-gap asymmetry, intentional rotor 
magnetic saliency created by spatial modulation of rotor slot 
leakage inductance and other saliency effects, e.g. saliency 
created by saturation). These techniques are discussed below. 


Estimators using rotor slot harmonics 

The rotor speed and slip frequency of a cage induction motor 
can also be estimated by utilizing rotor slot harmonics or 
eccentricity harmonics. Namely, due to slotting (slot open- 
ings), there are slot harmonics produced by the variation of 
the reluctance due to stator and rotor slots. The rotor slot 
harmonics cause stator voltage and current harmonics, which 
can be filtered to obtain the rotor speed signal. In a speed- 
sensorless high-performance drive, up to now, due to the 
measurement bandwidth limitation, such an estimator has not 
been directly used for rotor speed estimation, but it has only 
been used indirectly to help the tuning of MRAS speed 
estimators. However, it is possible to use this technique for 
low-performance applications. It is a major advantage of this 
technique that variations in the motor parameters do not 
influence the accuracy of the estimation and the technique can 
also be used for all loads. The rotor slot harmonics can be 
detected by using various techniques: utilizing monitored 
stator voltages or by utilizing monitored stator currents. It 
should be noted that the technique cannot be used at zero 
speed, since the slot-harmonic voltages are very small. 


Using Monitored Stator Voltages 

When stator voltages are monitored the following physical 
picture is utilized. Since the air-gap mmf contains slot 
harmonics, slot harmonic voltages are induced in the stator 
windings when the rotor rotates. Both the amplitude and 
frequency of these depend on the rotor speed. However, it is 
difficult to extract information on the rotor speed from the 
magnitude, because it depends not only on the rotor speed but 
also on the magnitude of the flux level and the loading 
conditions. Thus the rotor speed and the slip frequency is 
obtained from the frequency of these slot harmonic voltages. 
In a stator phase of an induction machine the magnitude of 
the induced slot harmonic voltages is small and thus to 
separate these from the dominating fundamental voltage, the 
stator phase voltages are added. Thus the resulting voltage, 
U, = Usa + Usg + Uc, Will contain a slot harmonic component 
Ug,» due to the fundamental mmf wave, but due to main flux 
saturation it will also contain a third harmonic component 
U. Furthermore, when an inverter supplies the induction 
machine, the stator voltage (u,), will also contain extra time 
harmonic voltages, u,,,, where k is the time harmonic order. 
Hence in general u, = uy, + U3 + Usk. The frequency of the 
slot harmonic voltage components (ug, Ush) is related to the 
stator frequency and rotor speed (and the number of rotor 
slots, which is assumed to be known). If the mmf distribution 
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is assumed to be sinusoidal, then the resulting stator voltage 
U= Uy + Ug + Uc Will contain the rotor slot harmonic 
voltages (up) and the frequency of their dominant component 
(fundamental slot harmonic frequency) is fa = Nf £ fi = 
3Nf, — Nf; where N, = 3N +1. In this expression f, is the 
rotational frequency of the rotor, f. = w,/27, where œ, is the 
angular rotor speed. Furthermore, fı is the stator frequency 
(fi = @,/27, where œ is the angular stator frequency) and fi, 
is the slip frequency, fy = ff — fe = (@, — @,)/2m = w, /27, 
where œw is the angular slip frequency and N, is the number 
of rotor slots per pole-pair (N, = Z,/P) (Z, is the number of 
rotor slots and P is the number of pole pairs). It follows that 
the rotor slot harmonic frequency only depends on fi, f. and 
N,. By considering œ, = @,(1 — s), where s is the slip, it is also 
possible to express fy, as fy, = [201 — s)/P+ If. 

When the induction machine is supplied by a three-phase 
inverter, in general, the output currents and voltages of 
the inverter contain time harmonics (ug, ig). Since in the 
output voltage of the three-phase inverter, there are no 
harmonic voltages with harmonic orders 3k, where 
k=1,2,..., the voltage (u,) which is obtained by adding 
the three stator phase voltages (u,,, Usg» Usc) does not contain 
time harmonics if the induction motor is symmetrical. 
However, slot harmonic voltages are present in the stator 
winding, due to the time harmonic fluxes produced by the 
time harmonic currents. The slot harmonic frequency due to 
the kth time harmonic can be expressed as 


k=6m-1 
k=6m+1 


Ne = kf, = 3Nfi ai 6mfi _ N, fo 
Noe a kf, ae 3Nfi a 6mfi = N, fo 


for ={ 


where N, =3N +1, m=1,2,.... 

If saturation of the main flux paths occurs, a third-harmo- 
nic voltage (u;) is produced in each stator phase voltage. These 
third harmonic voltages are in phase with each other and 
therefore are present in the sum of the phase voltages. In 
general the magnitude of the third-harmonic voltage in a 
stator phase is smaller than the magnitude of the fundamental 
voltage in the corresponding stator phase, but the slot harmo- 
nic voltage is also small and thus u cannot be ignored even if 
the motor operates at rated voltage. The third harmonic 
voltage is approximately one fifth of the slot harmonic 
component. 

If an induction motor with star-connected stator windings 
is assumed with the neutral point accessible, then the summa- 
tion of the stator voltages can be performed by using three 
potential transformers, whose secondary winding are 
connected in series. It is also possible to use operational 
amplifiers to add the three stator voltages, but in a DSP 
controlled drive the addition can be simply done numerically. 
Thus u, is obtained. It follows from above, that uy, can be 
obtained by removing the voltage components u, and unr. 
This can be achieved by using various circuits [34, 35] and 
then the frequency of the rotor slot harmonic (fp) can be 
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obtained from up. By subtracting the stator frequency, 
fn —fi =N.f, is obtained and multiplication of this by 
2n/N, gives the angular rotor speed œ, = 2n( fi, — f,)/N,- 
The slip frequency can be obtained by using fa = fi — fo 
where f, = ,/2n. However, special considerations are 
required in the low-speed range, because at low speeds the 
amplitude of the slot harmonic voltages decrease. 


Using Monitored Stator Currents 

By utilizing rotor slot harmonics, the rotor speed can also be 
estimated by using the monitored stator line currents and 
performing harmonic spectral estimation. This is the preferred 
technique, since in speed-sensorless drives there is always the 
need for current monitoring, and it is useful to reduce the 
number of sensors required (by eliminating the voltage 
sensors). The stator current slot harmonics can be similarly 
obtained as given above: thus, if a stator line current of a 
PWM inverter-fed induction motor is monitored, then 
fink = N,f, + kfi holds, where f = f,(1 — 5). 

For the purpose of speed estimation, in a PWM inverter-fed 
induction motor drive, a line current is monitored, scaled and 
low-pass filtered (to eliminate high frequency PWM harmo- 
nics) and, e.g., digital FFT can be used to detect the speed 
dependent rotor slot harmonic (fp). When fp is known, by 
using the expression given above for the fundamental slot 
harmonic frequency, the angular rotor speed can be obtained 
as co, = 27f, = 2n( fa + f{)/N,. It follows that the accuracy of 
the estimated rotor speed depends on the accuracy of the 
measurement of fp and fi. 


Estimators using eccentricity 

In practice, the air-gap mmf also contains space harmonics 
due to various types of asymmetries, e.g. eccentricity [35], 
by neglecting the effects of magnetic saturation, and assum- 
ing sinusoidally distributed stator windings, the stator 
current contain harmonics with the frequencies f = 
[(cZ, + ng) — s)/P  k]fi, where fi is the fundamental 
stator frequency, c is any integer, Z, is the number of rotor 
slots, and ng is the eccentricity order number, which for static 
eccentricity is zero and for dynamic eccentricity is 1. Further- 
more, s is the slip, P is the number of pole pairs and k is the 
order of the time harmonics (k = 1, 3, 5, 7, etc.). It should be 
noted that, if c= 1, and k=1 and ny = 0, the expression 
reduces to that given above for the dominant slot harmonic 
frequency. It also follows that for “pure” dynamic eccentricity 
(c= 0, ng = 1, k= 1), the current harmonics due to eccen- 
tricity are f = [1 + (1 — s)/P] fi and this expression is inde- 
pendent of Z, and only requires knowledge on the pole-pair 
number, which can however be obtained by simple measure- 
ment. Thus if the pole-pair number is known, and in an initial 
test the harmonics associated with “pure” dynamic eccentricity 
are first detected by FFT from the measured stator current, 
then it is possible to estimate the slip (and also the speed). 
Although the harmonics caused by pure eccentricity enable 
Z -independent speed and slip estimation, they provide much 
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lower slip resolution than the slot harmonics for a given 
sampling time. Thus the slot harmonics can be used to provide 
the accurate speed estimation and the eccentricity harmonics 
are only used to give extra information for initialization of the 
slot harmonic estimator. By using the estimated slip and also 
the expression of the eccentricity harmonics given above, it is 
then possible to use a search algorithm to obtain Z,, ng and k 
from a table containing possible values of these parameters. 
When these are known, these parameters can be used in a 
speed-sensorless induction motor drive using current harmo- 
nic spectral estimation. However, this technique cannot be 
used at zero speed. 


Estimation using other techniques which are suitable for 
low-frequency operation 


General 

It is possible to estimate flux linkage space vector position 
(and using this information, the rotor position) by using flux 
linkage detection based upon saturation induced inductance 
variations, where test voltages are applied to the stator 
terminals of the machine and the flux linkage space vector 
position is detected from measured current responses. 
Furthermore, in the presence of injected high frequency 
stator voltages, for the estimation of flux linkage space 
vector position and the rotor position, it is also possible to 
use saliency effects, which are due to magnetic saturation 
(main flux or leakage flux saturation) or saliency effects 
intentionally created by using special rotor construction, 
where spatial modulation of the rotor leakage inductance is 
created (e.g. by periodically varying the rotor slot opening 
widths or by varying the depths of the rotor slot openings, 
etc.). In addition, it is also possible to extract the rotor 
position by using the fact that, in a cage induction motor, 
the motor leakage inductance varies with the rotor position. 
Some of these techniques are discussed briefly below. 

When an induction motor operates at extremely low 
frequency, the signal-to-noise ratio of the stator voltage 
measurement is very poor and the stator ohmic drop is 
dominant (see also the discussion above on open-loop esti- 
mators). Thus it is difficult to obtain an accurate value of the 
stator (or rotor) flux linkages and the rotor speed by any of the 
mathematical-model-based speed estimators discussed above. 
When the conventional mathematical model of the induction 
machine is used, at zero stator frequency the machine fluxes 
and the rotor speed are not observable, since in essence the 
induction motor behaves like a resistance (stator resistance). 
However, various types of anisotropies (saliency due to satura- 
tion, rotor slotting, etc) can be utilized in smooth-air-gap 
machines for flux, speed and position estimation. For this 
purpose several techniques exist, but it is a common feature of 
most of these that they also use injection schemes (voltage or 
current injection). These allow low-speed operation, but for 
high-speed operation other schemes must be used. Further- 
more, so far, for smooth-air-gap induction machines with 
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closed rotor slots (e.g. for many low- and medium-power 
induction motors) these techniques have not given satisfactory 
solutions. This is mainly due to the fact that these algorithms 
rely on the variation of the rotor leakage inductance with the 
level of the main flux (there is main flux saturation depen- 
dency), but in motors with closed rotor slots, there is also 
saturation of the leakage fluxes. However, there is one type of 
algorithm, which can be effectively used even at very low stator 
(and also zero) stator frequency, but instead of relying on 
saturation effects, it utilizes the position dependency of the 
leakage inductance (transient inductance) of a squirrel-cage 
induction motor. This technique requires voltage sensors and 
also some modifications to the conventional PWM technique 
used (see Section 5.3.2). 


Estimation Utilizing Saturation Induced 

Saliencies 

Various techniques are described below which utilize satura- 
tion induced saliencies. These can be used to obtain the rotor 
position, rotor speed, flux position, etc. 


Estimation using the INFORM technique 

A simple technique is described below which in principle can 
be used for the rotor position estimation of permanent 
magnet synchronous machines and also synchronous reluc- 
tance machines [27, 35, 36]. This technique (the INFORM 
method) can be well used for motors where there is physical 
saliency (e.g. permanent magnet motor with interior 
magnets). This is based on the fact that, in the induction 
motor, due to saturation of the stator and rotor teeth, the 
stator inductances depend not only on the level of saturation 
but also on the position of the main flux. It follows from the 
stator voltage equation of the saturated induction machine 
that at standstill the rate of change of the stator currents can be 
approximated as di,/dt = u,/L. In this equation L is the 
complex stator transient inductance of the induction machine, 
whose magnitude and angle depend on the magnetic operating 
point and the direction of the magnetizing flux linkage space 
vector. By applying appropriate stator voltage test vectors (u,), 
the rate of change of the stator current space vector (di,/dt) 
can be measured. The angle of the magnetizing flux linkage 
space vector can then be obtained since the locus of the 
modulus of the complex transient inductance is an ellipse 
and the minimum of this ellipse is in the direction of the 
magnetizing flux linkage space vector. The INFORM techni- 
que has to be complemented by a Kalman filter or another 
state observer and needs the use of other sensorless techniques 
for higher speeds. 


Estimation using high-frequency magnetic saliency 

It is also possible to estimate flux linkage space vector position 
in an induction machine by tracking of high-frequency 
magnetic saliency created by magnetic saturation (main flux 
or leakage flux saturation) at zero or low rotor speeds [3, 16, 
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35]. For this purpose high-frequency voltages or currents are 
injected in the stator of the induction machine. In a VSI-fed 
drive, the injected voltages can also be produced by the PWM 
VSI used in the drive scheme (thus no extra injection circuit is 
required). It will be shown below that this technique is only 
possible in a saturated smooth air-gap machine, due to the 
physically existing cross-saturation effect (which effect is due 
to the saliency caused by saturation). 

It is well known [33] that, as a consequence of magnetic 
saturation, saliency is created and the stator direct and quad- 
rature axis inductances become asymmetrical (Lp # Lo) and 
also coupling will exist between the two axes (cross-saturation 
effect, Lpo # 0). It has been shown [33] that, due to satura- 
tion, all the inductances are functions of the saliency position 
(u), and Lp = L + ALcos(2u), Lo = L, AL cos(2u), Lpo = 
Lop = AL sin(2y). It then follows that, due to saturation, the 
stator transient inductances in the direct and quadrature axis (of 
the stationary reference frame) are also asymmetrical. The direct 
and quadrature axis stator transient inductances (Lip, Lgo) and 
also the cross-coupling transient inductances (Lpo = Lop) are 
functions of the angle u, and Lp = L; + AL’ cos(2u), Lig = 
Lı — AL’ cos(2u), Loo = Lop = AL'sin(2u), where L = 
(La + L{q)/2 and AL’ = (La — Lsq)/2. In these expressions Lg 
and Lq are the direct and quadrature axis transient stator 
inductances in the direct and quadrature axes of the 
existing saliency, respectively. As expected, the cross-satura- 
tion coupling and inductance asymmetry disappear when 
La a Le 

When high-frequency stator voltages are injected into the 
stator windings the measured stator currents can be used to 
obtain information on the position of the saliency. For high 
stator frequencies, the stator equations of the saturated induc- 
tion machine in the stationary reference frame can be well 
approximated by the voltages across the appropriate stator 
transient inductances. Thus when a symmetrical three-phase 
high-frequency stator voltage system with amplitude Uj, 
angular frequency œ; (œ; is high), is injected into the stator, 
in the steady state, the stator currents will be displaced from 
the stator voltages by 90° (since the stator transient induc- 
tances are dominant), and it follows from the stator voltage 
equations (in the stationary reference frame), that the space 
vector of the stator currents in the stationary reference frame 
can be expressed as ii = Ijo exp( jœ;t) + Li expl j(2u — œt). 
This current response can be measured. It can be seen that the 
first term in the current response is independent of the angle 
w; thus, in practice the second term can be used to estimate u 
(which is the saliency position). For completeness it should be 
noted that the amplitudes of the two current components 
are Tig = (Uy /)L,/(L? — AL’) and Iu = (Uy /@,)AL'/ 
(L? — L°). It follows that in the absence of cross-saturation 
(no saliency) AL’ = 0 and it is not possible to estimate the 
second term in the expression of the currents (since Ij; = 0). 
Furthermore, the first term is a direct measure of the saliency 
present: it characterizes the average stator transient induc- 
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tance. By resolving the stator current space vector (i,;) into its 
real and imaginary axis components, ip; and i,q; are obtained. 
The angle u, which is present in the stator current compo- 
nents, can then be extracted in a number of ways. One 
possibility is to use a demodulation scheme involving hetero- 
dyning [16], where the direct axis stator current (ipi) is 
multiplied by sin(2f— @;t), and the quadrature axis stator 
current (ioi) is multiplied by cos(2j — «;t), where ji is the 
estimated saliency angle (in electrical radians) and then the 
difference of these two signals is obtained: £ = i,q; cos(2/t — 
@;t) — ipi sin(2ft — w;t), where e is the position error signal. 
When the expressions of the direct and quadrature axis 
stator currents are substituted into this expression, then the 
newly obtained expression becomes € = Lio sin[2(@,t — A] + 
I; sin[2(u — A]. The second term of this contains the spatial 
position information and approaches zero as ji > u (where jt 
is the estimated and y is the actual saliency position). The first 
term can be removed by a low-pass filter. The remaining 
second part (heterodyned and filtered signal, eç) is in the 
form of a linear position error (as [fi— n), 
Ij sin[2(u — O] ~ 21,;,(4— À). This signal can then be used 
to drive a controller, described by K, + K,/p, where K, and K, 
are gains of the controller. It follows that the saliency position 
is obtained as ju = f @dt, where Ô = (K, + K,/p)é,. By using 
the saliency position, it is also possible to obtain estimates of 
the rotor flux linkages. For this purpose a flux model can be 
used, thus the measured stator current components of the 
induction machine are first transformed into the reference 
frame rotating with the saliency, by using the transformation 
exp(—jji), and the obtained transformed stator currents are 
then used as inputs into the flux model of the machine. The 
obtained flux linkage components can then be transformed 
into their stationary axis components (Y,a W,q)> by using the 
transformation exp(jji). It should be noted that, so far, 
experimental proof of this saturation-induced saliency tech- 
nique has not been given for induction motors. The best 
machine configurations for saturation-induced saliency track- 
ing are those with open or semi-closed rotor slots and are 
designed so that main flux saturation has a much greater 
impact on the stator transient inductance than localized 
leakage saturation. It is important to note that robust tracking 
of saturation induced saliency may require operation at flux 
levels which are considerably higher than normal or rated. The 
maximum operational speed is then limited by core loss 
and/or stator voltage. Field-weakening greatly beyond base 
speed may then be not possible. 

Another technique has been described recently [4, 36], 
which allows sensorless vector control at zero flux frequency. 
With this scheme it is possible to hold a load stationary for a 
long time, even at zero frequency. For this purpose, saturation 
effects are again utilized to obtain the position of the rotor flux 
linkage space vector. However, in this scheme both the stator 
voltages and currents have to be measured. For estimation 
purposes a special test current space vector (Ai,) is added to 
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the reference stator current space vector (tref) Where the test 
current space vector is pulsating in parallel with the direction 
of the estimated rotor flux vector axis. It is a very important 
feature of the scheme that, due to magnetic saturation, the 
rotor current space vector produced by the test stator current 
space vector (—Ai,,,) is displaced by an angle (y) with respect 
to the test current space vector. This follows from the fact that, 
by assuming fast and small variations of the stator currents, 
it can be shown that Atiy = Ais + jAi, where Ais = 
—[1/( + L,/L)Ai,, = k, Ai,,. and Airy = [1/1 T La/ 
Ln)lAiy = k Ai, where k, and k, are saturation dependent 
gains, Ly is the rotor leakage inductance, and L and Lp are the 
dynamic and static inductances, respectively (L is the tangent 
slope and Lm is the static (chord) slope of the magnetising 
curve). Under saturated conditions L < Lm» and thus k > k,, 
and therefore the test motion of the stator current space vector 
(Ai,) is transferred into the motion of the rotor current space 
vector without any delay and the current transfer in the x axis 
(axis coaxial with the rotor flux linkage space vector) takes 
place with smaller gain than the current transfer in the y axis 
(axis in space quadrature to rotor flux linkage space vector). In 
other words, under saturated conditions the space vector 
—Ai,,, is displaced from the space vector Ai, by the shifting 
angle y. In a saturated machine, it is this effect which causes 
the shifting angle y to be different from zero when the 
estimated rotor flux position (,) is different from the actual 
rotor flux position (p,), ie. when the error angle is 
ô = p, — Pp, # 0. It is the angle y which is used to obtain the 
position of the rotor flux linkage space vector. It is important 
to note that, if p, =, (ô= 0) then y=0 and, when the 
shifting angle is not zero, in general it has an opposite 
direction to the error angle. It follows from the above that, 
to obtain the shifting angle, the negative rotor current 
components —Ai,,, —Ai,, due to the test stator current 
space vector have also to be known in the estimated-rotor- 
flux-oriented reference frame. 

Another high-frequency injection technique was presented 
recently [14], where, for the purpose of sensorless rotor flux 
estimation, a high-frequency signal is injected in the stator of 
an induction motor. However, this signal is not a rotating 
signal, but a signal which fluctuates at a synchronous 
frequency with the fundamental stator frequency. The differ- 
ence between the direct axis (flux axis) and quadrature axis 
terminal impedances is used for estimation of the angle of the 
rotor flux linkage space vector. This difference is small only at 
fundamental stator frequency, but becomes larger when a 
high-frequency signal is injected in the stator. The technique 
makes use of saturation and skin effects. Since the injection 
signal is independent of the stator frequency, the scheme can 
work even at very low frequency, but there is a strong 
dependence on the machine design. When this is also consid- 
ered, the drive can work with all loads. However, at higher 
speeds, another sensorless scheme must be used. Another 
injection scheme was used in an EKF-based sensorless induc- 
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tion motor drive [25], but no experiment results have been 
shown. 


Estimation utilizing saliency introduced by special rotor 
construction 

For the estimation of the rotor position and rotor speed, even 
at zero and low speeds, it is also possible to use saliency effects, 
which are intentionally created in an induction motor by using 
special rotor cage construction, where spatial modulation of 
the rotor leakage inductance is created. This can be achieved, 
e.g., by periodically varying the rotor slot opening widths or 
by varying the depths of the rotor slot openings, etc. In the 
first case, when the widths of the rotor slot openings are 
varied, the physical picture is simple: the wider slot openings 
produce flux paths of high magnetic reluctance, and thus 
locally low inductance, but the narrow slot openings create low 
reluctance flux paths and high local inductance. Although it 
would appear that fully closed or semi-closed rotor slot 
bridges could increase the amplitude of the reluctance varia- 
tion, however, it is not useful to extend the spatial modulation 
depth to these type of slot bridges, since they would magne- 
tically saturate and such saturation would introduce a field 
dependent variation of the local inductance (but the goal is to 
have a rotor position dependent inductance variation). It is 
also possible to create saliency in a cage rotor by having 
identical rotor slot geometry, but where the height of the 
conductors in the slot openings is different. 

The saliency-based estimation technique resembles the one 
described in the previous subsection, but the main difference 
is that in the present case there exists a deliberately introduced 
saliency due to physical asymmetry, whilst in the previous 
subsection magnetic saliency existed due to saturation. It 
should, however, be noted that the introduced rotor saliency 
is symmetric about each pole, i.e. it is ninety mechanical 
degrees for a four-pole machine. In order to be able to track 
the saliency, similarly to that discussed in the previous 
subsection, symmetrical three-phase high-frequency voltages 
are injected into the stator, (the amplitude and angular 
frequency of these are Uj and œ;, respectively). It is shown 
below that when special (asymmetrical) rotor constructions 
are used, the stator transient inductances due to asymmetry 
are position dependent. It is this position dependency of the 
inductances which causes position-dependent current 
responses, when the stator is supplied by high-frequency 
voltages. By measuring these stator currents, it is then possible 
to extract the information on the rotor position. 

When high-frequency stator voltages (î;) are injected into 
the stator of the induction machine, it follows from the stator 
voltage equation of the induction machine in the stationary 
reference frame that ù; ~ di,/dt, where the stator flux 
linkage component is mainly a leakage flux component. This 
contains the appropriate stator transient inductances (sum of 
stator and rotor leakage inductances). It follows that the stator 
currents due to the injected stator voltages can be formally 
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expressed in the same way as for the previous scheme. Thus 
the current response to the injected stator voltages is obtained 
as ig = Lio exp( jœ;t) + Li exp[ j(20, — @;t)], which contains 
a positive-sequence and a negative-sequence stator current 
component, where [yy = (Uj/@)(Ly + Li)/[(La +L} — 
AL?] and I, = (U,/@,)AU'/[(Ly + Li)’ — AL?]. Mathemati- 
cally, the expression for i, given above follows directly from 
the analytical solution of the voltage differential equations. 
The positive-sequence component rotates at the speed of the 
injected angular frequency, the negative-sequence component 
rotates at a speed 2w, — œ; and the locus of the space vector 
current i; is an ellipse. This current can be obtained from the 
measured stator currents by using a bandpass filter (BPF). 
Although i; contains the rotor position (the angular inclina- 
tion of the ellipse is equal to the rotor position angle), it is 
difficult to extract it directly from i. However, the second 
component of the stator current contains the rotor angle, and 
this can be used to estimate the rotor position, by using the 
same technique as discussed in the previous subsection. It 
follows that, by using bandpass filtering, ti = ipi + jiqi is 
obtained, and by using the direct and quadrature axis cur- 
rents (ipi hoi) the angular position error signal ¢ = 
(iqi) cos(20, — œit) — (ipi) sin(20, — @;t) is first obtained 
which can be expressed as e= Lio sin[2(œ;t — 0,)] + 
Ki sin[2(0, — 0,)]. The second term contains the rotor posi- 
tion information, and approaches zero as 0, —> 0, (where 0, is 
the estimated and 0, is the actual rotor position). The first 
term can be removed by a low-pass filter. The remaining 
second part (heterodyned and filtered signal) is in the form 
of a linear position error (as 0, — 0,); thus the filtered angular 
position error signal is ep = I sin[2(0, — 0,)] © 21,,(0 — 0,). 
This can then be used to drive a PI type of controller, 
described by K, + K,/p, where K, and K, are gains of the 
controller: thus, the rotor position is obtained as 0, = f @,dt 
where ©, = (K; + K,/p)é, is the estimated rotor speed. It 
should be noted that in this scheme the output is 0,, and 
when this is multiplied by 2 and by using @;, œ;t is obtained 
by using an integrator, and thus (20, — œ;t) can be obtained. 
This is then used to get cos(20, — œ;t) and sin(20, — a,t), 
which is required in the scheme to get e. Finally, a low- 
pass filter is used to obtain ¢, which is input to a PI 
controller, which outputs the estimated rotor speed Ô, 
which is integrated to give the estimated rotor position 
signal. 

In this high-frequency injection scheme, the selection of the 
injection frequency involves various aspects. The interaction of 
the injected wave with rotor saliency takes place just below the 
rotor surface. Thus the injection frequency must be high 
enough to create a deep bar effect that prevents the high- 
frequency flux wave from substantially linking with the rotor 
bars. On the other hand, it must be low enough to ensure that 
the skin effect in the rotor laminations does not repel the flux 
from penetrating below the rotor surface. The skin effect 
restricts the injection frequency to the lower frequency 
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bound of 100 Hz, but the lamination skin effect determines the 
upper frequency bound, which starts beyond 400 Hz, depend- 
ing on the thickness of the lamination. The close frequency 
bounds on either side of the injected signal contribute to a 
weak position signal. 

Finally it should be noted that in practice the various types 
of saliencies (slot effects, saturation-induced magnetic 
saliency, deliberately introduced rotor saliency, saliency 
caused by manufacturing, etc.) can be simultaneously present 
and they can make the saliency-based estimation task very 
difficult. In any case, it would appear that, at present, industry 
is reluctant to employ such sensorless estimation techniques 
for induction machines which, instead of a conventional cage 
induction motor, use an induction motor with special rotor 
cages. On the other hand, for machines which have inherent 
rotor saliency (e.g. interior permanent magnet motor, 
synchronous reluctance motor), high-frequency injection 
and saturation-based techniques could provide simple sensor- 
less solutions for low and zero-speed operation. However, in 
induction machines problems occur when saturation-induced 
saliency techniques are used in sensorless drives for the flux 
estimation, due to the movement of the saturation-based 
saliencies due to changing flux and torque levels. Thus the 
position variation of the flux also depends on the operating 
conditions (torque, flux). This effect becomes even more 
pronounced in induction motors with closed rotor slots, and 
the saturation-based sensorless implementation becomes diffi- 
cult. With regard to the application of high-frequency injec- 
tion techniques, it should be noted that for machines, with 
real physical saliency, this can be an attractive sensorless 
solution. For example, for a synchronous reluctance motor 
(where due to the physical construction of the rotor saliency 
exists since La # Lq), if high-frequency sinusoidal stator 
voltages are injected, then by using the measured high- 
frequency components of the stator currents it is possible to 
estimate the rotor position (e.g. by using the demodulation 
technique described above). This allows low-cost implementa- 
tions and the sensorless speed/position estimator does not 
require the use of any machine parameters. However, for high- 
speed operation, a switchover to other sensorless schemes 
must be made. 


Estimation using the rotor position dependency of the leakage 
inductance 

A rotor position estimation technique has been proposed [17], 
where the rotor position is estimated in a cage induction 
motor with a conventional cage rotor (whose rotor is not 
modified as in the previous scheme described). The estimator 
requires the monitoring of the phase voltages and utilizes the 
physical fact that, in a cage induction motor, the total leakage 
inductances are position dependent. The scheme can work 
even at zero stator frequency and provides a very accurate 
position signal. First, it is shown below that the total stator 
leakage inductances of a cage induction motor are position 
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dependent. This is followed by explaining a position estima- 
tion scheme which uses the position dependency of the stator 
leakage inductance and for this purpose appropriately formed 
zero-sequence voltages will be used, which can be obtained by 
using measured stator voltages. 

It is well known that the conventional stator transient 
inductance (total leakage inductance) of an induction motor 
can be expressed as Li = øL, = L, — L?,/L,. This is based on a 
machine model, where the flux density distribution is assumed 
to be sinusoidal. However, in practice, this assumption does 
not hold, and in general the stator leakage inductance is 
position dependent because the stator-rotor mutual induc- 
tances are position dependent (since the flux density distribu- 
tion is not sinusoidal). The physical proof is simple and the 
mathematical proof can be obtained by considering the voltage 
equations of the motor. For a cage induction motor, where 
there are N rotor bars, and if only stator winding sA is 
energized, the expression of the total leakage inductance 
depends on the rotor angle: 

L,(0,) = det L(0,)/det(L,) (28.45) 
where L is an (N + 1) x (N + 1) matrix which depends on the 
rotor position, and L, is the N x N rotor inductance matrix. 
Equation (28.45) is very important and allows us to conclude 
that the total leakage inductance of the cage induction motor 
varies with the rotor position, and this variation is periodic 
with 1/N revolutions of the rotor. It will now be discussed 
how the position dependency of the total stator leakage 
inductances can be used for position estimation in a cage 
induction motor even at very low (and zero) rotor speed. For 
this purpose the three stator voltages (ua, Up, Usc) are 
measured when a certain voltage switching vector is applied 
in the PWM-inverter-fed machine and these voltages are then 
added to form the corresponding zero-sequence stator 
voltages. Such a zero-sequence voltage will contain the posi- 
tion information and also induced voltage terms, but by using 
a combination of two appropriate (opposing) switching 
voltage vectors and the corresponding zero-sequence voltages, 
the difference of the two zero-sequence voltages will not 
contain the ohmic voltage drops and the induced emfs, but 
they will depend only on the rotor position. This technique is 
described below whereby the position information is extracted 
from the difference of the estimated zero-sequence voltages, 
which apply during the application of the two opposing 
switching voltage vectors. 

In a six-pulse voltage-source inverter (VSI) there are eight 
switching states (two zero switching states, and six non-zero 
switching states). The zero switching states occur when all the 
upper switches of the inverter are connected to the positive 
dc link rail and the negative switching states occur when 
the bottom switches of the inverter are connected to the 
negative dc link rail. However, there are six active switching 


states, where the six non-zero switching vectors 14, th, ..., Ue 
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are produced, and in terms of the dc link voltage, Uj, 
these switching vectors can be expressed as m= 
Ż Ua exp j(k — 1)x/3], where k = 1,2,...,6. Thus, e.g. in a 
VSI-fed cage induction motor drive, when the voltage switch- 
ing vector u, is applied by the PWM inverter which supplies 
the motor and the speed is zero, then it follows from physical 
considerations that the stator voltages are u = U,/2, 
Ug = —Ug/2 and uc = —Uy/2, where Uy is the dc link 
voltage of the inverter. Thus, if each conducting stator phase 
is represented by the voltage across its ohmic drop and also its 
total leakage inductance and the corresponding induced 
voltage, then by considering that uy = Rha + Ley, diy / 
dt + Uia Uug = R, isg T Lp dip / dt + uig and Uc = Ric + 
Ly cdiyc/dt + uic, if the stator voltages are measured and are 
added (in this way the zero-sequence stator voltage is obtained 
when the first voltage switching vector u, is applied), then by 
considering that ia + ig + ic = 0 and ua + Ug + Uc = 0, 


Up, = Usa + Usg + tsc = (Lsa ~ Lic) dig, / dt 
F (Leip = Lıc)dig/dt (28.46) 
is obtained. It can be seen that this zero-sequence voltage 
contains the total stator leakage inductances (which are posi- 
tion dependent). The goal is to extract the position informa- 
tion by utilizing this zero-sequence stator voltage. However, 
for this purpose, first, the derivates of the stator currents are 
removed from Eqn. (28.46). This can be conveniently 
performed by considering that, when u, is applied, and thus 
the appropriate inverter switches are activated (as discussed 
above), the induction motor can be described by the following 
two equations (which are obtained by physical considerations 
from the resulting connection diagram, where each conduct- 
ing stator phase is represented by the voltage across its total 
leakage inductance and the corresponding induced voltage): 


Ug = Usa — Usp © Laiadisa/dt + uia — Lsıpdisg/dt — vig 


usc © Leydig /dt + tia — Ly cdic/dt — uic. 
(28.47) 


Uy = sA 


Thus the derivates of the two stator currents can be 
obtained in terms of the dc link voltage, the various total 
leakage inductances and the induced emfs, and these can be 
substituted into the expression of the zero-sequence voltage, 
Eqn. (28.46). However, although the resulting expression for 
the zero-sequence voltage will not contain any currents, and 
will contain the various total stator leakage inductances, in 
addition to the dc link voltage it will still contain the induced 
voltages uj,, Uig and uc. Thus it is not possible to estimate the 
position directly from this zero-sequence expression, and 
another expression must be obtained where the induced 
voltages are not present. The switching state u, will occur 
periodically during normal operation of the PWM inverter-fed 
VSI drive, and when this occurs, the voltages u,,4, Usp and usc 
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are sampled and summed to give up, = Uy + Usp + usco Which 
value is temporarily stored. To complete the voltage measure- 
ment procedure, the original duration of u, is extended for a 
very short additional time interval At (thus the conventional 
PWM technique is modified). Thus a flux linkage error is 
introduced, which is Aw, = u,At, but which is compensated 
by an additional change of the flux linkage Ay, = u,At, where 
u4 = — U, i.e. the respective opposed switching vector u4 is 
switched on for the short time At. However, if it is considered 
that, when the switching vector u, is applied by the inverter 
(thus, when u,a = —U4/2, ug = Uy/2 and uc = Uy/2), and 
if the zero-sequence stator voltage is obtained when u, is 
applied, then the expression of this zero-sequence voltage, u,4; 
can be obtained similarly to that described for up, above. If the 
difference of the first and fourth zero-sequence voltages is 
obtained, then the following very important result is obtained: 


Px = Up, — Ug = fy(NO,) = 2Ug(Leraleig + Loa Lic 
= 2Leaplaic)/CeaLep T LaaLsıc T Laslo). (28.48) 


As expected, this difference signal does not contain the 
stator currents and the induced voltages. Furthermore, in 
addition to the dc link voltage (which can be assumed to be 
constant), it only contains the various total stator leakage 
inductances, which are position dependent. Thus the differ- 
ence signal will be a function of the rotor position, denoted by 
fa(N0,), and it is the sA axis position signal. The amplitude of 
this signal does not depend on the speed and it is almost 
sinusoidal in time: a full cycle represents 1/N revolutions of 
the induction machine. In the practical implementation of the 
position estimator, the sA axis position signal can be obtained 
when the inverter switching states m and u, (u4 = — 1) 
become active. In general, other two position signals (differ- 
ences of appropriate zero-sequence voltages) can be obtained 
when a specific switching voltage vector is applied, which is 
then followed by a second subsequent switching vector, which 
is the opposing switching vector. In a six-pulse voltage-source 
inverter, there exist a total of three independent switching 
States (4, u4); (U3, Ug); (ts, m) which can be used for this 
purpose. It can be shown that, by using a similar derivation to 
that described above, the sB and sC position signals are as 
follows: 


Pp = U3 — Ugg = fg(NO,) = 2U (Le alsip + Lea Lic 
= 2Leaplic)/Cearalep F Loalsic T Lasksic) (28.49) 


Po = tios — tio = fc(NO;) = 2UalLaa Lac + Ligksic 
ve 2LaaLsic)/(LsiaLsıB + Lgialgic + Lplic)- (28.50) 
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The smoothness of the position signals allows high accuracy 
position estimation. In summary the following four main 
steps are made for the estimation of the rotor position: 


1. The phase voltages (u,4> Usp» Usc) are measured during 
the application of a particular pair of opposing switch- 
ing vectors (e.g. when u, is applied and when 
u, = — u is applied). 

2. The corresponding zero-sequence 
obtained (e.g. these are tı and u4;). 

3. The position signals fa, fg, fc are estimated: these use 
the differences of the appropriate zero-sequence 
voltages which are obtained by measuring the zero- 
sequence voltages for the opposing switching voltage 
vectors f,x(NO,) = Up, — uo» fg(NO,) = tos — Ugg. and 
fo(NO,) = Ups — t2- 

4. The three position signals form a symmetrical three- 
phase system, if the number of rotor bars (N) is not a 
multiple of 3 (which holds for almost all rotor cages). 
Thus a position space vector can be introduced: 


voltages are 


FANOJ fx + af + afo) = feo +i fo = If lexp(jN@,) 
(28.51) 


where c is a constant and a is the usual spatial 
operator, a = exp( j27/3). From the angle of this 
space vector it is possible to obtain the position 
signal 0y = N0,, as referred to 1/N of a mechanical 
revolution. The rotor position 0, within a full revolu- 
tion can then be obtained by incrementing (or decre- 
menting for reversed rotation) a modulo-N counter 
whenever a complete cycle of N0, is completed. Thus, 
within a complete revolution, the incremental rotor 
position is 


0, = (29 + On)/N (28.52) 


where cg is the state of the counter. 


This position estimator can work at very low frequencies, 
even at zero frequency. The estimator can estimate the rotor 
position with high accuracy. It is quasiinstantaneous since an 
appropriate pair of zero-sequence voltage samples is taken 
within a few microseconds. The position sampling frequency 
is approximately 1 kHz, and this ensures high dynamic band- 
width of the position signal, thus enabling fast sensorless 
control of both the speed and position (since the speed 
signal can be obtained from the position signal). The estimator 
described can be used in high-performance drives, e.g. in 
vector drives and also in such types of direct-torque-controlled 
drives which use a PWM modulator (e.g. DTC drives with 
torque ripple reduction techniques [36]. Extreme speed accu- 
racy and high positional accuracy can be maintained even at 
high loads in the full operating range. The estimator described 
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above requires the use of monitored stator voltages, but 
another scheme is under development by one of the authors, 
where the stator voltages do not have to be measured. 

Two recent publications [43, 44] have described the details 
of a new family of sensorless high-performance induction and 
permanent magnet synchronous motor drives (vector, DTC 
and natural-field-oriented drives). These can also be operated 
at low speed and give excellent performance for sustained zero 
frequency operation as well. They can form the basis of the 
next generation of commercial sensorless high-performance ac 
drives. The new family of sensorless drives can be used for 
traction, domestic, military, automotive, etc. applications. It is 
a main feature that they use standard, off-the-shelf motors, 
and do not rely on saturation effects, and do not use high- 
frequency injection techniques. Some other important features 
are [43] 


e There is a self-commissioning stage (to obtain various 
motor, inverter parameters). 

e There is no integration involved. 

e There is no complicated mathematical model of the 
motor used (in contrast to some industrial sensorless 
drives). 

e There is no stator voltage measurement, only dc link 
voltage is measured and stator voltages are reconstructed 
by also using the switching states of the inverter. 

e Only two stator currents are monitored (in real-time). 

e There is a real-time parameter estimation block, since 
several motor parameters are changing during operation 
(e.g. due to thermal effects and skin effect). This 
enhances the stability and dynamic performance and is 
a crucial part of the drive schemes developed. 

e There is an inverter model (this can be set-up during the 
self-commissioning stage). This contains dead-time 
compensation plus the appropriate voltage drop of the 
inverter switching devices, etc. No hardware is used for 
dead-time compensation (in contrast to some other 
sensorless drives discussed in the literature). 

e They can be used for low-speed operation and sustained 
zero frequency operation, although they do not utilize 
any artificially created saliency (it uses a standard off-the- 
shelf) three-phase cage induction motor. The new drives 
can form the basis of the first industrial drives in the 
world, which can also work at zero frequency. 

e They can be used with high and low loads. 

e There is precise flux control. 

e There is efficient and fast torque control. 

e Implementation can be done by using a low-cost DSP 
(e.g. a fixed point DSP). 

e There is no instability phenomena (in contrast to low- 
speed instabilities in various other sensorless drives). 


A very extensive set of industrial standard of experiments 
have been performed; these prove the excellent features of the 
new drives. These tests include: 
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e Fast and slow reversals at low and extremely low speeds 
(also involving regenerative braking). 
e Zero frequency operation for a long period (sustained 
operation at zero frequency). 
e Testing the robustness of the drive against parameter 
variations 
— using a 2kW heater and a blower (e.g. to cause changes 
of the stator resistance) 
— adding external stator resistors 
— internally deliberately changing some parameters in 
the software, etc. (to prove that the drive can work 
well, since the estimation algorithm will ensure that 
the parameters will quickly converge to the correct 
values) 
e Operating the drive at very low speed and suddenly 
applying various loads to confirm that the drive still 
works well. 


A large number of plots have been obtained, examples of 
these are: 


e speed versus load for different speed references 

e torque against torque reference (to show the "linearity") 

e slow and fast transient speed changes (reversals) 

e shock load test (motor runs at no load at a specific speed 
then load is suddenly applied and then removed) 


To illustrate the robustness of the new sensorless drives 
against parameter deviations, and also the successful sustained 
zero frequency operation. Figures 28.12, 28.13 and 28.14 show 
experimental results for a sensorless vector controlled induc- 
tion motor drive, which contains a 2.2kW induction motor. 
For this purpose the stator resistance of the induction motor 
was changed by switching on and off a 2 kW heater and blower 
mentioned above. Figure 28.12 shows the estimated and actual 
rotor speed in a sensorless vector controlled induction motor 
drive [44]. The actual speed was monitored by a speed 
transducer, but this speed signal was not used in the control 
loops (only the estimated speed was used). The corresponding 
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FIGURE 28.12. New sensorless induction motor drive estimated and 
actual rotor speed. 
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New sensorless induction motor drive estimated stator 


Fig. 28.13 shows the variation of the estimated stator resis- 
tance. At the start of the plot, the motor was under a cooling 
phase and after that it is heated (by using the 2 kW heater) and 
then the cooling phase starts again. Figure 28.14 shows the 
rotor flux speed obtained by the experiments. It can be seen 
that sustained zero frequency operation has been achieved for 
a period of more than 15 minutes. This is an important result 
and opens the way for many sensorless applications where 
existing commercial sensorless drives cannot be used. 

Experimental results have been also shown for a crane drive 
using an induction motor and also the new sensorless tech- 
nology [43, 44]. These results also prove that the new sensor- 
less drive technology can also be used for cranes, elevators, 
hoists, etc., where so far sensorless drives have not been used 
(due to stability and other problems). 

The new sensorless technology plays a key role in the 
activities of the recently formed European Sensorless Drives 
Consortium (ESDC) [43], which involves several multina- 
tional and other companies (e.g. Texas Instruments, SKF, 
Baldor, etc). It is possible to implement the new technology 
by using low-cost DSPs (e.g. fixed-point DSPs manufactured 
by Texas Instruments). 
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FIGURE 28.14. New sensorless induction motor drive: rotor flux speed. 
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It is expected that in the future various new types of 
sensorless solutions will appear in different high-performance 
drives (the second generation of sensorless drives) and there 
will be a further significant increase in the number of these 
drives manufactured. These drives will also provide excellent 
performance in the low-speed region as well. Speed and 
position sensorless drives will replace drives with conventional 
sensors. There will be a large increase in the use of sensorless 
drives not only in industrial drives, but also in drives used for 
domestic applications (washing machines, etc.) and also in 
automotive and military applications. 


28.2.3.2.2 Artificial-Intelligence-Based Schemes In addition 
to mathematical-model based schemes, it is also possible to 
use artificial-intelligence-based (AI-based) schemes to obtain 
the rotor speed and rotor position information. Such types of 
schemes are discussed in Chapter 21. It is a main advantage of 
such schemes over mathematical-model based schemes that 
they do not require any knowledge of machine parameters, 
and do not require any type of mathematical machine/drive 
models. 


28.2.3.2.3 Encoderless Schemes (Quasi-Sensorless Schemes) 
As discussed above, it is also possible to implement speed/ 
position controlled drives without extra conventional speed 
and/or position sensors by using integrated sensor ball bear- 
ings (sensor bearing). Such a drive is a quasi-sensorless drive. 
For this purpose sensor bearings manufactured by SKF can be 
effectively used, where Hall-effect sensors are integrated into 
the bearings [39, 40, 41]. Figure 28.15 shows a SKF sensor 
bearing. 

The so-called sensor bearing of SKF incorporates two built- 
in Hall-effect sensors, which can be used to monitor in 
realtime both the rotor speed, including speed direction, and 
the relative angular position of the rotor (one Hall sensor is 
required to measure the speed only). The sensor bearing based 
on an existing standard deep-groove ball bearing ISO range 
includes two additional elements: a single magnetic excitation 
ring (impulse ring) with N pole pairs fitted in the rotating 
bearing inner ring and a sensor ring which is attached to the 
stationary outer ring. The precise magnetized impulse ring 
develops an alternating magnetic field with N rotating North 
and South poles, which is sensed by two Hall-effect sensor cells 
placed inside the sensor ring. For example, in the case of the 
standard bearing SKF 6206, the number of poles is N = 64. 

The value R = 2z/N (or 360°/N) is defined as the angular 
resolution of the sensor. When the inner ring rotates, the 
moving impulse ring passes the sensors (which are designed to 
respond to the magnetic field variation produced by each 
change in the polarity). The integrated circuits of the Hall 
sensor cells contain Schmitt triggers. The Schmitt trigger 
provides a threshold function of the sensor and transforms 
the analog voltage waves generated by the Hall-effect sensor 
cells into two rectangular, normalized voltage signals A and B 
with the time period T = 2z/(Nq@), where œ is the angular 
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FIGURE 28.15 SKF sensor bearing. 


rotation frequency of the inner ring. A sensor then outputs a 
signal whose frequency is proportional to the number of 
polarity changes f = @N/(2m). The mechanical angular 
displacement of both Hall-effect sensor cells in the outer 
ring must be very precise to get an exact phase shift of T/4 
between both output A and B signals. This displacement can 
be used for two additional features: 


e to detect the rotational speed direction (clockwise when 
the electrical angle phase shift between signals A and B is 
equal to 2/2) 

e to multiply the number of pulses by customer electronic 
logic interface circuits, so that by the consideration of all 
pulse edges the resulting sensor resolution increases to 
R/4. 


The signals A and B can be very easily obtained on the outputs 
of SKF sensor bearings, Fig. 28.16 shows the connection 
diagram. 

Basically the SKF sensor bearing measures the angular 
movements of the impulse ring. There is direct digital 
output. The sensor output voltage has a rectangular pulse 
shape and expresses this in the quantity of pulses beginning on 
the initial angular position 6) at reference time tọ of the 
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FIGURE 28.16 


current position 0, at current time tı. The angular difference 
0, — 0) can be expressed as An(2z/N), where An is the 
quantity of pulses counted during the time period At = 
ti — b» and N represents the sensor resolution. Since the 
output signals are discrete pulses (digital signals or they are 
transformed to analog ones), in a drive system it is possible to 
estimate the following four quantities: 


1. real-time estimation of the position 0, = 0+ 
An(27/N) if it is assumed that the initial position is 
known and estimated by additional measures 

2. real-time estimation of the angular speed œ = d0/dt 

3. detection of the speed direction (by using signals A 
and B) 

4. real-time estimation of the acceleration € = dw/dt. 


These functions can be performed depending on a customer- 
specific (motor-specific) interface between the sensor and 
drive or control systems. 

The SKF sensor bearings can replace certain traditional 
incremental position transducers and can be manufactured 
at considerably lower cost. Their design is physically robust 
and withstands the vibrations and higher temperatures in 
modern drives containing electrical motors with rising 
power densities and working temperatures. They are also 
capable of operation in electromagnetically noisy environ- 
ments. 

For illustration purposes, some results are shown in Fig. 
28.17 for a DSP-controlled high-performance encoderless 
induction motor drive employing an SKF sensor bearing. 
The drive is an encoderless voltage-source inverter-fed DTC 
induction motor drive using a special torque ripple minimiza- 
tion scheme [40, 41] and employing an SKF sensor bearing 
(6208). The motor is a 2.2kW three-phase cage induction 
motor. It should be noted that the new and simple torque 
ripple minimization scheme has been implemented since it is 
known that conventional DTC drives exhibit unwanted torque 
ripples. This control scheme also contains a mathematical or 
Al-based model, which utilizes the motor speed, which is 


Connection diagram for SKF sensor bearings. 


obtained by using the SKF sensor bearing. The results are 
shown for the reversal of the drive. To illustrate the fact that 
the encoderless drive behaves similarly to the drive with a 
conventional speed transducer (tachometer), Fig. 28.17 also 
shows the results obtained when the SKF sensor bearing was 
not used. As expected, it can be seen that there is very good 
agreement between the two results. 

It can be seen from Fig. 28.17 that the motor can pass 
through zero speed and the speed obtained by the SKF sensor 
bearing is almost identical to the speed obtained by the 
conventional encoder. It is important to note that the induc- 
tion motor can cross the zero speed safely during reversal. It 
can be seen that, when the new DTC scheme using the torque 
ripple minimization technique is used, it is possible to obtain a 
very attractive total drive solution by using an SKF sensor 
bearing. To obtain satisfactory low-speed performance, the 
output signals of the SKF sensor bearing have been processed 
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FIGURE 28.17 Experimental results for a DSP controlled high-perfor- 
mance DTC induction motor drive using an SKF sensor bearing: reversal. 
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(using a simple and cost-effective artificial-intelligence-based 
technique) which has increased the resolution. 

It has been shown that the SKF sensor bearing can provide 
information on the rotor speed, acceleration and rotor posi- 
tion of electrical motors. However, this information can also 
be used for condition monitoring and diagnostic purposes. 
There are a very large number of possible applications of the 
SKF sensor bearings, e.g. in electric vehicles, servo drives, etc. 
The SKF sensor bearings offer a simple, cost-effective, user- 
friendly solution for motion control purposes. In the future, 
the sensing function of the bearing can be modified and 
extended to achieve total customer-specific multifunction 
micro systems built into smart bearings. 


28.3 Motion Control DSPS by Texas 
Instruments 


Various vector and DTC drives have been described above. 
These can be implemented by using DSPs. For most of these 
drives it is very suitable to use the new family of Texas 
Instruments DSP controllers, the TMS320C24x family. This 
includes six different members based on the 320C2XIp provid- 
ing 20 MIPS performance. The 320C24x products support 
power switching device commutation, command generation, 
control algorithm processing, data communication and system 
monitoring functions. All the members offer an ideal single chip 
solution for digital motor control applications. They include 
program memory flash or ROM, RAM for the data memory, 
Event Manager (EV) for generating pulse width modulation 
signals, A/D converters, UART and CAN controllers. 

The TMS320F240 is suitable for an application requiring a 
large amount of memory on chip, it includes 16 Kword of 
flash, two 10-bit A/D converters, an EV including 3 timers, a 
serial port interface for an easy connection with other periph- 
erals, an UART, a 16bit data and address bus for connecting 
external memory and peripherals. 

The TMS320C240 is the ROM based version of the 
TMS320F240 and is ideal for large volume applications. The 
EV module is used for operations particularly useful for digital 
motion control applications. The EV module generates 
outputs and acquires input signals with a minimum CPU 
load. Up to 4 input captures and 12 output PWMs are 
available. The A/D converter module has two 10bit, 10 ns 
converters for a total of 16 input channels. Two sample-and- 
holds allow parallel and simultaneous sampling and conver- 
sion. Conversion starts by external signal transition, software 
instruction or EV event. The reference voltage of the A/D 
module is 0-5 V: this can be supplied either internally or 
externally. The device also includes a watchdog timer and a 
Real Time Interrupt (RTI) module. 

The TMS$320F241 and TMS320C241 are 8kword versions 
(flash and ROM). They include a new 10 bit A/D converter, 
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which can process the conversion of a signal in less than 
850ns. They are also the first DSPs to contain a CAN 
controller on chip, which make them ideal for automotive 
and numerous industrial applications, which require fast and 
secure communication in noisy environments. 

The TMS320C242 is a 4K ROM based device designed for 
all motor control applications in the consumer area. The 4K 
ROM program memory is satisfactory to include a complete 
sensorless software which, e.g., will control optimally in space 
vector mode the speed of an induction motor in a washing 
machine. 
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29.1 General Aspects of the Application 
of AI-Based Techniques 


In the past four decades considerable research has been 
performed in the field of artificial intelligence (fuzzy logic, 
neural networks, fuzzy—neural networks, genetic algorithms, 
etc.), which has resulted in many industrial applications. 
Recent trends and advances in this field have stimulated the 
development of various artificial-intelligence-based systems 
for electrical machine and drive applications. This can also 
be visualized by the rapidly increasing number of related 
publications by academics working in the drives field. At 
present two industrial variable-speed electrical drives incorpo- 
rate some form of artificial intelligence (AI). However, the 
only comprehensive treatment of these techniques for elec- 
trical machine and drive applications has been presented in a 
major textbook [20]. This covers the details of Al-based 
machine design, control, parameter and state estimation 
(e.g. speed, position, flux, torque, etc., estimation), condition 
monitoring and diagnosis, simulation (steady state and tran- 
sient), various firing schemes, etc., for dc drives, induction 
motor drives, synchronous motor drives (e.g. pm motor 
drives), switched reluctance motor drives, scalar, vector and 
DTC drives. In the next few sections, various aspects of AI- 
based drives are discussed briefly. 
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Table 29.1 summarizes some of the main advantages offered 
by the application of artificial intelligence-based systems 
(controllers, estimators). 

In classical control systems, knowledge of the controlled 
system (plant) is required in the form of a set of algebraic and 
differential equations, which analytically relate inputs and 
outputs. However, these mathematical models are often 
complex, rely on many assumptions, may contain parameters 
which are difficult to measure or may change significantly 
during operation, and sometimes such mathematical models 
cannot be determined. Furthermore, classical control theory 
suffers from some limitations due to the nature of the con- 
trolled system (linearity, time invariance, etc.). These problems 
can be overcome by using Al-based control techniques, and 
these techniques can be used even when the analytical models 
are not known, and they can be less sensitive to parameter 
variation (more robust) than classical control systems. 

To illustrate that Al-based techniques have an enormous 
market potential, Table 29.2 shows the rapidly expanding 
market of fuzzy logic applications. It can be seen that, in 
contrast to 1989, where the world market for fuzzy logic 
applications was only $5 million, in 1995 the combined 
European, Japanese and USA market was $3.8 billion and it 
is estimated that by the end of 2000, this will increase to $18 
billion, which is 26 times the value of the estimated world 
market for classical PID controllers. 
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TABLE 29.1 
estimators 


Main advantages of using Al-based controllers and 


Their design does not require a mathematical model of the plant. 

e They can lead to improved performance (when properly tuned). 

e They can be designed exclusively on the basis of linguistic information 
available from experts or by using clustering or other techniques. 

e They may require less tuning effort than conventional controllers. 

e They may be designed on the basis of response data in the absence of the 
necessary expert knowledge. 

e They may be designed using a combination of linguistic and response-based 
information. 

e They can lead to extremely good generalizations (give good estimates when 

some new unknown input data are used) and thus be independent of 

particular characteristics of the system (e.g. electrical drive). 

They can be easily made adaptive by the incorporation of new data or 

information as it becomes available. 

e They may provide solutions to control problems which are intractable by 

conventional methods. 

They exhibit good noise rejection properties. 

e They are inexpensive to implement, especially if minimum configuration is 

used. 

They are easy to extend and to modify. 


TABLE 29.2 Market of fuzzy logic applications [20] 


1989 USA, Canada _ $1 million 
1993 USA, Canada $10 million 
1995 USA $800 million 
2000 USA $3 billion* 


World $5 million 
World $20 million 
Europe $1 billion 
Europe $7 billion* 


Japan $2 billion 
Japan $8 billion* 


* Estimated. 


29.2 AI-Based Techniques 


A brief overview is now given on the various Al-based 
techniques. 


29.2.1 Artificial Neural Networks (ANNs) 


ANNs are universal function approximators and are capable of 
closely approximating complex mappings, which can be 
extended to include the modelling of complex, nonlinear 
systems [20]. In an ANN, there are artificial neurons inter- 
connected via weights. A classical artificial neuron outputs the 
weighted sum of its inputs and applies a nonlinear activation 
function (e.g. a sigmoid) on this weighted sum. Thus, if a 
general, simple static artificial ith neuron has n inputs, and 
these are x1, X%),..., X,, and it outputs a scalar quantity, y; and 
the connection weights between the ith neuron and the inputs 
are Wj, Wp, ...-, Wip then the neuron output is obtained as 
yi = fl wx; + b;). In this expression f; is the activation 
function of the ith neuron (e.g a sigmoid function), the 
summation is performed from 1 to n, and b; is a constant 
(which is called the bias of the activation function). In an 
ANN there are various layers, and for example, in a multilayer 
feedforward ANN, which is the most frequently used ANN, 
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there are several layers (e.g. an input layer, two hidden layers, 
an output layer), and each layer contains neurons. Such an 
ANN is shown in Fig. 29.1. In a multilayer feedforward ANN 
the neurons in a layer are connected to the neurons of the next 
layer (via the weights). 

Unlike some other types of models, an ANN model can be 
formed directly by using the input/output data of the 
unknown system, without the need for any prior model 
structure. It is very important to note that, in contrast to 
linear theories, a general ANN model is not assumed to be 
linear. A supervised neural network can learn the non-linear 
input-output function of a system in the learning phase 
(training phase) by observing a set of input-output examples 
(training set). In the application stage, the trained ANN 
computes the outputs from the corresponding inputs. The 
learning phase can also be performed online in realtime and it 
is possible to perform both the learning and applications 
stages simultaneously (specialized learning). In this case it is 
possible to adapt the control law to different operating 
conditions since training is performed online. 

One of the most widely used supervised ANNs uses the so- 
called backpropagation algorithm. In the training phase, the 
inputs and outputs of the ANN are used to obtain the ANN 
architecture (e.g. weights, if the number of layers, number of 
nodes and biases and activation functions are fixed) by back- 
propagating the error (which is the difference between desired 
output and actual output). This technique is based on a 
steepest descent approach to minimize the prediction error 
with respect to the connection weights in the neural network, 
ie. the gradient formula is used for weight adjustement: 
wk + 1) = wi(k) + Aw;, where Aw; is the change made 
to the weights, and it is proportional to the negative rate 
of change of the error with respect to the weights 
(Aw; œ~ —dE/dw;,, where E is the total network error). The 
training stage is easy to understand: if the multilayer feed- 
forward neural network (e.g. a four-layer network shown in 
Fig. 29.1 containing an input layer with three input signals, 
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FIGURE 29.1 Multilayer feedforward ANN. 
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two hidden layers and an output layer with two output 
signals) gives incorrect outputs, the weights are corrected so 
that the error is reduced and future network responses will be 
more accurate. The initial weights are obtained randomly, and 
these are then changed by using the backpropagation algo- 
rithm. Once the training stage is over, the architecture of the 
ANN is fixed and in the application stage new inputs are 
applied and the associated outputs are computed. Although 
the backpropagation algorithm is simple, it is a disadvantage 
that the convergence time of the learning algorithm can be 
slow and the learning speed is a crucial factor for training a 
neural network, especially for a large neural network with large 
training data sets. Much research has been done to improve 
the learning speed of the backpropagation algorithm, but 
some of these increase the complexity of the neural network. 
It is also possible to enhance the backpropagation learning by 
using fuzzy concepts. It is another disadvantage of the back- 
propagation algorithm that the minimization of the error does 
not guarantee that a global minimum will be obtained, and 
instead a local minimum can be reached, but the local minima 
can also be avoided by using genetic algorithm-assisted weight 
selection. 


29.2.2 Fuzzy Logic Systems (FLSs) 


Fuzzy logic systems (FLSs) are also universal function approx- 
imators. However, a fuzzy logic system is an expert system, 
where the heart of a fuzzy logic system (FLS) is a linguistic 
rule-base, which can be interpreted as the rules of a single 
“overall” expert, or as the rules of “subexperts” and there is a 
mechanism (inference mechanism) where all the rules are 
considered in an appropriate manner to generate the 
output(s) [20]. These rules may directly originate from 
experts, but if the experts are not available, they can also be 
obtained by the appropriate processing (e.g. clustering) of 
available input/output data. Again it is important to note that 
the system can be nonlinear, and nonlinearity is incorporated 
into the fuzzy logic system. 

A nonlinear function can also be approximated by using a 
finite set of expert (fuzzy) rules. These rules form a rule-base 
and an individual rule can be considered as a rule of a 
subexpert (local expert). The whole set of rules can be 
considered as the rules of a main-expert (global expert). A 
fuzzy function approximator with finite number of rules can 
approximate any continuous function on a compact domain 
to any degree of accuracy. Each rule defines a bounded region 
of the input-output space. The fuzzy approximator approx- 
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imates a function, which covers its curve with rule regions and 
adds or averages regions that overlap. In general, the number 
of rules required (to cover the curve to be approximated) 
grows exponentially with the number of input and output 
variables. Lone optimal rule regions cover the extrema of the 
approximand and offer one way to deal with the rule expan- 
sion. Learning has the effect of moving and shaping the rule 
regions. The best learning techniques rapidly find and cover 
the extrema and bumps in the curve to be approximated and 
then move rule regions between the extrema as the rule 
“budget” allows. 

A rule-base contains the whole set of fuzzy rules for a 
specific application, i.e. for a nonlinear function approxima- 
tion. The fuzzy rules have an if-then structure and involve 
linguistic values for the input and output variables. In general, 
a fuzzy rule can take the following form: 


Ifx,isA and x,isB then yisC. 


In the rules A, B and C represent fuzzy sets, e.g. A can 
correspond to the “small” fuzzy set of x,, B can correspond 
to the “medium” fuzzy set of x, and C can correspond to the 
“large” fuzzy set of y. For example, in a fuzzy logic speed 
controller with two inputs, input x, input is the error, input x, 
is the change of the error, and A corresponds to the fuzzy set of 
errors which belongs to the small errors, B corresponds to the 
fuzzy set of change of errors which belongs to the medium 
change of errors, etc. 

Figure 29.2 shows the schematic of a Mamdani-type fuzzy- 
logic-based system (function approximator) [20]. Since the 
rule-base contains linguistic rules, and since the input data are 
crisp data, they have to be transformed into linguistic values 
(by using fuzzification and for this purpose membership 
functions are used). This is why in general, the fuzzy logic 
approximator contains the “Transformation 1” block, which 
performs fuzzification. Similarly, on the output of the fuzzy 
approximator a crisp output value must be present, and this is 
obtained by transforming the linguistic outputs into crisp 
output via the “Transformation 2” block (defuzzifier). There 
are many types of defuzzifiers, e.g. centre of gravity defuzzifier, 
centroid defuzzifier, etc. In the second block, the inference 
operation (decision making) is performed, i.e. by using the 
rule-base and knowledge base (which contains knowledge of 
the system), the inference operation calculates the correspond- 
ing fuzzy (linguistic) output(s) from the input(s) (there are 
many types of inference engines, e.g. the one using the max— 
min method, the max—dot product, etc. [20]). In a realtime 


Rule base. knowledge base 
+ 
inference operation 


Transformation 2 


y=ftx) 


Mamadani-type fuzzy-logic-based system (function approximator). 
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implementation of a fuzzy logic system it is a very important 
goal to approximate a given function accurately by a mini- 
mum number of rules (since this leads to less computation 
time and allows the use of a cheaper DSP). 

There are various types of fuzzy logic systems, but the three 
main types are the Mamdani, the Sugeno and the Tsukamoto 
fuzzy logic systems [20]. The Sugeno type has been extensively 
used in Japan, and in contrast to the Mamdani-type FLS, it 
does not contain a defuzzifier. 


29.2.3 Fuzzy—Neural, Neural-Fuzzy Systems 


It is possible to combine neural networks with fuzzy logic 
systems, and the arising integrated system can be a fuzzy- 
neural or neural—fuzzy system [20], which is also a nonlinear 
system. In contrast to a “purely” neural multilayer system 
(multilayer ANN-based system), where the number of hidden 
layers and number of hidden nodes (in a hidden layer) are not 
known a priori (but only after intensive calculations), it is an 
advantage of the fuzzy—neural and neural—fuzzy systems that 
they already incorporate some form of expertise and the 
architecture of the systems is well-defined a priori. Thus the 
number of hidden layers is exactly known and also the number 
of hidden nodes is also known. 

Since both fuzzy and neural systems are universal function 
approximators, their combination, the hybrid fuzzy—neural 
system (or neural—fuzzy system) is also a universal function 
approximator. 

The major drawback of conventional neural networks is 
that, although they can be used to approximate any nonlinear 
mapping, in general they can be viewed as black boxes, 
without providing general explanations. Thus although the 
inherent black box approach provides the correct solutions, it 
does not provide heuristic interpretation of the solution. 
However, engineers prefer accurate function approximation 
as well as the heuristic knowledge behind this process. Fuzzy 
logic can be conveniently used to provide heuristic reasoning: 
the behavior of a fuzzy logic system can be easily understood, 
due to its logical structure and simple inference mechanism. 
Furthermore, in an artificial neural network, the required 
number of hidden layers and the number of hidden nodes is 
not known a priori. In contrast to this, in the hybrid system 
(fuzzy—neural system), the architecture (structure) of the 
system is known and is decided by fuzzy principles. In a 
fuzzy—neural network there is no need for a priori information 
of the membership functions (their number and also their 
shapes), and for a priori information on the rule-base these 
can be obtained by the appropriate tuning of the fuzzy—neural 
network. The state-of-the-art intelligent control is at the level 
of adaptive fuzzy—neural controllers. 

There are various types of fuzzy—neural systems, but the 
four main types of fuzzy—neural systems are: the Mamdani 
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type, the Sugeno type, the Tsukamoto type and the Wang type 
[20]. 

Similar to conventional ANNs, the training of a fuzzy- 
neural network can be performed by using the backpropaga- 
tion algorithm. However, some difficulties may occur in the 
direct implementation of this, when the activation functions 
are nondifferentiable, but this problem can also be solved by 
modifying the original backpropagation algorithm. 


29.2.4 Genetic Algorithms (GAs) 


Genetic algorithms (GAs) [20], are not function approxima- 
tion techniques, but they are simple and powerful general- 
purpose stochastic optimization methods (learning mechan- 
isms), which have been inspired by the Darwinian evolution of 
a population subject to reproduction, crossover and mutations 
in a selective environment where the fittest survive. GA 
combines the artificial survival of the fittest with genetic 
operators abstracted from nature to form a very robust 
mechanism that is suitable for a variety of optimization 
problems. 

In mathematical terms the goal of the genetic algorithm is 
to minimize an objective functions F(S,), where S, is the 
search candidate (optimal solution), which is the kth indivi- 
dual in the population S (where the population is the set of 
possible solutions). The individuals of the population are 
expressed in a binary string form (the initial binary strings 
corresponding to the initially assumed individuals are, e.g., 
obtained by a random process) and the GA then manipulates 
these strings by using genetic operators (reproduction, cross- 
over, mutation) to obtain improved solutions (where the 
fittest individuals survive) until the optimal solution is 
obtained. 

It is one of the main advantages of a GA that it uses 
stochastic operators instead of deterministic rules to search 
for a solution. Furthermore, a GA considers many points in 
the search space simultaneously, not a single point; thus it has 
a reduced chance of converging to local minima, in which 
other algorithms might end up. Thus the global optimum of 
the problem can be approached with higher probability. It 
follows that, in addition to producing a more global search, it 
is another attractive feature of GA that it searches for many 
optimum points in parallel (simultaneous consideration of 
many points), since the evaluation of each point requires an 
independent computation. The data processed by the algo- 
rithm is a set (population) of binary strings (chromosomes), 
which represent multiple points in the search space. Due their 
robustness, speed, efficiency and flexibility GAs have so far 
been used in various engineering and business problems. 

The input data processed by the genetic algorithm is used to 
create an initial population (set of possible solutions) either 
randomly or heuristically. The individuals in this population 
carry chromosomes, which are the variables. During each 


29  Artificial-Intelligence-Based Drives 


iteration step of the algorithm, which is called a generation, 
structures in the current population are evaluated and new 
generations are formed. The structures of the population are 
chosen by a randomized selection process, which ensures that 
the expected number of times a structure is chosen is approxi- 
mately equal to that structure’s performance (fitness) relative 
to the rest of the population. The less fit individuals in the 
population die and, in order to search other points in the 
space, some variations are introduced into the new population 
by using idealised genetic recombination (transitional) opera- 
tors (e.g. crossover, mutation, etc.). Thus the fittest individuals 
(solutions) are bred, i.e. two individuals are mated (crossover) 
and the offspring of the mated pair receives some character- 
istics of the parents. Fit individuals carry on mating, and some 
of them mutate; thus the population undergoes various 
generation changes. After many generations, a population 
(solution) emerges, where the individuals will solve the 
problem well. 

It can be seen that, in the genetic algorithm, it is necessary 
to use a fitness function and its selection is crucial. It must 
reflect the controller’s ability to reach the setpoint from a 
number of initial condition cases. It is very important to note 
that GAs consider many points in the search space, and thus 
have a reduced chance of converging to local minima. Further- 
more, the simultaneous consideration of many points makes 
them adaptable to parallel processors since the evaluation of 
each point requires an independent computation. 

There are various possibilities for the application of GAs: 


e In GA-assisted multilayer artificial neural networks, GAs 
can be used to optimize the size of a hidden layer and 
also the weights (strength of connections connecting the 
artificial neurons of the ANN). This is justified by the 
following two factors: 


— it allows one to avoid local optima and provides near- 
global optimization solutions 
— it is easy to implement. 


However, it must also be considered that too many 
hidden neurons (neurons in the hidden layer) decrease 
the generalization capability of the network and also 
imply a long learning phase. On the other hand, a 
network with too few neurons can be unable to learn 
the given function with the desired precision. Thus there 
is an intermediate number of hidden neurons required 
to avoid the problems mentioned above. 

e GAs can also be used to obtain the membership func- 
tions and the rule-base in a fuzzy-logic controller. 

e In GA-based controllers, genetic algorithms are used to 
learn the controller structure from scratch and also to 
tune the controller parameters. 

e GAs can be used to estimate coefficients (parameters) 
contained in nonlinear algebraic equations. 
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For example, it is also possible to obtain the electrical para- 
meters of an electrical machine by using GA-based parameter 
estimation. For this purpose, the initial parameter values are 
generated randomly, and these form the initial individuals of 
the population. The GA is then used to obtain the individuals 
of the final population (final values of the machine para- 
meters) [20]. 

Finally it should be noted that it is possible to implement 
Al-based self-repairing, self-contructing controllers and esti- 
mators, e.g. in variable-speed, high-performance, sensorless 
drives by using GA. For this purpose an FPGA (Field 
Programmable Gate Array) can be used [20]. 


29.3 AI Applications in Electrical 
Machines and Drives 


In the literature most publications on the application of 
artificial intelligence (AI) in electrical drives discuss fuzzy- 
logic-based, or seldom neural-network-based, speed or posi- 
tion controller applications, where an existing PI or PID 
controller is simply replaced by an Al-based controller. 
Although this is an important application, and the AI-based 
controllers can lead to improved performance, enhanced 
tuning and adaptive capabilities, there are further possibilities 
for a much wider range of Al-based applications in variable- 
speed ac and dc drives. Some of these are also shown in Table 
29.3 [20]. 
All of these applications are discussed in detail in [20]. 


TABLE 29.3 Applications of AI in variable-speed drives (ac and dc 
drives) including the modelling of drives and machine design 


e Replacement of classical speed, position and other controllers by Al-based 
controllers. New and combined control structures in various drives includ- 
ing high-performance ac drives: vector and direct torque control (DTC) 
drives, energy efficient drives, new Al-based universal drives, new Al-based 
“electronic motors”. 

e Al-based new firing signal generation schemes, (e.g. PWM schemes), new 

switching vector schemes (e.g. in DTC drives). 

Al-based compensation of non-linear effects in discontinuous operation. 

e Al-based parameter estimators, self-commissioning systems. 

Al-based speed and position estimators, flux and torque estimators, virtual 

sensors (e.g. virtual vibration sensor). 


Al-based condition monitoring, diagnosis. 

e Al-based improved observers (e.g. improved Kalman filter, improved 
extended Kalman filter). 

e Al-based harmonic estimators (e.g. harmonic identifiers utilizing space 

vector loci). 

Al-based efficiency optimizers. 

Al-based machine design. 

e Al-based steady-state and transient models (to replace conventional math- 
ematical models). 

e Al-based self-repairing and self-constructing controllers, schemes. 
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29.4 Industrial Applications of AI in 
Drives by Hitachi, Yaskawa, Texas 
Instruments and SGS Thomson 


As mentioned earlier, at present there are two large electrical 
drive manufacturers, who incorporate artificial intelligence 
into their drives, Hitachi and Yaskawa. In addition to these 
it should be noted that Texas Instruments (TI) has developed a 
fuzzy-controlled induction motor drive using the TMS320C30 
DSP. The main conclusion obtained by TI agrees with that of 
the present author obtained from various fuzzy control imple- 
mentations: the development time of the fuzzy-controlled 
drive is significantly less than the corresponding development 
time of a drive using classical controllers. SGS Thomson has 
also developed various fuzzy—neural controlled drives. 


29.4.1 Hitachi Drive 


According to Hitachi, the J300 series IGBT inverter based 
sensorless vector drive is the “first industrial drive which 
incorporates fuzzy logic” [20]. According to Hitachi “the 
intelligent inverter takes into account the characteristics of 
both the motor and the system and the torque computation 
software ensures accurate torque control throughout the entire 
frequency range, even with general purpose motors”. Some of 
the main characteristics are shown in Table 29.4. 

Fuzzy logic control is used in the Hitachi drive for the 
calculation of optimum acceleration and deceleration times, 
and according to Hitachi there is “fuzzy logic control of both 
the motor current and ramp rate during drive acceleration and 
deceleration”. The calculations are based on motor load and 
braking requirements (thus eliminating the need for adjust- 
ments using trial and error). The fuzzy logic accelera- 
tion/deceleration function sets acceleration and deceleration 
factors and speed according to fuzzy rules which use the 
distance up to the overload limit (or other limits), and also 
the start-up gradient of motor current and voltage. According 
to Hitachi, the main advantages of using fuzzy logic control 
are: “when conventional, simple current limit control is used, 
the inverter ramps are stepped and the drive can often trip out, 
specially during deceleration. However, when fuzzy logic 


TABLE 29.4 Main characteristics of Hitachi 
induction motor drive [20] 


J300 series 


High starting torque of 150% or more at 1 Hz 

100% continuous operating torque within a 3:1 speed range 
(20-60 Hz/ 16-50 Hz) without motor derating 

Speed regulation ratio as small as +1% 

High-speed microcomputer and built-in DSP 

The improved response speed characteristic is effective in preventing 
“slip-down” in lifting equipment applications 

Torque response speed of approximately 0.1s can be achieved 

Fuzzy logic control 
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control is used, the ramps are very smooth and nuisance 
tripping is eliminated”. Possible applications of the drive 
include fan or pump applications where constant acceleration 
or deceleration times or accurate position control are not 
required, but optimization of the speed ramp dependent on 
the load conditions is required. By using fuzzy control, the 
most efficient ramp time can be guaranteed, whilst also 
ensuring trip free running. 


29.4.2 Yaskawa Drive 


Fenner Power Transmission UK has teamed up with Yaskawa, 
to market the Yaskawa intelligent induction motor drive range. 
Top of the range is the VS-616G5 so-called “True Flux Vector 
Inverter”. The VS-616G5 is a general purpose inverter which 
also contains flux vector control that directly controls the 
currents (or torque) in an induction motor. According to 
Yaskawa it contains “a magnetic flux observer with intelligent 
neuro control”, which ensures direct torque control and “this 
enables the VS-G16G5 to surpass the performance of compar- 
able dc motor controllers and provides a less expensive 
alternative” [20]. 


29.5 Application of Neural-Network- 
Based Speed Estimators 


In Chapter 20 various speed and position sensorless ac motor 
drive schemes are discussed. However, in addition to using 
mathematical-model-based estimators, it is also possible to 
use, e.g., ANN-based speed estimators in ac and dc drives. 
Such drives have been successfully implemented by the author 
[20]. Some aspects of an ANN-based speed sensorless 
medium-performance induction motor drive are now 
discussed. Medium performance induction motor drives 
represent a large and important share of the induction 
motor drives market. Reliable, stable, and simple scalar induc- 
tion motor drives are continuously under development by 
various manufacturers. Scalar drives are widely used in various 
industrial fields. The drive to be considered here is a speed- 
sensorless scalar controlled induction motor drive, which 
contains a minimum configuration ANN-based speed estima- 
tor. For this purpose only two stator currents are monitored. 
The schematic of the drive scheme is shown in Fig. 29.3. 

In Fig. 29.3 the speed controller is a classical PI controller, 
but Al-based controllers can also be used. The speed controller 
generates the reference angular slip frequency (@,,e¢). The 
drive scheme contains a frequency-to-voltage conversion 
block, a block where the reference stator voltages are gener- 
ated, a transformation block, a PWM inverter which supplies 
the motor and a speed estimator ANN. The inputs to the 
PWM modulator are the stator reference voltages. The full 
control system (which also includes the speed estimator 
ANN), has been implemented by using the Texas Instruments 
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FIGURE 29.3 Sensorless scalar induction motor drive scheme using an ANN-based speed estimator. 


TMS320C30 DSP. Although for simplicity they are not shown, 
there are two further inputs to the frequency/voltage converter 
block: these take account of the stator ohmic voltage drops. 

The ANN shown in Fig. 29.3 is a multilayer feedforward 
backpropagation ANN. It utilizes three input signals: these are 
the modulus of the stator voltage space vector and two 
transformed stator currents. The transformed stator currents 
are obtained by the application of the appropriate transforma- 
tion from the monitored direct and quadrature axis stator 
currents in the stationary reference frame, (ip, iq). Various 
possibilities have been investigated to obtain the most optimal 
transformation. The feedforward multilayer ANN has three 
layers: an input layer, a single hidden layer and an output layer. 
The number of hidden neurons in the hidden layer was 
obtained by trial and error. Sigmoid activation functions 
were used in the hidden nodes. The output node is a linear 
node, and outputs the angular rotor speed. 

It is very important to note that rapid implementation was 
obtained and the training of the ANN was achieved by using 
training data obtained by simulation of the complete drive 
system. The training was performed by using the backpropa- 
gation algorithm discussed above. When the trained ANN was 
implemented, the very first implementation of the sensorless 
induction motor drive (using the ANN-based speed estimator) 
worked. The training took only a few minutes on a PC and for 
this purpose 11,000 input-output training data sets were used. 
Figure 29.4 shows some of the training signals used: the top 
curve shows the speed training signal and the bottom curve 
shows the two transformed stator currents. 

Although the training of the ANN was performed with data 
for the unloaded 3 kW induction motor, the speed-sensorless 
drive also worked well when the motor was lightly loaded. 
However, for operation with high loads, the neural network 
had to be retrained. The simple minimum configuration speed 
estimator ANN enabled a very fast implementation. 

In Fig. 29.5 there is shown the experimentally obtained 
speed response to random speed reference changes for the 
lightly loaded 3 kW motor. 

To illustrate the accuracy of the results, in Fig. 29.5 the 
measured speed is also shown, but it is important to note that 
this has not been used in the drive scheme. It can be seen that 


there is very good agreement between the measured and 
estimated speeds. It is important to note that the same trained 
ANN as used for the 3 kW motor was successfully used in the 
scalar drive employing a 2.2kW induction motor. Some 
experimental results for the drive incorporating this motor 
are also presented in Fig. 29.6, where the motor reverses from 
60 rad/s to —60 rad/s. However, in Fig. 29.6, results are also 
shown when a recursive ANN is used. The inputs to the 
recursive ANN are the same signals as for the feedforward 
multilayer ANN, but there is an extra input signal, which is the 
past sampled value of the rotor speed. 

There are three curves shown in Fig. 29.6. The top (black) 
curve shows the measured value of the rotor speed, the curve 
in the middle (blue curve) corresponds to the estimated speed 
when the recursive ANN is used and the bottom (red) curve 
corresponds to the speed estimated by the feedforward multi- 
layer ANN. It can be seen that the drive with the recursive 
ANN-based speed estimator gives better results than the one 
with the multilayer feedforward ANN. 

Various other types of ANN-based speed estimators have 
also been discussed for induction motors and synchronous 
motors in [20], including Model Reference Adaptive System 
(MRAS)-based estimators as well, where the MRAS system 
(see also Chapter 20) contains an ANN. Work is under 
progress on various types of sensorless high-performance 
induction motor and permanent magnet synchronous motor 
drives, which can also be used at very low (including zero) 
stator frequencies and under high load conditions. For this 
purpose Al-based and also other schemes are being developed 
which do not require extra hardware or modifications to 
the motor. These include both vector- and direct-torque- 
controlled drives. 

It is believed that, in the future, some of the problems 
associated with reluctance motor control, e.g. switched reluc- 
tance motors (pulsating torque, noise, etc.) can be eliminated 
by using Al-based controllers. The switched reluctance 
machine is a highly nonlinear doubly salient machine and its 
mathematical model is complicated. However, these properties 
make this type of machine ideal to be subjected to Al-based 
control. It is expected that various types of torque-controlled 
Al-based switched reluctance motor drives will also emerge. 
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drive scheme (using a multilayer feedforward ANN-based speed estima- 
tor) for random speed reference changes (3 kW induction motor). 
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30.1 Introduction 


Over the years, we have increasingly been on the search to 
understand the human ability to reason and make decisions, 
often in the face of only partial knowledge. The ability to 
generalize from limited experience into areas as yet unencoun- 
tered is one of the fascinating abilities of the human mind. 
Traditionally, our attempt to understand the world and its 
functions has been limited to finding mathematical models or 
equations for the systems under study. This approach has 
proven extremely useful, particularly in an age when very fast 
computers are available to most of us with only a minimum 
amount of capital outlay. And even when these computers are 
not fast enough, many researchers can gain access to super- 
computers capable of giving numerical solutions to multiorder 
differential equations that are capable of describing most of 
the industrial processes. 

This analytical enlightenment, however, has come at the 
cost of realizing just how complex the world is. At this point, 
we have come to realize that, no matter how simple the system 
is, we can never hope to model it completely. So instead, we 
select suitable approximations that give us answers that we 
think are sufficiently precise. Because our models are incom- 
plete, we are faced with one of the following choices: 


1. Use the approximate model and introduce probabil- 
istic representations to allow for the possible errors. 

2. Seek to develop an increasingly complex model in the 
hope that we can find one that completely describes 
the systems while being solvable in real time. 
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This dilemma has led a few, most notably Zadeh [14], to 
look at the decision-making process employed by our brilliant 
minds when confronted with incomplete information. The 
approach taken in those cases makes allowances for the 
imprecision caused by incomplete knowledge and actually 
embracing the imprecision in forming an analytical frame- 
work. This approach involved artificial intelligence using 
approximate reasoning, or fuzzy logic as it is now commonly 
known. As a result, artificial intelligence using fuzzy logic has 
proven extremely useful in ascribing a logic mechanism to a 
wide range of topics from economic modeling and prediction 
to biology analysis to control engineering. In this chapter, an 
examination of the principles involved in artificial intelligence 
using fuzzy logic and its application to electric drives is 
discussed. 


30.2 The Fuzzy Logic Concept 


Fuzzy logic arose from a desire to incorporate logical reason- 
ing and the intuitive decision making of an expert operator 
into an automated system [14]. The aim is to make decisions 
based on a number of learned or predefined rules, rather than 
numerical calculations. Fuzzy logic incorporates a rule-base 
structure in attempting to make decisions [2,3,4,5,14]. 
However, before the rule-base can be used, the input data 
should be represented in such a way as to retain meaning, 
while still allowing for manipulation. Fuzzy logic is an aggre- 
gation of rules, based on the input state variables condition 
with a corresponding desired output. A mechanism must exist 
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to decide on which output, or combination of different 
outputs, will be used since each rule could conceivably result 
in a different output action. 

Fuzzy logic can be viewed as an alternative form of 
input/output mapping. Consider the input premise, x, and a 
particular qualification of the input x represented by A,. 
Additionally, the corresponding output, y, can be qualified 
by expression C;. Thus, a fuzzy logic representation of the 
relationship between the input x and the output y could be 
described by the following: 


R: IF xis A, THEN yis C 
R: IF xis A, THEN yis C, (30.1) 
R,: IF xis A, THEN y is C, 


where x is the input (state variable), y is the output of the 
system, A; are the different fuzzy variables used to classify the 
input x and C; are the different fuzzy variables used to classify 
the output y. 

The fuzzy rule representation is linguistically based [3,14]. 
Thus, the input x is a linguistic variable that corresponds to 
the state variable under consideration. Furthermore, the 
elements A; are fuzzy variables that describe the input x. 
Correspondingly, the elements C; are the fuzzy variables 
used to describe the output y. In fuzzy logic control, the 
term “linguistic variable” refers to whatever state variables the 
system designer is interested in [14]. Linguistic variables that 
are often used in control applications include Speed, Speed 
Error, Position, and Derivative of Position Error. The fuzzy 
variable is perhaps better described as a fuzzy linguistic 
qualifier. Thus the fuzzy qualifier performs classification 
(qualification) of the linguistic variables. The fuzzy variables 
frequently employed include Negative Large, Positive Small 
and Zero. Several papers in the literature use the term “fuzzy 
set” instead of “fuzzy variable”, however; the concept remains 
the same. Table 30.1 illustrates the difference between fuzzy 
variables and linguistic variables. 

Once the linguistic and fuzzy variables have been specified, 
the complete inference system can be defined. The fuzzy 
linguistic universe, U, is defined as the collection of all the 
fuzzy variables used to describe the linguistic variables [6,7,8], 
i.e. the set U for a particular system could be comprised of 
Negative Small (NS), Zero (ZE) and Positive Small (PS). Thus, 
in this case the set Uis equal to the set of [NS, ZE, PS]. For the 
system described by Eq. (30.1), the linguistic universe for 
the input x would be the set U, =[A,A,...A,]. Similarly, 
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TABLE 30.1 Fuzzy and linguistic variables 


Linguistic Variables Fuzzy Variables (Linguistic Quali- 


fiers) 
Speed error (SE) Negative large (NL) 
Position error (PE) Zero (ZE) 
Acceleration (AC) Positive medium (PM) 
Derivative of (DPE) Positive very small (PVS) 
position error 
Speed (SP) Negative medium small (NMS) 


the linguistic universe for the output y would be the set 
U, =[C,Q...C,. 


30.2.1 The Fuzzy Inference System (FIS) 
The basic fuzzy inference system (FIS) can be classified as: 


Type 1 Fuzzy Input Fuzzy Output (FIFO) 
Type 2 Fuzzy Input Crisp Output (FICO) 


Type 2 differs from the first in that the crisp output values are 
predefined and, thus, built into the inference engine of the FIS. 
In contrast, type 1 produces linguistic outputs. Type 1 is more 
general than type 2 as it allows redefinition of the response 
without having to redesign the entire inference engine. One 
drawback is the additional step required, converting the fuzzy 
output of the FIS to a crisp output. 

Developing a FIS and applying it to a control problem 
involves several steps: 


1. fuzzification 
2. fuzzy rule evaluation (fuzzy inference engine) 
3. defuzzification. 


The total fuzzy inference system is a mechanism that relates 
the inputs to a specific output or set of outputs. First, the 
inputs are categorized linguistically (fuzzification), then the 
linguistic inputs are related to outputs (fuzzy inference) and, 
finally, all the different outputs are combined to produce a 
single output (defuzzification). Figure 30.1 shows a block 
diagram of the fuzzy inference system. 


30.2.2 Fuzzification 


Fuzzification is the conversion of crisp numerical values into 
fuzzy linguistic quantifiers [7,8]. Fuzzification is performed 
using membership functions. Each membership function 
evaluates how well the linguistic variable may be described 
by a particular fuzzy qualifier. In other words, the membership 


Fuzz Fuzzy Fuzz Crisp 
Inputs} Fuzzification Inference Defuzzification ~> 
Vectors i Outputs Outputs 
Engine 
FIGURE 30.1 Fuzzy inference system. 


30 Fuzzy Logic In Electric Drives 


function derives a number that is representative of the suit- 
ability of the linguistic variable to be classified by the fuzzy 
variable (set). This suitability is often described as the degree 
of membership. In order to maintain a relationship to tradi- 
tional binary logic, the membership values must range from 0 
to 1 inclusive. Figure 30.2 shows the mechanism involved in 
the fuzzification of crisp inputs when multiple input are 
involved. Since each input has a number of membership 
functions (one for each fuzzy variable), the outputs of all 
the membership functions for a particular crisp numerical 
input are combined to form a fuzzy vector. 

Any number of normalizing expressions can perform fuzzi- 
fication. Two of the more common functions are the linear 
and Gaussian [4]. In both cases there is one parameter, u, that 
indicates the midpoint of the region and another, o, that 
defines the width of the membership functions. For the linear 
function, the width is specified by o, and the midpoint by u. 
Similarly for the Gaussian function, the width is specified by 
6, and the midpoint by ug. Equations (30.2(a)) and (30.2(b)) 
define the linear and Gaussian membership functions, respec- 
tively: 


x- HL . 
ifx 01), o 
Linear function: OL [Ku 1), (H + 01)] 
0 Otherwise 
(30.2(a)) 
2 
jes 
Gaussian function: exp (- (= Ho) Ho) ) (30.2(b)) 
2(0G) 
Membership Function uzzy Vector 
Membership Function For Inpyt-1 


Crisp Input-1 


Membership Function 


Membership Function Fuzzy Vector 


Crisp Input-2 Membership Function For Inpyt-2 


Membership Function 


e e e 


Membership Function Buzzy: Vector, 


Crisp Input-n Membership Function For Inpyt-n 


Membership Function 


FIGURE 30.2 Fuzzification of the crisp numerical inputs. 
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where 
HL = He (30.3(a)) 
OL = 30g. (30.3(b)) 


The relations expressed by Eqs. (30.3(a)) and (30.3(b)) are 
made because of the characteristics of the Gaussian function. 
Because a Gaussian membership function may never have a 
membership value of 0, some appropriate value close to zero 
must be chosen as the cutoff point. At a distance of 30, from 
the mean, the Gaussian membership function results in a 
membership value of 0.05. Thus the width of the Gaussian 
function is chosen as 30g. 

As previously mentioned, fuzzification of the input has 
resulted in a fuzzy vector where each component of this 
vector represents the degree of membership of the linguistic 
variables into a specific fuzzy variable’s category. The number 
of components of the fuzzy vector is equal to the number of 
fuzzy variables used to categorize specific linguistic variables. 
For illustrative purposes, we consider an example with a 
linguistic variable x and three fuzzy variables positive (PV) 
zero (ZE) and negative (NV). If we describe the membership 
function (fuzzifier) as X, then we will have 3 membership 
functions: Xpy, Xzg and Xyy. The fuzzy linguistic universe for 
the input x can be described by the set U, that is defined in Eq. 
(30.4): 


U, = [XyvXzpXpv] (30.4) 


where 


Xpy is the membership function for the Positive fuzzy 


variables 

Xzp is the membership function for the Zero fuzzy 
variables 

Xyy is the membership function for the Negative fuzzy 
variables. 


Thus, the fuzzy vector, which is the output of the fuzzification 
step of the inference system, can be denoted by x: 


x = [vazy] = [Xyv(0) Zzp (4) Zpy(x)] (30.5) 


where 


Xyy =the membership value of x into the fuzzy region 
denoted by Negative 

Xzp =the membership value of x into the fuzzy region 
denoted by Zero 

Xpy =the membership value of x into the fuzzy region 
denoted by Positive. 


Equation (30.2(a)) represents the linear membership func- 
tions, which are illustrated in Fig. 30.3. The linear function can 
be modified to form the linear-trapezoidal function. Under 
this modification, if the input x falls between zero and the 
mean, H, of the respective region, then Eq. (30.2(a)) is used; 
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FIGURE 30.4 Linear-trapezoidal membership functions. 


otherwise, the membership value is equal to 1. Thus, we arrive 
at the membership functions shown in Fig. 30.4. Each region 
of the linear and trapezoidal-linear membership functions is 
distinguished from another by the different values of o, and 
U. One important criterion that should be taken into consid- 
eration is that the union of the domain of all membership 
functions for a given input must cover the entire range of 
the input [10]. Thus the trapezoidal modification is often 
employed to ensure coverage of the entire input space. 

The Gaussian membership function is characterized by Eq. 
(30.2(b)). The Gaussian function can also be modified to form 
the trapezoidal-Gaussian function. In this case, if the input 
falls between the mean ug and zero, Eq. (30.2(b)) is used to 
find the membership value. Otherwise the membership value 
becomes 1. The Gaussian function is shown in Fig. 30.5 and 
the modified version is shown in Fig. 30.6. 

A third type of membership function, known as the fuzzy 
singleton, is also considered. The fuzzy singleton is a special 
function in which the membership value is 1 for only one 
particular value of the linguistic input variable and zero 
otherwise [4]. Thus, the fuzzy singleton is a special case of 
the membership function with a width, o, of zero. Therefore, 
the only parameter that needs to be defined is the mean, u, of 
the singleton. Thus, if the input is equal to u, then the 
membership value is 1. Otherwise it is zero. We can denote 
the singleton membership function as S(u,). 


A. Rubaai 


FIGURE 30.6 Gaussian-trapezoidal membership functions. 


The fuzzy singleton function is quite useful in defining 
some special membership functions. If we would like to 
dispense with the need for a continuous degree of membership 
and prefer a binary valued function, the fuzzy singleton is an 
ideal candidate. We can form the membership function 
representing the fuzzy variable as a collection of fuzzy single- 
tons ranging within the regions denoted by [u+ o/2, 
u— 0/2]. A graphical representation using three fuzzy vari- 
ables (membership functions) is shown in Fig. 30.7 (In Fig. 
30.7 the corners are only slanted so that the regions are easier 
to distinguish from each other.) Thus, the membership func- 
tions shown in Fig. 30.7 would be best defined as an integral of 
the fuzzy singleton with respect to the mean over the width of 
the function. Consequently, the membership function X(¢, u) 
would be defined as follows: 


+o /2 


S(u du, (30.6) 


X(o, u) = | 


u—o/2 


where S(;) is the singleton function. 


FIGURE 30.7 Membership functions comprised of fuzzy singletons. 
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FIGURE 30.8 Fuzzy inference engine. 


30.2.3 The Fuzzy Inference Engine 


The fuzzy inference engine uses the fuzzy vectors to evaluate 
the fuzzy rules and produce an output for each rule. Figure 
30.8 shows a block diagram of the fuzzy inference engine. Note 
that the rule-based system takes the form found in Eq. (30.1). 
This form could be applied to traditional logic as well as fuzzy 
logic albeit with some modification. A typical rule R would be: 

R;: 


1 


where x; is the result of some logic expression. 
The logical expression used in the case of fuzzy inference 


(30.7) is of the form 


xEX; 


; (30.8) 
where x is the input and X; is the linguistic variable. 

In binary logic, the expression in Eq. (30.8) results in either 
true or false. However, in fuzzy logic we often require a 
continuum of truth values. Figures 30.9 and 30.10 illustrate 
the difference between binary logic and fuzzy logic. In tradi- 
tional logic, there is a single point representing the boundary 
between true and false. While in fuzzy logic, there is an entire 


Tru 
False Conditional 
Statement 
Threshold Point 
FIGURE 30.9 Binary logic statement evaluation. 
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FIGURE 30.10 Fuzzy logic statement evaluation. 


region over which there is a continuous variation between 
truth and falsehood. The second part of Eq. (30.7), y = C; is 
the action prescribed by the particular rule. This portion 
indicates what value will be assigned to the output. This 
value could be either a fuzzy linguistic description or a crisp 
numerical value. 

The logical expression that dictates whether the result of a 
particular rule is carried out could involve multiple criteria. 
Multiple conditions imply multiple input, as is most often the 
case in many applications of fuzzy logic to dynamic systems. 
Let us describe a system with two inputs x! and x?. For 
simplicity of explanation and without loss of generality, we 
will use 3 fuzzy variables, namely PV, ZE and NV. Although 
each linguistic variable x! and x? uses the same fuzzy quali- 
fiers, each input must have its own membership functions 
since they belong to different spaces. Thus, we will have two 
fuzzy vectors x! and x’, for the first and second input, 
respectively: 


x! =[Xyy(x') Xæ) Xpv(x' = o s] 
(30.9(a)) 

x = [Xiv (2) Xz) Xpy(x°)] = [x % x5] 
(30.9(b)) 


where 


Xýv = membership function for the Negative fuzzy vari- 
able for input n 
Xf, = membership function for the Zero fuzzy variable 
for input n 
Xpy = membership function for the Positive fuzzy vari- 
able for input n 
x! first linguistic variable (input 1) 
x? second linguistic variable (input 2) 
| the degree of membership of input 1 into the ith fuzzy 
variable’s category 
x the degree of membership of input 2 into the jth fuzzy 
variable’s category. 


Xi 


The inference mechanism in this case would be specified by 
the rule R;;: 


R; IF (xi AND x) THEN y=C,. (30.10) 


4 
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The specification Rj is made so as to emphasize that all 
combinations of the components of the fuzzy vectors should 
be used in separate rules. A specific example of one of the rules 
can be described as follows: 


Ri: IF (x AND x$) THEN y= Gis: 


This rule can be written linguistically as 
Ri: IF ((x' is Negative AND (x7 is Positive)) 
THEN y= C3 


x is the first linguistic variable 

x° is the second linguistic variable 

is the output action to be defined by the system 
designer. 


The AND in Eq. (30.10) can be interpreted and evaluated in 
two different ways. First, the AND could be evaluated as the 
product of x} and xe [7]. Thus 


12. 
iMG. 


x} AND x7 = x 
The second method is by taking the minimum of the terms 
[7]. In this case the result is the minimum value of the 
membership values. Therefore 


1 Di Sea Sl 
x; AND x; = min(x;, x). 


The most commonly used method in the literature is the 
product method. Therefore, the product method is used in 
this chapter to evaluate the AND function. Equation (30.10) 
can be expanded to multiple input with multiple fuzzy vari- 
ables. In the most general case of n inputs and k linguistic 
qualifiers, we would have the rule R;: 


R: IF [x] AND x7 AND ... AND x!] 
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many outputs into a single output. Using Eq. (30.11) where 
multiple inputs (x!x? . . . x”) should be evaluated, the product 
due to the evaluation of the premise conditions (defined by 
the components of the fuzzy vectors) determines the strength 
of the overall rule evaluation, w;: 


w; =x} AND x7 AND ... 


wi = (x) oq) .- 7) 


AND x” 
(30.12) 


where x* is the membership value of the kth input into the ith 
fuzzy variables category. This value, w;, becomes extremely 
important in defuzzification. Ultimately, defuzzification 
involves both the set of outputs C; and the corresponding 
rule strength w;. 

There are a number of methods used for defuzzification, 
including the center of gravity (COG) and mean of maxima 
(MOM) [13]. The COG method otherwise known as the fuzzy 
centroid is denoted by y©°°. 


poc = imi 
Vi 


where w; = ||; xk and G; is the corresponding output. 


The mean of maxima method selects the outputs C; that 
have the corresponding highest values of w;. 


(30.13) 


yNOM = Ð C/Card(G) 


CEG 


(30.14) 


where G denotes a subset of C; consisting of these values that 
have the maximum value of w;. 

Out of the two methods of defuzzification, the most 
common method is the fuzzy centroid and is the one 
employed in this chapter. 


30.3 Applications of Fuzzy Logic to 
Electric Drives 


THEN y=C, 
(30.11) 


Recalling that all combinations of input vector components 
must be taken between fuzzy vector components the system 
designer could have up to nk rules, where n is the number of 
fuzzy variables used to describe the inputs and k is the number 
of inputs. The number of rules used by the fuzzy inference 
engine could be reduced if the designer could eliminate some 
combinations of input conditions. 


30.2.4 Defuzzification 


The fuzzy inference engine as described previously often has 
multiple rules, each with possibly a different output. Deffuz- 
zification refers to the method employed to combine these 


High performance drives require that the shaft speed and the 
rotor position follow pre-selected tracks (trajectories) at all 
times [11,12]. To accomplish this, two fuzzy control systems 
were designed and implemented. The goal of fuzzy control 
system is to replace an experienced human operator with a 
fuzzy rule-based system. The fuzzy logic controller provides an 
algorithm that converts the linguistic control maneuvering, 
based on expert knowledge, into an automatic control 
approach. In this section, a Fuzzy Logic Controller (FLC) is 
proposed and applied to high performance speed and position 
tracking of a brushless dc (BLDC) motor. The proposed 
controller provides the high degree of accuracy required by 
high performance drives without the need for detailed math- 
ematical models. A laboratory implementation of the fuzzy 
logic-tracking controller using the Motorola MC68HC11E9 
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microprocessor is described in this chapter. Additionally, in 
this experiment a bang-bang controller is compared to the 
fuzzy controller. 


30.3.1 Fuzzy Logic-Based Microprocessor 
Controller 


The first step in designing a fuzzy controller is to decide which 
state variables representative of system dynamic performance 
can be taken as the input signals to the controller. Further, 
choosing the proper fuzzy variables formulating the fuzzy 
control rules are also significant factors in the performance 
of the fuzzy control system. Empirical knowledge and engi- 
neering intuition play an important role in choosing fuzzy 
variables and their corresponding membership functions. The 
motor drive’s state variables and their corresponding errors are 
usually used as the fuzzy controller’s inputs including rotor 
speed, rotor position and rotor acceleration. After choosing 
proper linguistic variables as input and output of the fuzzy 
controller, it is required to decide on the fuzzy variables to be 
used. These variables transform the numerical values of the 
input of the fuzzy controller to fuzzy quantities. The number 
of these fuzzy variables specifies the quality of the control, 
which can be achieved using the fuzzy controller. As the 
number of the fuzzy variable increases, the management of 
the rules is more involved and the tuning of the fuzzy 
controller is less straightforward. Accordingly, a compromise 
between the quality of control and computational time is 
required to choose the number of fuzzy variables. For the 
BLDC motor drive under study two inputs are usually 
required. After specifying the fuzzy sets, it is required to 
determine the membership functions for these sets. Finally, 
the FLC is implemented by using a set of fuzzy decision rules. 
After the rules are evaluated, a fuzzy centroid is used to 
determine the fuzzy control output. Details of the design of 
the proposed controllers are given in the following subsec- 
tions. 


30.3.2 Fuzzy Logic-Based Speed Controller 


In the case of shaft speed control to achieve optimal tracking 
performance, the motor speed error (@,) and the motor 
acceleration error (%,) are used as inputs to the proposed 
controller. The controller output is the change in the motor 
voltage. For the fuzzy logic based speed controller, the two 
inputs required are defined as 


(30.15) 
(30.16) 


Oe = Vref Z Mact 


be = Aref T Xact 


where 


rep = the desired speed (rad/s) 


act = the measured speed (rad/s) 
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Xref = 0, because we want to minimize the acceleration to 
zero 
Xaq = the calculated acceleration in (rad/s”). 


For both the speed and acceleration errors, three regions of 
operation are established according to the fuzzy variables. 
These regions are positive error, zero and negative error. The 
proposed controller uses these regions to determine the 
required motor voltage, which enables the motor speed to 
follow a desired reference trajectory. Examples of the broad 
fuzzy decisions are: 


IF speed error is positive, THEN decrease the output 

IF speed error is zero, THEN maintain the output 

IF speed error is negative, THEN increase the output 

IF acceleration error is positive, THEN decrease the 
output 

IF acceleration error is zero, THEN maintain the output 
IF acceleration error is negative, THEN increase the 
output. 


To achieve a sufficiently good quality of control, the three 
basic variables must be further refined. Thus the linguistic 
variable “acceleration error” has seven fuzzy variables: negative 
large (NL), negative medium (NM), negative small (NS), zero, 
positive small (PS), positive medium (PM) and positive large 
(PL). The values associated with the fuzzy variables for the 
acceleration error are shown in Table 30.2. 

The linguistic variable “speed error” has nine fuzzy vari- 
ables: negative large (NL), negative medium (NM), negative 
medium small (NMS), negative small (NS), zero, positive 
small (PS), positive medium (PM), positive medium small 
(PMS) and positive large (PL). Two fuzzy sets, namely negative 
medium small (NMS) and positive medium small (PMS), are 
added to enhance the tracking performance. The regions 
defined for each fuzzy variable for the speed error is summar- 
ized in Table 30.3. 

After specifying the fuzzy sets, it is required to determine 
the membership functions for these sets. The membership 
function for the fuzzy variable representing ZERO is a fuzzy 
singleton. Additionally, the other membership functions are of 
the type described in Eq. (30.6) and are composed of fuzzy 
singletons within the region defined for each particular fuzzy 


TABLE 30.2 Fuzzy variables for the acceleration 
error (a) for speed control 


Fuzzy Variable Acceleration Error (rad/s?) 


NL e < —738 

NM —738 <a, < —369 
NS —369 <a, < 0 

ZE % =0 

PS 0<«, < 369 

PM 369 < a, < 738 

PL 738 < a, 


786 


TABLE 30.3 Fuzzy variables for the speed 
error (@,) for speed control 


Fuzzy Variable Speed Error (rad/s) 


NL We < —209 
—209 < w, < —104 


NMS —104 < w, < —49 
NS —49 <a, <0 

Z o,.=0 

PS 0<a, < 49 

PMS 49 < @, < 104 
PM 104 < wm, < 209 
PL 209 < a 


variable. Figures 30.11 and 30.12 show the resulting member- 
ship function for the acceleration and speed errors, respec- 
tively. 

The two fuzzy sets illustrated in Figures 30.11 and 30.12 
result in 63 linguistic rules for the BLDC drive system under 
study. The conditional rules listed in Table 30.4 are clearly 
implied, and the physical meanings of some rules are briefly 
explained as follows: 


Rule 1: IF speed error is PL (positive large) AND accel- 
eration is PS (positive small), THEN change in 
control voltage (output of fuzzy controller) is PL 
(positive large). This rule implies a general 
condition when the measured speed is far from 
the desired reference speed. Accordingly, it 
requires a large increase in the control voltage 
to force the shaft speed to the desired reference 
speed quickly. 


ZE 
i — 


Membership Value 


Acceleration Error (rad/sec?) 


FIGURE 30.11 Membership functions for the acceleration error. 
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FIGURE 30.12 Membership functions for the speed error. 
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TABLE 30.4 Decision table for speed control 
Velocity Error 
NL NM NMS NS ZERO PS PMS PM PL 
Acceleration Error 
PL NS NVVS PVVS PVS PS PMS PM PL PVVL 
PM NMS NVS ZERO PVVS PVS PS PMS PML PVL 
PS NMS NS NVVS ZERO PVVS PVS PS PM PL 
ZERO NML NMS NVS NVVS NVVS ZERO PVVS PVS PMS PML 
NS NL NM NS NVS ZERO PVVS PS PML 
NM NVL NML NMS NS NVS NVVS ZERO PVS PMS 


NL NVVLNL NM NMS NS NVS NVVS PVVS PS 


Rule 2: IF speed error is PS (positive small) AND accel- 
eration is ZERO, THEN change in control 
voltage is PVVS (positive very very small). This 
rule implements the conditions when the error 
starts to decrease and the measured speed is 
approaching the desired reference speed. Conse- 
quently, a very small increase in the control 
voltage is applied. 

IF speed error is ZERO AND acceleration is NS 
(negative small), THEN change in control 
voltage is PVVS (positive very very small). This 
rule deals with the circumstances when over- 
shoot does occur. A very small decrease in the 
control voltage is required, which brings the 
motor speed to the desired reference speed. 


Rule 3: 


These rules comprise the decision mechanism for the fuzzy 
speed controller. The decision table, Table 30.4, consists of 
values showing the different situations experienced by the 
drive system and the corresponding control input functions. 
It is clear that each entry in Table 30.4 represents a particular 
rule. 

Now it is necessary to find the fuzzy output (change in 
control voltage). In this experiment the fuzzy centroid is used. 
Equation (30.17) shows the fuzzy centroid used to compute 
the final output of the controller: 


W10; + W20, + W303 + >>> 
wi + w, +w +: 


+ We3063 


+ We3 


output = ( i} (30.17) 


The weights w; will be the strength of each particular rule’s 
evaluation. The rule strength is evaluated as the product of the 
membership values associated with the speed and acceleration 
errors for the particular fuzzy variables involved in that rule. 
Since the membership functions were comprised solely of 
fuzzy singletons and the AND operator is evaluated as a 
product, the strength of each rules evaluation (w;) will be 
either 0 or 1. Additionally, since the membership functions do 
not overlap, only one rule will be evaluated as true at each 
sample time. Thus all the weights w; will be zero except one. 
So the actual implementation can be simplified. 
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30.3.3 Fuzzy Logic-Based Position Controller 


The task of the position control algorithm is to force the rotor 
position of the motor to follow a desired reference track 
without overshoot. The same method applied to the fuzzy 
speed controller is applied to the position controller. The 
inputs to the fuzzy position controller are, angular position 
error (0,) and motor speed error (@,). The output from the 
controller is a change in the motor voltage. The two inputs are 
defined as follows: 


= Oef — Oact (30.18) 


(30.19) 


ref 


where 


Oe = the desired position in radians 

O œ = the measured position in radians 

rep = 0, because we want to minimize the speed to zero 
act = the measured speed in radians/s. 


Nine fuzzy variables were defined for the position error and 
seven for the speed error. The fuzzy variables for the position 
error and the speed are defined in Tables 30.5 and 30.6, 
respectively. After specifying the fuzzy sets for the position 
controller, the membership functions can then be fully defined 
if it is required to determine the membership functions for 
these sets. The membership function for the fuzzy variable 
ZERO is a fuzzy singleton. Additionally, the other membership 
functions are of the type described in Eq. (30.6) and are 
composed of fuzzy singletons within the region defined for 
each particular fuzzy variable. Figures 30.13 and 30.14 show 
the resulting membership function for the speed and position 
errors respectively. 

A corresponding output to the motor based on the speed 
and the rotor position error detected in each sampling interval 
must be assigned and thereby specifying the fuzzy inference 
engine. This is done by the fuzzy rules. For example, IF the 
position error is PL (positive large) AND the speed is PS 
(positive small), THEN a large positive change in driving 
effort is used. The crisp (defuzzified) output signal of the 
fuzzy controller is obtained by calculating the centriod of all 
fuzzy output variables. The fuzzy rule-base, on which the 
required change in the motor voltage is generated, is illus- 
trated in Table 30.7. 


TABLE 30.5 Fuzzy variables of the speed 
error for position control 


Fuzzy Variable Speed Error (rad/s) 


NL x? < —209 

NM —209 < x? < —104 
NS —104 <x <0 

ZE xX =0 

PS 0 <x? < 104 

PM 104 < x? < 209 

PL 209 < x? 
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TABLE 30.6 Fuzzy variables of position 
error (6.) for position control 


Fuzzy Variable Position Error (rad) 


NL 0. < —2.21 

NM ~2.21 < 0, < —105 
NMS —1.05 < 0, < —0.53 
NS —0.53 < 0, < 0 

Z 0, = 0 

PS 0 <0, < 0.53 

PMS 0.53 < 0, < 1.05 
PM 1.05 < 0, < 2.21 

PL 2.21 10, 


qA 


jæi 


A Membership Value 


-104 0 104 209 
Speed Error (rad/sec) 


FIGURE 30.13 Membership functions for the speed error. 


-0.53 0.53 1.05 2.21 
Position Error (rad) 
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-2.21 -1.05 


FIGURE 30.14 Membership functions for the position error. 


TABLE 30.7 Decision table for position control 


Position Error 


L NM NMS NS ZERO PS PMS PM PL 
Speed Error 
PL S NVVS PVVS PVS PS PMS PM PL PVVL 
PM MS NVS ZERO PVVS PVS PS PMS PML PVL 
PS MS NS NVVS ZERO PVVS PVS PS PM PL 
ZERO NML NMS NVS NVVS ZERO PVVS PVS PMS PML 
NS L NM NS NVS NVVS ZERO PVVS PS PML 
NM VL NML NMS NS NVS NVVS ZERO PVS PMS 
NL VVL NL NM NMS NS NVS NVVS PVVS PS 


788 


30.4 Hardware System Description 


The BLDC drive system under control consists of the compo- 
nents illustrated in Figure 30.15. The drive system is made up 
of several distinct subsystems: the motor, a personal computer 
(PC), the driving circuit, and the microprocessor evaluation 
board. The motor is A + HP, 3000 rev/min BLDC motor, and 
was manufactured by Pittman Company. The BLDC motor is 
equipped with a hall-effect sensor and an incremental optical 
encoder. The hall-effect sensors detect the rotor position to 
indicate which of the three phases of the motor is to be excited 
as the motor spins. The optical position encoder with resolu- 
tion of 500 pulses/revolution is used to give speed and 
position feedback. 

The controller is implemented by software and executed 
using a microprocessor. The control algorithm is written and 
loaded into the microprocessor using the PC. The computer 
used is an IBM 486 PC. The driving circuit is constructed 
using two major components: (1) the integrated circuit 
(UDN2936W-120) designed for BLDC drives [1], and (2) 
the digital to analog converter (DAC) and power amplifier. 
The inputs to the integrated circuit are the rotor position 
(which is obtained from Hall-effect sensors), the direction of 
desired rotation, and the magnitude of the control voltage. 
The output of the switching logic section is a sequence of 
gating signals that are pulse width-modulated (PWM). These 
signals are used to drive the power converter portion of the 
chip. The power converter is a dc/ac inverter utilizing 6 
MOSFETs. The output of the power converter is a chopped 
three-phase ac waveform. 

The microprocessor used was the Motorola MC68HC11E9 
microprocessor [9]. The onboard memory system includes 
8 kbytes of ROM (read-only memory), 512 bytes of EEPROM 
(electrically erasable programmable ROM), and 256 bytes of 
RAM (random access memory). The processor also has four 8 
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FIGURE 30.15 Block diagram of the laboratory setup. 
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bit parallel input/output ports, namely A, B, C and E. The 
program is completely contained in the microprocessor and 
the computer is only required to load new programs into the 
processor. Additionally, it has an internal analog-to-digital 
converter, and can accept up to four analog inputs. Figure 
30.15 includes the integrated circuit (UDN2936W-120) 
designed for operating the BLDC motor. The range of the 
input voltage (control voltage) is between zero and 25 V. The 
motor speed for any control voltage less than 7 V is zero. This 
indicates that the motor requires a minimum of 7 V to start. 
This limitation is actually a protective feature of the circuit to 
prevent malfunctions [1]. Thus, the actual output of the 
microprocessor (the control signal Vo(k)) is added to a 7V 
dc offset, using a summing amplifier. The current out of the 
summing amplifier must first be increased before it can be 
used to drive the motor. The current amplification is accom- 
plished by using a 40 V power transistor (TIP31A). In addi- 
tion, when a sudden change in speed or direction occurs, the 
back emf produced by the motor can sometimes cause large 
currents. Since the output stage of the integrated circuit 
(UDN2936W-120) has transistors with a current rating of 
+3 A, some limiting resistors were needed to prevent damage. 
Figure 30.16 shows a snapshot of the laboratory experiment. 

Speed measurements were taken using a frequency to 
voltage converter LM2907. The LM2907 produces a voltage 
proportional to the frequency of the pulses it receives at its 
input. In this experiment, the pulses were sourced from the 
encoder signal A. The circuit was constructed such that the 
maximum speed of the motor corresponded to 5 V. This value 
was input into the microprocessor, via the onchip A/D 
converter, as an 8 bit word. The direction of rotation was 
observed using a D flipflop. This direction signal was used to 
indicate the sign of the speed. The two signals, speed and 
direction, were combined within the software environment to 


FIGURE 30.16 Photograph of the hardware implementation. 
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produce an integer. Thus internally the speed could range 
from +256 to —256. These limits represent +3000 and —3000 
r.p.m., respectively. Additionally, the digital output of the 
microprocessor was limited to the resolution provided by 7 
bits. Therefore, if the desired output voltage was 22 V, then the 
maximum byte output was 127. Thus each increment in 
control signal, numerically within the microprocessor, would 
produce a change of 0.17 V. 


30.4.1 Experimental Results 


A square wave followed by a sinusoidal reference track was 
considered. In this experiment, there is a weight attached to 
the motor via a cable and pulley assembly. Figure 30.17 shows 
the speed tracking performance of the fuzzy logic controller. 
The motor is under constant load. The actual motor speed is 
superimposed on the desired reference speed in order to 
compare tracking accuracy. High tracking accuracy is observed 
at all speeds. The corresponding position tracking perfor- 
mance is displayed in Figure 30.18. Reasonable position 
tracking accuracy is displayed. One can see from these figures 
that the results were very successful. For comparison purposes, 
Figs. 30.19 and 30.20 exhibit cases in which the fuzzy logic 
controller was replaced by a bang-bang controller. However, 
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FIGURE 30.17 Fuzzy speed tracking under loading condition. 


Position (Rad) 


6°05) 16 a 40° “30° °35°° 140° 745°" 30 
Time (Sec) 


FIGURE 30.18 Fuzzy position tracking under loading condition. 
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FIGURE 30.19 Bang-bang speed tracking under loading condition. 
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FIGURE 30.20 Bang-bang position tracking with load. 


when a bang-bang controller was applied the controller could 
not maintain tracking accuracy. That is, the response using the 
bang-bang controller was unsatisfactory. 


30.5 Conclusion 


This chapter describes a fuzzy logic-based microprocessor 
controller, which incorporates attractive features such as 
simplicity, good performance, and automation while utilizing 
a low cost hardware and software implementation. The test 
results indicate that the fuzzy logic-tracking controllers follow 
the trajectories successfully. Additionally, experimental results 
show that the effective smooth speed/position control and 
tracking of BLDC motors can be achieved by the FLC, thus 
making it suitable for high performance motor drive applica- 
tions. The controller design does not require explicit knowl- 
edge of the motor/load dynamics. This is a useful feature 
when dealing with parameter and load uncertainties. The 
advantage of using a fuzzy logic-tracking controller in this 
application is that it is well suited to the control of unknown 
or ill-defined nonlinear dynamics. 


790 


Acknowledgments 


The author would like to acknowledge the assistance of Mr 
Daniel O Ricketts, a graduate student at Howard University, in 
clarifying these concepts and obtaining the experimental 
results. The author would also like to acknowledge the 
financial support by NASA Glenn Research Center, in the 
form of grant no. NAG3-2287 technically monitored by Mr 
Donald F Noga. 


References 

1. Allegro. (1993) UDN2936W-120 Technical Data Manual. 

2. Mitra, S and Pal. K. S. (1996). Fuzzy self-organization, inferencing, 
and rule generation, IEEE Trans. Syst., Man, and Cybern. — Part A: 
Syst. Humans 26(5), 608-619. 

3. Jamshidi, M., Vadiee, N. and Ross, T. (1993) Fuzzy Logic and Control, 
Prentice Hall, Englewood Cliffs, NJ. 

4. Lee, C. C. (1990). Fuzzy logic in control systems: fuzzy logic 
controller. Part I. IEEE Trans. Syst. Man, and Cybernetics 20(2), 
404-418. 

5. Lee, J. (1993). On methods for improving performance of PI-type 
fuzzy logic controllers. IEEE Trans. Fuzzy Systems 1(4), 298-301. 


12. 


13. 


14. 


A. Rubaai 


. Lofti, A., and Tsoi, A. C. (1996). Learning fuzzy inference systems 


using an adaptive membership function scheme. IEEE Trans. Syst., 
Man and Cybernetics 26(2), 326-331. 


. Lofti, A., Andersen H. C. and Tsoi, A. C. (1996). Matrix formulation 


of fuzzy rule-based systems. IEEE Trans. Syst., Man and Cybernetics 
26(2), 332-339. 


. Marks II, R. J. (ed.) (1994). Fuzzy Logic Technology and Applications 


IEEE Press, New York. 


. Motorola. (1995) MC68HC11E9 Technical Data Manual. 
. Ross, T. J. (1995). Fuzzy Logic with Engineering Applications McGraw- 


Hill, New York. 


. Rubaai, A. and Kotaru, R. (1999). Neural net-based robust controller 


design for brushless DC motor drives. IEEE Trans. Syst., Man and 
Cybernetics, Part C: Applications and Review 29(3), pp. 460—474. 
Rubaai, A. Kotaru, R. and Kankam, M. D. (2000). A continually 
online-trained neural network controller for brushless DC motor 
drives. IEEE Trans. Ind. Appl. 36(2), 475—483. 

Ross, T. J. (1995). Fuzzy Logic with Engineering Applications McGraw- 
Hill, New York. 

Zadeh, L. (1973). Outline of a new approach to the analysis of 
complex systems and decision processes. IEEE Trans. Syst. Man and 
Cybernetics, 3(1), 28—44. 


3] 


Automotive Applications 
of Power Electronics 


David J. Perreault, Ph.D. JLD - AntroductiOnis: xia aA nash a endede ns wile tatis a Eadie ta E a 791 
Massachusetts Institute of 31.2 The Present Automotive Electrical Power System ................ss0eseeeeeeeeeeeeee 792 
am pe Or jor 313- System Environment esiones e a a n e e A 792 
Electronic Systems 31.3.1 Static Voltage Ranges e 31.3.2 Transients and Electromagnetic Immunity 
77 Massachusetts Avenue, e 31.3.3 Electromagnetic Interference e 31.3.4 Environmental Considerations 
10-039 Cambridge, 31.4 Functions Enabled by Power Electronics ............cccccccseseeseseeeeeeeeeeaaeeeeeees 797 


Massachusetts 02139, USA 


Khurram K. Afridi, Ph.D. 


31.4.1 High Intensity Discharge Lamps e 31.4.2 Pulse-Width Modulated Incandescent 
Lighting e 31.4.3 Piezoelectric Ultrasonic Actuators e 31.4.4 Electromechanical Engine 
Valves e 31.4.5 Electric Air Conditioner e 31.4.6 Electric and Electro-Hydraulic Power 


Techlogix, 800 West Cummings 
Park, 1200, Woburn, 
Massachusetts 01801, USA 31.5 


Iftikhar A. Khan, Ph.D. 
Delphi Automotive Systems 
2705 South Goyer Road, 
MS D35, Kokomo, Indiana 
46904, USA 


Steering Systems e 31.4.7 Motor Speed Control 

Multiplexed Load Control spisen assanir sara enie ENESA RR Ernia 801 

31.6 Electromechanical Power Conversion ..........ssessseesssresesssreressrrressereeeeseee 803 
31.6.1 The Lundell Altemator e 31.6.2 Advanced Lundell Alternator Design Techniques 
e 31.6.3 Alternative Machines and Power Electronics 

31.7 Dual/High Voltage Automotive Electrical Systems.............ccceeeeeeeeeeeeeeeees 808 
31.7.1 Trends Driving System Evolution e 31.7.2 Voltage Specifications 


e 31.7.3 Dual-Voltage Architectures 
31.8 Electric and Hybrid Electric Vehicles ...........ccceeee ccc ceeeeeese eases eeseaaeeeeeees 812 


31.9 Summary.......... 
References......... 


31.1 Introduction 


The modern automobile has an extensive electrical system 
consisting of a large number of electrical, electromechanical, 
and electronic loads that are central to vehicle operation, 
passenger safety, and comfort. Power electronics is playing 
an increasingly important role in automotive electrical 
systems — conditioning the power generated by the alternator, 
processing it appropriately for the vehicle electrical loads, and 
controlling the operation of these loads. Furthermore, power 
electronics is an enabling technology for a wide range of future 
loads with new features and functions. Such loads include 
electromagnetic engine valves, active suspension, controlled 
lighting, and electric propulsion. 

This chapter discusses the application and design of power 
electronics in automobiles. Section 31.2 provides an overview 
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of the architecture of the present automotive electrical power 
system. The next section, Section 31.3, describes the environ- 
mental factors, such as voltage ranges, EMI/EMC require- 
ments, and temperature, which strongly influence the design 
of automotive power electronics. Section 31.4 discusses a 
number of electrical functions that are enabled by power 
electronics, while Section 31.5 addresses load control via multi- 
plexed remote switching architectures that can be implemented 
with power electronic switching. Section 31.6 considers the 
application of power electronics in automotive electromecha- 
nical energy conversion, including power generation. Section 
31.7 describes the potential evolution of automotive electrical 
systems towards high- and dual-voltage systems, and provides 
an overview of the likely requirements of power electronics in 
such systems. Finally, the application of power electronics in 
electric and hybrid electric vehicles is addressed in Section 31.8. 


791 


792 


31.2 The Present Automotive Electrical 
Power System 


Present day automobiles can have over 200 individual elec- 
trical loads, with average power requirements in excess of 
800 W. These include such functions as the headlamps, tail 
lamps, cabin lamps, starter, fuel pump, wiper, blower fan, fuel 
injector, transmission shift solenoids, horn, cigar lighter, seat 
heaters, engine control unit, cruise control, radio, and spark 
ignition. To power these loads present day internal combus- 
tion engine (ICE) automobiles use an electrical power system 
similar to the one shown in Fig. 31.1. Power is generated by 
an engine-driven three-phase wound-field synchronous 
machine—a Lundell (claw-pole) alternator [1, 2]. The ac 
voltage of this machine is rectified and the dc output regulated 
to about 14 V by an electronic regulator that controls the field 
current of the machine. The alternator provides power to the 
loads and charges a 12V lead-acid battery. The battery 
provides the high power needed by such loads as the starter, 
and supplies power when the engine is not running or when 
the demand for electrical power exceeds the output power of 
the alternator. The battery also acts as a large capacitor and 
smoothes out the system voltage. 

Power is distributed to the loads via fuses and point-to- 
point wiring. The fuses, located in one or more fuseboxes, 
protect the wires against overheating and fire in the case of a 
short. Most of the loads are controlled directly by manually 
actuated mechanical switches. These primary switches are 
located in areas in easy reach of either the driver or the 
passengers, such as the dashboard, door panels, and the 
ceiling. Some of the heavy loads, such as the starter, are 
switched indirectly via electromechanical relays. 


31.3 System Environment 


The challenging electrical and environmental conditions 
found in the modem automobile have a strong impact on 
the design of automotive power electronic equipment. Impor- 
tant factors affecting the design of electronics for this applica- 
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tion include static and transient voltage ranges. 
electromagnetic interference and compatibility requirements 
(EMI/EMC), mechanical vibration and shock, and tempera- 
ture and other environmental conditions. This section briefly 
describes some of the factors that most strongly affect the 
design of power electronics for automotive applications. For 
more detailed guidelines on the design of electronics for 
automotive applications, the reader is referred to [1, 3-16] 
and the documents cited therein, from which much of the 
information presented here is drawn. 


31.3.1 Static Voltage Ranges 


In most present-day automobiles, a Lundell-type alternator 
provides dc electrical power with a lead-acid battery for 
energy storage and buffering. The nominal battery voltage is 
12.6V, which the alternator regulates to 14.2V when the 
engine is on in order to maintain a high state of charge on 
the battery. In practice, the regulation voltage is adjusted for 
temperature to match the battery characteristics. For example, 
in [1], a 25°C regulation voltage of 14.5 V is specified with a 
—10 mV/°C adjustment. Under normal operating conditions, 
the bus voltage will be maintained in the range of 11-16 V [3]. 
Safety-critical equipment is typically expected to be operable 
even under battery discharge down to 9V, and equipment 
operating during starting may see a bus voltage as low as 
4.5-6 V under certain conditions. 

In addition to the normal operating voltage range, a wider 
range of conditions is sometimes considered in the design of 
automotive electronics [3]. One possible condition is reverse- 
polarity battery installation, resulting in a bus voltage of 
approximately —12 V. Another static overvoltage condition 
can occur during jump starting from a 24 V system such as on 
a tow truck. Other static overvoltage conditions can occur due 
to failure of the alternator voltage regulator. This can result in 
a bus voltage as high as 18 V, followed by battery electrolyte 
boil-off and a subsequent unregulated bus voltage as high as 
130 V. Typically, it is not practical to design the electronics for 
operation under such an extreme fault condition, but it should 
be noted that such conditions can occur. Table 31.1 
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The 12 V point-to-point automotive electrical power system. 
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TABLE 31.1 Static voltage range for the automotive electrical system [3] 
Static Voltage Condition Voltage 
Nominal voltage with engine on 14.2V 
Nominal voltage with engine off 12.6V 
Maximum normal operating voltage 16V 


Minimum normal operating voltage 9V 


Minimum voltage during starting 4.5V 
Jump start voltage 24V 
Reverse battery voltage -12V 
Maximum voltage with alternator regulator failure 130V 


followed by battery failure 


summarizes the range of static voltages that can be expected in 
the automotive electrical system. 


31.3.2 Transients and Electromagnetic 
Immunity 


Power electronic circuits designed for automotive applications 
must exhibit electromagnetic compatibility, ie. the conducted 
and radiated emissions generated by the circuit must not 
interfere with other equipment on board the vehicle, and the 
circuit must exhibit immunity to radiated and conducted 
disturbances. The Society of Automotive Engineers (SAE) 
has laid out standards and recommended practices for the 
electromagnetic compatibility of automotive electronics in a 
set of technical reports [4]. These reports are listed in Table 
31.2. Here we will focus on two of the basic requirements of 
automotive power electronics: immunity to power lead tran- 
sients, and limitation of conducted emissions. 

A major consideration in the design of an automotive 
power electronic system is its immunity to the transients 
that can appear on its power leads. A number of transient 
sources exist in the vehicle [5], and procedures for validating 


TABLE 31.2 SAE J1113 electromagnetic compatibility technical reports 
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immunity to these transients have been established in docu- 
ments such as SAE J1113/11 [4, 6] and DIN 40389 [1]. Table 
31.3 illustrates the transient test pulses specified in SAE J1113/ 
11. Each test pulse corresponds to a different type of transient. 
The vehicle manufacturer determines which test pulses apply 
to a specific device. 

Transients occur when inductive loads such as solenoids, 
motors and clutches are turned on and off. The transients can 
be especially severe when the bus is disconnected from the 
battery, as is the case for the accessory loads when the ignition 
is switched off. Test pulse 1 in Table 31.3 simulates the 
transient generated when an inductive load is disconnected 
from the battery and the device under test remains in parallel 
with it. When the inductive load is a dc motor, it may briefly 
act as a generator after disconnection. This transient is 
simulated by test pulse 2b. Test pulse 2a models the transient 
when current in an inductive element in series with the device 
under test is interrupted. Test pulses 3a and 3b model switch- 
ing spikes that appear on the bus during normal operation. 
Test pulse 4 models the voltage transient that occurs on 
starting. 

Perhaps the best-known electrical disturbance is the so- 
called load dump transient that occurs when the alternator 
load current drops sharply and the battery is unable to 
properly buffer the change. This can occur when the battery 
becomes disconnected while drawing a large amount of 
current. To understand why a major transient can occur 
under this situation, consider that the Lundell alternator has 
a very large leakage reactance. The high commutating reac- 
tance interacting with the diode rectifier results in a high 
degree of load regulation, necessitating the use of a large back 
emf to source rated current at high speed [7]. Back voltages as 
high as 120 V may be needed to generate rated current into a 
14V output at top speed. Analytical modeling of such systems 
is addressed in [8]. When the load on the alternator suddenly 


SAE Specification Type Description 

SAE J1113/1 Standard Electromagnetic compatibility measurement procedures and limits, 60 Hz to 18 GHz 
SAE J1113/2 Standard Conducted immunity, 30 Hz—250 kHz 

SAE J1113/3 Standard Conducted immunity, direct injection of RF power, 250 kHz-500 MHz 

SAE J1113/4 Standard Conducted immunity, bulk current injection method 

SAE J1113/11 Standard Conducted immunity to power lead transients 


SAE J1113/12 Recommended Practice 
SAE J1113/13 


SAE J1113/21 


Recommended Practice 
Information Report 


SAE J1113/22 Standard 
SAE J1113/23 Recommended Practice 
SAE J1113/24 Standard 
SAE J1113/25 Standard 


SAE J1113/26 
SAE J1113/27 
SAE J1113/41 
SAE J1113/42 


Recommended Practice 
Recommended Practice 
Standard 
Standard 


Electrical interference by conduction and coupling—coupling clamp 

Immunity to electrostatic discharge 

Electrical disturbances by narrowband radiated electromagnetic energy — component test methods 
Immunity to radiated magnetic fields from power lines 

Immunity to radiated electromagnetic fields, 10 kHz to 200 MHz, strip line method 
Immunity to radiated electromagnetic fields, 10 kHz to 200 MHz, TEM cell method 
Immunity to radiated electromagnetic fields, 10 kHz to 500 MHz, tri-plate line method 
Immunity to ac power line electric fields 

Immunity to radiated electromagnetic fields, reverberation method 

Radiated and conducted emissions, 150 kHz—1000 MHz 

Conducted transient emissions 
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TABLE 31.3 Transient pulse waveforms specified in SAE J1113/11 


Pulse Shape Maximum Source Duration and 
Excursion Impedance Repetition Rate 
1 y —100 V 10 Q Tpulse = 2 ms 
t 0.55 < Trey < 5s 
2a y 100 V 10Q Tulse = 50 pis 
$ JEAN 0.5s < Tep < 5s 
t 
2b i 10 V 0.5-3 Q Tulse Z 200 ms 
t 
3a 4y —150 V 50 Q Tpulse = 100 ns 
| t Tep = 100 us 
3b yY 100 V 50 Q Tpulse = 100 ns 
Tep = 100 us 
t 
4 ah pee -7V 0.01 Q Tulse < 20 s 
zele 
t 
5 41 84A 0.6 Q t= 115 ms 
T pulse ~4t 


steps down two effects occur. First, as the machine current 
drops, the energy in the alternator leakage reactances is 
immediately delivered to the alternator output, causing a 
voltage spike. The peak voltage reached depends on the 
electrical system impedance, and may be limited by suppres- 
sion devices. Second, once the alternator current is reduced, 
the voltage drops across the leakage (commutating) reactances 
are reduced, and a much larger fraction of the machine back 
emf is impressed across the dc output. The proper output 
voltage is only reestablished as the voltage regulator reduces 
the field current appropriately. With conventional regulator 
circuits this takes place on the time scale of the field winding 
time constant (typically 100ms), and results in a major 
transient event. In systems without centralized protection, a 
load dump can generate a transient with a peak voltage in 
excess of 100 V lasting hundreds of milliseconds. Test pulse 5 


in Table 31.3 (expressed as a current waveform in parallel with 
an output resistance) is designed to simulate such a load- 
dump transient; other load dump tests are even more severe 
[1, 3]. 


31.3.3 Electromagnetic Interference 


Strict limits also exist for the amount of electromagnetic 
interference (EMI) that an automotive electronic component 
can generate. Limits for both conducted and radiated emis- 
sions are specified in SAE standards J1113/41 and J1113/42 [4, 
9, 10]. Here we will consider the conducted EMI specifications 
for power leads, since they directly impact the design of EMI 
filters for automotive power electronics. Meeting the 
conducted specifications is a major step towards achieving 
overall compliance. 
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FIGURE 31.2 Conducted EMI test setup with line impedance stabiliza- 
tion network (LISN). Lirsn = 5 4H, Cisy = 0.1 WF, and Rirsy = 50 Q. 


The conducted EMI specifications in SAE J1113/41 limit 
the ripple that an electronic circuit can inject onto the voltage 
bus over the frequency range from 150 kHz to 108 MHz. The 
amount of ripple injected by a circuit usually depends on the 
bus impedance. To eliminate any variability due to this, EMI 
compliance testing is done using a Line Impedance Stabiliza- 
tion Network (LISN) between the bus and the device under 
test, as illustrated in Fig. 31.2. The LISN is also sometimes 
referred to as an Artificial Mains Network (AN). Essentially, 
the LISN ensures that the equipment under test receives the 
proper dc voltage and current levels and also sees a controlled 
impedance for the ripple frequencies of interest. Figure 31.3 
shows the magnitude of the LISN output impedance for a low- 
impedance input source; the effective impedance is 50 Q over 
most of the frequency range of interest. The 50 Q termination 
impedance of the LISN is typically provided by the measure- 
ment equipment. EMI specifications are stated in terms of the 
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allowable voltage ripple (in dB uV) appearing across the 50 Q 
LISN resistance as a function of frequency. 

There are a wide range of other technical considerations for 
EMI testing, including the arrangement of the equipment over 
a ground plane and the types and settings of the measuring 
devices. One characteristic to consider is that the EMI 
measurements are done across frequency with a spectrum 
analyzer having a prespecified receiver bandwidth (RBW). 
For frequencies between 150kHz and 30 MHz the receiver 
bandwidth is 9kHz, resulting in spectral components within 
9kHz of one another being lumped together for purposes of 
the test. A full test procedure is defined in the SAE specifica- 
tions, beginning with narrowband measurements and moving 
to wideband measurements if necessary. Figure 31.4 illustrates 
the narrow-band conducted EMI limits for power leads in SAE 
J1113/41. It is interesting to note that, for the commonly used 
Class 5 limits, the allowable ripple current into the LISN at 
150 kHz is less than 100 uA! 

As seen in the previous section, the transient disturbances 
generated by electrical and electronic equipment are an 
important consideration in automotive applications. Because 
power electronic circuits typically contain switches and 
magnetic elements, they are potential sources for such tran- 
sients, especially when powered from the switched ignition 
line. SAE J1113/42 specifies methods for testing and evaluat- 
ing the transients generated by automotive electrical compo- 
nents, and proposes transient waveform limits for different 
severity levels. The equipment under test is set up in a 
configuration similar to that in Fig. 31.2, but with a switching 
device on one side or the other of the LISN, depending on the 
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FIGURE 31.3 LISN output impedance magnitude for a low impedance input source. 
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FIGURE 31.4 SAE J1113/41 narrow-band conducted EMI limits for power leads. The specification covers the frequency range from 150 kHz to 


108 MHz. 


application. The equipment under test is then evaluated for 
transient behavior at turn on, turn off, and across its operating 
range. The voltage transients at the input of the equipment are 
measured and evaluated with respect to magnitude, duration, 
and rise and fall times. Specific limits for such transients are 
specified by the vehicle manufacturer, but SAE J1113/42 
proposes a representative set of limits for four different 
transient severity levels. 

Due to the tight conducted emissions limits, input EMI 
filter design is an important consideration in automotive 
power electronics. Single or multistage low-pass filters are 
typically used to attenuate converter ripple to acceptable levels 
[11-13]. When designing such filters, the parasitic behavior of 
the filter components, such as capacitor equivalent series 
resistance and inductance, and suitable filter damping are 
important considerations [14]. One must also ensure that 
the filter design yields acceptable transients at switch on and 
off, and does not result in undesired dynamic interactions 
with the power circuit [13]. Attention to appropriate filter 
design, coupled with proper circuit layout, grounding, and 
shielding goes a long way towards meeting electromagnetic 
interference specifications [14]. 


31.3.4 Environmental Considerations 


The automobile is a very challenging environment for electro- 
nics. Environmental factors influencing the design of auto- 


motive electronics include temperature, humidity, mechanical 
shock, vibration, immersion, salt spray, and exposure to sand, 
gravel, oil and other chemicals. In 1978, the Society of 
Automotive Engineers developed a recommended practice 
for electronic equipment design to address these environmen- 
tal considerations [3, 4]. This document, SAE J1211, provides 
quantitative information about the automotive environment 
to aid the designer in developing environmental design goals 
for electronic equipment. Here we briefly summarize a few of 
the most important factors affecting the design of power 
electronics for automotive applications. For more detailed 
guidelines, the reader is referred to [3] and the documents 
cited therein. 

Perhaps the most challenging environmental characteristic 
is the extreme range of temperatures that can occur in the 
automobile. Table 31.4 summarises some of the temperature 
extremes listed in SAE J1211 for different locations in the 
automobile. Ambient temperatures as low as —40°C may be 
found during operation, and storage temperatures as low as 
—50°C may be found for components shipped in unheated 
aircraft. Maximum ambient temperatures vary widely depend- 
ing on vehicle location, even for small differences in position. 
Because ambient temperature has a strong impact on the 
design of a power electronic system it is important to work 
closely with the vehicle manufacturer to establish temperature 
specifications for a particular application. For equipment that 
is air-cooled one must also consider that the equipment may 
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TABLE 31.4 Automotive temperature extremes by location [3] 


Vehicle Location Min Temp (°C) Max Temp (°C) 


Exterior —40 85 
Chassis 
isolated —40 85 
near heat source —40 121 
drive train high temp location —40 177 
Interior 
floor —40 85 
rear deck —40 104 
instrument panel —40 85 
instrument panel top —40 177 
Trunk — 40 85 
Under hood 
near radiator support structure —40 100 
intake manifold —40 121 
near alternator —40 131 
exhaust manifold —40 649 
dash panel (normal) —40 121 
dash panel (extreme) —40 141 


be operated at altitudes up to 12,000 feet above sea level. This 
results in low ambient pressure (down to 9 psia), which can 
reduce the heat transfer efficiency [3]. For equipment utilizing 
the radiator-cooling loop, maximum coolant temperatures in 
the range of 105-120°C at a pressure of 1.4 bar are possible 
[15]. 

In addition to the temperature extremes in the automobile, 
thermal cycling and shock are also important considerations 
due to their effect on component reliability. Thermal cycling 
refers to the cumulative effects of many transitions between 
temperature extremes, while thermal shock refers to rapid 
transitions between temperature extremes, as may happen 
when a component operating at high temperature is suddenly 
cooled by water splash. The damaging effects of thermal 
cycling and shock include failures caused by thermal expan- 
sion mismatches between materials. Test methods have been 
developed which are designed to expose such weaknesses [3, 
16]. The thermal environment in the automobile, including 
the temperature extremes, cycling, and shock, are challenging 
issues that must be addressed in the design of automotive 
power electronics. 

A number of other important environmental factors exist in 
the automobile. Humidity levels as high as 98% at 38°C can 
exist in some areas of the automobile, and frost can occur in 
situations where the temperature drops rapidly. Salt atmos- 
phere, spray, water splash and immersion are also important 
factors for exterior, chassis, and underhood components. 
Failure mechanisms resulting from these factors include 
corrosion and circuit bridging. Dust, sand and gravel 
bombardment can also be significant effects, depending on 
equipment location. Mechanical vibration and shock are also 
important considerations in the design of automotive power 
electronic equipment. Details about the effects of these envir- 
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onmental factors, sample recorded data, and recommended 
test procedures can be found in [3]. 


31.4 Functions Enabled by Power 
Electronics 


Over the past 20 years power electronics has played a major 
role in the introduction of new functions such as the antilock 
breaking system (ABS), traction control and active suspension, 
as well as the electrification of existing functions such as the 
engine-cooling fan, in the automobile. This trend is expected 
to continue, as a large number of new features being consid- 
ered for introduction into automobiles require power electro- 
nics. This section discusses some of the new functions that 
have been enabled by power electronics, and some existing 
ones that benefit from it. 


31.4.1 High Intensity Discharge Lamps 


High intensity discharge (HID) lamps have started to appear 
in automobiles as low-beam headlights and fog lights. HID 
lamps offer higher luminous efficacy, higher reliability, longer 
life and greater styling flexibility than the traditional halogen 
lamps [17, 18]. The luminous efficacy of an HID lamp is over 
three times that of a halogen lamp and its life is about 2,000 
hours, compared to 300-700 hours for a halogen lamp. 
Therefore, HID lamps provide substantially higher road illu- 
mination while consuming the same amount of electrical 
power and, in most cases, should last the life of the auto- 
mobile. HID lamps also produce a whiter light than halogen 
lamps since their color spectrum is closer to that of the sun. 

HID lamps do not have a filament. Instead, light is gener- 
ated by disharging an arc through a pressurized mixture of 
mercury, xenon and vaporized metal halides— mercury 
produces most of the light, the metal halides determine the 
color spectrum, and xenon helps reduce the start-up time of 
the lamp [17, 19]. Unlike halogen lamps that can be powered 
directly from the 12 V electrical system, HID lamps require 
power electronic ballasts for their operation. Initially, a high 
voltage pulse of 10-30 kV is needed to ignite the arc between 
the electrodes and a voltage of about 85 V is needed to sustain 
the arc [19]. Figure 31.5 shows a simplified power electronic 
circuit that can be used to start and drive an HID lamp. A 
step-up dc-dc converter is used to boost the voltage from 12 V 
to the voltage needed for the steady state operation of the HID 
lamp. Any dc-dc converter that can step up the voltage, such 
as the boost or flyback converter, can be used for this 
application. An H-bridge is then used to create the ac voltage 
that drives the lamp in steady state. The circuit to initiate the 
arc can be as simple as a circuit that provides an inductive 
voltage kick, as shown in Fig. 31.5. 
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Boost converter 


FIGURE 31.5 Simplified power electronic circuit for an HID lamp ballast. 


31.4.2 Pulse-Width Modulated Incandescent 
Lighting 


Future automobiles may utilize a 42 V electrical system in place 
of today’s 14V electrical system (see Section 31.7). Because 
HID lamps are driven through a power electronic ballast, HID 
lighting systems operable from a 42V bus can easily be 
developed. However, the high cost of HID lighting — as 
much as an order of magnitude more expensive than incan- 
descent lighting —largely limits its usefulness to headlight 
applications. Incandescent lamps compatible with 42V 
systems can also be implemented. However, because a much 
longer, thinner filament must be employed at the higher 
voltage, lamp lifetime suffers greatly. An alternative to this 
approach is to use pulse-width modulation to operate 12 V 
incandescent lamps from a 42 V bus [20]. 

In a pulse-width modulated (PWM) Lighting system, a 
semiconductor switch is modulated to apply a periodic 
pulsed voltage to the lamp filament. Because of its resistive 
nature, the power delivered to the filament depends on the 
rms of the applied voltage waveform. The thermal mass of the 
system filters the power pulsations so that the filament 
temperature and light production are similar to that generated 
by a dc voltage with the same rms value. The PWM frequency 
is selected low enough to avoid lamp mechanical resonances 
and the need for EMI filtering, while being high enough 
to limit visible flicker; PWM frequencies in the range of 
96-250 Hz are typical [20]. 

Ideally, a 11.1% duty ratio is needed to generate 14 V rms 
across a lamp from a 42 V nominal voltage source. In practice 
deviations from this duty ratio are needed to adjust for input 
voltage variations and device drops. In some proposed 
systems, multiple lamps are operated within a single lighting 
module with phase staggered (interleaved) PWM waveforms 
to reduce the input rms current of the module. 

Another issue with PWM lighting relates to startup. Even 
with operation from a 12V dc source, incandescent lamps 
have an inrush current that is 6-8 times higher than the 
steady-state value, because of how filament resistance changes 
with temperature; this inrush impacts lamp durability. The 
additional increase in peak inrush current due to operating 
from a 42 V source can be sufficient to cause destruction of the 


filament, even when using conventional PWM soft-start tech- 
niques (a ramping up of duty ratio). Means for limiting the 
peak inrush current—such as operating the controlling 
MOSFET in current limiting mode during startup — are 
needed to make practical use of PWM lighting control. 

While PWM incandescent lighting technology is still in the 
early stages of development, it offers a number of promising 
advantages in future 42 V vehicles. These include low-cost 
adaptation of incandescent lighting to high-voltage systems, 
control of lighting intensity independent of bus voltage, the 
ability to implement multiple intensities, flashing, dimming, 
etc., through PWM control, and the potential improvement of 
lamp durability through more precise inrush and operating 
control [20]. 


31.4.3 Piezoelectric Ultrasonic Actuators 


Piezoelectric ultrasonic motors are being considered as actua- 
tors for window lifts, seat positioning, and head restraints in 
automobiles [21, 22]. These motors work on the principle of 
converting piezoelectrically induced ultrasonic vibrations in 
an elastic body into unidirectional motion of a moving part. 
Unidirectional motion is achieved by allowing the vibrating 
body to make contact with the moving part only during a half 
cycle of its oscillation, and power is transferred from the 
vibrating body to the moving part through frictional contact. 
Ultrasonic motors have a number of attractive features, 
including high torque density, large holding torque even 
without input power, low speed without gears, quiet opera- 
tion, no magnetic fields and high dynamics [21, 23]. These 
characteristics make ultrasonic motors an attractive alternative 
to electromagnetic motors for low-power high-torque appli- 
cations. 

Various types of ultrasonic motors have been developed. 
However, because of its compact design the traveling wave 
type is the most popular ultrasonic motor [24]. Figure 31.6(a) 
shows the basic structure of such a motor. It consists of a metal 
stator and rotor, which are pushed against each other by a 
spring. The rotor is coated with a special lining material to 
increase friction and reduce wear at the contacting surfaces. A 
layer of piezoelectric material, such as lead zirconate titanate 
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(a) Basic structure of a traveling wave piezoelectric ultrasonic motor. (b) Structure of the piezoceramic ring and electrode for a four- 


wavelength motor. Arrows indicate direction of polarization. Dashed lines indicate segments etched in the electrode for poling but electrically 


connected during motor operation. 


(PZT), is bonded to the underside of the stator. Silver 
electrodes are printed on both sides of the piezoceramic 
ring. The top electrode is segmented and the piezoceramic is 
polarized as shown in Fig. 31.6(b). The number of segments is 
twice the order of the excited vibration mode. 

When a positive voltage is applied between terminals A and 
C, the downwards poled segment elongates and the upwards 
poled segments contract. This causes the stator to undulate, 
waving down at the elongated section and up at the contracted 
one. When the polarity of the voltage is inverted, the undula- 
tions are also inverted. Hence, when an ac voltage is applied a 
flexural standing wave is created in the stator. To get a large 
wave amplitude the stator is driven at the resonance frequency 
of the flexural mode. An ac voltage between terminals B and C 
similarly produces another standing wave. However, because 
of the spacer segments in the piezoceramic ring, the second 
standing wave is 90° spatially out of phase from the first one. If 
the two standing waves are excited by ac voltages that are out 
of phase in time by 90°, a traveling wave is generated. As the 
traveling wave passes through a point along the neutral plane, 
that points simply exhibits axial (z-axis) motion. However, 
off-neutral plane points also have an azimuthal (ġ-axis) 
component of motion. This azimuthal motion of the surface 
points propels the rotor. 

Ultrasonic motors require a power electronic drive. A 
power electronic circuit suitable for driving an ultrasonic 
motor is shown in Fig. 31.7. The two H bridges are controlled 
to generate waveforms that are 90° out of phase with each 
other. 


Motor 


FIGURE 31.7 Drive circuit for an ultrasonic motor. 


31.4.4 Electromechanical Engine Valves 


Electromagnetic actuators are finding increasing application in 
automotive systems. These actuators are more desirable than 
other types of actuators, such as hydraulic and pneumatic 
actuators, because they can be more easily controlled by a 
microprocessor to provide more precise control. An applica- 
tion of electromagnetic actuators that is of particular interest 
is the replacement of the camshaft and tappet valve assembly 
by electromechanically driven engine valves [25]. The opening 
and closing of the intake and exhaust valves can be controlled 
to achieve optimum engine performance and improved fuel 
economy over a wide range of conditions determined by 
variables such as the speed, load, altitude and temperature. 
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FIGURE 31.8 Power electronic circuits for driving solenoids. 


The present cam system provides a valve profile that can give 
optimum engine performance and improved fuel economy 
only under certain conditions. 

Two power electronic circuits suitable for driving the 
solenoids for valve actuation are shown in Fig. 31.8. The 
circuit of Fig. 31.8(a) is suitable for solenoids that require 
unidirectional currents through their coils, while the circuit of 
Fig. 31.8(b) is suitable for solenoids that require bidirectional 
currents through their coils. 


31.4.5 Electric Air Conditioner 


It is desirable to replace some of the engine-driven functions 
of a vehicle with electrically driven counterparts. The benefits 
of driving these functions electrically include the elimination 
of belts and pulleys, improved design and control due to 
independence from engine speed, and resulting increased 
efficiency and improved fuel economy. Furthermore, there is 
the opportunity for operation of the function in the engine-off 
condition. 

The air conditioner is an example of an engine-driven 
function that could benefit from electrification. The engine 
drives the compressor of the air conditioner. Consequently, the 
speed of the compressor varies over a wide range and the 
compressor has to be over-sized to provide the desired 
performance at engine idle. Also, since the compressor speed 
is dependent on the engine speed, excessive cooling occurs at 
highway speeds requiring the cool air to be blended with the 
hot air to keep the temperature at the desired level. Further- 
more, shaft seals and rubber hoses can lead to the loss of 
refrigerant (CFC) and pose an environmental challenge. 

In an electric air conditioner, an electric motor is used to 
drive the compressor [26]. The motor is usually a three-phase 
brushless dc motor driven by a three-phase MOSFET bridge. 
The speed of the compressor in an electric air conditioner is 
independent of the engine speed. As a result, the compressor 
does not have to be over-sized and excessive cooling does not 
occur. Also, shaft seals and hoses can be replaced with a 
hermetically sealed system. Another benefit of an electric air 
conditioner is the flexibility in its location, since it does not 
have to be driven by the engine. 
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31.4.6 Electric and Electro-Hydraulic Power 
Steering Systems 


The hydraulic power steering system of a vehicle is another 
example of an engine-driven accessory. This system can be 
replaced with an electric power steering (EPS) system in which 
a brushless dc motor is used to provide the steering power 
assist [27]. The electric power steering system is more efficient 
than the hydraulic power steering system because, unlike the 
engine-driven hydraulic steering pump which is driven by the 
engine all of the time, the motor operates only on demand. 
Another system that can replace the hydraulic power steering 
system is the electro-hydraulic power steering (EHPS) system. 
In this case, a brushless dc motor and inverter can he 
employed to drive the hydraulic steering pump. The ability 
of the electro-hydraulic power steering system to drive the 
pump only on demand leads to energy savings of as much as 
80% as compared with the conventional hydraulic system. 
Challenges in implementing EPS and EPHS systems include 
meeting the required levels of cost and reliability for this 
critical vehicle subsystem. 


31.4.7 Motor Speed Control 


Some of the motors used in a vehicle require variable speed 
control. Consider, as an example, the blower motor used to 
provide air flow to the passenger compartment. This motor is 
typically a permanent-magnet dc motor with a squirrel-cage 
fan. The speed of the motor is usually controlled by varying 
the resistance connected in series with the motor winding. 
This method of speed control leads to a significant power loss. 
A low-loss method of speed control employs semiconductor 
devices as shown in Fig. 31.9. In this case, the speed of the 
motor is controlled via pulse-width modulation (PWM) — 
that is, by switching the MOSFET on and off with different 
duty ratios for different speed settings. An input filter is 
needed to reduce the EMI generated by the switching of the 
MOSFET. This method of speed control is equivalent to 
supplying power to the motor through a variable-output dc- 
to-dc converter. The converter is located close to the motor 
and no filter is required between the converter output and 
motor winding. 

Another low-loss method that can be used to control the 
speed of a motor employs a three-phase brushless dc motor. 
The speed in this case is controlled by controlling the 
MOSFETs in the dc-to-three-phase-ac converter that drives 
the motor. 


FIGURE 31.9 Low-loss circuit to control the speed of a motor. 
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31.5 Multiplexed Load Control 


Another emerging application of power electronics in auto- 
mobiles is in the area of load control. In the conventional 
point-to-point wiring architecture most of the loads are 
controlled directly by the primary mechanical switches, as 
shown in Fig. 31.1. In a point-to-point wiring architecture 
each load has a dedicated wire connecting it to the fuse box via 
the primary switch. Consequently fairly heavy wires have to be 
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routed all over the vehicle, as illustrated in Fig. 31.10(a). The 
situation is made worse when multiple switches control the 
same load, as is the case with power windows and power door 
locks. The complete harness of a 1994 C-class Mercedes Benz 
that uses point-to-point wiring has about 1,000 wires, with a 
total length of 2km, over 300 connectors and weighs 36kg. 
The process of assembling the wiring harness is difficult and 
time consuming, leading to high labor costs. Retrofitting, fault 
tracing and repairing are time consuming and expensive. The 
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FIGURE 31.10 Alternative control strategies illustrated for a simple automotive electrical system with six loads (L1-6) and six primary switches (S1— 
6). (a) Conventional direct switching architecture with a single fusebox (F1), (b) multiplexed remote switching architecture, with remote switches and 
transceivers in three distribution boxes (D1-3), and (c) multiplexed point-of-load switching with electronics integrated into the loads and the primary 


switches. 
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bulky harness also places constraints on the vehicle body 
design, and the large number of connectors compromise 
system reliability. 

An alternative wiring technique is to control the loads 
remotely and multiplex the control signals over a commu- 
nication bus, as shown in Fig. 31.10(b) and (c). A control 
message is sent on the communication bus to switch a 
particular load on or off. This allows more flexibility in the 
layout of the power cables and could allow the preassembly of 
the harness to be more automated. Furthermore, with 
communication between the remote switches it is practical 
to have a power management system than can turn off 
nonessential loads when there is a power shortage. One 
possibility is to group the remote switches into strategically 
located distribution boxes, as shown in Fig. 31.10(b). A power 
and a communication bus connect the distribution boxes. 
Another possibility is to integrate the remote switches with the 
load, i.e. point-of-load switching, as shown in Fig. 31.10(c). In 
Fig. 31.10(b) the transceivers are also built into the distribu- 
tion boxes, while in Fig. 31.10(c) each load and primary switch 
has an integrated transceiver. The point-of-load switching 
topology is attractive because of its simplicity, but raises cost 
and fusing challenges. 

Multiplexed remote switching architectures have been 
under consideration since at least the early 1970s, when 
Ziomek investigated their application to various electrical 
subsystems [28]. The initial interest was dampened by cost 
and reliability concerns and the non-availability of appropriate 
remote switches. However, advances in semiconductor tech- 
nology and rapid growth in the automotive electrical system 
revived interest in multiplexed architectures. The SAE Multi- 
plexing Standards Committee has partitioned automotive 
communications into three classes: Class A for low data-rate 
(1-10 kbit/s) communication for the control of body func- 
tions, such as headlamps, windshield wipers and power 
windows, Class B for medium data-rate (10—100 kbit/s) para- 
metric data exchange, and Class C for high data-rate 
(1 Mbit/s) real-time communication between safety critical 
functions, such as between ABS sensors and brake actuators 
[29]. Although load control is categorized as Class A, lack of 
any widely accepted Class A communication protocols has led 
to the application of Class B and Class C communication IC’s 
to load control. Class B has received the most attention due to 
the California Air Resources Board mandated requirement for 
on-board diagnostics (OBD II) and a large number of compet- 
ing protocols, including the French Vehicle-Area Network 
(VAN), ISO 9141 and SAE J1850, have been developed [30]. 
Of these the SAE J1850 is the most popular in the US. Another 
popular protocol is the Controller Area Network (CAN) 
developed by Bosch [31]. Although designed for Class C 
with bit rates up to 1 Mbit/s, it is being applied for Class A 
and Class B applications due to the availability of inexpensive 
CAN ICs from a large number of semiconductor manufac- 
turers. 
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Remote switching systems require remote power switches. 
An ideal remote switch must have a low on-state voltage, be 
easy to drive from a microcontroller and incorporate current 
sensing. A low on-state voltage helps minimize the heatsinking 
requirements, while current sensing is needed for the circuit 
protection function to be incorporated into the switch. To 
withstand the harsh automotive environment the switch must 
also be rugged. Furthermore, if pulse width modulated 
(PWM) control is required for the load, the switch must 
have short turn-on and turn-off times and a high cycle life. 
The traditional means of remotely switching loads in an 
automobile is via electromechanical relays. Although relays 
offer the lowest voltage drop per unit cost, they require large 
drive current, are relatively large, are difficult to integrate with 
logic, and are not suitable for PWM applications [32, 33, 34]. 
Therefore, their use will be limited to very high current, non- 
PWM applications. The power levels of the individual loads in 
the automobile are too low for IGBTs and MCTs to be 
competitive. Bipolar transistors are also not very attractive 
because they are harder to drive than a MOS-gated device. 
Because of its fast switching speed, low voltage drop, relative 
immunity to thermal runaway, low drive requirements and 
ease of integration with logic, the power MOSFET is the most 
attractive candidate for remote switching. Smart-power 
MOSFET devices with integrated logic interface and circuit 
protection have recently become available. Use of these devices 
for power electronic control of individual loads has become 
economically competitive in some subsystems, and may be 
expected to become more so with the advent of higher-voltage 
electrical systems. 

The benefits of remote switching electrical distribution 
systems have been demonstrated by Furuichi et al. [35]. The 
multiplexed architecture they implemented had 10 remote 
units (2 power units with fuses, power drivers and signal 
inputs, 5 load control units with power drivers and signal 
inputs but no fuses, and 3 signal input units with only signal 
inputs). To increase system reliability, each power unit was 
connected to the battery via independently fused power cables. 
Although wiring cost decreased, the authors report an increase 


TABLE 31.5 Comparison of a multiplexed and the conventional system, 
as reported by Furuichi et al. for a compact vehicle [35]. In the multi- 
plexed system the function of nine electronic control units (ECUs) was 
integrated into the remote units 


Point-to-Point Multiplexed Change (%) 
Harness weight (kg) 14.0 9.8 —30 
ECU weight (kg) 1.2 0.0 N/A 
Remote unit weight (kg) 0.0 3.5 N/A 
Total weight (kg) 15.2 13.3 —12.5 
Number of wires 743 580 —21.9 
Number of terminals 1195 915 —23.4 
Number of splices 295 246 —16.6 
Length of wire (m) 809 619 —23.5 
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in overall system cost due to the additional cost of the remote 
units. Intel’s CAN ICs with data rates of 20 kbit/s were used 
for the transmission and reception of control signals over an 
unshielded twisted-pair ring bus. Intelligent power MOSFETs 
were used as the remote switches and fusing was done with 
minifuses. The results of their work are shown in Table 31.5. 
Although weight of the wiring harness was reduced by 30%. 
the total system weight decreased by only 12.5% due to the 
added weight of the remote units. 


31.6 Electromechanical Power 
Conversion 


Power is generated in the automobile by an electrical machine 
driven by the engine. In the early days of the automobile, the 
electrical load was small and a dc generator was used for this 
purpose. As the electrical loads grew, the dc generator could 
not meet the growing demand of electrical power and was 
displaced by a three-phase alternator and diode rectifier. 
Continuously increasing power and performance require- 
ments are driving further evolution in automotive power 
generation and control, and are motivating the introduction 
of power electronics and improved electrical machines in 
automobiles. In addition to high-power alternators, future 
applications of electromechanical power conversion may 
include integrated starter/alternators and propulsion systems. 
This section describes some of the machine and power 
electronic technologies that are useful for meeting the increas- 
ing challenges in the automobile. 


31.6.1 The Lundell Alternator 


The Lundell, or claw-pole, alternator is a three-phase wound- 
field synchronous machine that is almost universally used for 
power generation in present-day vehicles [1]. As illustrated in 
Fig. 31.11, the rotor is made of a pair of stamped pole pieces 
(“claw poles”) fixed around a cylindrical field coil. The field 
winding is driven from the stator via a pair of slip rings and 


FIGURE 31.11 
alternator. 


Structure and circuitry of the conventional Lundell 
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brushes, and causes the two pole pieces to become opposing 
magnetic poles. A full-bridge diode rectifier is traditionally 
used at the machine output, and a fan mounted on the rotor is 
typically used to cool the whole assembly. 

The dc output voltage of the alternator system is regulated 
by controlling the field current. A switching field regulator 
applies a pulse-width modulated voltage across the field. The 
steady-state field current is determined by the field winding 
resistance and the average voltage applied by the regulator. 
Changes in the field current occur with an L/R field winding 
time constant on the order of 100 ms or more. This long field- 
winding time constant and a large stator leakage reactance are 
characteristic of this type of alternator and tend to dominate 
its performance. 

The alternator is driven by means of a belt, and is designed 
to operate over a wide speed ratio of about 10:1, though 
much of its operating lifetime is spent within a narrower 3:1 
or 4: 1 range. The gearing ratio provided by the belt is a design 
variable for the alternator; an alternator mechanical speed 
range from 1,800 rpm to 18,000 rpm for a 12-pole machine is 
typical. 

A simple electrical model for the Lundell alternator is 
shown in Fig. 31.12. The armature of the alternator is modeled 
as a Y-connected set of leakage inductances L, and back 
voltages Va V and v. The fundamental electrical frequency 
w of the back emfs is one half of the product of the number of 
machine poles p and the mechanical speed œp. The magnitude 
of the back emfs is proportional to the electrical frequency and 
the field current. For the sinusoidal case, the line-to-neutral 
voltage back emf magnitude can be calculated as 


V, = koi, (31.1) 


where k is the machine constant and iç is the field current. The 
diode bridge feeds a constant voltage V) representing the 
battery and other loads. This simple model captures many of 
the important characteristics of the Lundell alternator, while 
remaining analytically tractable. Other effects, such as stator 
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FIGURE 31.12 A simple Lundell alternator model. 
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resistance, mutual coupling, magnetic saturation and wave- 
form harmonic content, can be incorporated into this model 
at the expense of simplicity. The constant-voltage battery load 
on the alternator makes the analysis of this system different 
from the classic case of a diode rectifier with a current-source 
load. Nevertheless, with reasonable approximations, the beha- 
vior of this system can be described analytically [8]. Using the 
results presented in [8], alternator output power vs. operating 
point can be calculated as 


2 
P, = us 31.2 
0 7 (31.2) 


where V, is the output voltage, V, is the back emf magnitude, 
œ is the electrical frequency, and L, is the armature leakage 
inductance. Extensions of (31.2) that also include the effect of 
the stator resistance are given in [8]. 

As can be inferred from (31.2), alternator output power 
varies with speed, and is maximized when the back emf 
magnitude of the machine is substantially larger than the 
output voltage. In a typical Lundell alternator back voltages 
in excess of 80 V may be necessary to source rated current into 
a 14V output at high speed. Furthermore, as can be seen from 
(31.2), the armature leakage reactance limits the output power 
capability of the alternator. These characteristics are a result of 
the fact that significant voltage drops occur across the leakage 
reactances when current is drawn from the machine. These 
drops increase with speed and current, and cause the alter- 
nator to exhibit significant droop in output voltage with 
increasing current. Thus, an appropriate dc-side model for a 
Lundell alternator is a large open-circuit voltage (related to the 
back emf magnitude) in series with a large current and speed 
dependent output impedance. This characteristic, coupled 
with the long field time constant, is the source of the 
undesirable load-dump transient characteristic of the Lundell 
alternator. In this transient the large open-circuit voltage is 
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transiently impressed across the alternator output when the 
load is suddenly reduced. 

The efficiency of the conventional Lundell alternator is 
relatively poor. Typical efficiency values are of the order of 
40-60%, depending on operating point [1, 36, 37]. At low and 
medium speeds, losses tend to be dominated by stator copper 
losses. Iron losses become dominant only at very high speeds 


[1]. 


31.6.2 Advanced Lundell Alternator Design 
Techniques 


The conventional diode-rectified Lundell alternator, though 
inefficient, has so far met vehicle electrical power requirements 
in a cost-effective manner. However, continuing increase in 
electrical power demand and growing interest in improved 
fuel economy is pushing the limits of conventional Lundell 
alternator technology. This section describes some established 
and some emerging technologies that can be used to improve 
the performance of the Lundell alternator. 


31.6.2.1 Third Harmonic Booster Diodes 


One widely used approach for improving the high-speed 
output power capability of Lundell alternators is the introduc- 
tion of third-harmonic booster diodes [1]. In this technique, 
the neutral point of the Y-connected stator winding is coupled 
to the output via a fourth diode leg, as illustrated in Fig. 31.13. 
While the fundamental components of the line-to-neutral 
back voltages are displaced by 120° in phase, any third 
harmonic components will be exactly in phase. As a result, 
third harmonic energy can be drawn from the alternator and 
transferred to the output by inducing and rectifying common- 
mode third harmonic currents through the three windings. 
The booster diodes provide a means for achieving this. At high 
speed, the combination of the third harmonic voltages at the 


FIGURE 31.13 


Lundell alternator with booster diodes. 
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main rectifier bridge (at nodes a, b, and c in Fig. 31.13), 
combined with the third harmonic of the back voltages, are 
large enough to forward bias the booster diodes and deliver 
third harmonic energy to the output. In systems with signifi- 
cant (e.g. 10%) third harmonic voltage content, up to 10% 
additional output power can be delivered at high speed. 
Additional power is not achieved at low speed, or in cases 
where the third harmonic of the back voltage is small. 


31.6.2.2 Lundell Alternator with Permanent Magnets 
The structure of the rotor of the claw-pole alternator is such 
that the leakage flux is high. This reduces the output current 
capability of the alternator. The leakage flux can be reduced by 
placing permanent magnets on the pole faces or in the spaces 
between the adjacent poles of the rotor. This modification 
allows the alternator to deliver more output current. Placing 
the magnets in the spaces between adjacent poles is a better 
approach because it is simpler to implement and leads to a 
higher output current at engine idle [38]. 


31.6.2.3 Twin-Rotor Lundell Alternator 


The maximum power capability of the Lundell alternator is 
limited in part by the limit on its length-to-diameter ratio 
imposed by mechanical stresses on the stamped pole pieces. 
This prevents the Lundell alternator from being arbitrarily 
scaled up in size. The power capability of conventional designs 
is probably limited to 3 kW, which is likely to be unacceptable 
in the foreseeable future [39]. One way to retain the cost- 
effectiveness of the claw-pole alternator while achieving higher 
output power is to place two claw-pole rotors back-to-back on 
a common shaft inside a common stator [40]. This effectively 
increases the length of the claw-pole alternator without chan- 
ging its diameter. This design allows higher power alternators 
to be built while retaining most of the cost benefits of the 
claw-pole design. 
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31.6.2.4 Power Electronic Control 

Another approach for improving the output power and 
efficiency of the Lundell alternator is through the use of 
more sophisticated power electronics. Power electronics tech- 
nology offers tremendous value in this application. For exam- 
ple, replacing the conventional diode rectifier with a switched- 
mode rectifier provides an additional degree of design and 
control freedom, and allows substantially higher levels of 
power and efficiency to be attained from a given machine. 
One such design is shown in Fig. 31.14. It employs a simple 
switched-mode rectifier along with a special load-matching 
control technique to achieve dramatic improvement in alter- 
nator output power, efficiency, and transient performance 
[37]. The switched-mode rectifier provides improved control 
without the cost and complexity of a full active converter 
bridge. By controlling the duty ratio of the switched-mode 
rectifier based on available signals such as alternator speed, the 
alternator output power characteristic (31.2) can be altered 
and improved, particularly for speeds above idle [37]. 
Improvements in average power capability of a factor of two 
and average efficiency improvements on the order of 20% are 
possible with this technology. Furthermore, the switched- 
mode rectifier can be employed to achieve greatly improved 
load-dump transient control. 


31.6.3 Alternative Machines and Power 
Electronics 


The demand for increased alternator power levels, efficiency, 
and performance also motivates the consideration of alter- 
native electrical machines, power electronics, and design 
approaches. While no alternative machine has yet displaced 
the Lundell alternator in production vehicles, primarily due to 
cost considerations, some potential candidates are reviewed in 
this section. These include machines that are mounted directly 
on the engine rather than driven from a belt. These direct 
drive machines become important as power levels rise. This 
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FIGURE 31.14 Lundell alternator with a switched-mode rectifier. 
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section also addresses the more general case of the combined 
starter/alternator. While the use of a single machine to do 
both starting and generation functions is clearly possible, a 
separate (transient-rated) dc machine is presently used for 
starting. This is because the large mismatch in starting and 
generating requirements has made the combined starter/ 
alternator approach unattractive. However, as alternator 
power ratings increase the mismatch is reduced, and a single 
starter/alternator system becomes more practical. A combined 
system has the potential to eliminate the need for a separate 
flywheel, starter, solenoid switch, and pinion engaging drive. It 
also has the potential to allow regenerative braking and “light 
hybrid” operation, and to provide idle-stop capability (i.e. the 
ability to turn off the engine when the vehicle is stopped and 
seamlessly restart when the vehicle needs to move) for reduced 
fuel consumption. A move to this more sophisticated 
approach relies upon advanced electrical machines and 
power electronics. 


31.6.3.1 Synchronous Machine with a Cylindrical 
Wound Rotor 


The claw-pole rotor can be replaced with a cylindrical rotor to 
achieve better coupling between the stator and rotor. The 
cylindrical rotor is made from steel laminations and the field 
winding is placed in the rotor slots. The cylindrical rotor is 
similar to the armature of a dc machine except that the 
connection of the field winding to the external circuit is 
made through slip rings instead of a commutator. The 
cylindrical rotor structure leads to quiet operation and 
increased output power and efficiency. Unlike the claw-pole 
alternator, the length of the machine can be increased to get 
higher output power at a higher efficiency. The efficiency is 
higher since the effect of the end windings on the machine 
performance is less in a machine with a long length. It is also 
possible to build the machine with a salient-pole rotor instead 
of a cylindrical rotor. However, a machine with a salient-pole 
rotor is likely to produce more noise than a machine with a 
cylindrical rotor. 

A machine with a cylindrical wound rotor has similar power 
electronics and control options as a claw-pole machine. If 
generation-only operation is required, a diode bridge and field 
current control is sufficient to regulate the output voltage. 
Better performance can be achieved by using a switched-mode 
rectifier in conjunction with field control [37]. If motoring 
operation is desired (e.g. for starting), or even better perfor- 
mance is desired, a full-bridge (active-switch) converter can be 
used, as shown in Fig. 31.15. Since this is a synchronous 
machine some form of rotor position sensing or estimation is 
typically necessary. The full bridge converter allows maximum 
performance and flexibility but carries a significant cost 
penalty. 
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FIGURE 31.15 Model of an alternator with full bridge converter. 


31.6.3.2 Induction Machine 


The stator of a three-phase induction machine is similar to 
that of a three-phase synchronous machine. The rotor is either 
a squirrel-cage or wound rotor. The machine with the squirrel- 
cage rotor is simpler in construction and more robust than the 
machine with a wound rotor in which the three-phase rotor 
winding is brought outside the rotor through slip rings. The 
rotor is cylindrical and is constructed from steel laminations. 
It is also possible to use a solid rotor instead of a laminated 
rotor. However, a solid rotor leads to higher losses as 
compared with a laminated rotor. The losses in a solid rotor 
can be reduced by cutting slots in the rotor surface, filling the 
stator slot openings with magnetic wedges to reduce the field 
ripple, and placing a copper cage on the rotor. 

An induction machine requires a source that can provide 
the leading reactive power to magnetize the air gap. This 
means that a three-phase induction generator cannot supply 
power to a load through a three-phase diode bridge. Capacitor 
supply of the reactive energy is impractical because of the wide 
operating speed range. In the most general case (in which both 
motoring and generating operation can be achieved) a three- 
phase active bridge can be used. If only generating operation is 
desired, the power to the load can be supplied through a three- 
phase diode bridge and the reactive power can be obtained 
from a small three-phase active bridge provided for this 
purpose. This design requires a large number of devices and 
complex control. 


31.6.3.3 Reluctance Machines 


The switched reluctance machine is a doubly salient machine. 
Both the stator and rotor of the machine are made from steel 
laminations to reduce the iron losses. Only the stator carries 
windings; the rotor is constructed of steel laminations with a 
salient shape. The structure of a three-phase switched reluc- 
tance machine with six stator poles and four rotor poles is 
shown in Fig. 31.16(a). A winding placed on diametrically 
opposite stator poles forms a phase winding. When a phase of 
the machine is excited, a pair of rotor poles tends to align with 
the excited stator poles to provide a path of minimum 
reluctance. If the rotor is moving towards alignment with 
the excited pair of stator poles, then the machine develops a 
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(a) (b) 


FIGURE 31.16 Structures of (a) switched reluctance and (b) synchro- 
nous reluctance machines. AA’ represents phase A winding. 


positive torque and acts as a motor. If the rotor is moving 
away from the excited pair of stator poles, then the machine 
develops a negative torque and acts as a generator. The 
advantages of the switched reluctance machine include 
simple construction, fault-tolerant power electronic circuit, 
high reliability, unidirectional phase currents and low cost. 
The drawbacks of the machine include high levels of torque 
ripple, vibration and acoustic noise, and a relatively high 
power electronics cost. 

The synchronous reluctance machine is a singly salient 
machine. The stator of the machine is similar to that of a 
synchronous or induction machine. The rotor has a segmen- 
ted structure with each segment consisting of a stack of 
axially-laminated steel sheets sandwiched with a non-magnetic 
material. The structure of a four-pole synchronous reluctance 
machine is shown in Fig. 31.16(b). A synchronous reluctance 
machine has less torque ripple, lower losses and higher power 
density than a comparable switched reluctance machine. 
Inclusion of permanent magnets in the rotor structure 
allows both reluctance and magnet torque to be achieved. 
Such Interior Permanent Magnet (IPM) machines can achieve 
very high performance and power density. When permanent 
magnets are included, however, careful attention must be paid 
to the effects of shutdown of the power electronics as an 
uncontrolled back emf component will exist in this case [41]. 

The switched reluctance machine, like the induction 
machine, requires an external source to magnetize the air 
gap. Several circuits are available to excite the switched 
reluctance machine. A circuit that is suitable for the auto- 
motive application of this machine is shown in Fig. 31.17. A 


FIGURE 31.17 Circuit for a switched reluctance machine. 


807 


phase leg is needed for each stator phase of the machine. In 
this case, the switched reluctance machine obtains its excita- 
tion from the same bus that it generates into. Unlike the 
synchronous and induction machines in which the number of 
wires needed to connect the machines to the power converters 
is usually equal to the number of phases, the number of wires 
needed to connect the switched reluctance machine to a 
converter is equal to twice the number of phases. This is of 
no particular concern in a switched reluctance machine in 
which the power converter is integrated with the machine in 
the same housing. The synchronous reluctance machine also 
requires an external source to magnetize the air gap. The 
machine usually employs an active bridge similar to the one 
used with an induction machine for the desired power 
conversion. The machine can also employ the converters 
used with the switched reluctance machine. In this case, the 
currents through the stator windings are unidirectional. The 
relative complexity of the power electronics is a disadvantage 
of these machine types in the case where only generator 
operation is necessary. 


31.6.3.4 Permanent-Magnet and Hybrid Synchronous 
Machines 


The permanent-magnet synchronous machine designed with 
high-energy rare-earth magnets operates with high efficiency, 
high power density, low rotor inertia and low acoustic noise. 
The excitation from the permanent magnets is fixed and, 
therefore, the regulation of the output voltage of the machine 
is not as straightforward as in a synchronous machine with a 
wound rotor. For generator operation, machines of this type 
can use switched-mode rectifiers to regulate the output voltage 
[42, 43]. The boost rectifier of Fig. 31.14 is one possible 
implementation of this approach. Alternatively, a diode recti- 
fier followed by a dc/dc converter can be used to regulate the 
generator system output [44]. Another method proposed for 
this type of system involves the use of tapped windings and 
two three-phase SCR bridges [45]. The taps on the phase 
windings are connected to one bridge, while full phase wind- 
ings are connected to the other bridge. The bridge connected 
to the full phase windings is used to supply power to the dc 
bus at low engine speeds, while the converter connected to the 
taps is used at high speed. The use of a tapped winding and 
dual bridges helps the system cope with the wide speed range 
of the alternator and limit the losses associated with the 
pulsating output currents. In the case when both motoring 
and generating modes are desired, a full-bridge converter can 
be used. Again, as this is a synchronous machine, some form 
of position sensing or estimation is necessary. Also, in all of 
these systems the effects of failure of the power electronics 
must be carefully considered as there is no possibility of 
regulating the back voltages by field control. 

Attempts to develop a simpler voltage regulation scheme for 
permanent-magnet synchronous machines have led to a per- 
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manent-magnet/wound-rotor hybrid synchronous machine in 
which the rotor consists of two parts: a part with permanent 
magnets and a part with a field winding [46]. The two parts 
are placed next to each other on a common shaft. The rotor 
with the field winding can employ claw-pole, salient-pole, or 
cylindrical structure. The field current generates a flux that is 
used to either aid or oppose the permanent magnet flux and 
regulate the output voltage of the machine. One possible 
failure mode of this approach that can lead to catastrophic 
failure is if the field winding breaks while the machine is 
operating at high speed. In this case, the generated output 
voltage will become large and uncontrolled. Some means of 
mechanically disconnecting the alternator at the input or 
electrically disconnecting it at the output may be necessary 
to limit the impact of this failure mode. 


31.6.3.5 Axial-Airgap Machines 


The principle of operation of an axial-air gap, or axial-flux, 
machine is the same as that of a radial-airgap machine. An 
axial-airgap machine is characterized by a short axial length 
and large diameter. The structure of an axial-airgap perma- 
nent-magnet machine with surface magnets is shown in Fig. 
31.18 [47]. The stator of the machine can be slotless or slotted. 
Two different magnetic circuit configurations are possible. In 
the NN configuration, the magnetic polarities in one pole 
pitch on both sides of stator are the same so that there are two 
main fluxes with symmetrical distribution through the stator. 
In this case, the conductors can be wound into two back-to- 
back stator slots to make one coil. The machine has a large 
stator yoke dimension because the flux passes through the 
yoke, but less copper loss because of short end windings. In 
the NS configuration, the magnetic polarities in one pole pitch 
on the opposite sides of stator are the opposite of each other 
so that there is only one main axial flux through the stator. In 
this case, the stator yoke dimension is small, but the end 
windings are long because the direction of current in the back- 
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FIGURE 31.18 Structure of an axial-airgap permanent-magnet 
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to-back stator slots is the same. The iron losses are small due 
to small yoke dimension and the copper losses are high 
because of long end windings. Heat removal is more challen- 
ging due to small stator dimensions. The structure shown in 
Fig. 31.18 is that of an axial-airgap permanent-magnet 
machine with surface magnets. In an axial-airgap machine 
with interior permanent magnets, the magnets are embedded 
in the steel of the rotor. 

The axial-air gap versions of other types of machines, such 
as the induction and switched reluctance machines, are also 
possible. The structure of an axial-air gap induction machine 
is similar to that of an axial-airgap permanent-magnet 
machine except that windings are used instead of permanent 
magnets, 


31.7 Dual/High-Voltage Automotive 
Electrical Systems 


The electrical system of a 1920s internal-combustion-engine 
(ICE) automobile had only a few loads: a starter, an ignition 
device, a horn, and some lamps [48]. The mean power 
consumption of these loads was less than 100 W. An engine 
driven dc generator charged a 6V lead-acid battery that 
provided electrical power. The power was distributed via 
point-to-point wiring, with most loads controlled directly by 
manually operated primary switches located within reach of 
the driver. Only the starter was switched indirectly by an 
electromechanical relay. After the Second World War, the 
automotive electrical system started to grow rapidly in 
complexity and power consumption as additional features, 
including radios, multispeed windshield wipers and power 
windows, were added. The introduction of higher compres- 
sion engines stretched the 6 V system beyond its technological 
limits. The 8.5 to 1 compression ratio engines required 100- 
200% greater ignition voltages than the 6.4 to 1 engines. As a 
result, the primary side current of the ignition coil was 
doubled or tripled and the life of the distributor contacts 
was reduced to an unacceptable level. To overcome this 
problem the battery voltage was increased to 12V in the 
mid-1950s [49, 50]. 

Over the past four decades the electrical power require- 
ments of automobiles have increased even more rapidly. From 
a mere 400 W in 1955, the power rating of a luxury vehicle’s 
generator has increased to over 1,800 W [51, 52]. However, the 
electrical system of a modern automobile is architecturally 
identical to the 12 V point-to-point system of the 1950s. The 
only changes that have taken place have been at the compo- 
nent level, such as the replacement of the dc generator by a 
three-phase alternator-rectifier, the replacement of wound- 
field dc motors by permanent-magnet ones, and an increased 
use of relays. The rapid growth in the electrical system is 
expected to continue due to environmental regulations, 
consumer demand for increased functionality, safety, security, 
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and comfort, and replacement of some mechanical actuators 
by electrical counterparts. The average electrical power 
requirement of a modern luxury vehicle is about 800 W. 
With the addition of such loads as electric power steering, 
engine-cooling fan, water pump and _ electro-mechanical 
engine valves, the average power requirement could increase 
to 2.5kW by 2005 [53]. The traditional solution of increasing 
the size of the alternator and the battery is not practical due to 
space limitations and fuel efficiency requirements. Further- 
more, the peak power requirements of some of the anticipated 
loads — heated windshield (2.5kW), heated catalyst (3 kW), 
electro-mechanical engine valves (2.4kW at 3,000rpm) and 
active suspension (12kW)—cannot be met economically 
using the present architecture. These factors have motivated 
the development of new dual/high-voltage electrical architec- 
tures that incorporate a higher-voltage bus in addition to the 
standard 14 V bus [39, 54-56]. A dual/high-voltage approach 
allows an efficient supply of power to many loads which 
benefit from operating at a higher voltage, while retaining 
the 14V bus for loads (such as lamps and electronics) which 
do not benefit from a higher voltage. High-voltage architec- 
tures that do not retain the 14 V bus are also possible, but will 
require a substantial investment in the design and production 
of new high voltage components. This section describes some 
of the characteristics and preliminary specifications of the 
new dual/high voltage electrical system architectures. It 
also discusses the some widely considered implementation 
approaches. 


31.7.1 Trends Driving System Evolution 


The conventional 12 V automotive electrical power system has 
many defects, including a widely varying steady-state system 
voltage and large transients, which force the electrical func- 
tions to be over-designed. However, these limitations alone 
have not been a strong enough driver for automotive com- 
panies to seriously evaluate advanced alternatives. Now a 
number of new factors are changing this situation. The most 
important of these are future load requirements that cannot be 
met by the present 12 V architecture. 


31.7.1.1 Future Load Requirements 


Table 31.6 gives a list of electrical loads expected to be 
introduced into automobiles in the next 10 years [53]. Some 
of these loads (electro-hydraulic power steering, electric engine 
fan, electric water pump and electro-mechanical valves) will 
replace existing mechanically or hydraulically driven loads. 
The remaining are new loads introduced to either meet 
government mandates or satisfy customer needs. 

The average electrical power requirement of a present day 
automobile is in the 500 to 900W range, depending on 
whether it is an entry level or a luxury vehicle. When the 
loads of Table 31.6 are introduced the average electrical power 
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TABLE 31.6 Electrical loads expected to be introduced into automobiles 
in the next decade [53] 


Load Peak Power (W) Average Power (W) 
Exhaust air pump 300 10 
Electro-hydraulic power steering 1,000 150 
Electric engine fan 800 150 
Heated catalytic converter 3,000 90 
Electric water pump 300 150 
Heated windshield 2,500 120 
Electro-mechanical engine valves 2,400 800 
(6 cylinders at 6000 rpm) 
Active suspension 12,000 360 
Total 1,830 


requirement will increase by 1.8kW. Furthermore, if the air- 
conditioning (A/C) pump were ever to become electrically 
driven, the peak and average power demands would increase 
by an additional 3.5 kW and 1.5 kW, respectively. Distributing 
such high power at a relatively low voltage will result in 
unacceptably bulky wiring harnesses and large distribution 
losses. Since the alternator has to generate both the power 
consumed by the loads and the power dissipated in the 
distribution network, its output rating (and hence size and 
power consumption) will be greater than in an architecture 
with lower distribution losses. With the large premium 
attached to the size of the alternator (due to space constraints 
in the engine compartment), an architectural change in the 
distribution and generation systems is essential before many of 
the future loads can be introduced. 

There is also an increasing disparity in the voltage require- 
ments of future electrical loads. High pulse-power loads, such 
as the heated windshield and electrically heated catalytic 
converter, become feasible only at voltages greater than the 
current 14 V [57]. On the other hand, incandescent lamps and 
electronic control units (ECUs) will continue to require low 
voltages. For example, present day ECUs have linear regulators 
which convert the 14 V distribution voltage to the 5 V needed 
by the integrated circuits. The efficiency of these regulators 
is equal to the ratio of output to input voltage, i.e. 35%. 
Furthermore, the next generation of higher-speed lower power 
consumption integrated circuits operate at 3.3 V, making the 
regulators more inefficient. This inefficiency also means that 
larger heat sinks are required to remove the heat from the 
ECUs. 


31.7.1.2 Higher Fuel Efficiency 


A secondary motivating factor for the introduction of a higher 
system voltage is the challenge of achieving higher fuel 
economy. The average fuel economy of present day automo- 
biles in the United States is in the vicinity of 30 miles per 
gallon (mpg). There is little market incentive for automobile 
manufacturers to increase the fuel economy of vehicles for the 
US market where the price of fuel is relatively low. The price of 
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gasoline in the US ($1.70 per gallon) is less than the price of 
bottled water ($4.00 per gallon when bought by the quart). 
Although market forces have not been a driver for the 
development of fuel-efficient vehicles, a number of new 
incentives have emerged over the past few years. One of 
these is the fine imposed on the automakers by the US 
government if the average fuel economy of their fleet falls 
below the mandated standard. The mandated standard for cars 
has increased from 24mpg in 1982 to its 1997 level of 
27.5mpg, and will continue to increase. In Europe, the 
German Automotive Industry Association (VDA) plans to 
increase the average fleet fuel efficiency to 39.9 mpg by 2005, 
compared to 31.4mpg in 1990 [58]. 

Another driver behind the development of fuel-efficient 
vehicles is the Partnership for a New Generation of Vehicles 
(PNGV). This ten-year research program, launched in 
September 1993, is a collaboration between the US federal 
government and the big three US automakers (General 
Motors, Ford and DaimlerChrysler) that aims to strengthen 
national competitiveness in the automotive industry and 
reduce dependence on foreign oil. The PNGV has set a goal 
to develop an 80mpg midsize vehicle by 2004 [59]. The 
German Automotive Industry Association is pursuing similar 
targets. This is complemented by the introduction of highly 
fuel-efficient vehicles (in excess of 50mpg) by Toyota and 
Honda in both the Japanese and American markets. 

With the present alternator, 800W of electrical power 
consumes 1.33L of gasoline for every 100km driven when 
the vehicle has an average speed of 33.7 km/h. This represents 
a 45% increase in fuel consumption for a 3 L/100 km vehicle. 
Hence, if future high fuel economy vehicles are going to have 
comfort, convenience, and safety features comparable to 
present day vehicles, the efficiency of the electrical generation 
and distribution system will have to be substantially improved. 
Furthermore, as discussed in Section 31.8, one widely consid- 
ered means of achieving high fuel economy is the use of a 
hybrid vehicle architecture. In practice, this approach necessi- 
tates the introduction of a higher voltage in the vehicle. 


31.7.2 Voltage Specifications 


A major issue when implementing a high- or dual-voltage 
system is the nominal voltage of the high-voltage bus, and the 
operating limits of both busses. While there are many possi- 
bilities, there is a growing consensus in the automotive 
industry for a nominal voltage of 42 V for the high-voltage 
bus (corresponding to a 36 V lead-acid storage battery) [39, 
56, 60]. This voltage is gaining acceptance because it is as high 
as possible while remaining within cceptable safety limits for 
open wiring systems (once headroom is added for transients) 
and it provides substantial benefits in the power semiconduc- 
tors and wiring harness [61]. Furthermore, this voltage is 
sufficient to implement starter/alternator systems and “light” 
hybrid vehicle designs [62, 63]. While no vehicles equipped at 
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42 V are in production at present, availability of 42 V compo- 
nents is rapidly increasing and 42 V-equipped vehicles may be 
expected early in this decade. 

The permissible static and transient voltage ranges in an 
electrical system are important design considerations for 
power electronic equipment. At present, no universally 
accepted specification exists for high or dual voltage auto- 
motive electrical systems. However, the preliminary specifica- 
tions proposed by the European automotive working group, 
Forum Bordnetz, are under wide consideration by the auto- 
motive industry [56]. These specifications, summarized in 
Table 31.7, impose tight static and transient limits on both 
the 42 and 14 V buses. The upper voltage limit on the 14 V bus 
is far lower than in the conventional 12 V system. The allowed 
upper limit on the 42 V bus is also proportionally tight. These 
strict limits facilitate the use of power semiconductor devices 
such as power MOSFETs and lower the cost of the protection 
circuitry needed in individual functions. However, they also 
require much more sophisticated means for limiting transients 
(such as load dump) than is found in conventional systems, 
which imposes a significant cost. Appropriate voltage range 
specifications for dual/high-voltage electrical systems are thus 
a subject of ongoing investigation by vehicle manufacturers, 
and will likely continue to evolve for some time. 


TABLE 31.7 Volatage limits for 14 V and 42 V buses proposed in [56]. 


Voltage Description Value 

V42,0V-dyn Maximum dynamic overvoltage on 42 V bus during 55V 
fault conditions 

Vp ov-stat Maximum static overvoltage on 42 V bus 52V 

V42 E-max Maximum operating voltage of 42 V bus while 43V 
engine is running 

V42, E-nom Nominal operating voltage of 42 V bus while engine 41.4V 
is running 

V42 E-min Minimum operating voltage of 42 V bus while 33V 
engine is running 

V42,0P-min Minimum operating voltage on the 42 V bus. Also, 33V 
lower limit operating voltage for all noncritical 
loads (i.e. loads not required for starting and 
safety) 

Van rs Failsafe minimum voltage: lower limit on operating 25V 
voltage for all loads critical to starting and safety 
on the 42 V bus 

Via.ov-dyn Maximum dynamic overvoltage on 14 V bus during 20V 
fault conditions 

Via ov-stat Maximum static overvoltage on 14 V bus 16V 

V4, E-max Maximum operating voltage of 14V bus while 14.3 V 
engine is running 

V4, E-nom Nominal operating voltage of 14 V bus while engine 13.8 V 
is running 

V14 E-min Minimum operating voltage of 14V bus while 12V 
engine is running 

Via.op-min Minimum operating voltage of 14 V bus. Also lower 11V 
limit operating voltage for all noncritical loads 

Viars Failsafe minimum voltage: lower limit on operating 9V 


voltage for all critical loads on the 14 V bus 
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31.7.3 Dual-Voltage Architectures 


Conventional automotive electrical systems have a single 
alternator and battery. Dual-voltage electrical systems have 
two voltage busses and typically two batteries. Single-battery 
configurations are possible, but tend to be less cost effective 
[61]. A variety of different methods for generating and 
supplying energy to the two busses are under investigation 
in the automotive community. Many of these have power 
electronic circuits at their core. This section describes three 
dual-voltage electrical system architectures that have received 
broad attention. In all three cases the loads are assumed to be 
partitioned between the two buses with the starter and many 
of the other high-power loads on the 42 V bus and most of the 
lamps and electronics on the 14 V bus. 

The dc/dc converter-based implementation of Fig. 31.19 is 
perhaps the most widely considered dual-voltage architecture. 
In this implementation, an alternator and associated battery 
provide energy to one bus (typically the 42 V bus), while the 
other bus is supplied via a dc/dc converter. 

If a battery is used at the dc/dc converter output, the 
converter needs to be rated for slightly above average power. 
Otherwise, the converter needs to be rated a factor of two to 
three higher to meet peak power requirements [61]. The 
architecture of Fig. 31.19 has a number of advantages. The 
dc/dc converter provides high-bandwidth control of energy 
flow between the two busses, thus enabling better transient 
control on the 14V bus than is available in present-day 
systems or in most other dual-voltage architectures. Further- 
more, in systems with batteries on both buses, the dc/dc 
converter can be used to implement an energy management 
system so that generated energy is always put to best use. If the 
converter is bidirectional it can even be used to recharge the 
high-voltage (starter) battery from the low-voltage battery, 
thus providing a self-jump-start capability. The major chal- 
lenge presented by this architecture is the implementation of 
dc/dc converters having the proper functionality within the 
tight cost constraints dictated by the automotive industry. 
Some aspects of design and optimization of converters for this 
application are addressed in [64]. 

The dual-stator alternator architecture of Fig. 31.20 is also 
often considered for dual-voltage automotive electrical 
systems [65, 66]. In this case, an alternator with two armature 
windings is used along with two rectifiers to provide energy to 
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FIGURE 31.19 Dual-voltage architecture based on a dc/dc converter. 
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FIGURE 31.20 
alternator. 


Dual-voltage architecture based on a dual-wound 


the buses and their respective batteries. Control of the bus 
voltages is achieved via a combination of controlled rectifica- 
tion and field control. Typically, field control is used to 
regulate one output, while the other output is regulated 
using a controlled rectifier. Figure 31.21 shows one possible 
implementation of this architecture. It should be noted that to 
achieve sufficient output power and power steering from the 
dual-wound alternator, the winding ratio between the two 
outputs must be carefully selected. For 42/14 V systems, a 
winding ratio of 2.5:1 is typical [66]. Advantages of this 
electrical architecture include low cost. However, it does not 


Field Current 
Regulator 


FIGURE 31.21 Model for a dual-wound alternator system. The two 
output voltages are regulated through field control and phase control. For 
a 42/14V system, a winding ratio between the two stator windings of 
2.5:1 is typical. 
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FIGURE 31.22 Dual-voltage architecture based on a dual-rectified 
alternator. 


provide the bidirectional energy control that is possible in the 
dc/dc converter architecture. Furthermore, there are substan- 
tial issues of cross-regulation and transient control with this 
architecture that remain to be fully explored. 

In a third architecture, a single-output alternator with a 
dual-output rectifier is employed. This approach is shown 
schematically in Fig. 31.22. As with the dual-stator alternator 
configuration, this architecture has the potential for low cost. 
One widely considered implementation of the dual-rectified 
alternator is shown in Fig. 31.23 [65, 67-69]. Despite its 
simplicity, this implementation approach provides less func- 
tionality than the dc/dc converter-based architecture, gener- 
ates substantial low-frequency ripple which must be filtered, 
and has serious output power and control limitations [66]. An 
alternative implementation, proposed in [37] and shown in 
Fig. 31.24, seems to overcome these limitations, and may 
potentially provide the same capabilities as the dc/dc conver- 
ter-based architecture at lower cost. Clearly, this architecture 
has promise for dual-voltage electrical systems, but remains to 
be fully explored. 


Field Current 
Regulator 


FIGURE 31.23 
rectifier. 


A dual-rectified alternator with a phase-controlled 
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Field Current 
Regulator 


FIGURE 31.24 A _ dual-rectified alternator with a switched-mode 


rectifier. 


31.8 Electric and Hybrid Electric Vehicles 


Battery-powered electric vehicles were first introduced over 
one hundred years ago, and continue to incite great public 
interest because they do not generate tailpipe emissions. 
Nevertheless, the low energy storage density and the high 
cost of suitable batteries makes pure electric vehicles noncom- 
petitive with internal combustion engine vehicles in most 
applications. An alternative approach that is generating wide- 
spread attention is the hybrid electric vehicle (HEV). An HEV 
combines electrical propulsion with another energy source, 
such as an internal combustion engine, allowing the tradi- 
tional range and performance limitations of pure electric 
vehicles to be overcome [70]. Alternative energy sources, 
such as fuel cells, are also possible in place of an internal 
combustion engine. 

Hybrid electric vehicles can be classified as having either a 
parallel or series driveline configuration [71]. In a series hybrid 
electric vehicle all of the propulsion force is produced from 
electricity; the engine is only used to drive a generator to 
produce electricity. In a parallel hybrid, propulsive force can 
come from either the engine or the electrical drive. In both 
cases, batteries or other electrical storage devices are used to 
buffer the instantaneous difference between the power needed 
for propulsion and that generated by the engine. The selection 
of a series or parallel driveline depends heavily on the 
performance requirements and mission of the vehicle. 

In a series hybrid electric vehicle, all power delivered to the 
wheels of the vehicle must be delivered through the electrical 
driveline. The electrical driveline components, including the 
batteries, power electronics, and machine(s), must all be rated 
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for the peak traction power requirements, making these 
components relatively large and expensive if performance 
(e.g. acceleration) comparable to a conventional vehicle is to 
be achieved. To achieve the required power levels, the electrical 
driveline must operate at hundreds of volts, necessitating the 
electrical subsystem to be sealed from access by the user. The 
engine, on the other hand, need only be rated to deliver the 
average power required by the vehicle, which is much lower. In 
a system that does not require utility recharge of the batteries 
(i.e. can drive indefinitely on fuel alone), the engine size is set 
by the power requirements of the vehicle at maximum cruising 
speed. If utility recharge of the batteries and a battery-limited 
driving range is acceptable, engine power requirements can be 
reduced even further. Because the engine does not provide 
tractive power, it can be designed to run at a single optimized 
condition, thus maximizing engine efficiency and minimizing 
emissions. Furthermore, the need for a transmission is elimi- 
nated and there is a great deal of flexibility in the engine 
placement. 

In a parallel hybrid electric vehicle, traction power is split 
between the engine and the electrical driveline. One possible 
approach is to utilize a single machine mounted on the engine 
crankshaft to provide starting capability along with electrical 
traction power and regeneration [72-75]. This approach can 
be replaced or complemented with other approaches, such as 
use of a power-splitting device such as a planetary gear set [70, 
76], or using different propulsion and generation techniques 
on different sets of wheels [71, 77, 78]. In all parallel hybrid 
approaches, some form of transmission is needed to limit the 
required speed range of the engine. A wide range of divisions 
between engine size and electrical system size is possible in the 
parallel hybrid case, depending on structure. Depending on 
this split, the necessary electrical driveline system voltage may 
be as low as 42 V (which is safe for an open wiring system) or 
as high as 300V. Also because the electrical subsystem, the 
internal combustion engine subsystem, or both may provide 
tractive power under different conditions, there exists a wide 
range of possible operating approaches for a parallel hybrid 
system. Consequently, the control strategy for a parallel hybrid 
tends to be substantially more complex than for a series 
hybrid. 

One parallel hybrid approach that is receiving a lot of 
attention for near-term vehicles is a “light” or “mild” 
hybrid. In this case, a somewhat conventional vehicle driveline 
is complemented with a relatively small starter/alternator 
machine mounted on the crankshaft [62, 63, 72-75, 79]. 
The electrical drive power is typically below 10kW average 
and 20 kW peak. The starter/alternator can be used to provide 
rapid, clean restart of the vehicle so that the engine can be 
turned off at idling conditions and seamlessly restarted. This 
so-called “stop and go” operation of the engine is valuable for 
fuel economy and emissions. The starter/alternator can also be 
used to implement regenerative braking, to provide engine 
torque smoothing (replacing the flywheel and allowing differ- 
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ent engine configurations to be used) and to provide boost 
power for short-term acceleration. At the low-power end, such 
systems can be integrated directly into the open wiring 
configuration of a 42V electrical system, simplifying the 
vehicle electrical architecture. System level control remains a 
major challenge in realizing the full benefits of such systems. 
Starter/alternator-based hybrids are expected to be a signifi- 
cant near-term application of power electronics and machines 
in automobiles. 


31.9 Summary 


Power electronics is playing an increasingly important role in 
the automobile. It is being used to enhance the output power 
capability and efficiency of the electrical power generation 
components. Power electronics is also an enabling technology 
for a wide range of new and improved functions that enhance 
vehicle performance, safety, and functionality. 

The design of automotive power electronic systems is 
strongly influenced by the challenging electrical and environ- 
mental conditions found in the automobile. Important factors 
include the static and transient voltage ranges, electromagnetic 
interference and compatibility requirements, and temperature 
and other environmental conditions. Some of the most 
important design considerations for automotive power elec- 
tronics were addressed in Section 31.3. 

Section 31.4 described some of the vehicle functions that 
benefit from, or are enabled by, power electronics. These 
functions range from lighting to actuation and steering. 
Power electronic switches also play a central role in multi- 
plexed electrical distribution systems. This role of power 
electronics was addressed in Section 31.5. 

The rapid increase in electrical power demand in automo- 
biles is motivating the introduction of new technologies for 
electrical power generation and control. Lundell alternators 
are presently used for power generation in automobiles, but 
are rapidly reaching their power limits. Section 31.6 reviewed 
the operating characteristics of the Lundell alternator. It also 
described several techniques for extending the power capabil- 
ities of this machine. To meet the growing demand for 
electrical power, alternative machine and power electronic 
configurations may be necessary in the future. A number of 
candidate machine and power circuit configurations were 
reviewed in Section 31.6. Such configurations can also be 
applied towards the design of integrated starter/alternators 
and hybrid propulsion systems, as was discussed in Section 
31.8. 

The increasing electrical and electronic content of automo- 
biles is beginning to stretch the capabilities of the conventional 
12V electrical system. Furthermore, there is a desire on the 
part of vehicle manufacturers to introduce new high-power 
loads, such as electromechanical engine valves, active suspen- 
sion, and integrated starter/alternator. These are not likely to 
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be practical within the present 12 V framework. These chal- 
lenges are forcing the automotive industry to seriously 
consider high and dual voltage electrical systems. The ongoing 
developments in this area were reviewed in Section 31.7 


The increasing electrical content of vehicles both under- 


scores the need for power electronics and reflects the benefits 
of their introduction. It is safe to say that power electronics 
will continue to play an important role in the evolution of 
automobiles far into the future. 
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32.1 Introduction 


Power electronics and power quality are irrevocably linked 
together as we strive to advance both broad areas. With the 
dramatic increases over the last 20 years in energy conversion 
systems utilizing power electronic devices, we have seen the 
emergence of “power quality” as a major field of power 
engineering. Simply put, power electronic technology has 
played a major role in creating “power quality,’ and simple 
control algorithm modifications to this same technology can 
often play an equally dominant role in enhancing overall 
quality of electrical energy available to end-users. 

Power electronics has given us, as an industrial society, a 
plethora of new ways to manufacture products, provide 
services, and utilize energy. From a power quality impact 
viewpoint, applications such as 


1. switched-mode power supplies, 

dc arc furnaces, 

electronic fluorescent lamp ballasts, 
adjustable speed drives, and 

flexible ac transmission components 
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are often cause for concern. From a utility supply system 
viewpoint, these converter-based systems can lead to opera- 
tional and life expectancy problems for other equipment, 
possibly not owned or operated by the same party. It was 
from this initial perspective that the field of power quality 
emerged. 
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In most cases, the same devices and systems that create 
power quality problems can also be used to solve power 
quality problems. “Problem solving” applications such as 


1. active harmonic filters, 
2. static and adaptive var compensators, and 
3. uninterruptable power supplies 


all utilize the same switching device technology as the 
“problem causing” applications. 

As the number of potentially problematic power electronic 
based loads has increased over time, so has attention given to 
enhanced converter control to maximize power quality. Perfect 
examples of these improvements include: 


1. unity power factor converters, 
2. dip-proof inverters, and 
3. limited-distortion electronic lamp ballasts. 


While these direct product enhancements are not manda- 
tory in North America, today’s global economy necessitates 
consideration of power quality standards and limits in order 
to conduct business in the European Union. 

While many studies suggest increases in power electronic- 
based energy utilization as high as 70-80% (of all energy 
consumed), it is equally clear that we are beginning to realize 
the total benefit of such end-use technologies. Power quality 
problems associated with grounding, sags, harmonics, and 
transients will continue to increase because of the sheer 
number of sensitive electronic loads expected to be placed in 
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service. At the same time, we are only now beginning to realize 
the total benefits that such loads can offer. 


32.2 Power Quality 


The term “power quality” means different things to different 
people. To utility suppliers, power quality initially referred to 
the quality of the service delivered as “measured” by the 
consumer’s ability to use the energy delivered in the desired 
manner. This conceptual definition included such conven- 
tional utility planning topics as voltage and frequency regula- 
tion and reliability. The end-user’s definition of power quality 
also centers around their ability to use the delivered energy in 
the desired manner, but the topics considered can be much 
more specific and include magnitude and duration of different 
events as well as waveshape concerns. Fortunately, a good 
working definition of power quality has not been a point of 
contention, and most parties involved consider “quality 
power” to be that which allows the user to meet their end- 
use goals. The working definition is not complicated by 
particular issues; engineers are well aware that topics from 
many aspects of power engineering may be important. 

Power quality can be roughly broken into categories as 
follows: 


steady-state voltage magnitude and frequency, 
voltage sags, 

grounding, 

harmonics, 

voltage fluctuations and flicker, 

transients, and 

monitoring and measurement. 
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The remainder of this section discusses each of the major 
categories in turn. 


32.2.1 Steady-State Voltage Frequency And 
Magnitude 


In most areas of North America, steady-state frequency 
regulation is not a significant issue due to the sufficient 
levels of generating capacity and the strong interconnections 
among generating companies and control areas. In other parts 
of the world, and North America under extreme conditions, 
frequency can deviate } to ¿Hz during periods of insufficient 
generating capacity. Under transient conditions, frequency can 
deviate up to 1-2 Hz. 

Frequency deviations can affect power electronic equipment 
that use controlled switching devices unless the control signals 
are derived from a signal that is phase-locked with the applied 
voltage. In most cases, phase locks are used, or the converters 
consist of uncontrolled rectifiers. In either case, frequency 
deviations are not a major cause of problems. In most cases, 
frequency deviations have more impacts on conventional 
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TABLE 32.1 ANSI C84.1 voltage ranges. Range A is for normal 
conditions, Range B is for emergency or short-time conditions 


Service Voltage (%) Utilization Voltage (%) 


114-125 
110-127 


108-125 
104-127 


Range A 
Range B 


equipment that does not use electronics or in very inexpensive 
electronic devices. Clocks can run fast (or slow), motor speeds 
can drop (or rise) by a few revolutions per minute, etc. In 
most cases, these effects have minimal economic impact and 
are not considered a real power quality problem. 

Steady-state voltage regulation is a much more pronounced 
issue that can impact a wide range of end-use equipment. In 
most cases, utility supply companies do a very effective job of 
providing carefully regulated voltage within permissible 
ranges. In North America, ANSI Standard C84.1 suggests 
steady-state voltage ranges both at the utility service entrance 
and at the point of connection of end-use equipment. Further- 
more, equipment manufacturers typically offer equipment 
that is tolerant of steady-state voltage deviations in the range 
of +10% . Table 32.1 shows the voltage ranges suggested by 
ANSI C84.1, with specific mention of normal (Range A) and 
contingency (Range B) allowable voltages, expressed in 
percent. 

Virtually all equipment, especially sensitive electronic 
equipment, can be affected by voltages deviating outside the 
+10% range. In most cases, overvoltages above +10% lead to 
loss of life, usually over time; excessive overvoltages can 
immediately fail equipment. Undervoltages below —10% 
usually lead to excessive current demands, especially for 
equipment that has a controlled output like an adjustable 
speed drive controlling a motor to a constant speed/torque 
point. The impacts of these prolonged excessive currents can 
be greater voltage drop, temperature rise in conductors, etc. In 
the extreme, undervoltages of greater than 15-20% can cause 
equipment to immediately trip. In most cases, such extreme 
undervoltages are associated with system faults and the asso- 
ciated protection system. These extreme undervoltages are so 
important that they are classified in a power quality category 
of their own, called voltage sags. 


32.2.2 Voltage Sags 


Other than improper grounding, voltage sags are probably the 
most problematic of all power quality problems. At this time, a 
number of standards-making bodies, including IEEE, ANSI, 
and IEC, are working on standards related to sags. In most 
cases, sags are generally agreed to be more severe and outside 
of the scope of ANSI C84.1 and they are temporary in nature 
due to the operation of system protection elements. Because 
the electrical system is a continuous electrical circuit, faults in 
any location will have some impact on voltages throughout the 
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FIGURE 32.1 Overhead distribution system. 


network. Of course, areas closer to the faulted area will see a 
greater voltage sag due to the fault than other, more (elec- 
trically) remote areas. Sags can originate anywhere in a system, 
but are more pronounced in utility distribution systems 
because of the greater exposure of low-voltage systems to the 
causes of short circuits. 

Most utility companies implement distribution system 
protection in what is known as a “fuse saving” methodology. 
Figure 32.1 shows a typical overhead distribution system with 
two feeders being supplied from the same substation trans- 
former. Fach primary circuit has its own automatic circuit 
recloser (ACR) and shows one fused tap. 

With the protection system set up based on fuse-saving 
methodology, any fault downstream of a fault will be cleared 
first by the substation recloser followed by a reclosing opera- 
tion (re-energization of the circuit) ł to 2 seconds later. If the 
fault is still present, the closest fuse should blow to perma- 
nently isolate the fault. (Note that in some cases, multiple 
reclosing attempts are made prior to the clearing of the fuse.) 

For a fault on the load side of Fused Tap #2 in Figure 32.1, 
customers on Feeder 1 will see a voltage sag determined by the 
system and transformer impedance at the substation. Because 
this impedance is typically in the same order (or larger) as the 
feeder circuit impedance, a sag in substation bus voltage of 
50% is common. This sag will persist until Feeder 2 is cleared 
by the recloser opening. When the recloser reenergizes the 
circuit, a permanent fault will still be present and the substa- 
tion bus will again experience a voltage sag. Of course, any sag 
in substation bus voltage will be delivered directly to all 
customers on Feeder #1, even though there is no electrical 
problem on that feeder. Figure 32.2 shows a possible rms 
voltage profile that might be supplied to the customers on 
Feeder 1 for a permanent fault on the load side of Fused Tap 
#2. Only one recloser operation is shown prior to fuse clearing. 

Just based on the voltage information shown in Figure 32.2, 
it is impossible to tell if the end-use loads on Feeder #1 will 
experience a problem. Equipment tolerance curves are 
required to assess the vulnerability of equipment to voltage 
deviations, including sags, and all equipment is different. 
Figure 32.3 shows the lower portions of two equipment 
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FIGURE 32.2 RMS voltage supplied to Feeder #1 customers. 


tolerance curves, the (older) CBEMA and the (newer) ITIC 
curves for computer equipment. Most, but not all, power 
electronic based equipment has a similar shape. Voltage sags 
with a duration that correspond to a point that is “below and 
to the right” of the tolerance curve will result in loss of 
equipment function, while sags of duration that plot “above 
and to the left” of the tolerance curve will not affect equip- 
ment performance. Note that only the lower portion of the 
curve has been shown; an upper tolerance curve also exists 
that is often used in transient (overvoltage) studies. 

Voltage sags are probably the most common power quality 
problem that is “given” to the end-user by the supplying 
utility. However, improper equipment grounding is responsi- 
ble for the vast majority of power quality problems on the 
customer’s side of the meter. 
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FIGURE 32.3 CBEMA (curved line) and ITIC (square shape) tolerance 
curves. 


820 


32.2.3 Grounding 


Grounding of equipment was originally conceived as a person- 
nel safety issue. However, the presence of an electrical conduc- 
tor that is at zero potential has been widely used in many 
power electronic and microprocessor-controlled loads. In the 
United States, electrical systems in residential, commercial, 
and industrial facilities fall under the purview of the National 
Electric Code which establishes specific criteria for grounding 
of equipment. While it was once thought that proper ground- 
ing according to the NEC was detrimental to power quality 
concerns, these opinions have gradually faded over time. 

From a power quality perspective, improper grounding can 
be considered in three broad categories: 


1. ground loops, 
2. improper neutral-to-ground connections, and 
3. excessive neutral-to-ground voltage. 


The ground loop problem is a significant issue when power, 
communications, and control signals all originate in different 
locations, but come together at a common electrical point. 
Transients induced in one location can travel through the 
created ground loop, damaging equipment along the way. 
Improper neutral-to-ground connections will create a 
“noisy” ground reference that may interfere with low-voltage 
communications and control devices. Excessive neutral-to- 
ground voltage may damage equipment that is not properly 
insulated or that has an inexpensive power supply. 

Figure 32.4 shows a common wye-connected service 
(assumed at the terminals of a transformer) that supplies 
power to equipment that also is remotely monitored and 
controlled from another location with a separate ground 
reference. 

For any shift in ground potential for the power circuit, often 
caused by lightning as shown in Figure 32.4, potentially large 
currents can flow through the grounding circuits and through 
the sensitive electronic equipment. Such currents can easily 
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FIGURE 32.4 Powering and control ground loop. 
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FIGURE 32.5 Improper neutral-to-ground connections. 


lead to equipment damage. Situations like these are common 
in 


1. residential areas, if power and CATV or telephone 
grounds are not the same, and 

2. commercial and industrial complexes consisting of 
multiple buildings with linking communications, 
computer, or control circuits, when each building has 
its own power service (and therefore ground). 


Figure 32.5 shows an example of an improper neutral-to- 
ground connection, and how this connection can create power 
quality problems. 

Load current returning in the neutral conductor will, at the 
point of improper connection to ground, divide between 
neutral and ground. This current flow in the ground conduc- 
tor will produce a voltage at the load equipment, which can 
easily disrupt equipment operation. 

Figure 32.6 shows an example of the possibility for excessive 
neutral-to-ground voltage and how this can lead to power 
quality problems. 


Load Equipment 


FIGURE 32.6 Excessive neutral-to-ground voltage. 
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For load equipment that produces significant voltage drop 
in the neutral, such as laser printers and copying machines 
when the thermal heating elements are on, the voltage from 
the neutral to the ground reference inside the equipment can 
exceed several volts. In many cases, this voltage is sufficient to 
damage printed circuit boards, disrupt control logic, and fail 
components. 


32.2.4 Harmonics 


In most cases, power electronic equipment is considered to be 
the “cause” of harmonics. While switching converters of all 
types produce harmonics because of the nonlinear relationship 
between the voltage and current across the switching device, 
harmonics are also produced by a large variety of “conven- 
tional” equipment including: 


power generation equipment (slot harmonics), 
induction motors (saturated magnetics), 
transformers (overexcitation leading to saturation), 
magnetic-ballast fluorescent lamps (arcing), and 

5. ac electric arc furnaces (arcing). 


PO 


All these devices will cause harmonic currents to flow, and 
some devices actually directly produce voltage harmonics. 

Any ac current flow through any circuit at any frequency 
will produce a voltage drop at that same frequency. Harmonic 
currents, which are produced by power electronic loads, will 
produce voltage drops in the power supply impedance at those 
same harmonic frequencies. Because of this interrelationship 
between current flow and voltage drop, harmonic currents 
created at any location will distort the voltage in the entire 
supply circuit. 

In most cases, equipment is not overly sensitive to the direct 
impacts of harmonic current flow. Note, however, that equip- 
ment heating is a function of the rms value of the current, 
which can significantly exceed the fundamental frequency 
value when large harmonic components are present. It is 
because harmonic currents produce harmonic voltages that 
there is a real power quality concern. 

Most equipment can operate satisfactorily as long as the 
voltage distortion at the equipment terminals does not exceed 
around 5%. Exceptions to this general rule include ripple- 
control systems for converters (which are impacted by small 
even-order harmonics) and small harmonics at sufficiently 
high frequency to produce multiple zero crossing in a wave- 
form. (Note that voltage notching due to simultaneous 
commutation of switching devices can also create multiple 
zero crossings.) Such a multiple crossing scenario is shown in 
Figure 32.7 and represents a 60 Hz waveform plus a 1% voltage 
harmonic at 3,000 Hz. 

Converters that have a time-limited firing signal can directly 
suffer from excessive voltage distortion. For a six-pulse conver- 
ter, a maximum time of 1/(6 x 60) seconds is available to turn 
on a switching device. Similarly, for a twelve-pulse converter, a 
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FIGURE 32.7 Multiple zero crossings. 


maximum of 1/(12 x 60) is available to turn on a switching 
device. Considering that all switching devices have a short (but 
nonzero) turn-on time, manufacturers tend to design drive 
circuits that bring up the firing pulse for a limited amount of 
time. If, for example, a firing pulse is maintained for 100 ps, 
the device must begin conduction in that time. In situations 
where voltage distortion is excessive, the device to be switched 
could be reverse biased during the first several milliseconds of 
the time available for device firing during which time conduc- 
tion cannot begin. If the firing signal is removed before the 
certain classes of switching devices are correctly biased, 
conduction will not begin at all. This situation, commonly 
called a “misfire,” can lead to equipment misoperation and 
failure. 

Because some switching devices can conduct in both direc- 
tions when the firing signal is applied (but only one direction 
is intended to carry appreciable current), applying the firing 
pulse at a time when the voltage is of the wrong polarity can 
destroy the device. Excessive voltage distortion can certainly 
lead to such a situation, and manufacturers typically design 
products to function only under limited-distortion conditions. 

Because of the numerous potential problems with harmonic 
currents, standards exist for their control. The IEC goes as far 
as to limit the harmonic currents produced by certain indivi- 
dual pieces of equipment, while the IEEE takes a more 
“system-level” point of view and prescribes limits for harmo- 
nic currents for a facility as a whole, including one or more 
harmonic producing loads. Harmonic standards will be 
further discussed in Section 32.4. 


32.2.5 Voltage Fluctuations and Flicker 


Voltage flicker is not directly caused by electronic loads except 
in the largest of applications. Voltage fluctuations, and the 
corresponding light flicker due to them, are usually created by 
large power fluctuations at frequencies less than about 30 Hz. 
In most applications, only 


1. large dc arc furnaces and welders, 
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2. reactive power compensators, and 
3. cycloconverters 


are potentially problematic. Each of these types of end-use 
devices can create large, low-frequency (about 30 Hz or less) 
variations in the system voltage, and can therefore lead to 
voltage flicker complaints. At this time, the IEFE prescribes a 
“flicker curve” based originally on research conducted by 
General Electric. The IEC, however, has adopted a different 
methodology that can consider voltage fluctuations and flicker 
that are more complex than those considered by the IEEE 
flicker curve. 

Most equipment is not sensitive to the voltage fluctuations 
that cause flicker complaints. The change in output of incan- 
descent lamps as viewed by human observers becomes objec- 
tionable at levels of change around 0.3%, but electronic 
equipment will not be affected at all. Because most utility 
supply companies limit voltage fluctuations, regardless of the 
frequency of repetition, to less than a few percent, equipment 
malfunction or damage due to flicker is very rare. Figures 32.8 
and 32.9 show plots of single-cycle rms voltage fluctuations 
due to large dc welders and arc furnaces, respectively; it is clear 
that the magnitude of the fluctuations are well above the level 
that could impact equipment. The waveform in Figure 32.8 
probably would generate numerous light flicker complaints, 
whereas the waveform in Figure 32.9 probably would not. 
Neither would disrupt equipment. 

Because of the advances in power electronics that have 
offered devices with higher power ratings, reactive compensa- 
tion systems have been developed to compensate for voltage 
fluctuations by adding or removing reactive power from the 
supply circuit. These devices have allowed large flicker-produ- 
cing loads like arc furnaces to be served from utility circuits 
that, without the compensator, could not serve the load. 
However, because the compensators can so directly impact 
system voltage, they can create flicker problems if they are not 
properly applied and controlled. 
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FIGURE 32.8 Single-cycle rms voltage fluctuations due to a large dc 
welder. 
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FIGURE 32.9 Single-cycle rms voltage fluctuations due to a large dc arc 
furnace. 


32.2.6 Transients 


Transients, especially in the voltage supply, can create numer- 
ous power quality problems. The major sources of transients 
are 


lightning, 

utility circuit switching and fault clearing, 
capacitor switching, and 

load switching. 


o 


Lightning events can create the most severe overvoltages, 
but these transients decay rapidly. A typical lightning transient 
has decayed to zero in a few hundred microseconds, but it can 
reach a peak magnitude of several hundred percent if not 
controlled with surge suppression devices. Other categories of 
transients associated with power system switching are much 
smaller in magnitude (typically less than 200%), but at least in 
the order of several hundred milliseconds. Considering the 
energy available in a transient, therefore, there is considerable 
overlap in the range of severity of lightning and switching 
transients. It is the available energy that typically determines 
whether or not equipment will be affected or damaged. Figure 
32.10 shows a capacitor switching transient on a low-voltage 
(480 V) circuit. The magnitude and duration of the event are 
quite clear. 

Transients such as those shown in Figure 32.10 are generally 
sufficient to cause nuisance trips of electronic loads like 
adjustable speed drives. For these types of loads, the protection 
system settings are usually very tight due to the use of sensitive 
switching devices. Overcurrent and overvoltage settings of 
120% are not uncommon. For a transient similar to that 
shown in Figure 32.10, there is sufficient overvoltage for very 
large currents to flow through any conducting switching 
device to the drive’s dc bus. The device’s protection system 
see these overcurrents as a fault, and trip the drive. Similarly, 
the overvoltage at the terminals can be passed through to the 
dc bus and accumulate, where the drive may trip due to 
overvoltage on the dc bus. 
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FIGURE 32.10 Capacitor switching transient. 


32.2.7 Monitoring and Measurement 


To consider or be able to diagnose power quality related 
problems, it is imperative to be able to measure various 
power quality parameters. Several different categories of 
monitoring and measurement equipment exist for these 
purposes, with costs ranging from a few hundred dollars to 
$10,000-$20,000 for fully equipped disturbance analyzers. 

The most basic category of power quality measurement tool 
is the hand-held voltmeter. It is important that the voltmeter 
be a true-rms meter, or erroneous readings will be obtained 
that incorrectly suggest low or high voltage when harmonics 
are present in the signal. It is especially important to have true 
rms capability when measuring currents; voltage distortion is 
not typically severe enough to create large errors in the 
readings of non-true-rms meters. Virtually all major measure- 
ment equipment vendors offer true-rms meters, with costs 
starting around $100. 

The next step up from the basic voltmeter is a class of 
instruments that have come to be called “power quality 
analyzers.” These instruments are hand held and battery 
powered. These instruments can measure and display various 
power quality indices, especially those that relate to harmonics 
like THD, etc., and can also display the input waveform. Newer 
models feature 20 MHz (and higher) bandwidth oscilloscopes, 
inrush measurements, time trending, and other useful features. 
Manufacturers such as Fluke, Dranetz, BMI, and Tektronix 
offer these types of instruments for around $2,000. 

In most power quality investigations, it is not possible to 
use hand-held equipment to collect sufficient data to solve the 
problem. Most power quality problems are intermittent in 
nature, so some type of long-term monitoring is usually 
required. Various recorders are available that can measure 
and record voltage, current, and power over user-defined 
time periods. Such recorders typically cost on the order of 
$3,000-$10,000. More advanced long-term monitors can 
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record numerous power quality events and indices, including 
transients, harmonics, sags, flicker, etc. These devices, often 
called “line disturbance analyzers” typically cost between 
$10,000-$20,000. 

It is important to use the right instrument to measure the 
phenomenon that is suspected of causing the problem. Some 
meters record specific parameters, while others are more 
flexible. With this flexibility comes an increased learning 
curve for the user, so it is important to spend time on them 
before going out to monitor to make sure all aspects and 
features of the equipment are understood. 

It is equally important to measure in the correct location. 
The best place to measure power quality events is at the 
equipment terminals that are experiencing problems. With 
experience, an engineer can evaluate the waveforms recorded 
at the equipment terminals and correlate them to events and 
causes elsewhere in the power system. In general, the farther 
away from the equipment location the monitoring takes place, 
the more difficult it can be to diagnose a problem. 


32.3 Reactive Power and Harmonic 
Compensation 


The previous section specifically identified harmonics as a 
potential power quality problem. In that discussion, it was 
pointed out that nonlinear loads such as adjustable speed 
drives create harmonic currents, and when these currents flow 
through the impedances of the power supply system, har- 
monic voltages are produced. While harmonic currents have 
secondary (in most cases) negative impacts, it is these har- 
monic voltages that can be supplied to other load equipment 
(and disrupt operation) that are of primary concern. Having 
parallel or series resonant conditions present in the electrical 
supply system can quickly exacerbate the problem. 


32.3.1 Typical Harmonics Produced by 
Equipment 


In theory, most harmonic currents follow the “1/n” rule where 
n is the harmonic order (180 Hz = 3 x 60; n = 3). Also in 
theory, most harmonic currents in three-phase systems are not 
integer multiples of three. Finally, in theory, harmonic 
currents are not usually even-order integer multiples of the 
fundamental. In practice, none of these statements are 
completely true and using any of them “exactly” could lead 
to either over- or under-conservatism depending on many 
factors. Consider the following examples: 


1. Switched-mode power supplies, such as found in 
televisions, personal computers, etc., often produce a 
third harmonic current that is nearly as large (80- 
90%) as the fundamental frequency component. 

2. Unbalance in voltages supplied to a three-phase 
converter load will lead to the production of even- 
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order harmonics and, in some extreme cases, establish 
a positive feedback situation leading to stability 
problems. 

3. Arcing loads, particularly in the steel industry, generate 
significant harmonics of all orders, including har- 
monics that are not integer multiples of the power 
frequency. 

4. Cycloconverters produce dominant harmonics that are 
integer multiples of the power frequency, but they also 
produce sideband components at frequencies that are 
not integer multiples of the power frequency. In some 
control schemes, the amplitudes of the sideband 
components can reach damaging levels. 


Table 32.2 gives the magnitudes, in percent of fundamental, 
of the first 25 (integer) harmonics for a single-phase switched- 
mode power supply, a single-phase fluorescent lamp, a three- 
phase (six-pulse) dc drive, and a three-phase (six pulse, no 
input choke) ac drive. Together, these load types represent the 
range of harmonic sources in power systems. Note that 
seemingly minor changes in parameter values and control 
methods can have significant impacts on harmonic current 
generation; the values given here are on the conservative side 


of “typical.” 


32.3.2 Resonance 


Considering only the harmonic current spectra given in Table 
32.2, it would appear that a large number of harmonic-related 


TABLE 32.2 Typical harmonic spectra of load equipment 


Harmonic No. Switched-Mode Power Supply 


1 100.0 100.0 
2 0.7 1.0 
3 91.9 12.6 
4 0 0.3 
5 80.2 1.8 
6 3 0.1 
7 64.8 0.7 
8 A 0.1 
9 47.7 0.5 
10 0 0.1 
11 30.8 0.2 
12 0.8 0.1 
13 16.0 0.2 
14 0.4 0.0 
15 5.0 0.1 
16 0.1 0.1 
17 4.0 0.2 
18 0.3 0.1 
19 7.2 0.1 
20 0.4 0.2 
21 7.7 0.2 
22 0.4 0.1 
23 6.2 0.1 
24 0.2 0.0 
25 4.0 0.1 


Fluorescent Lamp 
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power quality problems are on the verge of appearing. In 
reality, most current drawn by many residential, commercial, 
and industrial customers is of the fundamental frequency; the 
amplitudes of the individual harmonic currents, in percent of 
the total fundamental current, are often much less than what is 
shown in Table 32.2. For this reason, end-use locations 
employing nonlinear loads often do not lead directly to 
significant voltage distortion problems. A parallel resonance 
in the power supply system, however, changes the picture 
entirely. 

Series and parallel resonance exist in any ac power supply 
network that contains inductance(s) and capacitance(s). The 
following simple (but useable) definitions apply: 


1. Series resonance occurs when the impedance to 
current flow at a certain frequency (or frequencies) is 
low. 

2. Parallel resonance occurs when the impedance to 
current flow at a certain frequency (or frequencies) is 
high. 


For a given harmonic-producing load that generates harmo- 
nics at frequencies that correspond to parallel resonance in the 
supply system, even small currents at the resonant frequencies 
can produce excessive voltages at these same frequencies. The 
principle of series resonance, however, is usually exploited to 
reduce harmonics in power systems by providing intentionally 
low impedance paths to ground. 

In many cases, end-users will install power factor correction 
capacitors in order to minimize reactive power charges by the 


Six-Pulse dc Drive Six-Pulse ac Drive 


100.0 100.0 
4.8 1.1 
k2 3.9 
1.5 0.5 

33.6 82.8 
0.0 1.7 
1.6 77.5 
1:7 1.2 
0.4 7.6 
0.3 0.7 
8.7 46.3 
0.0 1.0 
1.2 41.2 
1.3 0.2 
0.3 5.7 
0.2 0.3 
4.5 14.2 
0.0 0.4 
1.3 9.7 
1.1 0.4 
0.3 2.3 
0.3 0.5 
2.8 1.5 
0.0 0.5 
1.2 2.5 
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supply utility. In most cases, these capacitors are located on 
the customer’s low voltage supply buses and are therefore in 
parallel with the service transformer. In most cases where the 
power factor correction capacitors are sized to provide a net 
power factor (at the service entrance) to 0.85 (lag) —1.0, the 
parallel resonance occurs somewhere between the 5th and 9th 
harmonic. Considering Table 32.2, it is apparent that a large 
number of loads produce harmonics at these frequencies, and 
the amplitudes can be significant. Even a small increase in 
impedance at these frequencies due to resonance can lead to 
unacceptable voltages being produced at these same frequen- 
cies. Figure 32.11 shows an example plot of impedance looking 
into a utility supply system when a typically-sized capacitor 
bank has been installed to improve overall plant power factor. 

From Figure 32.11, it is clear that 1.0 A at the 9th harmonic 
will produce at least 150 times more voltage drop than would 
be produced by the same 1.0 A if it were at the fundamental 
frequency. A look back at Table 32.2 shows the clear potential 
for problems. Fortunately, the series resonance principle can 
be used to provide a low impedance path to ground for the 
harmonic currents and thus reduce the potential for proble- 
matic voltage distortion. 

Because capacitors are required to produce parallel reso- 
nance, it is often a “cheap fix” to slightly modify the capacitor 
to include a properly sized series reactor and create a filter. 
This filter approach, designed based on the series resonance 
concept, is usually the most cost-effective means to control 
harmonic voltage distortion. 


32.3.3 Harmonic Filters 


Harmonic filters come in many “shapes and sizes.” In general, 
harmonic filters are “shunt” filters because they are connected 
in parallel with the power system and provide low impedance 
paths to ground for currents at one or more harmonic 
frequencies. For power applications, shunt filters are almost 
always more economical than series filters (like those found in 
many communications applications) for the following reasons: 
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FIGURE 32.11 Driving point impedance. 
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1. Series components must be rated for the full current, 
including the power frequency component. Such a 
requirement leads to larger component sizes and there- 
fore costs. 

2. Shunt filter components generally must be rated for 
only part of the system voltage (usually with respect to 
ground). Such requirements lead to smaller compo- 
nent sizes and therefore costs. 


Shunt filters are designed (or can be purchased) in three basic 
categories as follows: 


1. single-tuned filters, 

2. multiple- (usually limited to double) tuned filters, and 

3. damped filters (of first, second, or third order, or 
newer “c type”). 


The single- and double-tuned filters are usually used to 
filter specific frequencies, while the damped filters are used to 
filter a wide range of frequencies. In applications involving 
small harmonic producing loads, it is often possible to use one 
single-tuned filter (usually tuned near the 5th harmonic) to 
eliminate problematic harmonic currents. In large applica- 
tions, like those associated with arc furnaces, multiple tuned 
filters and a damped filter are often used. Equivalent circuits 
for single- and double-tuned filters are shown in Figure 32.12. 
Equivalent circuits for first, second, third, and “c type” 
damped filters are shown in Figure 32.13. 

A plot of the impedance as a function of frequency for a 
single-tuned filter is shown in Figure 32.14. The filter is based 
on a 480 V, 300 kvar (three-phase) capacitor bank and is tuned 
to the 4.7th harmonic with a quality factor, Q, of 150. Note 
that the quality factor is a measure of the “sharpness” of the 
tuning and is defined as X/R where X is the inductive 
reactance for the filter inductor at the (undamped) resonant 
frequency; typically 50 < Q < 150 for tuned filters. 

A plot of impedance as a function of frequency for a 
second-order damped filter is shown in Figure 32.15. This 
filter is based on a 480 V, 300 kvar capacitor bank and is tuned 
to the 12th harmonic. The quality factor is chosen to be 1.5. 
Note that the quality factor for damped filters is the inverse of 
the definition for tuned filters; Q = R/X where X is the 
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FIGURE 32.12 Single-tuned (a) and double-tuned (b) harmonic filters. 
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FIGURE 32.13 Damped filters: first (a), second (b), and third (c) order, 
and c type (d). 


inductive reactance at the (undamped) resonant frequency. 
Typically, 0.5 < Q < 1.5 for damped filters. 

In most cases, it is common to tune single-tuned filter 
banks to slightly below (typically around 5%) the frequency of 
the harmonic to be removed. The reasons for this practice are 
as follows: 
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1. For a low-resistance series resonance filter that is 
exactly tuned to a harmonic frequency, the filter 
bank will act as a sink to all harmonics (at the tuned 
frequency) in the power system, regardless of their 
source(s). This action can quickly overload the filter. 

2. All electrical components have some nonzero tempera- 
ture coefficient, and capacitors are the most tempera- 
ture sensitive component in a tuned filter. Because 
most capacitors have a negative temperature coeffi- 
cient (capacitance decreases and tuned frequency 
therefore increases with temperature), tuning slightly 
lower than the desired frequency is desirable. 


Damped filters are typically used to control higher-order 
harmonics as a group. In general, damped filters are tuned in 
between corresponding pairs of harmonics (11th and 13th, 
17th and 19th, etc.) to provide the maximum harmonic 
reduction at those frequencies while continuing to serve as a 
(not quite as effective) filter bank for frequencies higher than 
the tuned frequency. Because damped filters have significantly 
higher resistance than single- or double-tuned filters, they are 
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FIGURE 32.15 Second-order damped filter frequency response. 
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usually not used to filter harmonics near the power frequency 
so that filter losses can be maintained at low values. 


32.4 IEEE Standards 


The IEEE has produced numerous standards relating to the 
various power quality phenomena discussed in Section 32.2. 
Of these many standards, the one most appropriate to power 
electronic equipment is IEEE Standard 519-1992. This stan- 
dard is actually a “recommended practice,” which means that 
the information contained within represents a set of “recom- 
mendations,” rather than a set of “requirements.” In practice, 
this seemingly small difference in wording means that the 
harmonic limits prescribed are merely suggested values; they 
are not (nor were they ever intended to be) absolute limits that 
could not be exceeded. 

Harmonic control via IEEE 519-1992 is based on the 
concept that all parties use and pay for the public power 
supply network. Due to the nature of utility company rate 
structures, end-users that have a higher demand pay more of 
the total infrastructure cost through higher demand charges. 
In this light, IEEE 519-1992 allows these larger end-users to 
produce a greater percentage of the maximum level of harmo- 
nics that can be absorbed by the supply utility before voltage 
distortion problems are encountered. Because the ability for a 
harmonic source to produce voltage distortion is directly 
dependent on the supply system impedance up to the point 
where distortion is to be evaluated, it is necessary to consider 
both 


1. the size of the end-user and 
2. the strength (impedance) of the system 


at the same time in order to establish meaningful limits for 
harmonic emissions. Furthermore, it is necessary to establish 
tighter limits in higher voltage supply systems than lower 
voltage because the potential for more widespread problems 
associated with high voltage portions of the supply system. 
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Unlike limits set forth in various IEC Standards, IEEE 519- 
1992 established the “point of common coupling,” or PCC, as 
the point at which harmonic limits shall be evaluated. In most 
cases (recall that IEEE 519-1992 is a “recommended practice”), 
this point will be: 


1. in the supply system owned by the utility company, 

2. the closest electrical point to the end-user’s premises, 
and 

3. as in (2), but further restricted to points where other 
customers are (or could be in the future) provided 
with electric service. 


In this context, IEEE 519-1992 harmonic limits are designed 
for an entire facility and should not be applied to individual 
pieces of equipment without great care. 

Because the PCC is used to evaluate harmonic limit 
compliance, the system strength (impedance) is measured at 
this point and is described in terms of available (three-phase) 
short-circuit current. Also, the end-user’s maximum average 
demand current is evaluated at this point. Maximum demand 
is evaluated based on one of the following: 


1. the maximum value of the 15 or 30 minute average 
demand, usually considering the previous 12 month’s 
billing history, or 

2. the connected kVA or horsepower, perhaps multiplied 
by a diversity factor. 


The ratio of Isc to I, where Isc is the available fault current 
and I is the maximum demand current, implements the 
founding concept of IEEE 519-1992: larger end-users can 
create more harmonic currents, but the specific level of current 
that any end-user may produce is dependent on the strength of 
the system at the PCC. Tables 32.3-32.5 show the harmonic 
current limits in IEEE 519-1992 for various voltage levels. 

In general, it is the responsibility of the end-user to insure 
that their net harmonic currents at the PCC do not exceed the 
values given in the appropriate table. In some cases, usually 
associated with parallel resonance involving a utility-owned 
capacitor bank, it is possible that all customers will be within 


TABLE 32.3 Current distortion limits for general distribution systems, 120 V-69 kV 


Maximum Harmonic Current Distortion in Percent of Z 


Individual Harmonic Order h (Odd Harmonics) 


Ic/h <11 li<h<17 17<h<23 23 <h <35 h> 35 TDD 
<20! 4.0 2.0 1.5 0.6 0.3 5.0 
20<50 7.0 3.5 2.5 1.0 0.5 8.0 
50<100 10.0 4.5 4.0 1.5 0.7 12.0 
100<1000 12.0 5.5 5.0 2.0 1.0 15.0 
> 1000 15.0 7.0 6.0 2.5 1.4 20.0 


Even harmonics are limited to 25% of the odd harmonic limits above. 
Current distortions that result in a dc offset are not allowed. 


‘All power generation equipment is limited to these values of current distortion regardless of the value of Isc/4. 
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TABLE 32.4 Current distortion limits for general subtransmission 
systems, 69.001-161 kV 


Maximum Harmonic Current Distortion in Percent of Z 


Individual Harmonic Order h (Odd Harmonics) 


Belk <11 11<h<17 17<h<23 23<h<35 h>35 TDD 
<20! 2.0 1.0 0.75 0.3 0.15 2.5 
20<50 3.5 1.75 1.25 0.5 0.25 4.0 
50<100 5.0 2.25 2.0 0.75 0.35 6.0 
100<1000 6.0 2.75 2.5 1.0 0.5 7.5 
>1000 7.5 3.5 3.0 1.25 0.7 10.0 


Even harmonics are limited to 25% of the odd harmonic limits above. 
Current distortions that result in a dc offset are not allowed. 

1 All power generation equipment is limited to these values of current distortion 
regardless of the value of [,-/[,. 


TABLE 32.5 Current distortion limits for general transmission systems, 
> 161 kV 


Maximum Harmonic Current Distortion in Percent of Z 


Individual Harmonic Order h (odd harmonics) 


Ic/h, <11 11<h<17 17<h<23 23<h<35 h>35 TDD 
<50! 20 10 0.75 0.3 0.15 25 
>50 30 15 1.15 0.45 0.22 3.75 


Even harmonics are limited to 25% of the odd harmonic limits above 
Current distortions that result in a dc offset are not allowed 

1 AIl power generation equipment is limited to these values of current distortion 
regardless of the value of [,-/I,. 


TABLE 32.6 Voltage distortion limits 


Bus Voltage at Individual Harmonic Total Voltage Distortion 


PCC Magnitude (%) (THD in %) 
< 69kV 3.0 5.0 
69.001-161 kV 1.5 2.5 
>161kV 1.0 1.5 


the prescribed limits, but voltage distortion problems exist. In 
these cases, it is generally the responsibility of the supply 
utility to insure that excessive voltage distortion levels are not 
present. The harmonic voltage limits that are recommended 
for utility companies are given in Table 32.6. 
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32.5 Conclusions 


In this chapter, various power quality phenomena have been 
described, with particular focus on the implications on power 
electronic converters and equipment. While one popular 
opinion “blames” power electronic equipment for “causing” 
most power quality problems, it is quite clear that power 
electronic converter systems can play an equally important 
role in reducing the impact of power quality problems. While 
it is true that power electronic converters and systems are the 
major cause of harmonic-related problems, the application (in 
general terms) of IEFE 519-1992 limits for current and voltage 
harmonics has led to the reduction, elimination, and preven- 
tion of most harmonic problems. Other power quality 
phenomena, like grounding, sags, and voltage flicker, are 
most often completely unrelated to power electronic systems. 
In reality, advances in power electronic circuits and control 
algorithms are making it more possible to control these events 
and minimize the financial impacts of the majority of power 
quality problems. 
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33.1 Introduction 


The growing number of power electronics base equipment has 
produced an important impact on the quality of electric power 
supply. Both high power industrial loads and domestic loads 
cause harmonics in the network voltages. At the same time, 
much of the equipment causing the disturbances is quite 
sensitive to deviations from the ideal sinusoidal line voltage. 
Therefore, power quality problems may originate in the system 
or may be caused by the consumer itself. Moreover, in the last 
years the growing concern related to power quality comes 
from: 


e Consumers that are becoming increasingly aware of the 
power quality issues and being more informed about the 
consequences of harmonics, interruptions, sags, switch- 
ing transients, etc. Motivated by deregulation, they are 
challenging the energy suppliers to improve the quality 
of the power delivered. 

e The proliferation of load equipment with microproces- 
sor-based controllers and power electronic devices which 
are sensitive to many types of power quality distur- 
bances. 

e Emphasis on increasing overall process productivity, 
which has led to the installation of high-efficiency 
equipment, such as adjustable speed drives and power 
factor correction equipment. This in turn has resulted in 
an increase in harmonics injected into the power system, 
causing concern about their impact on the system 
behavior. 
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For an increasing number of applications, conventional 
equipment is proving insufficient for mitigation of power 
quality problems. Harmonic distortion has traditionally been 
dealt with by the use of passive LC filters. However, the 
application of passive filters for harmonic reduction may 
result in parallel resonances with the network impedance, 
over compensation of reactive power at fundamental 
frequency, and poor flexibility for dynamic compensation of 
different frequency harmonic components. 

The increased severity of power quality in power networks 
has attracted the attention of power engineers to develop 
dynamic and adjustable solutions to the power quality 
problems. Such equipment, generally known as active filters, 
are also called active power line conditioners, and are able to 
compensate current and voltage harmonics, reactive power, 
regulate terminal voltage, suppress flicker, and to improve 
voltage balance in three phase systems. The advantage of active 
filtering is that it automatically adapts to changes in the 
network and load fluctuations. They can compensate for 
several harmonic orders, and are not affected by major 
changes in network characteristics, eliminating the risk of 
resonance between the filter and network impedance. Another 
plus is that they take up very little space compared with 
traditional passive compensators. 


33.2 Types of Active Power Filters 


The technology of active power filter has been developed 
during the past two decades reaching maturity for harmonics 
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compensation, reactive power, and voltage balance in ac power 
networks. All active power filters are developed with PWM 
converters (current source or voltage source inverters). The 
current-fed PWM inverter bridge structure behaves as a 
nonsinusoidal current source to meet the harmonic current 
requirement of the nonlinear load. It has a self-supported dc 
reactor that ensures the continuous circulation of the dc 
current. They present good reliability, but have important 
losses and require higher values of parallel capacitor filters at 
the ac terminals to remove unwanted current harmonics. 
Moreover, they cannot be used in multilevel or multistep 
modes configurations to allow compensation in higher 
power ratings. 

The other converter used in active power filter topologies is 
the voltage-source PWM inverter. This converter is more 
convenient for active power filtering applications since it is 
lighter, cheaper, and expandable to multilevel and multistep 
versions, to improve its performance for high power rating 
compensation with lower switching frequencies. The PWM 
voltage source inverter has to be connected to the ac mains 
through coupling reactors. An electrolytic capacitor keeps a dc 
voltage constant and ripple free. 

Active power filters can be classified based on the type of 
converter, topology, control scheme, and compensation char- 
acteristics. The most popular classification is based on the 
topology such as shunt, series or hybrid. The hybrid config- 
uration is a combination of passive and active compensation. 
The different active power filter topologies are shown in Fig. 
33.1. 
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FIGURE 33.1 Active power filter topologies implemented with PWM- 


VSI. (a) Shunt active power filter. (b) Series active power filter. (c) Hybrid 
active power filter. 
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TABLE 33.1 Active filter solutions to power quality problems 


Active Filter Load on ac Supply AC Supply on Load 


Connection 
Shunt Current harmonic filtering 
Reactive current compensation 
Current unbalance 
Voltage flicker 
Series Current harmonic filtering Voltage sag/swell 


Reactive current compensation 
Current unbalance 

Voltage flicker 

Voltage unbalance 


Voltage unbalance 
Voltage distortion 
Voltage interruption 
Voltage flicker 
Voltage notching 


Shunt active power filters (Fig. 33.1(a)) are widely used to 
compensate current harmonics, reactive power and load 
current unbalanced. It can also be used as a static var 
generator in power system networks for stabilizing and 
improving voltage profile. Series active power filters (Fig. 
33.1(b)) is connected before the load in series with the ac 
mains, through a coupling transformer to eliminate voltage 
harmonics and to balance and regulate the terminal voltage of 
the load or line. The hybrid configuration is a combination of 
series active filter and passive shunt filter (Fig. 33.1(c)). This 
topology is very convenient for the compensation of high 
power systems, because the rated power of the active filter is 
significantly reduced (about 10% of the load size), since the 
major part of the hybrid filter consists of the passive shunt LC 
filter used to compensate lower-order current harmonics and 
reactive power. 

Due to the operation constraint, shunt or series active 
power filters can compensate only specific power quality 
problems. Therefore, the selection of the type of active 
power filter to improve power quality depends on the source 
of the problem as can be seen in Table 33.1. 

The principles of operation of shunt, series and hybrid 
active power filters are described in the following sections. 


33.3 Shunt Active Power Filters 


Shunt active power filters compensate current harmonics by 
injecting equal-but-opposite harmonic compensating current. 
In this case, the shunt active power filter operates as a current 
source injecting the harmonic components generated by the 
load but phase shifted by 180°. As a result, components of 
harmonic currents contained in the load current are cancelled 
by the effect of the active filter, and the source current remains 
sinusoidal and in phase with the respective phase to neutral 
voltage. This principle is applicable to any type of load 
considered as an harmonic source. Moreover, with an appro- 
priate control scheme, the active power filter can also compen- 
sate the load power factor. In this way, the power distribution 
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FIGURE 33.2 Compensation characteristics of a shunt active power 
filter. 


system sees the non-linear load and the active power filter as 
an ideal resistor. The compensation characteristics of the 
shunt active power filter is shown in Fig. 33.2. 


33.3.1 Power Circuit Topologies 


Shunt active power filters are normally implemented with 
PWM voltage-source inverters. In this type of application, the 
PWM-VSI operates as a current-controlled voltage-source. 
Traditionally, 2 levels PWM-VSI have been used to implement 
such system connected to the ac bus through a transformer. 
This type of configuration is aimed to compensate nonlinear 
load rated in the medium power range (hundreds of kVA) due 
to semiconductors rated values limitations. However, in the 
last years multilevel PWM voltage-source inverters have been 
proposed to develop active power filters for medium voltage 
and higher rated power applications. Also, active power filters 
implemented with multiples of VSI connected in parallel to a 
dc bus but in series through a transformer or in cascade have 
been proposed in the technical literature. The different power 
circuit topologies are shown in Fig. 33.3. 

The use of VSI connected in cascade is an interesting 
alternative to compensate high power nonlinear loads. The 
use of two PWM-VSI with different rated power allows the use 
of different switching frequencies, reducing switching stresses 
and commutation losses in the overall compensation system. 
The power circuit configuration of such a system is shown in 
Fig. 33.4. 
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FIGURE 33.3 Shunt active power filter topologies implemented with 


PWM voltage-source inverters. (a) A three-phase PWM unit. (b) Three 
single-phase units in parallel to a common dc bus. 


The voltage-source inverter connected closer to the load 
compensates for the displacement power factor and lower 
frequency current harmonic components (Fig. 33.5(b)), while 
the second compensates only high frequency current harmonic 
components. The first converter requires higher rated power 
than the second and can operate at lower switching frequency. 
The compensation characteristics of the cascade shunt active 
power filter is shown in Fig. 33.5. 

In recent years, there has been an increasing interest in using 
multilevel inverters for high power energy conversion, 
specially for drives and reactive power compensation. The 
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FIGURE 33.4 A shunt active power filter implemented with two PWM 


VSI connected in cascade. 


use of neutral-point-clamped (NPC) inverters (Fig. 33.6) 
allows equal voltage shearing of the series connected semi- 
conductors in each phase. Basically, multilevel inverters have 
been developed for applications in medium voltage ac motor 
drives and static var compensation. For these types of applica- 
tions, the output voltage of the multilevel inverter must be 
able to generate an almost sinusoidal output current. In order 
to generate a near sinusoidal output current, the output 
voltage should not contain low frequency harmonic compo- 


nents. 


However, for active power filter applications the three level 
NPC inverter output voltage must be able to generate an 
output current that follows the respective reference current 
containing the harmonic and reactive component required by 
the load. Currents and voltage waveforms obtained for a shunt 
active power filter implemented with a three-level NPC-VSI 


are shown in Fig. 33.7. 
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FIGURE 33.5 Current and voltage waveforms of active power filter 
implemented with two PWM VSI in cascade. (a) Load current waveform. 
(b) Current waveform generated by PWM VSI #1. (c) Current waveform 
generated by PWM VSI #2. (d) Power system current waveform between 
the two inverters (THDi = 13.7%). (e) Power system current waveform 
(THDi = 4.5%). 
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FIGURE 33.6 A shunt active power filter implemented with a three-level neutral point-clamped VSI. 


33.3.2 Control Scheme 


The control scheme of a shunt active power filter must 
calculate the current reference waveform for each phase of 
the inverter, maintain the dc voltage constant, and generate 
the inverter gating signals. The block diagram of the control 
scheme of a shunt active power filter is shown in Fig. 33.8. 
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The current reference circuit generates the reference 
currents required to compensate the load current harmonics 
and reactive power, and also try to maintain constant the dc 
voltage across the electrolytic capacitors. There are many 
possibilities to implement this type of control, and two of 
them will be explained in this chapter. Also, the compensation 
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FIGURE 33.7 Current and voltage waveforms for a shunt active power filter implemented with a three level NPC VSI. (a) Load current. (b) 
Compensated system current (THD = 3.5%) (c) Current generated by the shunt active power filter. (d) Inverter output voltage. 
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FIGURE 33.8 The block diagram of a shunt active power filter control 
scheme. 


effectiveness of an active power filter depends on its ability to 
follow with a minimum error and time delay the reference 
signal calculated to compensate the distorted load current. 
Finally, the dc voltage control unit must keep the total dc bus 
voltage constant and equal to a given reference value. The dc 
voltage control is achieved by adjusting the small amount of 
real power absorbed by the inverter. This small amount of real 
power is adjusted by changing the amplitude of the funda- 
mental component of the reference current. 


33.3.2.1 Current Reference Generation 


There are many possibilities to determine the reference current 
required to compensate the nonlinear load. Normally, shunt 
active power filters are used to compensate the displacement 
power factor and low frequency current harmonics generated 
by nonlinear loads. One alternative to determine the current 
reference required by the voltage-source inverter is the use of 
the instantaneous reactive power theory, proposed by Akagi 
[1]. This concept is very popular and useful for this type of 
application, and basically consists of a variable transformation 
from the a, b, c reference frame of the instantaneous power, 
voltage and current signals to the «, p reference frame. The 
transformation equations from the a, b, c reference frame to 
the «, P coordinates can be derived from the phasor diagram 
shown in Fig. 33.9. 

The instantaneous values of voltages and currents in the «, p 
coordinates can be obtained from the following equations: 
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FIGURE 33.9 Transformation diagram from the a, b, c reference frame 
to the a, P coordinates. 


where A is the transformation matrix, derived from Fig. 33.9 
and is equal to 


pee 
m=i; J3/2 


This transformation is valid if and only if v,(t) + v,(t) + v.(t) 
is equal to zero, and also if the voltages are balanced and 
sinusoidal. The instantaneous active and reactive power in the 
a—f coordinates are calculated with the following expressions: 


(33.2) 


4172 
Anl 


P(t) = v,(t)i,(t) + veig) (33.3) 


q(t) = —v,(t)ig(t) + vp(t)i,(t) (33.4) 


It is evident that p(t) becomes equal to the conventional 
instantaneous real power defined in the a,b,c reference 
frame. However, in order to define the instantaneous reactive 
power, Akagi introduces a new instantaneous space vector 
defined by expression (33.4) or by the vector equation: 


q =U, X ig + 0% X i, (33.5) 


The vector q is perpendicular to the plane of «, p coordi- 
nates, to be faced in compliance with a right-hand rule, and v, 
is perpendicular to ig, and vg is perpendicular to i,. The 
physical meaning of the vector q is not “instantaneous power” 
because of the product of the voltage in one phase and the 
current in the other phase. On the contrary, v,i, and vpig in 
Eq. (33.3) obviously mean “instantaneous power” because of 
the product of the voltage in one phase and the current in the 
same phase. Akagi named the new electrical quantity defined 
in (33.5) “instantaneous imaginary power”, which is repre- 
sented by the product of the instantaneous voltage and 
current, but cannot be treated as a conventional quantity. 
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The expression of the currents in the -f plane, as a 
function of the instantaneous power is given by the following 
equation: 
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and the different components of the currents in the «, p plane 
are shown in the following expressions: 


(33.6) 


; vaP 
= = 33.7 
tap v2 + v ( ) 
v 
; pd 
= 33.8 
bug v2 + v ( ) 
Uv 
. pP 
Bp v2 + v ( ) 
tag (33.10) 
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From Egs. (33.3) and (33.4), the values of p and q can be 
expressed in terms of the dc components plus the ac compo- 
nents, that is: 


(33.11) 
(33.12) 
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dc component of the instantaneous power p, and is 
related to the conventional fundamental active current. 
is the ac component of the instantaneous power p, it 
does not have average value, and is related to the 
harmonic currents caused by the ac component of the 
instantaneous real power. 


9 


835 


is the dc component of the imaginary instantaneous 
power q, and is related to the reactive power generated 
by the fundamental components of voltages and 
currents. 

q: is the ac component of the instantaneous imaginary 
power q, and is related to the harmonic currents 
caused by the ac component of instantaneous reactive 
power. 


A! 


In order to compensate reactive power (displacement power 
factor) and current harmonics generated by nonlinear loads, 
the reference signal of the shunt active power filter must 
include the values of p, g, and q. In this case the reference 
currents required by the shunt active power filters are calcu- 
lated with the following expression: 


Ten 2 1o [o w], P, 
ip v3 +o LY Pa a+ 4} 


The final compensating currents including the zero 
sequence components in a, b, c reference frame are the follow- 
ing: 


(33.13) 
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(33.14) 


where the zero sequence current component i is equal to 
1/V3 (i, + i, + i,). The block diagram of the circuit required 
to generate the reference currents defined in (33.14) is shown 
in Fig. 33.10. 

The advantage of p-q theory is that real and reactive power 
associated with fundamental components are dc quantities. 
These quantities can be extracted with a low pass filter. Since 
the signal to be extracted is dc, filtering of the signal in the 


Park 
Transformation 


pand q 
calculation 


Park 
Transformation 
with Zero 
Sequence 


Moh 
Inverse * 
Park K poh 
Transform 
Moh 
> 


FIGURE 33.10 The block diagram of the current reference generator using p—q theory. 
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FIGURE 33.11 The block diagram of an active power filter control 
scheme that does not use the instantaneous reactive power concept. 


a—f reference frame is insensitive to any phase shift errors 
introduced by the low pass filter, improving compensation 
characteristics of the active power filter. The same advantage 
can be obtained by using the Synchronous Reference Frame 
Method, proposed in [2]. In this case transformation from 
a, b, c axes to d—q synchronous reference frame is done. 
There are other possibilities to generate the current refer- 
ence signal required to compensate reactive power and current 
harmonics. Basically, all the different schemes try to obtain the 
current reference signals that include the reactive components 
required to compensate the displacement power factor and the 
current harmonics generated by the nonlinear load. Figure 
33.11 shows another scheme used to generate the current 
reference signals required by a shunt active power filter. In this 
case the ac current generated by the inverter is forced to follow 
the reference signal obtained from the current reference 
generator. In this circuit, the distorted load current is filtered, 
extracting the fundamental component, i,,. The band-pass 
filter is tuned at the fundamental frequency (50 or 60 Hz), so 
that the gain attenuation introduced in the filter output signal 
is zero and the phase-shift angle is 180°. Thus, the filter output 
current is exactly equal to the fundamental component of the 


(a) 
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load current but phase shifted by 180°. If the load current is 
added to the fundamental current component obtained from the 
second order band-pass filter, the reference current waveform 
required to compensate only harmonic distortion is obtained. In 
order to provide the reactive power required by the load, the 
current signal obtained from the second order band-pass filter 
Iņ» is synchronized with the respective phase-to-neutral 
source voltage (see Fig. 33.12) so that the inverter ac output 
current is forced to lead the respective inverter output voltage, 
thereby generating the required reactive power and absorbing 
the real power necessary to supply the switching losses and 
also to maintain the dc voltage constant (see Fig. 33.12). 

The real power absorbed by the inverter is controlled by 
adjusting the amplitude of the fundamental current reference 
waveform, Iņ, obtained from the reference current generator. 
The amplitude of this sinusoidal waveform is equal to the 
amplitude of the fundamental component of the load current 
plus or minus the error signal obtained from the dc voltage 
control unit. In this way, the current signal allows the inverter 
to supply the current harmonic components, the reactive 
power required by the load, and to absorb the small amount 
of active power necessary to cover the switching losses and to 
keep the dc voltage constant. 


33.3.2.2 Current Modulator 


The effectiveness of an active power filter depends basically on 
the design characteristics of the current controller, the method 
implemented to generate the reference template and the 
modulation technique used. Most of the modulation techni- 
ques used in active power filters are based on PWM strategies. 
In this chapter, four of these methods, whose characteristics 
are their simplicity and effectiveness, are analyzed: Periodical 
Sampling Control, Hysteresis Band Control, Triangular Carrier 
Control, and Vector Control. The first three methods have 
been tested with different waveform templates sinusoidal, 
quasisquare and rectifier compensation current and were 
compared in terms of the harmonic content and distortion 
at the same switching frequency [3]. The analysis shows that 
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FIGURE 33.12 The procedure for the generation of the current reference waveform. (a) The load current i,,,, its fundamental component, ip, and 
the fundamental current component synchronized with the respective phase-to-neutral source voltage, i. (b) The synchronized fundamental current 
signal minus the load current, i}, — iobag and its fundamental component. 
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for sinusoidal current generation the best method is Triangular 
Carrier, followed by the Hysteresis Band and Periodical 
Sampling. For other types of references, however, one strategy 
may be better than the others. Also it was shown that each 
control method is affected in a different way by the switching 
time delays present in the driving circuitry and in the power 
semiconductors. 

The Periodical Sampling method switches the power tran- 
sistors of the converter during the transitions of a square wave 
clock of fixed frequency (the sampling frequency) As shown in 
Fig. 33.13(a), this type of control is very simple to implement 
since it requires a comparator and a D-type flip-flop per 
phase. The main advantage of this method is that the mini- 
mum time between switching transitions is limited to the 
period of the sampling clock. However, the actual switching 
frequency is not clearly defined. 

The Hysteresis Band method switches the transistors when 
the current error exceeds a fixed magnitude: the hysteresis 
band. As can be seen in Fig. 33.13(b), this type of control 
needs a single comparator with hysteresis per phase. In this 
case the switching frequency is not determined, but it can be 
estimated. 

The Triangular Carrier method, shown in Fig. 33.13(c), 
compares the current error with a fixed amplitude and fixed 
frequency triangular wave (the triangular carrier). The error is 
processed through a proportional-integral (PI) gain stage 
before the comparison with the triangular carrier takes place. 
As can be seen, this control scheme is more complex than the 
Periodical Sampling and Hysteresis Band. The values for the PI 
control gain k, and k; determine the transient response and 
steady-state error of the Triangular Carrier method. It was 
found empirically that the values for k, and k; shown in Eqns. 
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FIGURE 33.13 Modulation control blocks. (a) Periodical sampling. 
(b) Hysteresis band. (c) Triangular carrier. 


837 


(a) (b) 
FIGURE 33.14 The hexagons defined in the «—f reference frame by the 
current control scheme. (a) The hexagon defined by the inverter output 
current vector. (b) The hexagon defined by the inverter output voltage 
vector. 


(33.15) and (33.16) give a good dynamic performance under 
transient and steady-state operating conditions: 


33.15 
‘ae (33.15) 


k* = ok (33.16) 


where L+ Lọ is the total series inductance seen by the 
converter, œ, is the triangular carrier frequency, which ampli- 
tude is one volt peak—peak, and V4, is the dc supply voltage of 
the inverter. 


33.3.2.2.1 Vector Control Technique This current control 
technique proposed in [4] divides the x—f reference frame of 
currents and voltages in six regions, phase-shifted by 30° (Fig. 
33.14), identifies the region where the current vector error Ai 
is located, and selects the inverter output voltage vector Viny 
that will force Ai to change in the opposite direction, keeping 
the inverter output current close to the reference signal. 

Figure 33.15 shows the single phase equivalent circuit of the 
shunt active power filter connected to a nonlinear load and to 
the power supply. 
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FIGURE 33.15 The single-phase equivalent circuit of a shunt active 
power filter connected to the power system. 
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The equation that relates the active power filter currents and 
voltages is obtained by applying Kirchhoff law to the equiva- 
lent circuit shown in Fig. 33.15: 


di 
Pe. 


+E, (33.17) 


The current error vector Ai is defined by the following 
expression: 

A; = href = izen (33.18) 
where ief represents the inverter reference current vector 


defined by the instantaneous reactive power concept. By 
replacing (33.18) in (33.17): 


V, agny Ai) +E pee ie ay 
inv — dt tref 1 o => dt = dt 0 inv’ 
(33.19) 
If E = L(di,.¢/dt) + E, then (2.20) becomes 
a ey (33.20) 
dt = inv’ 4 


Equation (33.20) represents the active power filter state 
equation and shows that the current error vector variation 
dAi/dt is defined by the difference between the fictitious 
voltage vector E and the inverter output voltage vector V;ny. 
In order to keep dAi/dt close to zero, V; must be selected 
near E. 

The selection of the inverters’ gating signals is defined by the 
region in which Ai is located and by its amplitude. In order to 
improve the current control accuracy and associate time 
response, depending on the amplitude of Ai the following 
actions are defined: 


— if Ai<6 the gating signals of the inverter are not 
changed, 

— if h< Ai < ô, the inverter gating signals are defined 
following Mode a, 

— if Ai > h, the inverter gating signals are defined follow- 
ing Mode b 
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FIGURE 33.16 Selection of the inverter switching pattern according to 
the region where Ai and E are located. (a) The regions where LdAi/dt are 
located. (b) The region where Ai is located. 


where 6 and h are reference values that defines the accuracy 
and the hysterisis window of the current control scheme. 


Mode a: Small Changes in Ai(h < Ai < ô The selection of 
the inverter switching Mode a can be explained with the 
following example. Assuming that the voltage vector E is 
located in region I (Fig. 33.16(a)) and the current error 
vector Ai is in region 6 (Fig. 33.16(b)) the inverter voltage 
vectors, V;,,, located closest to E are V, and V}. The vectors 
E—V, and E-— V, define two vectors LdAi/dt, located in 
region III and V respectively, as shown in Fig. 33.15(a), so in 
order to reduce the current vector error Ai, LdAi/dt must be 
located in region III. Thus the inverter output voltage has to 
be equal to V}. In this way Ai will be forced to change in the 
opposite direction, reducing its amplitude faster. By doing the 
same analysis for all the possible combinations, the inverter 
switching modes for each location of Ai and E can be defined 
(Table 33.2). V, represents the inverter switching functions 
defined in Table 33.3. 


Mode b: Large Changes in Ai(Ai > h) If Ai becomes larger 
than h in a transient state, it is necessary to choose the 
switching mode in which the dAi/dt has the largest opposite 
direction to Ai. In this case the best inverter output voltage 
Viny corresponds to the value located in the same region of Ai. 

The switching frequency may be fixed by controlling the 
time between commutations and by not applying a new 


TABLE 33.2 Inverter switching modes 
E Region Ai Region 
1 2 3 4 5 6 

I V, V, V, Vo—V; Vy —V; V, 
I A A V; V; Vo —Vs Vy —V; 
Ul Vo—V; V; V; V, V, Vy —V; 
Iv ene Von Vy Vj v, v; Vs 
v Vs Vo—V; Vo—V; Vs Vs Ve 
VI A Vi n-V h-r; Vs Vs 
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TABLE 33.3 Relationship between switching function and inverter 
output voltage 
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switching pattern if the time between two successive commu- 
tations is lower than a selected value (t = 4 f.). 

Figure 33.17 shows the block diagram of the inverter vector 
current control scheme implemented in a microcontroller. In 
Fig. 33.17 *E represents the region where the vector E is 
located, *Ai the region of Ai, kı keeps the same value of k (no 
commutation in the inverter), k, selects the new inverter 
output voltage from Table 33.2, and k, selects Vj, in the 
same region of Ai. 


33.3.2.3 Control loops Design 


Active power filters based on self controlled dc bus voltage 
requires two control loops, one to control the inverter output 
current and the other to regulate the inverter dc voltage. 
Different design criteria have been presented in the technical 
literature; however, a classic design procedure using a PI 
controller will be presented in this chapter. In general, the 
design procedure for the current and voltage loops is based on 
the respective time response requirements. Since the transient 
response of the active power is determined by the current 
control loop, its time response has to be fast enough to follow 
the current reference waveform closely. On the other hand, the 
time response of the dc voltage does not need to be fast and is 
selected to be at least ten times slower than the current control 
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FIGURE 33.17 The current control block diagram. 
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loop time response. Thus, these two control systems can be 
decoupled and designed as two independent systems. 

A PI controller is normally used for the current and the 
voltage control loops since it contributes to zero steady-state 
error in tracking the reference current and voltage signals, 
respectively. 


33.3.2.3.1 Design of the Current Control Loop The design 
of the current control loop gains depends on the selected 
current modulator. In the case of selecting the triangular 
carrier technique, to generate the gating signals, the error 
between the generated current and the reference current is 
processed through a PI controller, then the output current 
error is compared with a fixed amplitude and fixed frequency 
triangular wave (Fig. 33.13(c)) The advantage of this current 
modulator technique is that the output current of the conver- 
ter has well defined spectral line frequencies for the switching 
frequency components. 

Since the active power filter is implemented with a voltage- 
source inverter, the ac output current is defined by the inverter 
ac output voltage. The block diagram of the current control 
loop for each phase is shown in Fig. 33.18 where 


E phase to neutral source voltage, 
Z(s) impedance of the link reactor, 

K, gain of the converter, 
Gc(s) gain of the controller. 


The values of K, and Gc(s) are given in (33.21) and (33.22). 


Vac 
= 33.21 
=i (33.21) 
K; 
Ge(s) = K, += (33.22) 


From Fig. 33.18 and (33.22), the following expression is 


obtained: 
K; 
K,| Kp + 7 1 


Iyen Snin EN oe Rtl. E (33.23) 
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FIGURE 33.18 The block diagram of the current control loop. 
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The characteristic equation of the current loop is given by 


K; 
K,s + A 


Lo 
(R, + sL,) 


(33.24) 


The analysis of the characteristic equation proves that the 
current control loop is stable for all values of K, and K;. Also, 
this analysis shows that K, determines the speed response and 
K; defines the damping factor of the control loop. If K, is too 
big, the error signal can exceed the amplitude of the triangular 
waveform, affecting the inverter switching frequency, and if K; 
is too small, the gain of the PI controller decreases, which 
means that the generated current will not be able to follow the 
reference current closely. The active filter transient response 
can be improved by adjusting the gain of the proportional part 
(Kp) to equal one and the gain of the integrator (K;) to equal 
the frequency of the triangular waveform. 


33.3.2.3.2 DC Voltage Control Loop Voltage control of the 
dc bus is performed by adjusting the small amount of real 
power flowing into the dc capacitor, thus compensating for 
the conduction and switching losses. The voltage loop is 
designed to be at least 10 times slower than the current 
loop; hence the two loops can be considered decoupled. The 
dc voltage control loop needs not to be fast, since it only 
responds for steady-state operating conditions. Transient 
changes in the dc voltage are not permitted and are taken 
into consideration with the selection criteria of the appro- 
priate electrolytic capacitor value. 


33.3.3 Power Circuit Design 


The selection of the ac link reactor and the dc capacitor values 
affects directly the performance of the active power filter. 
Static var compensators implemented with voltage-source 
inverters present the same power circuit topology, but for 
this type of application, the criteria used to select the values of 
L, and C are different. For reactive power compensation, the 
design of the synchronous link inductor, L,, and the dc 
capacitor, C, is performed based on harmonic distortion 
constrain. That is, L, must reduce the amplitude of the current 
harmonics generated by the inverter while C must keep the dc 
voltage ripple factor below a given value. This design criteria 
cannot be applied in the active power filter since it must be 
able to generate distorted current waveforms. However, L, 
must be specified so that it keeps the high-frequency switching 
ripple of the inverter ac output current smaller than a defined 
value. 


33.3.3.1 Design of the Synchronous Link Reactor 

The design of the synchronous link reactor depends on the 
current modulator used. The design criteria presented in this 
section is based on considering that the triangular carrier 
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modulator is used. The design of the synchronous reactor is 
performed with the constraint that, for a given switching 
frequency, the minimum slope of the inductor current is 
smaller than the slope of the triangular waveform that defines 
the switching frequency. In this way, the intersection between 
the current error signal and the triangular waveform will 
always exist. In the case of using another current modulator, 
the design criteria must allow an adequate value of L, in order 
to ensure that the di/dt generated by the active power filter 
will be able to follow the inverter current reference closely. In 
the case of the triangular carrier technique, the slope of the 
triangular waveform, /, is defined by 


A= 46f (33.25) 


where ¢ is the amplitude of the triangular waveform, which 
has to be equal to the maximum permitted amount of ripple 
current, and f, is the frequency of the triangular waveform 
(i.e., the inverter switching frequency). The maximum slope of 
the inductor current is equal to 


di, Van + 0.5Vac 
dt L : 


T 


(33.26) 


Since the slope of the inductor current (di /dt) has to be 
smaller than the slope of the triangular waveform (A), and the 
ripple current is defined, from (33.25) and (33.26), as 


pa Van $0.5 Vic 


; 1E (33.27) 


33.3.3.2 Design of the DC Capacitor 


Transient changes in the instantaneous power absorbed by the 
load generate voltage fluctuations across the dc capacitor. The 
amplitude of these voltage fluctuations can be controlled 
effectively with an appropriate dc capacitor value. It must be 
noticed that the dc voltage control loop stabilizes the capacitor 
voltage after a few cycles, but is not fast enough to limit the 
first voltage variations. The capacitor value obtained with this 
criteria is bigger than the value obtained based on the 
maximum dc voltage ripple constraint. For this reason, the 
voltage across the dc capacitor presents a smaller harmonic 
distortion factor. The maximum overvoltage generated across 
the dc capacitor is given by 


0, /a 
Vou = Zl) idt + Va 
0,/@ 


(33.28) 
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where V, „ is the maximum voltage across the dc capacitor, 
Vy. is the steady-state dc voltage, and iç(t) is the instanta- 
neous dc bus current. From (33.28) 


1 02/0% 
2n ic(t)dt 
c arh ict) 


Eqn. (33.29) defines the value of the dc capacitor, C, that will 
maintain the dc voltage fluctuation below AV p.u. The 
instantaneous value of the dc current is defined by the product 
of the inverter line currents with the respective switching 
functions. The mean value of the dc current that generates 
the maximum overvoltage can be estimated by 


(33.29) 


0,/@ 6,/@ 
| ic(t)dt = lw | [sin(œwt) + sin(wt + 120°)|dt 
0,/a 0,/o 


(33.30) 


In this expression the inverter ac current is assumed to be 
sinusoidal. These operating conditions represent the worst 
case. 


33.3.4 Technical Specifications 


The standard specifications of shunt active power filters are 
the following: 


e Number of phases: 3-phase and three wires or 3-phases 
and four wires. 

e Input voltage: 200, 210, 220 + 10%, 400, 420, 440+ %, 
6600 + 10%. 

e Frequency: 50/60 Hz + 5%. 

e No. of restraint harmonic orders: 2-25 th. 

e Harmonic restraint factor: 85% or more at the rated 
output. 

e Type of rating: continuous. 

e Response: 1 ms or less. 


For shunt active power filter the harmonic restraint factor is 
defined as (1 = Iy,/Iy,) x 100%, where Ip, are the harmonic 
currents flowing on the source side when no measure are taken 
for harmonic suppression, and Iy, are the harmonic currents 
flowing on the source side when harmonics are suppressed 
using an active filter. 


33.4 Series Active Power Filters 


Series active power filters were introduced by the end of the 
1980s [5], and operate mainly as a voltage regulator and as 
harmonic isolator between the nonlinear load and the utility 
system. The series connected active power filter is more 
preferable to protect the consumer from an inadequate 
supply voltage quality. This type of approach is specially 
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FIGURE 33.19 The series active power filter operating as a voltage 
compensator. 


recommended for compensation of voltage unbalances and 
voltage sags from the ac supply, and for low power applica- 
tions represents an economically attractive alternative to UPS, 
since no energy storage (battery) is necessary and the overall 
rating of the components is smaller. The series active power 
filter injects a voltage component in series with the supply 
voltage and therefore can be regarded as a controlled voltage 
source, compensating voltage sags and swells on the load side 
(Fig. 33.19). 

If passive LC filters are connected in parallel to the load, the 
series active power filter operates as an harmonic isolator 
forcing the load current harmonics to circulate mainly 
through the passive filter rather than the power distribution 
system (hybrid topology). The main advantage of this scheme 
is that the rated power of the series active power filter is a 
small fraction of the load KVA rating, typically 5%. However, 
the rating apparent power of the series active power filter may 
increase in case of voltage compensation. 


33.4.1 Power Circuit Structure 


The topology of the series active power filter is shown in Fig. 
33.20. In most cases, the power circuit configuration is based 
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FIGURE 33.20 Combination of series active power filter and passive 
filter for current harmonic compensation. 
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FIGURE 33.21 The series active power filter topology. 


on a three-phase PWM voltage-source inverter connected in 
series with the power lines through three single-phase coupling 
transformers. For certain type of applications, the three-phase 
PWM voltage-source converter can be replaced by three single 
phase PWM inverters. However, this type of approach requires 
more power components, which increases the cost. 

In order to operate as an harmonic isolator, a parallel LC 
filter must be connected between the nonlinear loads and the 
coupling transformers (Fig. 33.21) Current harmonic and 
voltage compensation are achieved by generating the appro- 
priate voltage waveforms with the three-phase PWM voltage- 
source inverter, which are reflected in the power system 
through three coupling transformers. With an adequate 
control scheme series active power filters can compensate for 
current harmonics generated by nonlinear loads, voltage 
unbalances and voltage sags or swells at the load terminals. 
However, it is very difficult to compensate the load power 
factor with this type of topology. In four-wire power distribu- 
tion systems, series active power filters with the power top- 
ology shown in Fig. 33.21 can also compensate the current 
harmonic components that circulate through the neutral 
conductor. 


200V t t 


L. Morán and J. Dixon 


33.4.2 Principles of Operation 


Series active power filters compensate current system distor- 
tion caused by nonlinear loads by imposing a high impedance 
path to the current harmonics, which forces the high 
frequency currents to flow through the LC passive filter 
connected in parallel to the load (Fig. 33.20) The high 
impedance imposed by the series active power filter is created 
by generating a voltage of the same frequency that the current 
harmonic component that needs to be eliminated. Voltage 
regulation or voltage unbalance can be corrected by compen- 
sating the fundamental frequency positive, negative and zero 
sequence voltage components of the power distribution system 
(Fig. 33.19). In this case, the series active power filter injects a 
voltage component in series with the supply voltage and 
therefore can be regarded as a controlled voltage source, 
compensating voltage regulation on the load side (sags or 
swells), and voltage unbalance. Voltage injection of arbitrary 
phase with respect to the load current implies active power 
transfer capabilities which increases the rating of the series 
active power filter. Voltage and current waveforms shown in 
Figs. 33.22, 33.23, and 33.24 illustrate the compensation 
characteristics of a series active power filter operating with a 
shunt passive filter. 


33.4.3 Power Circuit Design 


The power circuit topology of the series active power filter is 
composed by the three-phase PWM voltage source inverter, 
the second order resonant LC filters, the coupling transfor- 
mers, and the secondary ripple frequency filter (Fig. 33.21) 
The design characteristics for each of the power components 
are described below. 


33.4.3.1 PWM Voltage-Source Inverter 


Since series active power filter can compensate voltage unba- 
lance and current harmonics simultaneously, the rated power 
of the PWM voltage-source inverter increases compared with 
other approaches that compensate only current harmonics, 
since voltage injection of arbitrary phase with respect to the 
load current implies active power transfer from the inverter to 
the system. Also, the transformer leakage inductance entails 
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FIGURE 33.22 Load voltage waveforms for voltage unbalance compensation. Phase to neutral voltages at the load terminals before and after series 
compensation. (Compensation starts at 140 ms, current harmonic compensator not operating). 
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FIGURE 33.23 System current waveforms for current harmonic compensation. (a) Neutral current flowing to the ac mains before and after 
compensation. (b) Line currents flowing to the ac mains before and after compensation. (Voltage unbalance compensator not operating). 


fundamental voltage drop and fundamental apparent power, 
which has to be supported by the inverter, reducing the series 
active filter inverter rating available for harmonic and voltage 
compensation. The rated apparent power required by the 
inverter can be obtained by calculating the apparent power 
generated in the primary of the coupling transformers. The 
voltage reflected across the primary winding of each coupling 
transformer is defined by the following expression: 
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FIGURE 33.24 Load voltages and system currents for voltage unbalance 
and current harmonic compensation, before and after compensation. 
(a) Power system neutral current. (b) Phase-to-neutral load voltages. 
(c) Power system line current. 


where Vyeries is the rms voltage across the primary winding of 
the coupling transformer. Equation (33.31) shows that the 
voltage across the primary winding of the transformer is 
defined by two terms. The first one is inversely proportional 
to the quality factor of the passive LC filter, while the second 
one depends on the voltage unbalance that needs to be 
compensated. K, depends on the LC filter values while K, is 
equal to one. The current flowing through the primary wind- 
ing of the coupling transformer, due to the harmonic currents 
(Eqn. (33.32)), can be obtained from the equivalent circuit 
shown in Fig. 33.25: 


Zyd 
on rE (33.32) 
Zg + Zu +K; 
where Veeries = —Kı 1,4. The fundamental component of the 


primary current depends on the amplitude of the negative and 
zero sequence component of the source voltage due to the 
system unbalance. 
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FIGURE 33.25 The equivalent circuit of the series active power filter for 
harmonic components. 
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33.4.3.2 Coupling Transformer 


The purpose of the three coupling transformers is not only 
isolate the PWM inverters from the source but also to match 
the voltage and current ratings of the PWM inverters with 
those of the power distribution system. The total apparent 
power required by each coupling transformer is 1/3 the total 
apparent power of the inverter. The turn ratio of the current 
transformer is specified according to the inverter dc bus 
voltage, K, and Vef. The correct value of the turn ratio “a” 
must be specified according to the overall series active power 
filter performance. The turn ratio of the coupling transformer 
must be optimized through the simulation of the overall active 
power filter, since it depends on the values of different related 
parameters. In general, the transformer turn ratio must be 
high in order to reduce the amplitude of the inverter output 
current and to reduce the voltage induced across the primary 
winding. Also, the selection of the transformer turn ratio 
influences the performance of the ripple filter connected at 
the output of the PWM inverter. Taking into consideration all 
these factors, in general, the transformer turn ratio is selected 
equal to 1:20. 


33.4.3.3 Secondary Ripple Filter 


The design of the ripple filter connected in parallel to the 
secondary winding of the coupling transformer is performed 
following the method presented by Akagi in [6]. However, it is 
important to notice that the design of the secondary ripple 
filter depends mainly on the coupling transformer turn ratio 
and on the current modulator used to generate the inverter 
gating signals. If the triangular carrier is used, the frequency of 
the triangular waveform has to be considered in the design of 
the ripple filter. The ripple filter connected at the output of the 
inverter avoid the induction of the high frequency ripple 
voltage generated by the PWM inverter switching pattern at 
the terminals of the primary winding of the coupling trans- 
former. In this way, the voltage applied in series to the power 
system corresponds to the components required to compen- 
sate voltage unbalanced and current harmonics. The single- 
phase equivalent circuit is shown in Fig. 33.26. 

The voltage reflected in the primary winding of the current 
transformer has the same waveform that the voltage across the 
filter capacitor has. For low frequency components, the inver- 
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FIGURE 33.26 The single-phase equivalent circuit of the inverter 
output ripple filter. 
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ter output voltage must be almost equal to the voltage across 
Cg- However, for high frequency components, most of the 
inverter output voltage must drop across Lẹ, in which case the 
voltage at the capacitor terminals is almost zero. Moreover, Cg 
and Lẹ must be selected in order not to exceed the burden of 
the coupling transformer. The ripple filter must be designed 
for the carrier frequency of the PWM voltage-source inverter. 
To calculate C;, and Lẹ the system equivalent impedance at the 
carrier frequency, Z,,,, reflected in the secondary must be 
known. This impedance is equal to 


Z, 


sys(secondary) — a Zsys(primary) (33 à 33) 


For the carrier frequency, the following design criteria must 
be satisfied: 


(i) Xc K Xz, to ensure that at the carrier frequency 
most of the inverter output voltage 
will drop across Lẹ. 

to ensure that the voltage divider is 


between Lẹ and Cg- 


(ii) Xce and 
Xir << Zsys 


The small-rated LC passive filter exhibits a high quality 
factor circuit because of the high impedance on the output 
side. Oscillation between the small rated inductor and capa- 
citor may occur, causing undesirable high frequency voltage 
across the ripple filter capacitor, which is reflected in the 
primary winding of the coupling transformer generating high 
frequency current to flow through the power distribution 
system. It is important to note that this oscillation is very 
difficult to eliminate through the design and selection of the 
Lẹ and Cẹ values. However, it can be eliminated with the 
addition of a new control loop. The cause of the output 
voltage oscillation is explained with the help of Fig. 33.27. 
The transfer function Gp(s) between the input voltage V;(s) 
and the output voltage V-(s) is given by the equation: 
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FIGURE 33.27 Single-phase equivalent circuit of series active power 
filter connected to the ripple filter. 
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Normally, the damping factor ¢ is smaller than one, causing 
the voltage oscillation across the capacitor ripple filter, C,,. 
Generally, relatively low impedance loads are connected to the 
output terminals of voltage source PWM inverters. In these 
cases, the quality factor of the LC filter can be low, and the 
oscillation between the inductor Lẹ and the capacitor Cẹ is 
avoided [7]. 


33.4.3.4 Passive Filters 


Passive filters connected between the nonlinear load and the 
series active power play an important role in the compensation 
of the load current harmonics. With the connection of the 
passive filters the series active power filter operates as an 
harmonic isolator. The harmonic isolation feature reduces 
the need for precise tuning of the passive filters and allows 
their design to be insensitive to the system impedance and 
eliminates the possibility of filter overloading due to supply 
voltage harmonics. The passive filter can be tuned to the 
dominant load current harmonic and can be designed to 
correct the load displacement power factor. 

However, for industrial loads connected to stiff supply, it is 
difficult to design passive filters that can absorb a significant 
part of the load harmonic current and therefore its effective- 
ness deteriorates. Specially, for compensation of diode rectifier 
type of loads, where a small kvar passive filter is required, it is 
difficult to achieve the required tuning to absorb significant 
percentage of the load harmonic currents. For this type of 
application, the passive filters cannot be tuned exactly to the 
harmonic frequencies because they can be overloaded due to 
the system voltage distortion and/or system current har- 
monics. 

The single-phase equivalent circuit of a passive LC filter 
connected in parallel to a nonlinear current source and to the 
power distribution system is shown in Fig. 33.28. From this 
figure, the design procedure of this filter can be derived. The 
harmonic current component flowing through the passive 
filter ip and the current component flowing through the 
source i are given by the following expressions: 


Zy 


I. (33.35) 


tsh = Z,+Z; 


FIGURE 33.28 The single-phase equivalent circuit of the passive filter 
connected to a non-linear load. 
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FIGURE 33.29 The passive filter bandwidth. 


At the resonant frequency the inductive reactance of the 
passive filter is equal to the capacitive reactance of the filter, 
that is: 


2nfrl = (33.36) 


1 
2afrC 
Therefore, the resonant frequency of the passive filter is equal 
to: 


1 


2nV/LC 


The passive filter band width is defined by the upper and 
lower cutoff frequency, at which values the filter current gain is 
—3 dB, as shown in Fig. 33.29. 

The magnitude of the passive filter impedance as a function 
of the frequency is shown in Fig. 33.30. 

At the resonant frequency the passive filter magnitude is 
equal to the resistance. If the resistance is zero, the filter is in 
short circuit. The quality factor of the passive filter is defined 
by the following expression: 


fr= (33.37) 


(33.38) 
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FIGURE 33.30 The frequency response of the passive LC filter. 
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It is important to note that the operation of the series active 
power filter with off-tuned passive filter has an adverse impact 
on the inverter power rating compared to the normal case. The 
more off-tuned the passive filter is the more rated apparent 
power is required by the series active power filter. 


33.4.3.5 Protection Requirements 


Short circuits in the power distribution system generate large 
currents that flow through the power lines until the circuit 
breaker operates clearing the fault. The total clearing time of a 
short circuit depends on the time delay imposed by the 
protection system. The clearing time cannot be instantaneous 
due to the operating time imposed by the overcurrent relay 
and by the total interruption time of the power circuit breaker. 
Although power system equipment, such us power transfor- 
mers, cables, etc., are designed to withstand short-circuit 
currents during at least 30 cycles, the active power filter may 
suffer severe damage during this short time. The withstand 
capability of the series active power filter depends mainly on 
the inverter power semiconductor characteristics. 

Since the most important feature of series active power 
filters is the small rated power required to compensate the 
power system, typically 10-15% of the load rated apparent 
power, the inverter semiconductors are rated for low values of 
blocking voltages and continuous currents. This makes series 
active power filters more vulnerable to power system faults. 

The block diagram of the protection scheme described in 
this section is shown in Fig. 33.31. It consists of a varistor 
connected in parallel to the secondary winding of each 
coupling transformer, and a couple of antiparallel thyristors 
[8]. A special circuit detects the current flowing through the 
varistors and generates the gating signals of the antiparallel 
thyristors. The protection circuit of the series active power 
filter must protect only the PWM voltage-source inverter 
connected to the secondary of the coupling transformers and 
must not interfere with the protection scheme of the power 
distribution system. Since the primary of the active power 
filter coupling transformers are connected in series to the 
power distribution system, they operate as current transfor- 
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FIGURE 33.31 The series active power filter protection scheme. 
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mers, so that their secondary windings cannot operate in open 
circuit. For this reason, if a short-circuit is detected in the 
power distribution system, the PWM voltage-source inverter 
cannot be disconnected from the secondary of the current 
transformer. Therefore, the protection scheme must be able to 
limit the amplitude of the currents and voltages generated in 
the secondary circuits. This task is performed by the varistors 
and by the magnetic saturation characteristic of the trans- 
formers. 

The main advantages of the series active power filter 
protection scheme described in this section are the following: 


i) it is easy to implement and has a reduced cost, 

ii) it offers full protection against power distribution 
short-circuit currents, 

it does not interfere with the power distribution 
system. 


iii) 


When short-circuit currents circulate through the power 
distribution system, the low saturation characteristic of the 
transformers increases the current ratio error and reduces the 
amplitude of the secondary currents. The larger secondary 
voltages induced by the primary short-circuit currents are 
clamped by the varistors, reducing the amplitude of the PWM 
voltage-source inverter currents. After a few cycles of duration 
of the short-circuit, the PWM _ voltage-source inverter is 
bypassed through a couple of antiparallel thyristors, and at 
the same time the gating signals applied to the PWM voltage- 
source inverter are removed. In this way, the PWM voltage- 
source inverter can be turned off. The principles of operation 
and the effectiveness of the protection scheme are shown in 
Fig. 33.32. 

The secondary short-circuit currents will circulate through 
the antiparallel thyristors and the varistors until the fault is 
cleared by the protection equipment of the power distribution 
system. 

By using the protection scheme described in this subsection, 
the voltage and currents reflected in the secondary of the 
coupling transformers are significantly reduced. When short- 
circuit currents circulate through the power distribution 
system, the low saturation characteristic of the coupling 
transformers increases the current ratio error and reduces 
the amplitude of the secondary voltages and currents. More- 
over, the saturated high secondary voltages induced by the 
primary short-circuit currents are clamped by the varistors, 
reducing the amplitude of the PWM voltage-source inverter ac 
currents. Once the secondary current exceeds a predefined 
reference value, the PWM voltage-source inverter is by-passed 
through a couple of antiparallel thyristors, and then the gating 
signals applied to the PWM _ voltage-source inverter are 
removed. The effectiveness of the protection scheme is 
shown in Fig. 33.33. 

By increasing the current ratio error due to the magnetic 
saturation, the energy dissipated in the secondary of the 
coupling transformer is significantly reduced. The total 


33 Active Filters 


847 


2.0KA 


OA4 


-2.0KA 


200V 


ov - 


-200V r 
Os 20ms 


40ms 60ms 80ms 100ms 


(b) 


Time 


100A 


-100A r 
80A 


(c) 


„Allias ull iia 


-0A 


ee tt 


(d) 


100A 


-100A 


20ms 40ms 


60ms 80ms 100ms 
(e) Time 


FIGURE 33.32 Current waveforms of the series active power filter during a three-phase short-circuit in the power distribution system set at 50 ms. (a) 
Power distribution system line current. (b) Current transformer secondary voltage. (c) Inverter ac current. (d) Current through an inverter leg. (e) 


Inverter dc bus current. 
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power distribution system. The protection scheme is implemented with 
the varistor, a couple of antiparallel thyristors, and a coupling transformer 
with low saturation characteristic. (a) Current through the varistor. (b) 
Current through the thyristors. (c) Inverter ac current. 


source voltages through the coupling transformers compensat- 
ing the voltage unbalance at the load terminals. In order to 
reduce the amplitude of the current flowing through the 
neutral conductor, the zero sequence components of the line 
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FIGURE 33.34 The total energy dissipated in the varistor during the 
power system short-circuit for different protection schemes implementa- 
tions. (a) Only with the varistor used. (b) The varistor is connected in 
parallel to a bidirectional switch. (c) With the complete protection 
scheme operating (including the coupling transformer with low satura- 
tion characteristics). 
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Voltage Reference Generator for Unbalance 
Compensation 


FIGURE 33.35 Compensation scheme for voltage unbalance correction. 


currents are calculated. In this way, it is not necessary to sense 
the current flowing through the neutral conductor. 


33.4.4.1 Reference Signals Generator 


The compensation characteristics of series active power filters 
are defined mainly by the algorithm used to generate the 
reference signals required by the control system. These refer- 
ence signals must allow current and voltage compensation 
with minimum time delay. Also it is important that the 
accuracy of the information contained in the reference signals 
allows the elimination of the current harmonics and voltage 
unbalance presents in the power system. Since the voltage and 
current control scheme are independent, the equations used to 
calculate the voltage reference signals are the following: 


v 1 1 v 
N = 5 a @ K (33.39) 
Va 3i æ all», 
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The voltages v,, Vp and v, correspond to the power system 
phase to neutral voltages before the current transformer. The 
reference voltage signals are obtained by making the positive 
sequence component, v4; zero and then applying the inverse of 
the Fortescue transformation. In this way the series active 
power filter compensates only voltage unbalance and not 
voltage regulation. The reference signals for the voltage unba- 
lance control scheme are obtained by applying the following 
equations: 


Vrefa 1 1 1 —Vao 


Vrefb (33.40) 


Vrefc —Va2 


In order to compensate current harmonics generated by the 
nonlinear loads, the following equations are used: 


laref 1 0 -1 
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where iy is the fundamental zero sequence component of the 
line current and is calculated using the Fortescue transforma- 
tion: 

ip = (1/V3)(i, + h + ià. (33.42) 
In (33.41) Piet fref Ux» and vg are defined according to the 
Instantaneous Reactive Power Theory. In order to avoid the 
compensation of the zero sequence fundamental frequency 
current the reference signal ij) must be forced to circulate 
through a high pass filter generating a current ij which is used 
to create the reference signal required to compensate current 
harmonics. Finally, the general equation that defines the 
references of the PWM voltage-source inverter required to 
compensate voltage unbalance and current harmonics is the 
following: 


Vefa 7 1 0 
View | =K; -1/2 ~3/2 
Vefe —1/2 —/3/2 
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where K; is the gain of the coupling transformer which defines 
the magnitude of the impedance for high frequency current 
components, and K, defines the degree of compensation for 
voltage unbalance, (ideally K, equals 1). 


33.4.4.2 Gating Signals Generator 

This circuit provides the gating signals of the three-phase 
PWM voltage-source inverter required to compensate voltage 
unbalance and current harmonic components. The current 
and voltage reference signals are added and then the amplitude 
of the resultant reference waveform is adjusted in order to 
increase the voltage utilization factor of the PWM inverter for 
steady-state operating conditions. The gating signals of the 
inverter are generated by comparing the resultant reference 
signal with a fixed frequency triangular waveform. The trian- 
gular waveform helps to keep the inverter switching frequency 
constant (Fig. 33.36). 

A higher voltage utilization of the inverter is obtained if the 
amplitude of the resultant reference signal is adjusted for the 
steady-state operating condition of the series active power 
filter. In this case, the reference current and reference voltage 
waveforms are smaller. If the amplitude is adjusted for 
transient operating conditions, the required reference signals 
will have a larger value, creating a higher dc voltage in the 
inverter and defining a lower voltage utilization factor for 
steady-state operating conditions. 

The inverter switching frequency must be high in order not 
to interfere with the current harmonics that need to be 
compensated. 


33.4.5 Control Circuit Implementation 


Since the control scheme of the series active power filter must 
translate the current harmonics components that need to be 
compensated in voltage signals, a proportional controller is 
used. The use of a PI controller is not recommended since it 
would modify the reference waveform and generate new 
current harmonic components. The gain for the proportional 
controller depends on the load characteristics and its value 
fluctuates between 1 and 2. 


Triangular 
Waveform 
(4 kHz) 
Voltage Reference 
Amplitude Inverter 
Adjustment Gating 
Signals 


Current Reference 


FIGURE 33.36 The block diagram of the gating signals generator. 
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Another important element used in the control scheme is 
the filter that allows us to generate P,e and q,.¢ (Fig. 33.35). 
The frequency response of this filter is very important and 
must not introduce any phase-shift or attenuation to the low 
frequency harmonic components that must be compensated. 
A high-pass first order filter tuned at 15 Hz is adequated. This 
corner frequency is required when single-phase nonlinear 
loads are compensated. In this case, the dominant current 
harmonic is the third. An example of the filter that can be used 
is shown in Fig. 33.37. 

The operator “a” required to calculate the sequence com- 
ponents of the system voltages (Fortescue transformation) can 
be obtained with the all-pass filter shown in Fig. 33.38. 

The phase shift between V, and V; is given by the following 
expression: 


0 = 2arctan(27fR,C) (33.44) 


«> 


Since the phase-shift is negative, the operator “a” is 
obtained by using an inverter (180°) and then by tuning 
0 = —60°. The operator “a?” is obtained by phase-shifting 
V; by —120°. V; is synchronized with the system phase-to- 
neutral voltage Vn- 


R, 
A/VV 
m~~ 
+ 
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FIGURE 33.37 The first-order high-pass filter implemented for the 
calculation of p,.¢ and q,.¢(C, = Cy = 0.1 uF, Ri = Rp = 150 kQ, R, = 
50 kQ). 
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FIGURE 33.38 The all-pass filter used as a phase shifter. 
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33.4.6 Experimental Results 


The viability and effectiveness of series active power filters 
used to compensate current harmonics was proved in an 
experimental setup of 5kVA. Current waveforms generated 
by a nonlinear load and using only passive filters and the 
combination of passive and the series active power filter are 
shown in Figs. 33.39 and 33.40. 
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These figures show the effectiveness of the series active 
power filter, which reduces the overall THD of the current 
that flows through the power system from 28.9% (with the 
operation of only the passive filters) to 9% with the operation 
of the passive filters with the active power filter connected in 
series. The compensation of the current that flows through the 
neutral conductor is shown in Fig. 33.41. 
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FIGURE 33.39 Experimental results without the operation of the series active power filter. (a) Load current. 
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FIGURE 33.40 Experimental results with the operation of the series active power 


filter. (c) Current through the power supply. 
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Experimental results of neutral current compensation. (a) Current flowing through the neutral without the operation of the series 


active power filter. (b) Current flowing through the neutral with the operation of the active power filter. 
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34.1 Introduction 


This chapter shows how power electronics circuits, electric 
motors and drives, can be simulated with modern simulation 
programs. The main focus will be on PSpice®, which is one of 
the most widely used general-purpose simulation programs 
and Simplorer®, Release 4.1, which is more specialized 
towards the power electronics and motor drives application 
area. Ali Ricardo Buendia, who is currently working towards 
his MSFE degree, has created the examples for Simplorer®. 
The PSpice® examples have originally been developed for 
Release 8 from MicroSim and have been converted to the 
current Release 9. Examples for both versions are given. The 
examples in this chapter have been chosen such that they can 
be run on the evaluation versions of the particular programs. 
The author found this to be very beneficial in an educational 
environment, since such examples can be shared with students 
to enhance their understanding of the lecture material. This 
shall by no means lead to the conclusion that the programs 
and simulations presented here cannot be used for serious 
professional work. In fact, the author has used these tools with 
great success in many research and consulting projects. In 
addition to the programs mentioned above, MathCAD® has 
been used to derive and present the underlying equations. The 
advantage of using MathCAD® for this purpose is, that in 


Copyright © 2001 by Academic Press. 
All rights of reproduction in any form reserved. 


MathCAD® it is possible to check equations by actually 
executing them. 

The examples have been developed to illustrate advanced 
techniques for simulation of systems from the power electro- 
nics and drives area but not to teach the basic features of the 
individual programs. It is assumed, that the reader will 
familiarize themselves with the basics on how to run the 
programs using the accompanying documentation. In addi- 
tion, it is assumed that the reader is familiar with the basics of 
power electronics and electric machines, specifically ac induc- 
tion machines. For a review the reader shall be referred to [2] 
for power electronics and [3,7] for induction machines. 


34.2 Use of Simulation Tools for Design 
and Analysis 


Before any in-depth discussion of specific simulation exam- 
ples, it is appropriate to reflect upon the value of simulations 
and its place in the design and analysis process. Computer 
simulations enable engineers to study the behavior of complex 
and powerful systems without actually building or operating 
them. Simulations therefore have a place in the analysis of 
existing equipment as well as the design of new systems. In 
addition, computer simulations enable engineers to safely 
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study abnormal operating or fault conditions without actually 
creating such conditions in the real equipment. 

However, the reader should be reminded that, even the most 
modern simulation programs cannot perfectly represent all 
parameters and aspects of real equipment. The accuracy of the 
simulation results depends on the accuracy of the component 
models and the proper identification and inclusion of parasitic 
circuit elements such as parasitic inductance, capacitance and 
parasitic mutual coupling. Accuracy of component models in 
this context shall not mean that the model is actually faulty 
but rather that the limitations of the model are exceeded. For 
example, if the transformer inrush phenomenon were to be 
studied using a linear model for a transformer, the simulation 
would not yield useful results. 

In particular, the precise prediction of voltage and current 
traces during fast switching transitions in power electronics 
circuits has been proven to be difficult. To obtain useful 
results, extensive experimental validation, advanced device 
models (and the values for their parameters!) and detailed 
knowledge of parasitic elements, including those of the pack- 
aging of the circuit elements, are necessary. In addition, 
numerical convergence is often a problem, if gate drive signals, 
with rise and fall times as steep as in real circuits, are applied. 
Therefore, the exact prediction of waveforms during switching 
transitions shall be excluded from the discussions in this 
chapter. Consequently, the author prefers to measure para- 
meters such as voltage rise and fall times, over and under- 
shoot, etc., on actual circuitry in the laboratory. 

Sometimes, users of PSpice™ claim that the convergence 
problems are so severe that its use for simulations of power 
electronics circuits is just not possible or worth the effort. 
However, this is absolutely not true and with the proper 
techniques of gate signal generation, we can simulate just 
about any given circuit with little or no convergence problems. 
In addition, if convergence problems are avoided, simulations 
run much faster and larger numbers of individual transitions 
can be studied. This is achieved by generating gate signals that 
are slightly less steep than in real circuits using analog 
behavioral elements. This gives a lot of insight into the cycle 
by cycle as well as the system level behavior of a power 
electronics circuit. In this fashion, the function of an existing, 
as well as the expected performance of a new, proposed circuit, 
can be studied. An excellent application for these cycle-by- 
cycle simulations is the development and verification of 
control strategies for the power semiconductors. 

Analog behavioral modeling (ABM) techniques included in 
PSpice” can be used to study large and complex systems like 
the control of induction machines using field oriented (also 
called vector) control techniques. Examples are given that 
replace the power electronics inverter with an ABM source 
that produces voltages, which represent the short term average 
(filtering away the voltage components of the switching 
frequency and above) of the output of a three-phase inverter. 
These examples represent pure system level simulations, which 
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could have also been done using programs like 
MatLab/Simulink®. However, circuit simulation programs 
provide the option of studying actual circuit level details in 
complex systems. To demonstrate this capability, the startup of 
an induction motor, fed by a three-phase MOSFET inverter, is 
presented. 

In all modeling cases, the user needs to define the goal of the 
simulation effort. In other words, the user must answer the 
question “What information shall be obtained through the 
simulation of the circuit or system?” The user must then select 
the appropriate simulation software and the appropriate 
models. This process requires a detailed understanding of 
the properties and limitations of the device models and the 
sensitivity of the results to the model limitations. In order to 
obtain such an understanding, it is often recommended and 
necessary to perform numerous simulation test runs, carefully 
scrutinize the results and compare them with measured data, 
results from other simulation packages or otherwise known 
facts. 


34.3 Simulation of Power Electronics 
Circuits with PSpice” 


The first example of a power electronics circuit is a step-down 
(also called Buck) converter with synchronous rectification. 
For the purpose of synchronous rectification, the diode, which 
connects the inductor to ground in the regular circuit, is 
replaced with a power MOSFET transistor. The benefit of this 
circuit is, that the power MOSFET represents a purely resistive 
channel in the on state. This channel does not have a residual, 
current independent, voltage drop like the p-n junction of a 
diode. Therefore, the voltage drop across the MOSFET can be 
made lower than what can be achieved with diodes. The results 
are reduced losses and increased efficiency. To achieve this, the 
lower MOSFET must be turned on whenever the upper 
MOSFET is turned off and the current in the inductor is 
positive. If the current in the inductor is continuous, the drive 
signal for the lower MOSFET is simply the inverted drive 
signal for the upper MOSFET. However, if the current in the 
inductor is discontinuous, the drive signal for the lower 
MOSFET must be cut off as soon as the current in the inductor 
goes to zero. Figure 34.1 shows a simulation setup for a 
synchronous buck converter that can operate correctly for 
continuous as well as discontinuous inductor current. 

As mentioned before, the key element of this example is the 
circuit for the generation of the gate drive signals for the 
MOSFETs. For clarity this circuit has been realized using only 
standard elements from the libraries of the evaluation version. 
The basic principle of the operation of the gate drive circuit is 
the well-known carrier based scheme, where a control voltage 
is compared with a triangular carrier with fixed amplitude. An 
“ABM” block, shown in the lower left part of Fig. 34.1, 
generates the triangular carrier. Eqn. (34.1) below gives the 


34 Computer Simulation of Power Electronics and Motor Drives 


IL PARAMETERS 
M1 H © Fsw 10k 
ja B — Pi 3.14159265 
= 
o IRFI80 E H1 L1 
+| say 7 1 pa 
=> Wi 1mH 
Ue, e A Ct | Rload 
i 20uF F 
IRF 150 IC=0¥ 60 
O 
4- #- 
= E+ 
H+ GUTS O 41+ 
045 I ‘| W- OUT O1- 
EVALUE 
Ta IF(V(38IN+ 22, V(%1N+),0} 
1K + 
TUPI > > PWM 
Acos(Cost MES E- 
2*Pi*Fsw* Time m oTa O 2+ 
+Pi/21) Triangle ee ae ee E 
EVALUE 
IFEVESOIN+ }<-2, IFCV(9aIN-)>40m, -V¢%IN+),0},0) 
FIGURE 34.1 Simulation setup for a synchronous Buck converter. 


equation for the triangular carrier wave. The output range of 
the function shown in Eqn. (34.1) is between 0.0 and 1.0. 


E_,(t) := ~acos(cos(2zft + =)) (34.1) 


For the generation of the gate drive signals, the carrier wave is 
compared with a control signal that can have values between 
0.0 and 1.0, corresponding to a duty cycle input between 0% 
and 10%. Feeding the difference of the carrier wave and the 
control signal into a soft comparator generates the primary 
PWM signal. Careful inspection of the implementation of the 
soft-limiter element provided in the evaluation version of 
PSpice” shows, that it uses a scaled hyperbolic tangent 
function. Figure 34.2 shows a plot of a hyperbolic tangent 
function. It can easily be seen that the result of the soft limiter 
is an output signal with smooth transitions, which is crucial to 
avoid convergence problems in PSpice®. The soft limiter used 
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FIGURE 34.2 Plot of a hyperbolic tangent function used to generate 
smooth PWM signals. 
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here has an upper and lower limit of +15 V and a gain 
(steepness control for the tanh function) of 1000 (1k). 

Figure 34.3 shows the output of the simulation run for the 
synchronous buck converter. The top-level graph shows the 
generated triangle carrier. It has a frequency (Fsw, see para- 
meter statement in Fig. 34.1) of 10kHz. This frequency has 
been chosen rather low to improve the readability of Fig. 34.3. 
In the graph below the triangle voltage in Fig. 34.3, the gate 
drive signals are shown for both MOSFET transistors. Please 
note that the gate drive signal for the lower MOSFET is 
vertically shifted by 30V in order to separate the traces for 
readability. The graph below the gate drive signals shows the 
inductor current. It can be seen that the current is discontin- 
uous after the initial inrush peak. The inrush peak is caused by 
the fact that the capacitor is initially discharged (IC = 0 V). It 
is evident, that the gate drive signal of the lower (synchronous 
rectification) MOSFET is appropriate for the inductor current. 
The bottom trace shows the capacitor voltage, with has a 
steady state value of slightly more than 0.5 x 40 V (0.5 = 
50%) being the duty cycle and 40 V being the input voltage) 
due to the fact that the inductor current is slightly discontin- 
uous even at steady-state conditions. To test the gate drive 
circuit for the lower MOSFET, the load has been chosen such 
that the steady-state current would be discontinuous. Follow- 
ing the soft limiter are two voltage-controlled voltage sources 
that generate isolated gate-source voltages of 15 V for the on 
condition and 0V for the off condition of the MOSFETs. To 
enable operation with discontinuous inductor current, the 
source “E-” in Fig. 34.1 also monitors the polarity of the 
inductor current through a current controlled voltage source 
“H1” with unity gain. 

In addition to the cycle-by-cycle simulation of a dc-dc 
converter, it is also possible to use a time-averaged replace- 
ment for the MOSFET transistors used in the circuit in Fig. 
34.1. In fact, a common time average model can be used for 
the Buck, the Boost, the Buck-Boost, and the Cuk converter as 
long as they operate with continuous inductor current. The 
time-averaged model has the advantage that it can run much 
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FIGURE 34.3 Output waveforms for the synchronous buck converter. 
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faster since it does not have to follow each switching transi- 
tion. It is also possible to perform dc and ac sweep analyses. A 
dc sweep would sweep the duty cycle over a wide range and 
show the output voltage as a function of the duty cycle. An ac 
sweep analysis would sweep the frequency of an ac signal, that 
is superimposed on top of the duty cycle bias signal. The ac 
sweep allows the study of the behavior of the converter, 
including a feedback control system, in the frequency 
domain for traditional stability analysis and system tuning. 
A detailed description of this time-averaged modeling tech- 
nique, including detailed examples is given in [1]. 

To illustrate the capabilities of the PSpice® simulation 
program, the next example shows a complete three-phase 
inverter bridge using six power MOSFETs. This circuit is 
shown in Fig. 34.4. Note that free-wheeling diodes are an 
integral part of every power MOSFET and are not shown 
separately. The inverter drives a three-phase load, which could 
represent an induction motor for a singular operating point. 
The load is connected to the inverter output terminals with so- 
called connection bubbles. Due to the number of elements 
involved, the circuit for the gate drive signal generation is 
contained in a hierarchical block. Blocks like this are available 
from the main toolbar in the schematic editor. Double clicking 
on this block called “PWM_Generator” reveals the subcircuit 
which is shown in Fig. 34.5. 

The hexagonal shaped symbols named “1+”, “1—”, “2+”, 
etc., are called interface ports. These interface ports provide 
the connection between the subcircuit and the ports of the 
hierarchical block above. Here the connection is to the ports 
(dots) on the “PWM_Generator” block. The interface ports 
are created by simply drawing a wire up to the boundary of the 
block. The name of the port is initially generic, “Px”, where x is 
a running number, but can be easily edited by double-clicking 
on the generic name. After drawing a block and creating all the 
ports, double-clicking inside the box will open up a schematic 
page for the subcircuit which has all the appropriately named 
interface ports already in it. Additional details on hierarchical 
techniques can be found in [10]. 
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FIGURE 34.4 Circuit for a three-phase inverter with MOSFETs. 
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FIGURE 34.5 PWM generation sub-circuit for a three-phase MOSFET 
inverter. 


The circuit shown in Fig. 34.5 is similar to the gate-drive 
generation circuit discussed before. Circuits like the circuit 
shown in Fig. 34.1 compare a triangular carrier with one or 
more reference signals. In this case, three reference signals, one 
for each phase, are used. The triangular carrier signal is 
symmetrical with respect to the time axis. The values cover 
the range from —1.0 to 1.0. The equation for the carrier signal 
is given by Eq. (34.2): 


pay = = asin(sin( 2nt + >). (34.2) 


The three reference signals are sinusoidal signals with equal 
amplitude and a relative phase shift of 120°. For linear 
modulation, the amplitude range of the reference signals is 
limited to the amplitude of the triangular carrier, e.g. 1 V. The 
ratio of the reference wave amplitude and the (fixed) carrier 
amplitude is called amplitude modulation ratio “m_a”. In the 
circuit shown in Fig. 34.4 “m_a” has a value of 0.8. This value 
is defined by a parameter symbol and represents a global 
parameter, which is visible throughout all levels of the hier- 
archy. The phase to neutral voltage amplitude of each inverter 
leg is equal to “Vbus + ” (shown in Fig. 34.4) multiplied with 
the amplitude modulation ratio. The frequency and waveshape 
of the phase to neutral voltage of each phase leg is equal to the 
reference waveform, if the high frequency components result- 
ing from the carrier wave are filtered away. This way, each 
inverter leg can be viewed as a linear power amplifier for its 
reference voltage. In fact, in drive applications, inverters are 
often called “servo-amplifiers”. The load typically reacts only 
to the low-frequency components of the inverter output 
voltage. The high-frequency components, which include the 
triangular carrier frequency (also called switching frequency) 
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and its harmonics, are typically “just a blur” for the load. This 
is especially true in recent times, where switching frequencies 
of 20kHz and above are common. As an added benefit, 
audible noise is avoided at these frequency levels. 

The circuit involving the soft limiter and level shifter/high 
side driver in Fig. 34.5 is very similar to the circuit for the 
synchronous buck converter, except for the fact that the load 
current is not monitored. The control functions for the “E_x-+, 
E_x—” sources, where x denotes the phase, are chosen such 
that the activation voltage levels are +2 V. If the output 
voltage of the soft-limiter is between —2 V and +2V, no 
MOSFET is activated, and shoot-through, meaning a short- 
circuit between the positive and negative bus, is avoided. 

Figure 34.6 shows the simulation results for the three-phase 
inverter. The time scale is slightly stretched to show the details 
of the PWM signals better. The graph on top represents the 
line-to-line voltage V,p. The graph below shows the load 
currents for all three phases. Due to the inductors contained 
in the load, the current cannot instantaneously change and 
follow the PWM signal. Therefore the load current is an 
almost pure sinusoid with very little ripple. This is represen- 
tative of the line currents in induction motors. 

Figure 34.7 shows that the MOSFETs in Fig. 34.4 can be 
replaced with IGBTs. The particular IGBT shown here is 
included in the library of the evaluation version. Note that 
free wheeling diodes are needed, if IGBTs are used. The free 
wheeling diodes carry the load current when the IGBTs are 
turned off to provide a continuous path for the current. This is 
very important, since the load can have a substantial inductive 
component. Whenever the diodes are conducting, energy 
flows momentarily back to the source. In the case of power 
MOSFETs, the diodes (often called body diodes) are an 
integral part of the device. In the symbol graphic of PSpice™ 
these body diodes are not shown for MOSFETs. For this 
circuit, the gate drive circuit and the results are the same as 
for the three-phase bridge with power MOSFETs. 
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FIGURE 34.6 Output waveforms of the three-phase inverter with 
MOSFETs. 
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FIGURE 34.7 Three-phase inverter circuit with IGBTs. 


34.4 Simulations of Power Electronic 
Circuits and Electric Machines 


In the following, the startup of an induction motor, fed by the 
three-phase inverter shown in Fig. 34.4, is shown. For this 
purpose, the simple passive load in Fig. 34.4 is replaced by an 
induction motor. For this and further discussions it is assumed 
that the reader is familiar with the theory of induction 
machines. A number of excellent references are given at the 
end of this chapter [3,4,5,7]. The induction motor symbol 
represents the electromechanical model of an induction 
motor. The model is suitable for studies of electrical and 
mechanical transients as well as steady state conditions. The 
output pin on the motor shaft represents the mechanical 
output. The voltage on this pin represents the mechanical 
angular velocity using the relation 1 V = 1 rad/s. In addition, 
any current drawn from or fed into this terminal represents 
applied motor or generator torque according to the relation 
1 A= 1 Nm. Due to these definitions, the electrical power 
associated with the voltage of the motor shaft (with respect to 
ground) is identical to the mechanical power. Following the 
well-known theory, the induction motor model has been 
derived for a two-phase (direct and quadrature, D, Q) equiva- 
lent motor. Attached to the motor is a bi-directional two- 
phase to three-phase converter module. This module is voltage 
and current invariant. This means that the voltage and current 
levels in the two-phase and the three-phase machine are equal. 
Consequently, the power in the two-phase machine is only 3 of 
the power in the three-phase circuit. This is accounted for in 
the calculation of the electromagnetic torque (see Eq. 34.4 
below). The internally generated torque can be monitored on 
the output labeled “Torque” on top of the sleeve around the 
motor shaft. The linear load in Fig. 34.8 is a symbol that 
represents an appropriately sized resistor to ground. 

In Fig. 34.8 the motor is represented by a custom symbol 
called “Motor1”. A simple hierarchical block could have been 
used for the motor, but a custom symbol has been created to 
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achieve a more realistic and pleasing graphical representation. 
The symbol can be easily created with the symbol editor, 
which is build into the regular schematics editor. The editor 
provides standard graphical elements (lines, rectangles, circles) 
etc., so that professional looking symbols can easily be created. 
More details on this are shown below in Figs. 34.19, 20 and the 
accompanying discussion. The motor symbol resides in a local 
library (.slb), which is located in the same subdirectory, where 
all other files for the project are residing. The library is 
configured (the simulator is told of its existence) by using 
the menu dialog “Options/Editor Configuration/Library 
Settings/Add Local”. These parameters are passed onto the 
subcircuit by using the name of the parameter preceded by a 
‘@ symbol. The advantage of passing parameters to sub- 
circuits in this way is that several symbols can call one set of 
subcircuits with different parameters (Table 34.1). 
Double-clicking on the motor symbol reveals the associated 
subcircuit that implements its function. This sub-circuit is 


TABLE 34.1 List of all attributes 
used for the induction motor symbol 


Attributes 


PART = Induction_Servo 
MODEL = Ind_Motor 
TEMPLATE = 

J_mot = 0.0 
Omega_init = 0.0 

Ls = (@Lm + @Lsl) 

Lr = (@Lm + @Lrl1) 
Poles = 4 

Tau_r = (@Lr/@R_Rot) 
REFDES = Motor? 

Lsl = 14.96 mH 


Lrl = 8.79mH 
R_Stat = 3.60 
R_Rot = 1.90 


Lm = 424.41mH 
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shown in Fig. 34.9. The upper portion of this subcircuit 
represents the electrical model. The task of the electrical 
model is to calculate the stator and rotor currents, where the 
stator voltages and the mechanical speed of the machine are 
input parameters. However, it is also possible, without any 
changes, to feed stator currents (with controlled current 
sources) into the D and Q inputs and have the model calculate 
the appropriate stator voltages. This option is useful for vector 
control applications, which are discussed later. 

The equation system for the electrical model is given by 
Eqn. (34.3): The theory for this equation system is derived in 
[3,4,5,7]. The equation system and the model are formulated 
for the stationary reference frame. This reference frame 
assumes that the frame of the machine is stationary (which 
is hopefully the case in the real machine!) and the voltages and 
currents of the rotor are equivalent ac values with stator 
frequency. From machine theory we know that the actual 
rotor currents have slip frequency. Another reference frame is 
the synchronous (also called excitation) reference frame. In 
this reference frame the stator of a fictitious machine is 
assumed to rotate with synchronous speed. The advantage of 
this reference frame is that the input frequency is zero (dc), 
which makes it easy to explain the principle of vector control 
by extending the theory of dc machines to ac machines. 
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Sometimes still other reference frames are used and it is 
possible to generate a universal electrical model with a 
reference frame speed input. This model could then be used 
for any reference frame. 

The electrical model shown in Fig. 34.9 implements the 
equation system Eqn. (34.3). The circuit closely resembles the 
well-known T equivalent circuit for the steady state analysis of 
induction machines. Two instances of the T equivalent circuit 
are necessary to implement the two-phase (D, Q) model. The 
two instances of the circuit are almost mirror images of each 
other (and actually drawn that way) except for some differ- 
ences in the circuit elements that calculate the voltages, which 
are generated due to the rotation of the rotor. The bottom of 
Fig. 34.9 represents the mechanical model. This circuitry 
calculates the internally generated electro-magnetic torque 
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using the rotor and stator currents as input values. The 
equation for the torque is given by Eqn. 34.4 [3,4,5,7]: 


_3P 


T= z7 EmUsa ha ==! Talia) (34.4) 


The factor 3 accounts for the fact that the real motor is a three- 
phase machine. Using the generated torque, the load torque 
and the moment of inertia, the angular acceleration can be 
calculated. Integration of the angular acceleration yields the 
rotor speed, which is used in the electrical model. To avoid 
clutter and to improve readability, connection bubbles are 
used to connect the various parts of the model together. 
Since typical induction machines are three-phase machines, 
it is often desirable to have a machine model with a three- 
phase input. Therefore a bidirectional two-phase to three- 
phase converter module, which can be attached to the motor, 
has been developed. A subcircuit for this module is shown in 
Fig. 34.10. This circuit is truly bidirectional, meaning that the 
circuit can be fed with voltage or current sources from either 
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FIGURE 34.10 Subcircuit for the ABC—DQ transformation module. 
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side. The equation system for this voltage and current in- 
variant transformation is given by Eqn. (34.5). This trans- 
formation is sometimes called “Clark” or “ABC-DQ” 
transformation. Note that Vj denotes a zero-sequence voltage, 
which is assumed to be zero. This voltage would only have 
non-zero values for unbalanced conditions. An interesting 
detail of the subcircuit is the three-phase switch on the 
input. This switch is necessary to ensure a stable initialization 
of the simulator in case the machine is fed with a controlled 
current source. The switch provides an initial shunt resistor 
from the three-phase input to ground. Soon after the simula- 
tion has started, the switch opens and leaves only a negligible 
shunt conductance to ground. 


Vi 2-1 -1 V, 
Vy =; 0 V3 =v || v 
V, 1 1l 1 V, 
V, 2 0 2][v 
vW | s=5|-1 s3 2| v (34.5) 
V, -1 -/3 2i vV, 


Figure 34.11 shows the result for the startup of the induc- 
tion motor for the circuit of Fig. 34.8. The motor is a 1/2 hp, 
208 V, 4-pole machine. The detailed parameters are shown in 
Table 34.1. The PWM generation was identical to the example 
shown in Fig. 34.4, except that the switching frequency was 4 
kHz and 21.1% of the third harmonic has been added to each 
of the reference sinusoids in order to increase the linear 
modulation range. The resulting reference waveform was 
then multiplied with 1.14, which represented the maximum 
voltage for linear modulation. The top trace in Fig. 34.11 
shows the developed electromagnetic torque, the zero level and 
the level for the rated steady-state torque (2 Nm). This graph 
shows the typical oscillatory torque production of the induc- 
tion machine for uncontrolled line start. The scale for this 
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Induction motor startup with three phase inverter 
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graph is 1 V = 1 Nm. The graph below shows the mechanical 
angular velocity with a scale of 1 V = 1 rad/s. Below the graph 
for the rotor speed, all three input currents are shown. It is 
evident that the current traces are almost perfect sinusoids, 
despite the fact that the input voltage is the PWM waveform 
shown in the bottom graph. Also, the trace for the torque 
shows no discernable high-frequency ripple. The reason is of 
course, that the motor windings are inductive, and represent a 
low pass filter for the applied voltages. Nevertheless, recent 
research suggests that filtering the output voltage of the 
inverter is advantageous anyway, because it significantly 
reduces the voltage stress on the windings and suppresses 
displacement currents through the bearings [8]. 


34.5 Simulations of ac Induction 
Machines using Field Oriented 
(Vector) Control 


The following examples will demonstrate the use of PSpice™ 
for simulations of ac induction machines using Field Oriented 
Control (FOC). Again, it is assumed that the reader is familiar 
with the basics of induction machine theory. Often times FOC 
is also called vector control, and both expressions can be used 
interchangeably. Field oriented control was proposed in the 
1960s by Hasse and Blaschke, working at the Technical 
University of Darmstadt [6]. The basic idea of field oriented 
control is to inject currents into the stator of an induction 
machine such that the magnetic flux level and the production 
of electromagnetic torque can be independently controlled and 
the dynamics of the machine resembles that of a separately 
excited dc machine without armature reaction. The previously 
discussed two-phase model for the induction machine is very 
helpful for studies of vector control and shall be used in all 
examples. If a two-phase induction motor model for the 
synchronous (or excitation) reference frame is used, the 
similarities between the control of a separately excited dc 
machine and vector control of an ac induction machine 
would be most evident. In this case, the D input would 
correspond to the field excitation input of the dc machine 
and both inputs would be fed with dc current. Assuming 
unsaturated machines, the current into the D input of the 
induction machine or the field current in the dc machine 
would control the flux level. The Q input of the induction 
machine would correspond to the armature winding input of 
the dc machine and again both inputs would receive dc 
current. These currents would directly control the production 
of electromagnetic torque with a linear relation (constant kr) 
between the current level and the torque level. Furthermore, 
the Q component of the current would not change the flux 
level established by the D component. To make such a 
simulation work, it would finally be necessary to calculate 
the slip value that corresponds to the commanded torque and 


M. Giesselmann 


supply this dc value to the D,Q (synchronous reference frame) 
machine model. 

Of course this is very interesting from an academic stand- 
point and the author uses this example in a semester long 
lecture on field oriented control. However, it should again be 
noted that a machine represented by a model with a synchro- 
nous reference frame would have a stator, which rotates with 
synchronous speed. Of course this is not realistic and therefore 
it is more interesting to generate a simulation example that 
uses the previously discussed motor with a model for the 
stationary reference frame. This motor must be supplied with 
ac voltages and currents with a frequency determined mostly 
by the rotor speed to a small extent by the commanded torque. 
We still supply dc values representing the commanded flux 
and torque but we transform these dc values to appropriate ac 
values. In the following example we will assume that we can 
measure the actual rotor speed with a sensor. This can in effect 
be easily accomplished and many types of sensors are available 
on the market. If we add the slip speed, that we determine 
mathematically from the torque command, to the measured 
rotor speed, we obtain the synchronous speed for the given 
operating point. With this synchronous speed we can trans- 
form the dc flux and torque command values from the 
synchronous reference frame to the stationary reference 
frame. We accomplish this by using a rotational transforma- 
tion according to the matrix equations in Eqn. (34.6). This 
rotational transformation is also called ‘Park’ transformation: 


Voo] _ Teosto) —sin(p) Tf Voin 
| aa z | sin(p)  cos(p) l | | 
Voou] _[ costo) — sin(p) Tf Voin 
| al 7 | —sin(p) cos(p) l | a 
cos(p) —sin(p)][ cos(p) sin(p) 
| sin(p) cost) l | — sin(p) a 


As shown in Eqn. (34.6), the transformation is bidirectional 
and the product of the transformation matrices yields the 
unity matrix. For the following discussion we shall define the 
transformation, which produces ac values from dc inputs as a 
positive vector transformation and the reverse operation as 
consequently a negative vector transformation. The matrix 
equation for the positive vector transformation is shown on 
the left-hand side of Eqn. (34.6). The negative transformation 
is very useful to extract dc values from ac voltages and currents 
for diagnostic purposes. We will also make use of it for 
sensorless vector control, which is discussed below. Both 
rotational transformations use the angle, p, in the equations. 
This angle can be interpreted as the momentary rotational 
displacement angle between two Cartesian coordinate systems; 
one containing the input values and the other one the output 
values. This angle is obtained by integration of the angular 
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Indirect Vector Control of an Induction Motor: 
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FIGURE 34.12 Top level circuit for indirect vector control of induction motors. 


velocity with which the coordinate systems are rotating (typi- 
cally the synchronous speed). 

In summary, we replaced a theoretical motor model using a 
synchronous reference frame by a reference frame transforma- 
tion of the supply voltages and currents. In fact, there are 
integrated circuits on the market like the ADMC-200 from 
Analog Devices, which is optimized to perform both the Clark 
and the Park transformation in both directions [1]. 

Figure 34.12 shows the top level of a simulation example 
that implements vector control for an induction machine with 
a stationary reference frame model. In fact, the motor model 
and the associated sub-circuits are identical to the ones used 
for the circuit shown in Fig. 34.8. However, a more powerful 
motor is used here, specifically a 3 hp, 4-pole 208 V motor 
with circuit parameters shown in Table 34.2. As discussed 
above, the actual speed of the rotor is used as an input signal 
for the control unit. This scheme is known as indirect vector 
control and represents one of the most often used arrange- 
ments. The symbol for the controller has the same parameters 
as the motor. This is necessary to achieve correct field 
orientation. In real systems, the controller also must know 


TABLE 34.2 List of all attributes for 
the induction motor symbol for vector 
control 


Attributes 


PART = Induction_Servo 
MODEL = Ind_Motor 
TEMPLATE = 

J_mot = 0.1 
Omega_init = 0.0 

Ls = (@Lm + @Lsl) 

Lr = (@Lm + @Lr1) 
Poles = 4 

Tau_r = (@Lr/@R_Rot) 
REFDES = Motor? 

Lsl = 2.18mH 

Lrl = 2.89mH 

R_Stat = 0.48 

R_Rot = 0.358 

Lm = 51.25mH 


or somehow determine the machine parameters. The machine 
parameters could have also been established globally using 
“PARAM” symbols, but if the parameters for the controller 
can be set separately as is the case here, the influence of 
parameter mismatch on the performance of the control can be 
easily studied. An example of this is given below. 

Figure 34.12 also shows a symbol for a mechanical gear, 
which is attached to the output of the induction motor. Let us 
recall that the voltage on the mechanical output terminal 
represents the angular velocity and the current represents the 
torque. We also know that the product of the angular velocity 
and the torque is the mechanical power. Therefore it is easily 
understood that the electrical representation of an ideal gear is 
an ideal transformer. The ideal transformer changes speed 
(voltage) and torque (current) just like an ideal gear. Also 
there are no power losses in an ideal transformer as well as in 
an ideal gear. 

In this fashion, many more mechanical properties and 
devices can be modeled. For example, a mechanical flywheel 
is simply represented by a capacitor to ground. Due to the 
scaling factors for the angular velocity and the torque, a 
flywheel with J=1kgm? would be a capacitor with 
C = 1 F. The compliance of a drive-shaft (elastic twisting by 
the applied torque) can be modeled by a series inductor. By 
including both capacitors and inductors, effects like mechan- 
ical resonance can be included in a model. 

Figure 34.13 shows the subcircuit for the vector control 
unit. The central part is a vector rotator for positive direction. 
This element transforms the dc reference values for the flux (D 
axis) and the torque (Q axis) to the stationary reference frame. 
The input angle for the vector rotator is the integral of the 
synchronous angular velocity. The signal called “Omega_o” is 
the measured rotor speed. 

This speed is multiplied with the number of pole-pairs 
(poles/2) to obtain the electrical angular velocity. Then the 
slip value (see Eqn. (34.7)) appropriate to the torque com- 
mand is added and the resulting signal is routed through an 
integrator to generate the input angle for the vector rotator. 

In the D axis, a differentiator function “DDT()” is used in a 
compensation (see Eqn. (34.8)) element which assures that the 
actual flux in the machine follows the commanded signal 
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FIGURE 34.13 Sub-circuit for indirect vector control of induction motors. 


without delay. The input and output values of the vector 
rotator are voltage signals which correspond 1:1 to current 
signals. (In a real controller the currents are typically scaled 
values in the memory of a digital signal processor, DSP.) In 
fact, the vector controller calculates the appropriate currents 
that need to be injected into the machine to perform as 
desired. Two voltage-controlled current sources with unity 
gain are connected to the output of the vector rotator to 
generate these currents. In a real system, the controlled current 
sources are realized by an inverter with current feedback. In 
the most realistic case, this would be a three-phase inverter 
and the ABC-DQ transformation would be performed before 
the current-controlled inverter. In this example, the ABC-DQ 
transformation has been performed outside the controller and 
outside the motor. This way, it is possible to study vector 
control principles using a DQ controller and a DQ motor by 
eliminating the ABC-DQ transformation elements. An exam- 
ple is given in Fig. 34.14. 


L a 34.7 
Oi = In eT G47) 
E Gra + TAraP) -_ 1+ Tp A d 
La = T = T Aid p= Ji à (34.8) 


m m 

Figure 34.15 shows the results obtained for the circuit 
shown in Figs. 34.12-34.14 with perfect tuning of the vector 
controller, meaning that the controller precisely knows all 


motor parameters. The two traces in the diagram on top of 
Fig. 34.15 represent the traces for the D and Q input signals of 
the vector rotator. The graph below shows the reference value 
for the flux. It is evident that the flux level is being changed at 
the same time when 10Nm of torque is commanded (and 
produced). This is done to check if the torque and the flux can 
be independently controlled, which is true for correct field 
oriented control. Below the flux reference is the graph for the 
mechanical angular velocity. It can be seen that the machine 
accelerates whenever torque is developed and slows down due 
to the load when the torque command is driven to zero. The 
graph on the bottom of Fig. 34.15 provides the easiest way to 
judge the quality of the correct field orientation. This graph 
shows the traces of the commanded and the actually produced 
torque and in this case they are perfectly on top of each other 
at all times. 

Figure 34.16 is an example of the results obtained from a 
detuned vector controller. The circuit is identical to the circuit 
in Fig. 34.12, except for the fact that the rotor resistance value 
in the controller was increased to 125%. It is obvious that the 
traces for the commanded and the actually produced torque 
are no longer identical. This is especially true during times 
when the flux is changing. Detuning is actually a real problem 
in industrial vector control applications. Detuning is caused by 
the fact that the machine parameters are not precisely known 
to begin with and/or are changing during the operation of the 
machine. The values of the winding resistance are most likely 
to change due to heating of the machine. 


Indirect Vector Control of an Induction Motor: 


Omega_mech 


Vector_Contrlt 


Motor1 


D Gear 


Flux 
Vector Controller 


mech 
Torque Torque g 


Psi_n {V_ph_pk/Omega_n} 


: Kl 
Induction _Servo Omech m 
G i Lin Load1 
y\— |] —— + 
[vee | Y_Torque PARAMETERS: PARAMETERS: A 
L i WLL 08 Fregn 80 24.5Nm a 
7 Š {Sqrtt2)"'v_LUsqrt(3)} Omega_n {2°PiFreg_n} Ratio=0.5 B00 RPM 


Pi 3.14159265 


FIGURE 34.14 Circuit for indirect vector 


control without ABC-DQ transformations. 
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FIGURE 34.15 Results for indirect vector control with perfect tuning. 
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FIGURE 34.16 Results for indirect vector control with 125% rotor resistance. 


34.6 Simulation of Sensorless Vector 
Control Using PSpice® Release 9 


In the previous example, the advantages of vector control have 
been shown. However, for the implementation of the control 
scheme a sensor for the mechanical speed was necessary. This 
could pose a problem for applications, where a vector control 
unit is to be retrofitted into existing equipment. The motor 
installation may not easily allow the installation of a mechan- 
ical speed sensor. Therefore engineers have thought to replace 
the mechanical speed sensor with a speed observer, which is a 
mathematical model that is evaluated by the control processor 
(typically a DSP), which is performing the standard vector 
control computations anyway. The algorithm for the observer 
would use the measured stator voltages and currents for the D 
and Q axis as input parameters. It would also rely on the 


knowledge of the machine model and on the correct machine 
parameters (rotor and stator resistance, mutual and leakage 
inductance, etc.). The following example shows such an 
arrangement. It could be derived from the previous example, 
with the only difference being that the speed sensor signal is 
replaced by a speed observer. However, careful examination of 
the derivation [3] of the speed observer reveals that it is easier 
to calculate the synchronous angular velocity, which is ulti- 
mately desired anyway, than the angular velocity of the rotor. 
Therefore, the observer was modified and the calculation of 
the rotor speed and the subsequent addition of the slip speed 
was foregone. The speed observer used here basically solves the 
D,Q equation system of the induction machine shown in Eqn. 
(34.3), with the only difference that some of the dependent 
variables are now independent and vice versa. In addition to 
the synchronous angular velocity, the observer provides the 
values of the rotor flux, which are used in the D axis signal 
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path. The advantage of this is that the compensator with the 
differentiation function, which is problematic from a numer- 
ical stability standpoint, can be eliminated. 

Figure 34.17 shows the top level of a simulation project for 
sensorless vector control. This and the following figures for the 
sensorless control project show the screen view from PSpice™ 
9.0/ORCAD. The top view of this circuit is very similar to the 
circuit for the indirect vector control represented by Figs. 
34.12 and 34.14 except for the missing motor-speed feedback. 
The model for the motor and the motor’s parameters are 
precisely the same as in the example for the indirect vector 
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control. The circuit has originally been developed using 
MicroSim’s PSpice™ 8.0 and subsequently imported into the 
PSpice™ 9.0 environment using the “File/Import Design. ..” 
dialog. Selecting the “Sensorless Vector Control” block and 
choosing “Descend Hierarchy” reveals the associated subcir- 
cuit, which is shown in Fig. 34.18. This subcircuit is similar to 
the sub-circuit for the indirect vector control with two excep- 
tions. First and foremost, the motor-speed feedback signal is 
replaced by the speed observer. In this case the speed observer 
directly provides the synchronous angular velocity. Therefore, 
it is not necessary to calculate the slip speed and add it to the 
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FIGURE 34.18 Subcircuit for sensorless vector controller. 
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rotor speed to obtain the synchronous speed. Second, the 
values of the rotor flux, which are available from the speed 
observer, are used to calculate the reference value for the 
torque producing current (Q) component. Therefore, the 
compensation term, which contains a differentiator in the D 
axis of the controller shown in Fig. 34.13, can be eliminated. 
The purpose of the compensation term is to ensure that the 
flux is equal to the flux command at all times with no delay. If 
that is assured, the command signal can be chosen in place of 
the real flux to calculate how much torque producing current 
is necessary to obtain the desired torque. However, if the 
actual flux is known (observed), this value can be used instead. 
Since the flux observer is fed by the D and Q axis voltages and 
currents for the stationary reference frame, the flux compo- 
nents need to be transformed back into the synchronous 
reference frame. This is done with the “Negative Vector 
Rotator” located above and to the left of the speed observer 
in Fig. 34.18. 

The PSpice® 9.0/ORCAD evaluation version has somewhat 
stricter limitations for the number of graphical elements on 
the schematic pages of the project. However, the limitations 
for the number of nodes for the actual simulation engine are 
seemingly the same. Therefore, the extensive subcircuit of the 
induction motor model (see Fig. 34.9) has been replaced by a 
number of additional attributes, which have been added to the 
motor symbol using the symbol editor. The easiest way to start 
the symbol editor and to open the appropriate library is to 
select the symbol by clicking into it and then select the “Edit 
Symbol” function. The additional attributes of the modified 
motor symbol will enter the equivalent to the sub-circuit 
represented by Fig. 34.9 into the netlist. The netlist is a 
compilation of the schematic pages into a textual description 
in ASCII format. From a usability standpoint, a ‘self 
contained’ symbol like this is a very elegant solution, since 
the file for the subcircuit is no longer required. 

Since the PSpice® simulation engine always uses the netlist 
as the input, the circuit works identically. For the PSpice™ 
simulation it makes no difference where the netlist or part of it 
comes from. This also means that even the most recent release 
of PSpice™ can still simulate legacy files that have been created 
before the introduction of schematic editors. The introduction 
of netlist entries is done via the “TEMPLATE” attribute. This 
attribute is a system attribute and a part of every symbol. 
Therefore, the TEMPLATE attribute is of course present in the 
attribute list for the motor symbols in the previous examples. 
These attribute lists are shown in Table 34.1 and 2. In these 
tables the TEMPLATE attribute has no value since the netlist 
entries are made by the symbols in the associated subcircuit. 
To give the reader a better understanding of the self-contained 
machine symbol, the format of some common netlist entries 
and the syntax of the value of the TEMPLATE attribute is now 
discussed. It is also very helpful to examine the TEMPLATE 
attributes of existing symbols. 
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The format of the netlist entries for some common elements 


is ({] denotes space holder for name extension specific for a 
symbol to avoid duplicate names): 


Resistors (R devices) 


Generic: Rname[] -+Node[] —Node[] Value Optional Comment 
Example: Rsd{] Rsd+[] Rsd—[] 1.0k ;Resistor, 

fixed Value 
Example: Rsd{] Rsd+[] Rsd—[] {@Rs} _ ;Resistor, 

Value Rs passed on 
Example: Rsd{] %D 0 1.0k Resistor, 1k, 

Pin ‘D’ to Gnd 
Inductors (L devices): 
Generic: Lname[] +Node[] —Node[] Value ;Optional Comment 
Example: Lsd{] Lsd+[] Lsd—[] 1.0u ;Inductor, 

1.04H fixed 
Example: Lsd[] Lsd+[] Lsd—[] {@Lsl} ;Inductor, 

Value Lsl passed on 
Voltage-controlled voltage sources (E devices) 
Generic: Ename[{] +Out{] —Out[] VALUE 

{ Control Function } 

Example: ETorque[] %Torque 0 VALUE { 1.5*(Vt1[] — Vt2[]) } 


;E source, output between pin ‘Torque and Gnd, Control 
function as shown 


Figure 34.19 shows the screen view of the symbol for the 
induction motor in the symbol editor in PSpice® Release 8.0, 
which was used for the development of this part. Figure 34.20 
shows a similar view; however, here the window for entry and 
editing of attributes is also visible. This screen can be invoked 
using the “Part/Attributes...” dialog. The attributes that 
create the netlist entries, which insert the previously discussed 
model for the motor, are entered here. A complete list of all 
attributes, extracted from a working example, is given in Table 
34.3. Therefore, the reader should be able to enter the 
attributes exactly as printed and obtain a working model, 
which can be used in PSpice® Release 8.0 and 9.0. 

According to Table 34.3, the value for the TEMPLATE 
attribute is as follows: 


TEMPLATE = @ElectricD\n\n@ElectricQ\n\n@Mechanical 


This statement will insert the expression for “ElectricD”, i.e. 
the T-equivalent circuit for the D axis, two carriage returns 
“\n\n”, the expression for “ElectricQ”, i.e. the T-equivalent 
circuit for the Q axis, two more carriage returns “\n\n’, and 
finally the expression for “Mechanical”, i.e. the mechanical 
model into the netlist. The expressions for “ElectricD”, “Elec- 
tricQ”, and “Mechanical” are defined in separate attributes. 
Careful examination of the values of the “ElectricD”, “Elec- 
tricQ”, and “Mechanical” attributes reveals a number of 
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FIGURE 34.19 Screen view of motor symbol in the symbol editor. 
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TABLE 34.3 List of all attributes used for the self-contained induction motor symbol 


Attributes 


REFDES = Motor? 
PART = Ind_Motor 
MODEL = Ind_Motor 
TEMPLATE = @ElectricD\n\n@ElectricQ\n\n@Mechanical 
R_Stat = 0.48 

R_Rot = 0.358 

Lm = 51.25mH 

Lsl = 2.18mH 

Lrl = 2.89mH 

J_mot = 0.1 
Omega_init = 0.0 
Poles = 4 


ElectricD = Rsd*@REFDES %D 1*@REFDES @R_Stat 
\nLsld*@REFDES 1*@REFDES Vmd“@REFDES @Lsl 
\nLmd*@REFDES Vmd’@REFDES 0 @Lm 
\nLrld*@REFDES Vmd“@REFDES 2“@REFDES @Lrl 
\nRrd*@REFDES 2“@REFDES ErotD*@REFDES @R_Rot 


\nErotd*@REFDES ErotD’@REFDES 0 VALUE {-(Ome’@REFDES)*((V(%Q,3“@REFDES) /@R_Stat)*@Lm 


\n + + (V(ErotQ* @REFDES,4*@REFDES) /@R_Rot)*(@Lm + @Lrl)) } 


ElectricQ = Rsq*@REFDES %Q 3“@REFDES @R_Stat 
\nLslq*@REFDES 3“@REFDES Vmq*@REFDES @Lsl 
\nLmq*@REFDES Vmq*@REFDES 0 @Lm 
\nLrlq*@REFDES Vmq*@REFDES 4“ @REFDES @Lrl 
\nRrq* @REFDES 4“*@REFDES ErotQ*@REFDES @R_Rot 


\nErotq*@REFDES ErotQ*@REFDES 0 VALUE {V(Ome*@REFDES)*((V(%D,1*@REFDES)/@R_Stat)*@Lm 


\n + + (V(ErotD* @REFDES,2* @REFDES)/@R_Rot)*(@Lm + @Lrl)) } 


Mechanical = ETorque*@REFDES %Torque 0 
\n + VALUE { (1.5*@Lm*@Poles/2) * ( 


\n + ((V(%Q,3* @REFDES)/@R_Stat)*(V(ErotD* @REFDES,2” @REFDES)/@R_Rot)) - 
\n + ((V(%D,1*@REFDES) /@R_Stat)*(V(ErotQ* @REFDES,4”“ @REFDES) /@R_Rot)) ) } 
\nEOme*“@REFDES Ome*@REFDES 0 VALUE {V(Om“@REFDES)*@Poles/2 } 
\nVLd“@REFDES Om^@REFDES %Omech 0V \nEom*@REFDES Om’@REFDES 0 VALUE {SDT(( V(%Torque)-I(VLd*@REFDES) )/@J_mot) + 


@Omega_init } 
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repetitive terms. The meaning of these terms are explained 
below: 


@Name Substitutes what is defined for “@Name” at 
the current place. 

Inserts the path “^” and the reference desig- 
nator “@REFDES” to create a unique node 
or part name, that does not repeat. The path 
is the concatenation of the names of the 
symbols and sub-circuits in the hierarchy 
above the part. The reference designator is 
the name of the part on a particular sche- 
matic page. 

\n new line (carriage return) is inserted into the 
netlist; however the value of the attribute 
does not have a carriage return in it. This 
means everything listed after “ElectricD” 
until “ElectricQ” goes on one line. If the 
symbol definition is printed however, it is 
shown as in Table 34.3. 

new line and continuation of expression. 
new line, continuation of expression, 
numerical operator “ + ”. 


“@REFDES 


\n+ 
\n+ + 


Figure 34.21 shows a subcircuit for the speed observer. This 
schematic shows the structure and all the details of the 
implementation in the form of a block diagram. The speed 
observer uses the stator voltages and currents for the D and 
the Q axis as input variables. After subtracting the voltage 
drop across the winding resistance and the leakage inductance 
of the stator from the stator input voltage and scaling the 
result by L,/L,,, the observer calculates the D and Q compo- 
nents of the rotor flux by integration. Since the input values 
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are in the stationary reference frame, so are the results. The 
observer also calculates the magnitude of the rotor flux and 
then calculates the synchronous angular velocity by evaluating 
the rate of change of the ratio of the D and Q components. 
The mathematical relationships are given by Eqns. 34.9 and 
34.10 [3]: 


Ard L Vea R, F oLp 0 Ka 
Aig | bm | | Va 0 R, +oL,p || Lq 


o = leakage factor (34.9) 


22 
4a f = aa 


d d 
dt Arat) Aralt) = Aralt) dt Ara(t) 
CRON + Arg(t)”) 


(34.10) 


Since the observer shown in Fig. 34.21 has a large number of 
elements, this sub-circuit has also been integrated into a 
custom part by creating an appropriate TEMPLATE and 
other supporting attributes. A complete listing, which was 
extracted from thoroughly tested part, is given in Table 34.4. 
Using this table, the reader should be able to create this very 
complex part with relative ease. 

Figure 34.22 shows the output for the sensorless vector 
control project as it presents itself in the PSpice™ 9.0/ORCAD 
evaluation version. 

A comparison of the traces for the torque and the torque 
command (they are perfectly on top of each other) shows that 
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Subcircuit for speed observer for sensorless vector controller. 
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TABLE 34.4 List of all attributes for the speed observer symbol 


Attributes 


REFDES = Speed_Observer? 
PART = Speed_Obs 
MODEL = Speed_Obs 


TEMPLATE = Ed*@REFDES %Psi_d 0 VALUE { @EXP_d1 

\n+ @EXP_d2 \n+ @EXP_d3 } 

\nEq*@REFDES %Psi_q 0 VALUE { @EXP_ql 

\n+ @EXP_q2 \n+ @EXP_q3 } 

\nEmag*@REFDES %Psi_mag 0 VALUE { V(%Psi_d)*V(%Psi_d)+ V(%Psi_q)*V(%Psi_q) } 
\nExr’ @REFDES %Psi_xr 0 VALUE { @EXP_x1 

\n+ @EXP_x2 \n+ @EXP_x3 \n+ @EXP_x4 } 
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\nEOmSync*@REFDES %OmSync 0 VALUE { @EXP_om1 } 


SIMULATIONONLY = 
EXP_d1 = @Ini_d + 


EXP_d2 = SDT( (@Lr/@Lm)*( V(%V_d) - V(%I_sd)*@R_Stat 


EXP_d3 = -DDT(V(%lI_sd))*@Ls*@Sigma ) ) 


EXP_ql = @Ini_q + 


EXP_q2 = SDT( (@Lr/@Lm)*( V(%V_q) - V(%I_sq)*@R_Stat 


EXP_q3 = -DDT(V(%I_sq))*@Ls*@Sigma ) ) 


Ini_d = 0.0V 
Ini_q = 0.0V 
EXP_xl = ( V(%Psi_d)*(@Lr/@Lm)* 


EXP_x2 = ( V(%V_q) - V(%I_sq)*@R_Stat - DDT(V(%I_sq))*@Ls*@Sigma ) ) 


EXP_x3 = -( V(%Psi_q)*(@Lr/@Lm)* 


EXP_x4 = ( V(%V_d) - V(%I_sd)*@R_Stat - DDT(V(%I_sd))*@Ls*@Sigma ) ) 
EXP_om1 = ( V(%Psi_xr)/(V(%Psi_mag)+ lu) ) 


FIGURE 34.22 Simulation results for sensorless vector control. 


the scheme works perfectly. It even works for a start from zero 
speed, which is typically not the case in real systems. The 
reason is, that the uncertainties of the winding resistance 
values (note that they change with temperature) create 
errors in observers like this one. The problem is worst at 
low speeds, because at low speeds and associated low stator 
frequencies, the uncertain winding resistance represents a large 
part of the total machine impedance. 


34.7 Simulations Using Simplorer™ 


In the following, some examples of simulations with the 
evaluation version of Simplorer™ [9], Release 4.1 are shown. 


It should be acknowledged at this point, that these examples 
have been created by Ali Ricardo Buendia, who is presently 
working towards his MSEE degree. The advantages of 
Simplorer™ are that it has a lot of models for power electro- 
nics devices and machines built in, since it is specialized for 
this type of simulation. Also, no numerical convergence 
problems have been noticed thus far. Figure 34.23 shows the 
schematic for a three-phase diode rectifier. The input is a 
balanced three-phase source with a reactive source impedance. 
An exponential characteristic, closely resembling real diodes, 
has been chosen as a model for the diodes. 

Figure 34.24 shows a circuit which transforms the load 
currents from a three-phase to a two-phase system. Here the 
D, Q components are called alpha, beta components. The 
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FIGURE 34.23 Simplorer® schematics for three-phase rectifier. 
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results of the simulation are shown on the same page that is 
used for the schematic diagrams shown by the previous two 
figures. Figure 34.25 shows a plot of the line currents during 
the start-up of the rectifier, where the initial load current is 
zero. The next graph shows a plot of the line currents that have 
been transformed by the circuit shown in Fig. 34.24. The 
components of the line currents are the variables of the axes. 
The plot shows the typical hexagonal trace that can be 
expected for this type of line commutated rectifier (six-step 
operation). If the converted source voltages were plotted in 
this fashion, a perfect circle would be the result. 

The last two graphs demonstrate a Simplorer™ simulation 
of the start of an induction motor. As previously mentioned, 
the symbol and the model for the induction motor is built into 
the code. Figure 34.27 shows the schematic with the source 
and the induction motor as well as a graph that shows the 
rotational speed as a function of time. The graph below shows 
plots of the stator and rotor flux components, which are 
available from the machine model. Like the plot of the current 
components for the rectifier, the flux components are the 
variables of the axes in the graphs of Fig. 34.28. 
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FIGURE 34.24 Three-phase to two-phase conversion for load currents. 
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FIGURE 34.25 Simplorer® plot of load currents for the three-phase 
rectifier. 
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FIGURE 34.26 Plot of converted load currents for the three-phase 
rectifier. 
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FIGURE 34.27  Simplorer® schematics for induction motor start. 


Simplorer’s motor model provides the rotor and stator fluxes, rotational 
speed and rotor currents as outputs for calculations or just data display. 
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FIGURE 34.28 Simplorer™ plots of machine fluxes for induction motor 
start. 
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34.8 Conclusions 


In this chapter, the capabilities of two versions of PSpice™ [12] 
and a version of Simplorer™ [9] have been used to simulate a 
number of projects from the power electronics, machines and 
drives area. The advantage of PSpice™ is that it is based on the 
almost universal Spice simulation language, which can be seen 
as the worldwide de facto standard. On the other hand 
Simplorer” has the advantage of built-in machine models. If 
both programs are used, comparisons and mutual validations 
of models can be performed. The reader should always validate 
any model before it is used for critical engineering decisions. It 
was pointed out in the introduction, that model validation 
often means verification that the limitations of the model are 
not exceeded. 

In addition to the detailed examples, some general guide- 
lines on the uses of simulation for analysis and design have 
been developed. All tested programs yielded excellent results. 
The simulation time for each project shown is typically less 
than a minute on a 400 MHz PC. It is hoped that the reader 
has obtained an insight and appreciation of the power of these 
modern simulation codes and some useful ideas and inspira- 
tions for projects of his own. 
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35.1 Introduction 


A continual endeavor in power electronics is to increase power 
density. This is achieved by shrinking component size, moving 
components closer and reducing component count. During 
the last two decades circuit frequencies increased sharply to 
shrink component dimensions. Improved thermal manage- 
ment and physical packaging materials brought components 
closer. And finally, increased integration of functions at the 
semiconductor and package levels reduced component count. 
This has been marked in the microelectronics world by 
“system on chip” (SOC) and “system on package” (SOP), all 
addressing higher densities and all applicable to power elec- 
tronic systems. 

The latter approach of “functional integration” has been 
ongoing for decades. Until the 1980s nearly all such integra- 
tion was done at the packaging level melding control and 
power processing. The term “smart power” (within the 
context of power electronic conditioning) applied in the 
1960s—1970s to the integration of computers and micropro- 
cessors into large rectifier and converter cabinets. With the 
advent of high-voltage-silicon integrated circuits more func- 
tionality was brought directly to the power semiconductors, 
and in the 1980s—1990s the term applied mostly to smart 
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power semiconductors. In the late 1990s there was a move 
back to hybrid integration following the trend to SOP. The 
term “Smart Power” has also been commercially associated 
with power management circuits. 

From a designers perspective, “functional integration” 
exists in a packaging continuum with “smart power” as a 
subset, dependent on the definition in vogue. To take advan- 
tage of “functional integration” the designer, in reverse think- 
ing, partitions or modularizes circuits and functions to achieve 
the most cost-effective approach that meets a set of required 
performance specifications. This chapter provides background 
information, framework and procedures to produce partition- 
ing and functional integration. 


35.2 Background 


Circuits are typically designed with a pre-determined idea of 
what packaging technologies will be used. The technologies 
range from silicon integration of subcircuit functions to 
multiple boards in a rack. Partitioning a circuit packaged in 
one technology, such as all silicon, is straightforward. Parti- 
tioning a circuit in multiple technologies is much more 
difficult since higher performing technologies duplicate 
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aspects of lower technologies. The duplication geometrically 
increases parameter trade-offs and causes wasted packaging 
cost. Considerable literature exists about the technical char- 
acteristics of packaging materials and processes. (A table of 
characteristics is provided later.) Also, a study on the Status on 
Power Electronics Packaging (STATPEP) [1] identifies metrics 
to further evaluate the relative technical merits. 

To optimize the use of multiple technologies in functional 
integration, a structured method should be used. A full-cost 
model for various technologies is used as a basis to produce a 
comparative cost diagram. The diagram allows intermixing of 
high and low performance technologies based on surface 
density, which is interpreted as circuit area and, hence, a 
partition. An example is given in Section 35.7 to demonstrate 
the method using a 2.2 kW motor drive module product. 

The method is also applied to product modularization, i.e. 
system partitioning where a specific function is used across 
several products. A module can represent functional integra- 
tion within a packaging technology or use multiple packaging 
technologies to create integrated power modules (IPMs) or 
power electronic building blocks (PEBBs). The importance of 
modularization is to increase product volume to lower cost. 
The cost model includes variations based on volume. 

This partitioning approach matches user requirements to 
“Levels of Packaging” as defined in the “Framework for Power 
Electronics Packaging” [2] and provides optimum integration 
of packaging levels for a product. The Framework also iden- 
tifies critical technical issues that need to be considered in 
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evaluating technical performance. This partitioning approach 


looks at electrical, magnetic, thermal and mechanical issues 
(multiple energy forms). 


35.3 Functional Integration 


Figure 35.1 shows a 2.2kW ac motor drive. Functional 
integration requires that the system be partitioned both 
electrically and physically. The systems integrator is usually 
an electrical designer and the first partitioning is usually 
electrical. The electrical partitions and distributed power 
losses are also shown in the figure. The physical partitioning, 
or packaging, involves different components with different 
functions ranging from fine-line control to high-current, high- 
loss power processing. Several partitions can be pursued. The 
Line-communications and Motor-control Blocks can use a 
signal-level packaging approach, such as all-silicon ASIC 
(application-specific integrated circuit), or discrete compo- 
nents on an epoxy-glass (FR-4) or insulated-metal substrates 
(IMS). If the Power Supply and Control Blocks are to be 
combined, an SMT approach cannot accommodate bulky 
storage components in the power supply. Hence, a through- 
hole approach is considered for part or both blocks. Regard- 
less, such tradeoffs can be nearly endless. A structured method 
needs to be used to establish essential requirements and guide 
circuit and system partitioning. The method described here is 
based on characterizing and grouping the components, eval- 
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Block diagram of a 2.2kW motor drive module. Reprinted with permission, JB Jacobsen and DC Hopkins, Optimally selecting 
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uating the cost and technical constraints, and then matching 
packaging technologies to the groupings. All this is set against 
a set of comprehensive user requirements. 


35.3.1 Setting User Requirements 


Effective systems design, including packaging, relies on accu- 
rate and comprehensive user requirements that are established 
through a formal structure. A brief review is presented here. 
The requirements are divided into five business taxonomies 
that can be considered comprehensive. These are: financial, 
environmental, legal, social and technical. The taxonomies are 
matrixed with three characteristics of requirements: assumed, 
articulated and unexpected. Assumed requirements are basic 
requirements for a product, process or service to be acceptable 
to all end users. Articulated requirements discern one user 
from another. The unexpected requirements are exciters that 
make the product, process or service unique and competitive. 
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Of the above, only technical, articulated, user requirements are 
used in this discussion. 

The technical requirements are further categorized to reflect 
the electrophysical nature of packaging. The categories are: 
chemical, electrical, magnetic, mechanical and thermal. Relat- 
ing the requirements to all relevant energy forms provides a 
comprehensive listing. The energy forms in this discussion are 
limited to electrical, magnetic, mechanical and thermal. 


35.3.2 Steps To Partitioning 


A first step to partitioning is the creation of a comprehensive 
categorized list of electrical, mechanical and thermal, technical 
user requirements. This is performed as mentioned above. 
The second step is creation of a simple component char- 
acterization map that identifies dominant attributes of the 
components. The block diagram of a 2.2kW motor drive is 
shown in Figure 35.1 and part of the characterization map is 
given in Table 35.1 The map is divided into metrics by energy 


TABLE 35.1 Component characterization map 
Mechanical Electrical Thermal 
Functional Function Comp Qty Delivery Form Size Voltage Current Constraint Loss Max temp 
Block 
V A/comp W/comp °C 
EMC Filter Y-cap 2 Leaded 13x5x10 300 ac Low L to earth 
Filter X-cap 2 Leaded 26x 10x 18 300 ac Low L to L1-L2 
Choke Inductor 1 Leaded 37x20 300 ac 11 rms 6 105 
Filter X-cap 1 Leaded 17x6x 12 300 ac Low L to earth 
Transient VDR 3 Leaded 21x5 300 ac 1 low L to L1- 
clamp L2 2 low 
L to 
L-Earth 
Filter Y-cap 2 Leaded 18x9x15 300 ac Low L to earth 
Filter Y-cap 21 Leaded 12x8x10 4x10 300 ac Low L to earth 
resistor 
Pulse MKT 1 Leaded 31x 18x28 300 ac Close to DCP- 
DCN 
Rectifier Bridge Diode 4 Die 3.52.5 600 11 rms 5 125 
Clamp Diode 4 Die 3.52.5 600 <1 125 
Inrush/VDE Switch IGBT l1 Die 6x4.3 1,200 11 rms 15 125 
Cur. sense Shunt 1 TF 11 rms 2 
Controller IC 1 Die < 18 <1 125 
Support CR 48 SMD TF 0603— > B 
Transient VDR 3 Leaded 21x5 300 ac Low L DCN- 
clamp PGND 
PFC Switch MOS 1 Die 7.5X7.5 500 26 peak 16 125 
Freewheel Diode 1 Die 3x4 500 7 125 
Cur. sense Shunt 1 TF 11 rms 
Controller IC 1 Die 10m <1 125 
Support CR 812 SMD TF 0603— > B <70 V 
Choke L 1 Leaded 500 11 rms 15 130 
DC-link. DC-cap E-lytics 2 Leaded 26x50 500 1.25 rms 3.5 75 
inner 
Voltage R 2 TF 


sense 
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form to categorize and record extreme operating values for 
each component. Not all blocks need to be completed or 
components included, only those that most impact the tech- 
nology selection. For example, any 5 V, < 0.1 W resistor in the 
control circuit need not be listed since it is accommodated by 
nearly all technologies (e.g. as 0806, SMT, PTH, thick film, 
etc.). For each of the remaining components, all the mechan- 
ical package formats should be listed under the delivery form. 

The third step is to strategically group components by 
delivery form taking into consideration limits on electrical 
and thermal operating points. This first-cut grouping brings a 
high level of packaging integration to the system and is a 
critical step. Similar components from all parts of the circuit 
become associated. 

The fourth step uses the user requirements as constraints 
along with engineering experience to reassociate components 
into different groupings. Not all components are easily 
regrouped. The unassociated components become dominant 
factors during technology selection. As an example, the high- 
voltage components of a bootstrap gate-drive supply can be 
associated with the gate-drive circuit board or the high-voltage 
power inverter components. Interestingly, most unassociated 
components reside at the interfaces between functional blocks 
(as shown in Figure 35.1). 

The fifth step is to map the groupings of components to the 
packaging technologies. This was partially performed in the 
previous step as engineering judgment guided the regrouping. 
Refinement of the selection comes when the unassociated 
components are incorporated. Steps four and five become 
iterative to provide optimum partition(s). 


35.4 Assessing Partitioning Technologies 


To better understand the correlation between electrical and 
physical circuits (partitioning and packaging), consider the 
morphology of a generic circuit. A circuit has three partitions: 
components, topologies and controls. Components are active 
or passive, such as ICs or heat sinks. Topologies are the 
positioning of the components to provide a function, such 
as a Buck converter or the thermal structure of silicon soldered 
on copper clad to ceramic. Controls provide a preferred set of 
rules for operation of those components, such as voltage 
regulation or a thermostatically controlled fan. Hence, a 
“circuit” design involves electrical and physical design. The 
physical design is packaging and can be defined as 


“|. the art (design) of arranging components to provide a function 
or characteristic” 


Note that packaging is a design function, whereas manu- 
facturing embodies the processes to fabricate the designed 
arrangement. Although packaging and manufacturing are 
strongly interrelated, they are not synonymous. 
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The term “physical” should be further defined. “Electrical” 
identifies the form of energy being processed. Hence, “physi- 
cal” represents other forms, such as mechanical, thermal, 
chemical, photonic, etc. The power electronics designer is 
mostly interested in electric, magnetic, mechanical and ther- 
mal. Discussion will be limited to these four energy forms. 

An integrated design problem example relating the four 
energy forms of interest is as follows. A high-frequency 
magnetic core couples the radiated field into a copper conduc- 
tor on a PWB and causes eddy current heating, increasing the 
skin-effect resistance. Higher resistance loss further increases 
conductor heating which increases the mechanical stresses 
between the conductor and PWB leading to early failure. 
Who would notice the problem first? The electrical designer 
through circuit loss measurements; the thermal designer 
through a thermograph of that specific spot, or the packaging 
engineer who first notices the conductors are lifting off the 
board and assumes the conductor adhesion is poor because of 
faulty chemistry? 


35.4.1 Levels of Packaging 


The levels of packaging divides a system, top-down, into lower 
and lower subassemblies with the boundary drawn between 
assembly and subassemblies as shown in Fig. 35.2. 


1. the boundary conditions of electrical/mechanical/ 
thermal performance characteristics within the level, 

2. The electrical/mechanical/thermal interconnection be- 
tween each level. 


Each level is defined and numbered, bottom-up, in a micro- 
to-macro manner. Three traditional levels in electronic packa- 
ging [3] are also applicable to power packaging. Note that 
levels are not easily defined. Some packages may be categor- 
ized in either of two levels depending on the application. 


Level-0: Component(s). This is the base level for a 
component that a designer can obtain and may be a 
passive, discrete semiconductor or integrated circuit, 
including a “smart power” circuit. The semiconductors 
and ICs are typically silicon (Si), though there is signifi- 
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cant development in SiC and GaAs for higher operating 
temperature and speed. 

Level-1: Component(s) in Package. This is basic compo- 
nent packaging. Examples include mount-down and lead- 
attach of a component or semiconductor in a discrete 
package, or multiple components in a module. Traditional 
‘chip and wire’ hybrid circuits mounted in a housing 
(often hermetic) are Level-1 packages. The package 
provides a ‘self contained environment’ that allows the 
components to be tested, transported and used at the next 
higher level of packaging while buffering electrical, 
mechanical and chemical discontinuities from the next 
level. This package becomes a subassembly to the next 
higher level. 

Level-2: Package on Board. These boards carry mixed- 
technology components (capacitors, resistors, inductors 
and packaged discretes) that are usually coated and 
terminated with a connector. Examples are PCB, IMS 
(insulated metal substrate) and SMT boards. They differ 
from Level-1 in the lesser sophistication in fabrication. 
The board provides a functional partition and is a 
subassembly to the next packaging level. 

Level-1.5 (half-level): Chip on Board (COB). This mounts 
‘chip and wire’ semiconductors directly to a PCB or on 
IMS. A driver in packaging is to combine levels. An 
objective of the road map will be the development of a 
direction to combine levels. 

Level-3: Board in Rack or Sub-Assembly Level. At this 
level the rack or case is considered. Each board or module 
is a subassembly connected to a rack backplane, mother- 
board or free-wired together. An example is the output 
modules in a multioutput power supply. The sub-module 
approach provides flexibility and fast assembly time. 


Definition of levels can continue into Level-4: Rack in 
Cabinet and Level-5: Cabinet in Room or Multiple Cabinet 
Level. The technical issues and methods to partition the 
product applies to all these levels. Producers and suppliers 
have business thrusts that are aligned along one or more 
packaging levels. Note, that combining levels, as done with 
Levels 1 and 2, is of great advantage. 


35.4.2 Technologies 


The delivery form, i.e. mechanical support structure for 
integrating functions, divides the technologies. The simplest 
delivery form is a monomaterial approach, such as a silicon 
integrated circuit. Here, several functions are incorporated 
into the silicon. A thick-film hybrid uses ceramic-glass struc- 
tures to create functions. A glass-epoxy board (FR-4) allows 
attachment of discrete components to “integrate functions.” 
Remember that the functions are not restricted to electrical, 
but may include magnetic, mechanical and thermal. 
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The delivery form is an important aspect since the size of 
mounted components greatly limits the choices in technolo- 
gies. The greater the mass of the components, the more 
mechanically robust the technology needs to be. The technol- 
ogies reviewed below belong to packaging Level-0 through 
Level-2 and, generally, sequentially range from fully imbedded 
components as in silicon ICs to modestly robust for surface 
mounted components, to very robust for clamped, screwed 
and axially leaded. The transition from plated through holes 
(PTH) to surface mount technology (SMT) occurs within FR- 
4 and partly explains the greater acceptance of this versatile 
technology. 


Semiconductor Power Integrated Circuits. This is consider- 
ably different than the remaining packaging technologies 
in that it approaches a “monomaterial system.” Multiple 
functions can be produced in one material, usually silicon. 
This is expanded in the following section. 

Thick-Film on Ceramic (TFC). Glass based pastes or inks 
are loaded with electrically conductive materials, such as 
copper, gold or silver, to form interconnects, loaded with 
resistive materials to form components, or used unloaded 
as dielectrics. The pastes are screen printed on ceramic 
and fired at ~ 900°C. Vias are formed as holes in dielectric 
layers and discrete components are surface mounted with 
solder or adhesives. Only two types of air-fired thick film 
are considered here: multilayer thick film (TF-multilayer) 
for control circuitry and thick thick film (TTF) where 
silver is printed to form up to 160um conductors for 
power. 

Cu Plated on Ceramic (CuPC). Patterns are imaged or 
transferred to the surface of ceramic. Copper is then 
plated to a thickness <125 um (5 mils). Discrete compo- 
nents are attached or full thick-film processing is placed 
on the plated copper with screen-printed components 
imbedded or discrete components attached. 

Glass-epoxy with surface mount pads (FR-4, SMT). A 
fiberglass mesh is impregnated with epoxy and metalized 
with copper. Interconnect patterns are etched into the foil. 
The patterned copper clad mesh can be laminated and 
vias formed by drilled and plated holes. Chip components 
are “surface mounted” with solder attachment or conduc- 
tive polymer. Components can also be imbedded using 
loaded polymers similar to the TFC process, but with low 
temperature curing (SMT is “surface mount technol- 
ogy”). 

Insulated Metal Substrate-polymer on Metal (IMS-PM). A 
polymer is used to isolate and attach a conductive inter- 
connect to a metal plate which provides mechanical 
support. Vias can be placed between the interconnect 
and plate, and a layer of polymer and interconnect can 
be attached to the interconnect layer. 

Insulated Metal Substratate-steel corded (IMS-PS). A high 
temperature glass (~ 900°C) coats a steel plate and a thick 


876 


film conductive cermet interconnect is applied upon the 
glass. The structure is similar to traditional thick film. 
Vias are processed as in multilayer thick-film. 

Direct Bonded Copper (DBC). Copper foil is applied to 
ceramic, bonded at ~ 1063°C, and a pattern is etched. 
Discrete components are surface mounted with solder or 
adhesive. There are no vias. 

Glass-Epoxy with plated through holes (FR-4, PTH). Same 
as FR-4 above except leaded components are solder 
attached with leads placed through holes (PTH is 
“plated through holes”). 

Molded Interconnect Device (MID). A high temperature 
plastic or polymer structure hosting electrical intercon- 
nects is fabricated by 1-shot, 2-shot or insert molding. 
The interconnections are formed by hot-stamping copper 
foil, imaging and metal plating the polymer, or insert- 
molding of structured metal. MID lends itself to high 
volume, 3D, net shape packaging and is extensively over- 
looked in the power electronics area (excluding automo- 
tive). Components can be surface mounted or through- 
hole with moderate to course line resolution. Only hot 
embossing is considered here. 

Laminated Bus-Bar. A polymer, such as epoxy, glues 
together thick conductor bars while providing electrical 
isolation. The bars can be free-floating laminated inter- 
connects or, if sufficiently thick, be the metal carrier. Vias 
between layers are metal posts or fasteners placed through 
drilled or stamped holes. These are used in high current 
systems and can accommodate very large components. 
These were not considered in this development. 


35.4.3 Semiconductor Power Integrated Circuits 


‘ 


As noted in the introduction, the term “smart power” has 
been used for several decades to describe the imbedding of 
control into power processing systems. One approach inte- 
grates control and power into a monolithic circuit, such as 
silicon, and takes on two forms. One is the integration of 
analog and digital circuitry with discrete power devices. The 
second applies to high voltage ICs used for power monitoring 
and fault control. The term “smart power” has become 
synonymous with power integrated circuits (Power ICs) or 
application specific power ICs (Power ASICs). Motorola 
trademarked the term “SMARTpower” circa 1980. 

A designer typically is a user of power ICs and seldom 
influences the chip design. Systems partitioning, as described 
throughout this chapter, is not directly applicable. However, 
once the chip is available, the designer is armed with a more 
functionally integrated component. A background to power 
ICs is given below to aid the designer in better understanding 
the technology. An excellent reference noting the beginning of 
high voltage ICs is an IEEE Press Book by B. J. Baliga [4]. 
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TABLE 35.2 Examples of power ICs (smart power) 


Low Current High Current 


Power control Ics 
PWM controllers 
Bridge Gate drivers 
Gas-Display drivers 


Low voltage Bipolar drivers 


Automotive actuators 


High voltage (limited application) 


Power ICs can be divided into four groups resulting from a 
matrix of low and high voltage, and low and high current 
capabilities as identified in Table 35.2. The low-voltage, low- 
current ICs are readily available for the control and monitor- 
ing of power processing functions. These smart chips control 
power supplies, battery chargers, motor drives, etc., and are 
often referred to as “power controllers.” These chips are 
produced from standard IC processes and limited to the 
voltages of the process. Cost follows typical IC cost structures. 

Low-voltage, low-current ICs can be further subdivided into 
‘dedicated’ and ‘programmable’ chips. In the late 1990s and 
early 2000s, the incorporation of imbedded control expanded 
the definition of ‘power controllers. Sophisticated con- 
trol algorithms that were implemented in digital signal proces- 
sors (DSPs) were incorporated into programmable power 
controllers. The role of the power electronics designer further 
changed to become adept at high performance programming. 

Low-voltage, high-current power ICs again use standard IC 
processes for fabrication. The higher current requirement is 
met by creating effectively large device areas that maintain 
current densities consistent with process characteristics. In the 
1970s and 1980s bipolar processing was dominant and large 
area devices were fabricated. Typically, processes were limited 
to 40 V and pushed to 60 V for actuator and transistor driver 
applications. As a side note, the most successful power 
MOSFET (metal-oxide semiconductor FET) driver in the 
1980s used a commercially available digital “line driver” IC. 
Driver chips were later developed with FET processes that 
paralleled many low-power FET cells. Again, the required area 
was determined by the maximum current density of the 
allowed process. 

Dedicated chips of the 1990s used power MOSFET technol- 
ogy to create driver and actuator chips. Applications of the 
low-voltage, high-current ICs fall mostly in the areas of power 
conditioning for photovoltaic systems, actuators for computer 
hard drives, actuators and motor drives for automotive and 
appliance applications, and driver applications in power 
semiconductors circuits. 

Since most all IC technology was created for computer and 
telecommunications applications, creation of ‘higher voltage’ 
ICs for power was slow to develop. Lack of market size in 
power did not support substantial technology development, 
but rather incremental product development. However, high- 
voltage ICs were developed early on for the gas-tube display 
market (circa. 1980s). Other significant developments slowly 
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FIGURE 35.3 Junction isolation used to separate devices or circuits. 


occurred, mostly in drivers for power-bridge circuits as used in 
motor drives and “application specific ICs.” 

High-voltage ICs are processed with either dielectric isola- 
tion or junction isolation. In the 1980s dielectric isolation was 
used extensively by Dionics Incorporated for display drivers, 
which had ratings of several hundred volts. Dielectric isolation 
utilizes silicon dioxide wells. Devices, such as bipolar transis- 
tors, are fabricated in the wells, which serve as functional 
islands. The devices are then interconnected at the surface. 

Limitation of the dielectric isolation process is the higher 
cost. However, dielectric isolation does provide for more 
reliable isolation with greater circuit flexibility. Both power 
rating and current capacity are low relative to junction isola- 
tion because of the planar nature of the structure and inter- 
connects. 

Junction isolation became the preferred method starting in 
mid 1990s with developments from General Electric and 
Harris companies followed by power ASICs from power 
semiconductor manufacturers. The isolation method used 
multiple levels of p—n junctions to form wells. A cross section 
of several basic technologies is shown in Fig. 35.3. Note the p- 
type sinkers connecting to the p-material of the substrate to 
provide cell isolation. There is also a combination of structures 
used to produce a BiCMOS process. The CMOS provides the 
control circuitry while the bipolar structures provide high 
current-density transistors for power processing. 

Junction isolation has several limitations, most significant of 
which is possible “layer inversion.” Inversion occurs when the 
reference substrate, or portions thereof, become reverse biased. 
Relatively large currents can flow and biasing of four layer 
structures can cause latch-up. Manufacturers have paid sig- 
nificant attention to minimizing this problem. However, 
designers must always be cautious that a fault condition or 
capacitive current from a high-frequency transient does not 
induce an inversion. 


35.5 Full-Cost Model [5] 


This is the one issue seldom discussed in the open literature, 
yet is the greatest driver to selection of circuit design 
approaches and determination of partitions. Unfortunately, a 
designer often limits cost estimation to only component cost, 
i.e. the bill of materials (BOM). The greatest cost is often not 
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the component, but the handling, mounting, and testing of a 
component. An excellent example is the selection of output 
filter capacitors in dc—dc supplies. The use of a multitude of 
smaller ceramic chip capacitors, which can be automatically 
surfaced mounted, is often less expensive than larger electro- 
lytic through-hole-mounted capacitors, and provide much 
greater reliability over time. (This only applies to larger 
volume production.) 

The use of cost is also dependent on the positioning product 
design within the company. A vertically structured design 
company with captive manufacturing has the advantage of 
increasing volume by modularizing their circuits to be used 
across several product lines. Regardless, the following proce- 
dure applies for both captive and out-sourced manufacturing. 

When discussing cost it is necessary to define centers of cost 
for both product and business. The terms are defined as 
follows. 


1. Materials cost represent direct costs of packaging, and 
include the minimum packaged component (e.g. sili- 
con chip), component packaging materials (e.g. plastic 
housing on a TO-220) and packaging materials for 
manufacture (e.g. solder or adhesives for mount 
down). If the manufacturer can mount bare die, then 
these quantities are determined separately. If manu- 
facturing is out-sourced, then the “pre-packaged” 
component cost accounts for the first two costs and 
the manufacturer (or assembler) determines the third 
cost. The variation in cost by volume must also be 
included. Volume dependency is greatest for custom 
products at low volume and lowest for standard high 
volume products. A typical volume cost factor is 20% 
decrease in cost per 10-fold increase in volume. 

2. Production cost includes factors for wages and product 
volume, but is independent of material costs, (which is 
not often assumed when assessing overhead). Produc- 
tion cost can be characterized as a function of technol- 
ogy and quantity. To reflect this into a design tool, it is 
necessary to describe production cost as a function of 
simple information, such as the number of SMD and 
leaded components, and square inches of substrate 
board. Assessment is as follows for captive production: 


1. Determine the total wages, equipment and facility 
depreciation, and other facility overhead. 

2. Determine the number of production technologies 
in the facility, both in place and available with 
minimal extension. 

3. Determine technology costs by a ratio of the above 
two parameters. 

4. Add scaling factors for volume dependency. 


In Fig. 35.4 relative production costs for various 
technologies (circa. 1999) are shown for fixed 
volume. Note that chip & wire is less expensive than 
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FIGURE 35.4 Relative production costs. Reprinted with permission, JB 
Jacobsen and DC Hopkins, Optimally selecting packaging technologies 
and circuit partitions based on cost and performance, Applied Power 
Electronics Conference, New Orleans, LA, February 6-10 2000, ©2000, 
IEEE, New York. 


handling a leaded component and is typical for captive 
facilities. Included scaling factors in your calculations 
to give a volume dependency for a highly automated 
production technology. Depreciation is for production 
equipment and buildings, whereas other overhead 
covers the significant cost involved in purchasing, 
management, production technology, etc. 

3. Partitioning cost is incurred for each technology used. 
From the previous technology descriptions it appears 
straightforward to choose “this technology for these 
components and those technologies for those compo- 
nents” based on technical performance attributes. 
However, there is a drawback to this partitioning. 
Each partition adds one circuit to be handled through 
production with an additional interconnect and 
assembly process. This means additional incremental 
costs. Assembling subcircuits into a product is similar 
to assembling components on boards and is modeled 
as cost in wages modified by a different overhead 
factor. For chip & wire, costs for protecting (encapsu- 
lating) chips are included if necessary. 
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FIGURE 35.5 Full cost model for circuit partitioning. Reprinted with 
permission, JB Jacobsen and DC Hopkins, Optimally selecting packaging 
technologies and circuit partitions based on cost and performance, 
Applied Power Electronics Conference, New Orleans, LA, February 6—10 
2000, ©2000, IEEE, New York. 
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4. Full cost combines material costs and production costs 
as shown in Fig. 35.5. A minimum-packaged-compo- 
nent system is chosen to highlight the possibility of 
buying nonpackaged components, but the model is 
valid for any level of packaging. If there is not a captive 
circuit fabricator, then the cost is obtained through 
competitive quotes or experience with the manufac- 
turer. A mixture of in-house and out-sourced costs can 
be included in the model. 

5. Product business cost, i.e. returns on investment for 
development of one product, is an investment in 
future payback. The total cash flow from development 
until end of production determines the business costs 
for a product. 

6. Company business cost, i.e. return on investment for 
cross products reflects the cost of suboptimization 
within one single product. The value of reusing the 
same packaging technologies, designs (diagrams) and 
even physical circuits (building blocks) across different 
products should be measured at the company level. 
The value of building blocks becomes obvious through 
savings in repetitive development costs and main- 
tenance of function. Development and maintenance 
costs are saved since the function is only developed 
once and unilaterally maintained across all products. 


The impact of volume on building block cost applied to 
three motor drive products is shown in Fig. 35.6. At low 
volumes the main savings are in development and main- 
tenance costs, while at high volumes only savings in full cost 
matters. The overall conclusion is that, if a partition is 
necessary to meet requirements, then the partition must be 
guided by strategic choices in order to optimize cost on a 
company business level and relative cost diagrams should be 
used only for optimizing within partitions. 
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35.6 Partitioning Approach 


There are several natural aids to partitioning. Rank ordering 
common packaging technologies by technical performance 
(for power processing) also orders most other attributes. As 
one moves down the list of technologies as described in 
Section 35.4.2, one finds, in general, increasing electrical 
performance in current-carrying capacity, decreasing perfor- 
mance in voltage isolation and operating frequency, lower 
thermal performance and density, less sophisticated proces- 
sing, and lower cost for lower volumes (except for MID). 
These monotonic trends allow rich engineering judgment to 
effectively group components (step 4 in Section 35.3.1) for 
optimized partitioning. Important physical characteristics for 
relevant materials are given in Table 35.3 and Table 35.4. 
Following a sequence of first matching the most challenging 
component grouping with the higher performance technology 
can minimize iterations of the last two steps in Section 35.3.1. 
The next challenging grouping is matched with the next 
technology of lower, but suitable performance and lowest 


TABLE 35.3 Conductor/metal properties 


Resistivity Conductivity TCE 
Metal 
(uQ-cm) k (W/m-K) (ppm/°C) 
Aluminum 4.3 240 23 
Chromium 20 66 6.3 
Copper 1.7 393 17 
Gold 2.2 297 14.2 
Invar 46 11 1.5 
Kovar 50 17 5.3 
Molybdenum 5.2 146 5 
Nickel 6.8 92 13.3 
Silicon — 84 — 
Silvar (30Ag) 5.6 130 5.6 
Silver 1.6 418 19.7 
Tin 11.5 63 — 
Tungsten 5.5 200 4.5 
80%Au-20%Sn 16 57 15.9 
95%Pb-5%Sn 19 63 29 
TABLE 35.4 Insulator/substrate properties 
Rel. Perm Conductivity TCE 
Substate 
G k (W/m-K) (ppm/°C) 
AIN 8.8 230 3.3 
BeO 6.8 240 6.8 
BN 6.5 600 3.7 
Cu-Invar-Cu — 100 3 
Diamond (CVD) 3.5 400 2.3 
Epoxy-Glass (x,y) 3.6 0.2 6 
Polymide 3.5 0.2 50 
SiC 42 270 3:7 
SisNy 7 30 2.3 
96% ALO; 9.4 26 6.6 
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FIGURE 35.7 Cost variation within technologies. Reprinted with 
permission, JB Jacobsen and DC Hopkins, Optimally selecting packaging 
technologies and circuit partitions based on cost and performance, 
Applied Power Electronics Conference, New Orleans, LA, February 6-10 
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cost. Starting with the highest performance technology also 
allows much lower component groupings to be considered for 
inclusion at possibly no increased cost. For example, if ceramic 
thick film is used for chip and wire power die and current 
sense resistors, the inclusion of thick-film control circuits 
comes with little added real estate (cost). 

The selection of technologies has been very misunderstood 
because a typical perspective is to look at “substrate area cost.” 
The famous “dollars per square inch” costing of technologies 
has been used. This is as limiting as using only a BOM for cost 
driven decisions. A better understanding is required and is 
aided by the graphical perspective in Fig. 35.7. It is recom- 
mended the curves be viewed right to left (as density 
decreases). The falling curves represent relative full-cost 
(Section 35.5) of each technology as area changes. The starting 
and ending points are the practical limits in the use of the 
technology at certain densities. 

As an example, assume a given circuit is designed with only 
one technology, such as thick film (TF), and as dense as 
possible. As board area increases (becoming less dense), 
components can grow in size (0603 to 0805) with larger 
interconnect traces. The cost increases, following the curves 
up and to the left. A point is reached in area that a less costly 
technology may be suitable, such as SMT FR-4. This other 
technology would decrease cost for the same area. Hence, cost 
and density decrease, but performance also decreases. Within a 
range near maximum density, the higher performance TF 
technology with added area is still less costly. This is due to 
packaging and production costs, and is often overlooked by 
designers who look at ‘cost per square area of boards’ without 
looking at the full-cost model. 

A more generalized set of curves is shown in Figure 35.8. 
This graph, in essence, is created for a specific production 
facility. The circuit designer, or design team, would follow the 
steps to partitioning, letting the costs of the technologies drive 
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FIGURE 35.8 Generalized relationship of cost and technology. 
Reprinted with permission, JB Jacobsen and DC Hopkins, Optimally 
selecting packaging technologies and circuit partitions based on cost and 
performance, Applied Power Electronics Conference, New Orleans, LA, 
February 6-10 2000, ©2000, IEEE, New York. 


where partitions are best drawn. Remember that the overall 


circuit is composed of electric, magnetic, mechanical and 
thermal circuits. 


35.7 Example 2.2 kW Motor Drive Design 


A 2.2kW motor drive, consisting of electronics, motor and 
pump encased in one housing, is used as an example product. 
The block diagram of the electronics is shown in Fig. 35.1. For 
an (planar) electrical-mesh circuit, the physical assembly 
pattern would closely follow the electrical schematic layout 
and one packaging technology, such as FR-4, could be used, 
though not efficiently. The design would then follow a single 
line up and to the left in Fig. 35.7. Using mixed packaging 
technologies provides multiple assembly levels and the assem- 
bly pattern more closely follows groupings of the physical 
delivery forms of the components. The steps outlined in 
Section 35.3.2 are followed to determine the proper partition- 
ing of the system to meet performance requirements and 
provide maximum business profit. The steps are summarized 
as: 


user eequirements, 

component characterization, 
component grouping, 

strategic partitioning with constraints, 
optimizing within partitions. 


ST SOS NS 


35.7.1 User Requirements (constraints) 


Many user requirements direct the system design as outlined 
in Section 35.3.1. However, several requirements place specific 
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constraints on the packaging of the 2.2kW drive as noted 
below: 


Mechanical: built-in stainless steel tube with diameter of 
65mm, and short as possible. 
Thermal: cooling through tube with non-flow of water at 
30°C. 
Environment: potting complete electronics inside tube 
not allowed 
Regulatory: UL, CE 
Reliability: 1,000,000 quick start/stop 
30,000 maximum gradient start/stop 
40,000 h lifetime @ 10°C water 


35.7.2 Component Characterization Map 


A component characterization map is performed on all the 
components to identify dominant technical and physical 
attributes, and is illustrated for part of the circuit as in Table 
35.1. In this component characterization map components are 
listed for each electrical functional block. 


35.7.3 Component Grouping 


An overview of possible groupings into packaging partitions is 
obtained by attaching main components and key attributes to 
the functional block diagram of Fig. 35.1. 


35.7.4 Strategic Partitioning with Constraints 


A major constraint is the limited space available (65mm 
diameter). This makes it obvious that some miniaturization 
is very valuable, but what should be miniaturized? Packaging 
cannot miniaturize leaded components. These components 
require either through-hole PCB (FR-4, for soldering) or some 
form of lead frame (MID for welding). Power die are top 
candidates for miniaturization because the die can be grouped 
into a power module that is much smaller than discrete power 
components. Also, high power losses do not allow the same 
packaging technologies to be used as for leaded components. 
The remaining nonpower die and associated components 
are prime candidates for modularization. Highest value is 
reached if a building block can be reused across different 
products. Therefore, as much control circuitry as possible 
should be integrated without violating the possibility for 
reuse in other products. For this product, the line commu- 
nications bus and motor control circuitry would be excluded, 
but the control for VDE/inrush and PFC would be integrated 
together with the driver and all sense resistors. This integrates 
82% of all power losses for easier cooling, integrates all power- 
component-dependent control circuitry, and enables product- 
independent maintenance and power die optimization. 
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FIGURE 35.9 Substrate costs (1999). Reprinted with permission, JB 
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and circuit partitions based on cost and performance, Applied Power 
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At this stage there are usually new requirements added for 
cross-product reuse. This application requires 125°C baseplate 
temperature. 


35.7.5 Optimization within Partitions 


Optimization requires choosing optimum technologies to 
meet cost and performance requirements. In Figure 35.9 
relative cost of various substrates is shown together with the 
cost of suitable production technologies. Note that the 
substrate cost is for equal substrate area but different perfor- 
mance. For example IMS requires more space for control 
circuitry than TF multilayer because IMS has only one 
conductor layer. 

Figure 35.9 should be used together with Fig. 35.1, which 
shows that the module includes both power chip & wire 
(PC&W) and low power control circuitry (SMT). DBC, 
IMS, TTF and CuPC can accommodate the PC&W. FR4, 
IMS, TF multilayer and CuPC can accommodate fine line 
SMT. This should initially lead to the conclusion that DBC, 
IMS or TTF should be used for power, excluding CuPC due to 
cost; and FR4 for control, excluding the others due to cost. 

Are all cost issues taken into account and all requirements 
met? Not necessarily. Packaging approaches influences compo- 
nent cost. Power sense resistors, which are typically in SMT 
form, can be integrated in TF multilayer at near-zero incre- 
mental cost. Also, less expensive integrated circuits can be 
chosen when the packaging approach allows active trimming 
of associated components. Besides cost, technical issues limit 
packaging choices for certain circuit partitions. Reliability and 
temperature requirement (125°C) rule out FR4. 
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February 6-10 2000, ©2000, IEEE, New York. 


There are fewer and fewer choices. If power die were 
available as known good die, then power and control could 
be combined on one substrate with IMS or CuPC. The IMS 
has drawbacks, such as lower power cycling capability due to a 
high TCE and is only a one-layer technology, which means 
more area and less noise immunity. CuPC has neither of these 
problems, but due to lack of known good power die was not 
chosen. Also, CuPC does not allow component integration at 
the cost indicated in Fig. 35.9. A two-substrate solution was 
needed. 

Power DBC was chosen as the obvious highest performing 
technology among comparable low cost power substrates. The 
DBC is soldered onto a low cost copper base for thermal 
management and extends to form a mounting base for the 
control substrate. 

Multilayer thick film was chosen for control circuitry 
despite the apparently high substrate cost. In the motor 
module, this substrate is the optimum cost choice because 
of high component integration, such as the three buried power 
current-sense resistors and many printed resistors for accurate 
active trimming of functions associated with the integrated 
circuits. Partitioning cost is minimized by combining inter- 
connections of substrates with interconnection to I/O term- 
inals in one technology—heavy wire bonding. This has been 
possible by designing an MID interconnection component 
with terminals that are wire bondable on one end and 
solderable on the other. The resulting module is shown in 
Fig. 35.10. 

Other components, both SMT and leaded, were not best 
accommodated in the module. Therefore, a two-layer FR4 is 
chosen as the lowest cost technology suitable for both delivery 
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forms and used for the module and components. Mechanical 
stability and cooling is achieved by using a patented structure 
of extruded aluminum profiles. 

Using bare die, higher cost substrates and partitioning with 
different technologies allows the product to surpass cost 
targets. The partitioning in packaging Levels-1 and -2 address 
optimization of product business cost as defined in Section 35.5. 
Designing the module building block as a component for reuse 
across other products increases volume and reduces cost. More 
importantly, relative low volume products can benefit from 
the building block by faster development cycles, lower devel- 
opment cost, lower Level-3 packaging cost and lower main- 
tenance cost. The building block value addresses optimization 
of company business cost. 
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biphase half-wave rectifier 170 
bipolar drive circuits 715 
bipolar junction transistor (BJT) 
applications 72—4 
basic structure 64-5 
buck chopper 72 
circuits 71 
current-voltage characteristic curves 66 
Darlington-connected 66 
operation 64-5 
recommended base current 69 
saturation protected by SIT 132-3 
SPICE simulation 71-2 
static characteristics 65—7 
switching characteristics 68-9 
bipolar mode of operation of SIT 130 
bipolar PWM technique 232 
bipolar transistors 3, 63—74 
boost converter 337 
control-to-output transfer function 223 
breakdown voltage 15 
bridge circuit 50 
bridge rectifier 23 
brushless dc motor (BDCM) drive 647-8, 784 
brushless dc motor (BLDC) drive, hardware system 
788-9 
brushless dc operation of CSI driven motor 685-6 
buck-boost converter 216-18, 337 
buck converter 213, 337 
transformer versions 214-15 
buffer circuits for thyristors 419-21 


cables 582-3, 653 
capacitive-input dc filters 152-4 
capacitor charging power supply (CCPS) 533-7 
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capacitors 601 

see also specific types 
carrier-based pulsewidth modulation (PWM) technique 

227-9 

cascaded-type multilevel inverter 617 
chopper-fed dc drive 74 
chopping-mode control 725 
clamped inductive load current 108 
clamping diode in flyback converter 161-7 
closed-loop control input-output decoupled form 452 
closed-loop dc-dc converters 222 
closed-loop observer-based flux and speed estimation 751-4 
coefficient of thermal expansion (CTE) 33 
collector-emitter blocking voltage 107 
collector-emitter leakage current 108 
collector-emitter saturation voltage 108 
commutation 79, 188-90 
company business cost 878, 881 
component characterization map 873, 880 
component grouping 880 
computer analysis 596 
computer simulation see simulation 
constant frequency power supplies 332 
constant-voltage constant-frequency inverter (UPS) 114 
constraints 880 
continuous collector current 107 
continuous conduction mode (CCM) 213, 219 
continuous-mode flyback regulators 496-8 
control circuits 504—5 

resonant converters 287-9 
control law, sliding surface 451-2 
control-to-output transfer function 222 

boost converter 223 

forward converter 222-3 
converter bridges 583 
converter transfer functions 435-8 
converter transformer 581 
converters 50 

classification 272-3 

dc drives 667-70 

dc static 638 

direct ac/ac 638 

high-current applications 51 

topologies 639 

types 637-41 

see also specific converters 
costs 877-81 

example 879-81 

high-voltage direct current (HVDC) transmission 575-7 

partitioning 878 

product business 878 

production 877-8 
CSIs 52, 225, 241-50, 638, 683-5 

carrier-based PWM techniques 243-4 

dc link voltage in three-phase 248-50 
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feedback techniques 254-6 
feedforward techniques 252 
regenerative operating mode in three-phase 259-60 
selective harmonic elimination in three-phase 245-7 
space-vector-based modulating techniques 247 
space-vector transformation 247-8 
square-wave operation of three-phase 244-5 
Cu plated on ceramic (CuPC) 875 
Cuk converter 218 
cuk-converter 339, 343 
current-amplification technique 378 
current-controlled PWM rectifier 199 
current control loop 839 
current-fed resonant ballasts 514-15 
current limiting 490-1 
current-mode control 221 
current ratings 18 
current sensing 703-4 
current source inverters see CSIs 
current/torque control 699-700 
current waveform 18, 22 
cycloconverters 195, 316-26, 571, 638, 675 
applications 331-3 
circulating current-free operation 324 
circulating-current operation 324-5 
control scheme 321-4 
effect of source impedance 325 
forced-commutated 326 
harmonics 324-5 
input current waveform 324-5 
input displacement/power factor 325 
simulation analysis of performance 325 


dc-ac utility inverters 50-1 
dc cables 582-3 
dc capacitor 840-1 
dc choppers 212 
dc-dc converters 211-24, 335-406 
applications 223-4, 402 
control principles 221-3 
topology 223 
see also specific types 
dc drives, converters 667-9 
dc link current 231, 234-5 
three-phase VSIs 239 
dc link voltage control 199 
dc machine torque control 736 
dc motor drives 644—5, 665-70 
dc ripple reinjection technique 191-2 
dc smoothing reactor 582 
dc switchgear 582 
dead time 701-2 
defuzzification 483-4, 784 
delta-connected R-load 315 
depletion-mode thyristor (DMT) 42 
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Diac trigger circuit 413-14 
digital time control (DTC) 301-3 
diode 
applications 23 
as switch 15 
selection 23-4 
types 17 
see also specific types 
diode operation 20 
circuit operation 21 
mathematical analysis 21 
diode parameters 
ac 16 
dc 15 
diode ratings 17-19 
diode rectifiers 139-65 
current rating 168 
low-voltage applications 168 
reverse breakdown-voltage rating 168 
with finite source inductance 147-8 
see also specific types 
direct bonded copper (DBC) 876 
direct switch matrix circuits 7 
direct torque-controlled drives 743-5 
direct transfer function (DTF) 329 
direct vector control with airgap flux sensing 680-1 
discharge lamps 507-11 
design issues 525-7 
high-frequency supply 513-16 
high-intensity 797 
modeling 516-19 
discontinuous conduction mode (DCM) 214, 219 
discontinuous-mode flyback regulators 495-6 
DMOS transistor 134 
double current synchronous rectifier dc/dc Luo-converter with 
active clamp circuit 398-9 
double output Luo-converter 339, 359-72 
double output Luo elementary circuit 359-60 
double output Luo quadruple-lift circuit 363 
double output Luo re-lift circuit 360 
double output Luo self-lift circuit 360 
double output Luo triple-lift circuit 360-3 
double star rectifier with interphase connection 186 
drive characteristics 636—41 
drive circuits 714-15 
drive classifications 636—41 
drive features 640 
drive system integration 669-70 
drive types and specifications 629-61 
see also motor drives 
driver circuits 
practical issues 427-9 
thyristors 419-21 
drivers for gate commutation switches 422 
dual converters 194-5 
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Ebers-Moll transistor model 72 
eccentricity 756 
electric drives, fuzzy logic 779-90 
electric machines 

alternative 805-6 

computer simulation 857-60 
electric power conversion 2 
electric vehicles 812-13 
electromagnetic actuators 799-800 
electromagnetic ballasts 511-13 
electromagnetic compatibility (EMC) 654, 793-4 
electromagnetic interference 794-6 
electromagnetic transient program (EMTP) 596 
electromechanical engine valves 799-800 
electromechanical power conversion 803-8 
electronic ballasts 507-32 

active solutions 528-9 

applications 529-31 

classification 514-16 

general block diagram 513-14 

high-power-factor 527-9 

passive solutions 528 

resonant inverters 519 
electronic commutation 696-8 
embedded converters 7 
EMC/insulation/earthing 653-4 
emergency lighting 530 
EMI emission 293 
EMI suppression 293 
emitter-collector blocking voltage 107 
emitter-switched thyristor (EST) 42 
encoderless schemes 764 
energy balance method 5-7 
enhanced self-lift converter 344 
extended-period quasi-resonant (EP-QR) converters 289-92 


fall time 108 
feedback techniques 
CSIs 254-6 
VSIs 252 
feedforward techniques 
CSIs 252 
VSIs 250-2 
field controlled thyristor (FCTh) 28, 43-4 
field oriented (vector) control (FOC) 860 
field weakening operation 685-6, 694 
filter component design 292 
filtering systems 150—4 
harmonics of input current 152 
ripple factor 151-2 
filters 581-2 
see also specific types 
fixed positive and negative linear voltage regulators 492-3 
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flat transformer synchronous rectifier dc/dc Luo-converter 398 
flexible ac transmission systems (FACTS) 596 
flyback converter 72, 217-18, 339-40 
basic circuit 166 
clamping diode in 161-7 
discontinuous-mode operation 166, 167 
practical circuit 166 
flyback diodes 701-2 
flyback rectifier diode 161-7 
flying capacitors 617 
flywheel diode 154-61 
force-commutated inverter (FCI) 638-40 
force-commutated rectifiers 
new technologies and applications 204-9 
series connection system with 206 
force-commutated three-phase controlled rectifiers 196-209 
basic topologies and characteristics 196 
forward-bias safe operating area (FBSOA) 67, 108 
forward conducting reverse-blocking restricted switch 10 
forward converter 74, 341 
basic circuit 155 
circuit diagram 214 
continuous-mode operation 156, 164 
control-to-output transfer function 222-3 
discontinuous-mode operation 165 
practical circuit 161 
with practical transformer 157-61, 160 
with snubber circuit 161-3 
forward recovery time 16 
forward rectifier diode 154-61 
forward transconductance 108 
forward voltage 15 
four-quadrant dc/dc Luo-converter 376-7 
four-quadrant switched-capacitor dc/dc Luo converter 380-6 
four-quadrant switched-inductor dc/dc Luo-converter 389-90 
four-quadrant ZCS quasi-resonant Luo-converter 393-4 
four-quadrant ZVS quasi-resonant dc/dc Luo-converter 397 
freewheeling diode 20 
frequency link systems 204-5 
fuel efficiency 809-10 
full-bridge converter 215, 219 
full-bridge regulators 502-4 
full-bridge VSI 231-5 
full cost 878 
full-wave rectifier 
with capacitor-input dc filter 153 
with inductor-input dc filter 151 
fully controlled three-phase three-wire ac voltage controller 
313-16 
functional integration 872-4 
fuzzification 482, 780-2 
fuzzy inference engine 482, 783 
fuzzy inference system (FIS) 780 
fuzzy logic 771-2 
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electric drives 779-90 
microprocessor controller 785 
position controller 787 
power converters 481—4 
speed controller 785-6 
fuzzy logic controller (FLC) 784 
synthesis 482-4 
fuzzy—neural, neural—-fuzzy systems 772 
fuzzy sets 482 


gate commutation switches, drivers for 422 
gate control Luo-resonator 401-2 
gate drive circuits 407-29 

GTO 427 
gate drive circuits for power MOSFETs 422-5 
gate-emitter threshold voltage 108 
gate-emitter voltage 107 
gate trigger circuits for thyristors 410-27 
gate turn-off (GTO) thyristor 28, 55-61, 117, 136 

see also GTOs 

applications 61 

asymmetrical 55 

basic structure 55 

four-transistor model 60 

gate triggering characteristics 58 

models 57 

off-state characteristics 58 

off-state period 60 

on-state 59 

on-state characteristics 57-8 

one-dimensional two-transistor model 57 

operation 55 

rate of rise of off-state voltage 58 

SPICE model 60 

static characteristics 57-8 

switch action 56 

switching phases 59-60 

symmetrical 55 
genetic algorithms (GAs) 772-3 
glass-epoxy with surface mount pads (FR-4, SMT) 875 
Graetz bridge 187-8 
grid connected photovoltaic systems 554-62 
grid-connected wind energy systems 565-6 
grounding 820-1 
GTOs 30, 31, 34, 35, 38-41, 45, 48, 51-2 

gate drive circuits 427 

multicell model 49 

turn-off mode 56, 59-60 

turn-on mode 55-6, 59 

two-transistor three-resistor model 48 

V-I characteristics 58 


half-bridge converter 215, 219, 340-1 
half-bridge regulator 501-2 
half-bridge VSI 227 
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half-controlled bridge converter 188 
half-wave rectifier 5 
Hall-effect switches 702-3 
hard-switching pulsewidth modulated (PWM) converters 211 
harmonic compensation 823 
harmonic current limits 196 
harmonic distortion 190-1, 196 
harmonic elimination 245-7, 617-20 
see also selective harmonic elimination 
harmonic filters 825-7 
harmonic limiting standards 527-8 
harmonic reduction 191-2 
harmonic standards 195-6 
harmonics 175-6, 324-5, 821, 823-7 
H-bridge switching 700 
high-frequency diode rectifier circuits 154-68 
high-frequency magnetic saliency 757-9 
high-power applications 205-7 
high-voltage dc power supply with charging resistor 533-4 
high-voltage dc transmission systems see HVDC transmission 
Hitachi drive 774 
home lighting 530-1 
Hong function 349 
HVDC transmission 183, 575-97 
applications 193-4, 579, 591-2 
comparison with ac transmission 575-8 
controls 583-9 
converter station components 580-3 
converter station design 592-5 
costs 575-7 
installations 576-7 
monitoring of signals 588 
protection 583-9 
protection against overcurrents 588-9 
protection against overvoltages 589 
simulation techniques 595-6 
technical considerations 578 
transmission systems 50 
types 579-80 
hybrid electric vehicles 812-13 
hybrid stepper motor 711-12 
hybrid synchronous machines 807-8 
hysteresis current control 252 


IBM 1.8-V/200-A power supply 402-4 
IEEE standards 827-8 
IGBT 9, 41-3, 63, 75, 101-17 
accuracy 113 
applications 113-15 
basic structure 102-4 
circuit models 111, 113 
components of on-state voltage drop 105 
conventional gate drives 109 
driver circuits 426 
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dynamic switching characteristics 105-7 
equivalent circuits 104 
fault protection 110-11 
forward characteristics 103 
gate-drive circuits 109-10 
gate-drive requirements 109-11 
implementing into circuit simulator 112-13 
input characteristics 112 
latch-up parasitic thyristor 107 
lifetime control techniques 106 
nonpunch-through (NPT) 103-4 
on-state voltage drop 107 
operation 102—4 
output characteristics 112 
overview 101-2 
performance parameters 107-9 
punch-through (PT) 103 
safe operating area (SOA) 108-9 
static characteristics 104—5 
symmetric half cell 112 
transfer characteristics 103 
turn-off characteristics 106-7 
turn-on characteristics 105-6 
welder 114 
IGBT-triggered thyristor (ITT) 42-3 
indirect rotor flux-oriented (IFOC) vector control 679-80 
indirect switch matrix circuits 7 
indirect transfer function (ITF) 329 
induction machines 806 
vector control 736-9 
induction motor drives 645-6, 670-81 
inductive-input dc filters 150-1, 153 
inductive load switching characteristics 68 
industrial lighting 530-1 
industrial processes 658 
inference engine see fuzzy inference engine 
INFORM technique 757 
inner current/torque loop 707 
input capacitance 108 
input power 7 
input-to-output (or line-to-output) voltage transfer function 
222 
inrush current 154 
insulated gate bipolar transistor see IGBT 
insulated metal substrate-polymer on metal (MS-PM) 
875 
insulated metal substrate-steel corded (IMS-PS) 875-6 
integral controller 708 
integrated circuit voltage regulators 492-4 
integrated motors 649-50 
intelligent module 418 
inverters 225-69 
closed-loop operation 250-6 
grid-connected applications 554-62 
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stand-alone PV systems 545-7 

topology types for SR motors 719 

see also specific inverters 
inverting mode 173-4 


junction temperature 108 


Kirchhoff’s current law (KCL) 8-9 
Kirchhoff’s voltage law (KVL) 5, 8-9 


lag compensation 439 
laminated bus-bar 876 


lateral punch-through transistors (LPTT) 127, 132 


lead compensation 439 
leakage inductance, rotor dependency of 760 
light-emitting diode (LED) 17 


line-commutated controlled rectifiers 169-75, 183-5, 192-3 


harmonics 175-6 
line-commutated inverter 555-6 
linear feedback design 439 
linear IC voltage regulators 494 
linear motors 648 
linear series voltage regulator 488-91 
linear shunt voltage regulator 491-2 
linearized state-space averaged model 435 
linguistic control rules 483 
linguistic variables 482 
load balancing 601 
load-commutated inverter 638 
load-phase voltages in three-phase VSIs 240-1 
load profiles and characteristics 641-4 
load resonant converters (LRCs) 284-7 
locomotive drives 181 
lookup table construction 484 
lossless filters 12 
Lundell alternator 803 


machine drives 192-3, 207 
magnetic-reset clamping diode 154-61 
marine industry 634, 659 
material cost 877 
MathCAD 853 
mathematical models 611-12, 622, 746 
matrix converter 7, 327—31, 638 
applications 333 
commutation and protection issues 330-1 
operation and control methods 328-30 
maximum allowable surge current 154 
maximum power dissipation 108 


maximum-power-point-tracking (MPPT) 544-5 
maximum torque per ampere (MTPA) characteristic 693—4 


MCTs 28, 41, 75, 117-25 
comparison of other power devices 119-20 
equivalent circuit 118-19 


gate drive 120 
generation-1 121 
generation-2 121 
N-channel 121 
overcurrent protection 120 
overview 117-18 
paralleling 120 
power circuit 122, 123 
protection 120 
simulation model 121 
snubbers 120 
soft-switching 122-3 
switching characteristics 118-19 
turn-off 119, 123 
turn-on 119, 123 
membership functions 482-3 
metal industry 635, 658-9 


metal-oxide-semiconductor (MOS) technology 80 


see also MCTs 

microprocessor-based lighting 531 
microprocessor controller, fuzzy logic 785 
microstepping 716 
Miller theorem 85 
mining industry 634, 657-8 
MIT 42/14-V 3-kW dc/dc converter 402 
molded interconnect device (MID) 876 
monitored stator currents 756 
monitored stator voltages 755-6 
MOS-BJT technology integration 99 
MOS controlled thyristors (MCTs) see MCTs 
MOS power transistors 134—5 
MOS turn-off (MTO) thyristor 122 
MOSFET 3, 4, 10, 28, 42, 63-4, 75-99, 117 

capacitance parameters 94, 97 

characteristics curve 84 

drain-to-source current 91 

driver circuits 425-6 

equivalent circuit 86, 91, 92 

equivalent representation 83 

gate current 86, 88, 89 

gate drive circuits 422-5 

gate voltage 89 

input transfer characteristics 84, 89 

internal body diode 82 

internal capacitors 82-3 

large signal model 84, 94-6 

limitations 85 

off-state 87 

on-state resistance 81-2 

overview 80 

parameters 95 

parasitic capacitance 83 

PSPICE model 93-6 

regions of operation 83-93 
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safe operation area (SOA) 92-3 
simplified representation 82 
small signal equivalent circuit 85, 96 
static model 93-4 
structure 81-3 
switching characteristics 85-6 
turn-off characteristics 90-2 
turn-on characteristics 86—90 
turn-on switching waveforms 88, 90 
vertical cross-sectional view 82 
motion control DSPS 766 
motor control 51-2 
motor drives 663-733 
motor insulation 654 
motor speed control 800 
MRAS-based flux and speed estimation 754 
multicell topologies 260—4 
multilevel converters 599-627 
output voltage control 477-9 
multilevel inverters 614-17 
on-line output current control 479-81 
structures 615-17 
with transformer 615 
multilevel topologies, VSIs 264 
multiple-quadrant operating Luo-converters 372-7 
multiplexed load control 801-2 
multiquadrant operation 643 
multiquadrant ZCS quasi-resonant Luo-converters 390-4 
multiquadrant ZCS/ZVS quasi-resonant converters (QRC) 336 
multiquadrant ZVS quasi-resonant Luo-converters 394—7 
multiresonant converters (MRC) 280-2, 287 
multistack variable-reluctance stepper motor 711 
multistage inverters 260-7 
multiterminal dc systems (MTDC) 589-91 


naturally commutated cycloconverter (NCC), interties 
between ac power systems 333 

negative output Luo-converters 338, 353-9 

negative output Luo elementary circuit 353-7 

negative output Luo quadruple-lift circuit 357-8 

negative output Luo self-lift converter 343 

negative output Luo triple-lift circuit 355-7 

neural-network-based speed estimators 774-5 

neutral-point-clamped inverter 615-17 

NMOSFET 118, 121 

nondissipative active clamp network 283 

nonresonant ballasts 514 

normalized sampling frequency 239, 248 


open-loop acceleration—deceleration profiles 717 
open-loop dc-dc converters 222 

open-loop dynamic line regulation 222 
open-loop dynamic load regulation 222 
open-loop flux estimators 746-9 


open-loop input impedance 222 
open-loop speed estimators 749-51 
optically gated thyristors 44 
optimization, partitioning 880-1 
output capacitance 108 

output line reactor 655 

output power 7 

overcurrent protection 120 
overload protection 490-1 
overvoltages 19-20 


packaging 871-82 
continuum 871 
levels 874-5 
power diode 16 
thyristors 32-3 
parallel-loaded resonant circuit 523-4 
parallel resonant converters (PRCs) 285-7 
continuous conduction mode 285-7 
discontinuous conduction mode 285 
parasitic transistor 107 
parasitics 218-20 
partitioning 871-2 
aids 878-9 
constraints 880 
cost 878 
optimization 880-1 
steps 873-4 
technologies 874-7 
passive filters 845 
peak collector repetitive current 107 
peak inverse voltage (PIV) 141 
peak repetitive forward current 141 
peak-to-peak ripple voltage 219 
permanent-magnet ac machines 695 


permanent-magnet ac synchronous motor drives 689-94 


permanent-magnet BLDC machines 695 
permanent-magnet BLDC motor 

drives 694-704 

sensorless operation 691 
permanent-magnet machines 740-3 
permanent-magnet sine-wave motor 691—4 

control 692-3 

operating modes 693-4 
permanent-magnet stepper motor 712 


permanent-magnet synchronous machines 695, 739-43, 


807-8 

phase control 11 

phase-controlled single-phase ac voltage controller 
308-11 


phase-controlled three-phase ac voltage controller 312-13 


phase-shifted converter 278 
phase-shifted ZVT FB circuit 287-9 
photodiode 17 
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photovoltaic-diesel hybrid energy systems 551-3 
photovoltaic power systems 540-62 
types 541-7 
piezoelectric ultrasonic actuators 798-9 
PMCT 
applications 122-4 
specifications 124 
PMOSFT 118 
PMP voltage waveform 655-6 
PN junction 15 
polyphase diode rectifiers 148-50 
polyphase rectifiers, critical inductance 151 
portable lighting 529-30 
position controller, fuzzy logic 787 
position sensing 726-7 
positive output Luo-converters 337-53, 345-9 
positive output Luo elementary circuit 345 
positive output Luo quadruple-lift circuit 346-7 
positive output Luo self-lift circuit 345 
positive output Luo self-lift converter 341-2 
positive output Luo triple-lift circuit 346 
power converters 481—4 
constant-frequency operation 454 
constant-frequency sliding-mode 460 
continuous control inputs 454-81 
control methods 431-86 
examples 4-7 
fuzzy logic control 481-4 
output voltage control 458-9 
sliding-mode control 450-81 
state-space averaged models 432-50 
steady-state error elimination 454-81 
power devices, future trends 98-9 
power diode 15-25 
packaging 16 
series and parallel connection 19 
symbol 16 
see also diode 
power electric control 805 
power electronic circuits 2, 5, 96 
classes 7 
power electronics 2, 4 
alternative 805-6 
applications-driven 2 
defined 1-2 
device comparison 96-8 
device-driven 2 
efficiency objective 2-3 
history 1 
key characteristics 2-3 
reliability objective 3 
Power Electronics Building Block (PEBB) 115 
power factor 190 
single-phase line-commutated rectifiers 175 
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power factor correction (PFC) 224, 600 
power operational amplifier 
fixed frequency operation 459-60 
short-circuit protection 459-60 
power quality 817-28 
monitoring and measurement 823 
power steering systems 800 
power supplies 487-506 
trends 3-4 
process industries 634-5 
product business cost 878 
product modularization 872 
production cost 877-8 
proportional controller 707 
proportional-integral compensation 439 
proportional-integral derivative (PID), plus high-frequency 
poles 439-50 
protection requirements 120, 330-1, 490-1, 846-7 
PSPICE model 47-50, 620, 853-7, 860, 862-7 
MOSFET 93-6 
PSPICE simulation 22, 139, 154, 161 
waveforms 98 
pulse density modulation (PDM) 124 
pulse-width modulation see PWM 
punch-through emitter (PTE) 127 
push-pull converter 215, 219 
PWM 11, 177-8, 212, 504-5 
ac choppers 312 
audio amplifier 
modeling 466 
sigma delta controlled 467-9 
audio power amplifiers 465-6 
boost rectifier, modeling 469-70 
control for harmonics elimination 618-20 
converter 111 
drivers 222 
incandescent lighting 798 
inverter 52 
phase-to-phase and phase-to-neutral voltages 198-9 
programmed control 620 
rectifier 470-4 
sliding-mode control 470-4 
switching converter drive 668-9 
techniques 653 
transfer functions 438-9 
voltage waveform 653 
voltage-source inverter 842-3 
VSI converter 641 
VSI drives 650-7 
supply front end 656-7 
waveform 653-4 


quantization levels 482 
quasi-resonant converters (QRCs) 123-4, 273-6, 287 
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quasi-resonant soft-switched inverter 299-301 
digital time control 301-3 


R-load 317 
RC trigger circuits 411-13 
ac-type 411-12 
full-wave type 412-13 
half-wave type 412 
reactive power 582, 599, 823 
phenomena and their compensation 600-3 
rectification 23 
rectifier circuits, design considerations 167-8 
rectifier diodes 24 
regeneration inverters 256-60 
regenerative braking 656-7 
reluctance machines 806-7 
renewable energy sources 539-73 
resistance trigger circuits 410-11 
resistive load dynamic response 68 
resonance 824—5 
resonance charging 534-5 
resonant ballasts 514 
resonant converters 123-4, 211 
control circuits 287-9 
resonant dc link inverter 295-6 
low voltage stress 297-8 
resonant pole inverter 303-4 
resonant switch 272-3 
restricted switches 9-10 
types 11 


reverse-bias safe operating area (RBSOA) 67, 108 


reverse Cuk self-lift converter 341-2 
reverse current 15 


reverse positive output Luo self-lift converter 342 


reverse recovery 19—20 

reverse recovery time 16 

reverse transfer capacitance 108 
ripple factor, filtering systems 151-2 
ripple filter 844 

ripple voltage 219 

rise time 108 

RL-load 317-19 

roller coaster 660 


rotor position dependency of leakage inductance 760 


rotor slot harmonics 755 


safe operating area (SOA) 63, 67, 108-9 
saliency effects 755-60 


introduced by special rotor construction 759-60 


saturation induced saliences 757 

Schottky diodes 157, 159 

SCRs 28, 30, 31, 35, 37—41, 117, 135-6 
two-transistor three-resistor model 48 
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selective harmonic elimination 229-31, 232 
technique 226 
three-phase VSIs 237 
self-commutated inverter 556-7 
self-lift dc/dc converters 341-4 
semiconductor devices 9 
development 75 
semiconductor power integrated circuits 875-7 
semiconductor switches 700 
sensorless ac drives 745-66 
series active power filters 841-50 
series connection system with force-commutated rectifiers 
206 
series-loaded resonant circuit 522-3 
series-parallel loaded resonant circuit 524-5 
series-parallel resonant converter 287 
series resonant converters (SRCs) 284 
continuous conduction mode 284-5 
discontinuous conduction mode 284 
servo control-loop, design issues 707-10 
servo drives 704-10 
performance criteria 705 
sensors 707 
servo motors 705-7 
shaft sensors 705-7 
Shinkansen train 181 
shunt active power filters 830-41 
silicon controlled rectifier see SCRs 
silicon rectifier diode 17 
simplified double output Luo-converters 366-72 
simplified double output Luo quadruple-lift circuit 
368-72 
simplified double output Luo re-lift circuit 366-8 
simplified double output Luo self-lift circuit 366 
simplified double output Luo triple-lift circuit 368 
simplified drive representations and control 708-10 
simplified positive output Luo-converters 350-3 
simplified positive output Luo quadruple-lift circuit 353 
simplified positive output Luo re-lift circuit 350 
simplified positive output Luo self-lift circuit 350 
simplified positive output Luo self-lift converter 342 
simplified positive output Luo triple-lift circuit 350 
Simplorer 867-8 
simulation 853-69 
ac induction machines 860-2 
electric machines 857-60 
HVDC 595-6 
power electronic circuits 857-60 
sensorless vector control 862-7 
tools 853-4 
sine-wave filter 655 
single-ended isolated flyback regulators 494-8 
single-ended isolated forward regulators 498—500 
single-phase ac/ac voltage controller 307-12 
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ON/OFF control 311-12 
single-phase boost rectifier 176-8, 180 
single-phase bridge rectifier 170-1 
input current analysis 171-2 
power factor 172-3 
single-phase controlled PWM rectifier, bridge connection 
180-1 
single-phase controlled rectifiers 50, 169-82 
applications 174-5 
see also specific types 
single-phase diode rectifiers 139-41 
current relationships 142 
design 144 
form factor 142 
harmonics 143 
performance parameters 141-4 
rectification ratio 142 
ripple factor 142-3 
transformer utilization factor 143 
voltage relationships 141-2 
single-phase full-wave rectifiers 140-1 
critical inductance 151 
single-phase half-wave rectifiers 139-40, 169-70 
single-phase line-commutated rectifiers, power factor 175 
single-phase multilevel converters 
output current control 476-7 
output voltage control 475-6 
single-phase PWM rectifier in bridge connection 179-80 
single-phase/single-phase cycloconverter 316-18 
single-phase voltage source inverters 227-35 
single-pulse mode control 725-6 
single-stack variable-reluctance stepper motor 710-11 
single-switch circuits 4-5 
single thyristor rectifier 170 
sinusoidal pulsewidth modulation (SPWM) 202, 207, 226, 
235-7 
inverter drive 673-5 
six-phase parallel bridge rectifier 149-50 
six-phase series bridge rectifier 149 
six-phase star rectifier 148-9 
six-pulse (double star) rectifier 185 
six-step switching 697-8 
sliding-mode control 
existence condition 453 
power converters 450-81 
pulse width modulation audio power amplifiers 
465-6 
PWM rectifier 470-4 
reaching condition 453 
robustness 453-4 
stability 453 
switching law 453, 474-5 
sliding surface 451-2 
slip power control 671-3 
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slip power recovery converter 640-1 
slip-ring (wound-rotor) induction motor drive 646 
small signal diode 17 
smart power 418, 871-82 
smoothing capacitor 702 
snubber circuits 19, 45, 71, 120, 161-3, 168, 293-4, 580 
soft-switching 293 
converters 122-3, 211 
dc-ac power inverters 294-304 
high power devices 293-4 
solar water pumping 547-51 
solid-state ballasts see electronic ballasts 
space-charge limiting load (SCLL) 127, 134 
space-vector modulating techniques 238-9 
space-vector sequences 239, 248 
space-vector technique 226 
space-vector transformation 238-9 
special motor drives 647 
speed controller, fuzzy logic 785-6 
SPICE model 60, 71 
split dc suply inverter circuit 720 
square-pulse current waveform 723-4 
square-wave inverter 52 
square-wave modulating technique 229 
square-wave operation of three-phase VSIs 237 
squirrel-cage induction motor 645-6 
star-connected load with isolated neutral 313-16 
state-space modeling 432-50 
static induction devices 127-36 
emitters 130-1 
theory 127-8 
static induction diodes 127, 131-2 
static induction MOS transistors (SIMOS) 127, 133-4 
static induction thyristor (SITh) 28, 43-4, 135-6 
static induction transistor logic (SITL) 127, 132 
static induction transistors (SIT) 127 
BJT saturation protection 132-3 
characteristics 128-9 
logic circuit 133 
potential distribution 128, 131 
static VAR generation 332 
stator voltage control 671 
steady-state equivalent-circuit representation 681-2 
steady-state voltage frequency and magnitude 818 
step-down choppers 223 
step-down dc-dc converters 213-15 
step-up (boost) converter 215-16 
stepper motors 648-9, 710-17 
subsea separation and injection system 659 
supersynchronous cascade 193, 195 
surface-magnet synchronous motor 690 
SVM method 329 
switch matrix 7-8 
hardware task 8 
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interface task 8 
software task 8 
switched-capacitor multiquadrant Luo-converters 377-86 
switched-inductor multiquadrant Luo-converters 386-90 
switched-reluctance motor drive 648, 717—27 
control parameters 725 
magnetic saturation and nonlinear model 724-5 
operating theory 720-4 
switches 2-3 
examples 3 
hardware problem 9 
interface problem 12 
software problem 10-12 
see also specific types 
switching characteristics, bipolar junction transistor (BJT) 
68-9 
switching converters 6, 535-6 
switching current, ideal 78 
switching dc regulator 77 
switching devices 
efficiency 76 
general characteristics 78-80 
ideal switch 78 
need for 76-8 
power handling rating 3 
practical switch 78-80 
symbols 81 
see also specific devices 
switching functions 10 
switching law, sliding-mode control 453, 474-5 
switching losses 700 
switching regulators 494-505 
switching trajectory 79 
switching waveforms 78, 79 
synchronous compensator 601 
synchronous converter 220-1 
synchronous link reactor 840 
synchronous machines, cylindrical wound motor 806 
synchronous motor drives 646-7, 681-9 
operating modes 686-8 
synchronous rectifier dc/dc Luo-converters 397-8 
synchronous reluctance machine vector control 739-43 
synchronous reluctance motor drives 727-33 
system on chip (SOC) 871 
system on package (SOP) 871 


TEMPLATE 864, 868 

thermal cycling 643 

third harmonic booster diodes 804-5 

thousand-volt insulation test bench 402 

three-level inverter, harmonics elimination method 617-20 
three-phase ac/ac voltage controllers 312-15 

three-phase bridge rectifier 146-7, 151 

three-phase controlled rectifiers 183-210 
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three-phase converters 50 
three-phase cycloconverters 

circulating current-free mode operation 319-21 

circulating-current mode operation 319-20 
three-phase diode rectifiers 144-8 
three-phase double-star rectifier with interphase transformer 

146 

three-phase full-wave rectifier 187-8 
three-phase half-wave rectifier 183-5 
three-phase inter-star rectifier circuit 145-6 
three-phase star rectifiers 145-6 
three-phase/three-pulse cycloconverter 319 
three-phase voltage source inverters 235-41 
thyristor-controlled inductor (TCI) 52 
thyristor-controlled reactor (TCR) 601-3 
thyristor-controlled series compensation (TCSC) 600 
thyristor-switched capacitor (TSC) 52, 601 
thyristors 27-54, 419-21, 580-1 

advanced triggering circuits 418 

amplifying gate 36 

anode shorts 36 

applications 50 

basic structure 28-30 

buffer circuits 419-21 

cathode shorts 35-6 

commutation 173 

converter drive 667-8 

current-voltage curves 30-1 

driver circuits 419-21 

dynamic switching characteristics 33-7 

edge and surface terminations 31-2 

gate circuits 45-6 

gate current waveform 46 

gate drive requirements 45-7 

gate i—v curve 46 

gate requirements 407-9 

gate trigger circuits 410-27 

high-powered 38 

high-voltage 31 

maximum ratings 37-8 

multicell circuit model containing eight cells 49 

operation 29 

overview 27-8 

packaging 32-3 

parameters 37—40 

snubber circuits 45 

static characteristic iv curve 30 

static characteristics 30-3 

switching behavior 29 

temperature dependencies 37 

trigger circuits 409-10 

two-transistor behavioral model 29 

types 28, 38—45 

see also specific types 
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TMS320C241 766 
TMS320C242 766 
TMS320C24x 766 
TMS320F240 766 
TMS320F241 766 
torque-controlled drives 736-66 
torque production 712-13 
total gate charge 108 
total harmonic distortion (THD) 152, 196 
transformer-isolated gate drive circuit 47 
transformer utilization factor (TUF) 143 
transients 596, 606-7, 793-4, 822 
velocity feedback controller 707-8 
transistor-base drive applications 69-71 
transistor-base drive circuits 426-7 
transistor dc regulator 77 
trapezoidal-wave motor 690-1 
trigger circuits 
resistive 410-11 
thyristors 409-10 
unijunction transistor-based 415-18 
turbo altenator, VAR compensation 611-14 
turn-off delay time 108 
turn-on delay time 108 
12-pulse parallel rectifier 461-5 
two-quadrant dc-dc Luo-converter 
forward operation 372-4 
reverse operation 374-6 


two-quadrant switched-capacitor dc/dc Luo-converter 378-80 


two-quadrant switched-inductor dc/dc Luo-converter 
forward operation 386-8 
reverse operation 388-9 

two-quadrant ZCS quasi-resonant Luo-converter 402 
forward operation 391-2 
reverse operation 392-3 

two-quadrant ZVS quasi-resonant dc/dc Luo-converters 
forward operation 394-5 
reverse operation 396-7 

two-switch inverter circuit 720 


ultra-fast diodes 157, 158 
unijunction transistor-based trigger circuit 415-18 
uninterruptible power supplies (UPS) 52, 53, 174, 180, 224 
unipolar drive circuits 714-15 
unipolar PWM technique 232 
unity power factor rectifiers 175-82 
applications 180-1 
user requirements 873, 880 
utility ac grid 223 


VAR compensation 52, 599-627 
analysis 603 
modeling 603 
static circuit 602-3 
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turbo altenator 611-14 
variable-current—variable-frequency control 675-6 
variable-frequency converter 51 
variable-reluctance motor 712-13 
variable-speed constant-frequency (VSCF) system 331, 332 
variable-speed drives see VSDs 
variable-speed power generation 207-9 
variable-voltage variable-frequency control 673-5 
variable-voltage variable-frequency inverter 114 
vector controls 676—7, 688-9, 837-9 
vector drives 736—43 
VMOS transistor 134 
voltage clamping 23 
voltage-controlled PWM rectifier 199 
voltage divider dc regulator 76 
voltage doubler PWM rectifier 177-8, 180 
voltage doubler rectifier, control system 179 
voltage-fed resonant ballasts 515-16 
voltage-fed resonant inverters 521-5 
voltage flicker 821-2 
voltage fluctuations 821-2 
voltage-lift technique 379 
voltage-mode control 221 
voltage multiplier 23 
voltage ratings 17-18 
voltage regulation 601 
voltage ripple waveforms 219 
voltage sags 818-19 
voltage-source current-controlled PWM rectifier 199-201 
voltage-source drive 682-3 
voltage-source inverters see VSIs 
voltage-source load-controlled PWM rectifier 203-4 
voltage-source rectifier 197-8 
voltage-source voltage-controlled PWM rectifier 201-3 
voltage waveform 22 
VSDs 629, 735 

ac 331-2 

advantages 630-1 

all-electric ship 659 

applications 657-60 

communication 651-3 

disadvantages 631-3 

drive requiremants 633-5 

drive specifications 635 

historical review 630 

topologies 644-50 
VSIs 225 

feedback techniques 252 

feedforward techniques 250-2 

linear control 252-3 

in rotating coordinates 254 

motoring operating mode in three-phase 256-7 

multilevel topologies 264 

regenerative operating mode in three-phase 257-9 
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space vector modulation in three-level 266-7 
SPWM technique in three-level 264-6 
valid switch states in three-level 264 


wind-diesel hybrid systems 565 
wind generators 564, 570-1 
wind power systems 562-72 
basics 562-3 
types 564—6 
wind turbines 563—4 
charge controller 565 
control 566-72 
fixed-speed 566-8 
multiple 571-2 
variable-speed 568-70 


Yaskawa drive 774 
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ZC resonant switch 273 
Zener breakdown 76 
Zener dc regulator 76-7 
Zener diode 17, 76, 488 
i-v characteristics 77 
zero average-current error (ZACE) control 301-3 
zero-current switching (ZCS) 273, 275 
synchronous rectifier dc/dc Luo-converter 399, 
402-4 
zero space-vector selection 239, 248 
zero-voltage resonant switch 273 
zero-voltage switching (ZVS) 273-5, 277-8 
clamped voltage 277-8 
high-frequency applications 275-8 
synchronous rectifier dc/dc Luo-converter 399-401 
zero-voltage transition (ZVT) 278 
converters 282-3 


